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In   prepaa-ing  this  textbook  the  Authors  have  attempted  to 
include     in   a  single  volume  not  only  the   elementary  thermo- 
dynamVc  tKeory  of  gases  and  vapors  and  of  their  cycles,  but  also 
the  consideration  of  the  sources  of  heat,  the  methods  of  making 
it  available  for  useful  purposes,  its  utilization  in  the  various  types 
of    heat-driven    prime  movers   and    their   auxiliary   apparatus, 
together  -with  a  discussion  of  the  fundamental  theory,  the  ideal 
and.  actual   performance  and  the  practical  considerations  con- 
nected with  such  apparatus.     The  book  is  prepared  primarily  for 
the  use  of  students  in  Mechanical  Engineering  in  their  junior 
and  senior  years,  after  they  have  completed  college  courses  in 
physics,  chemistry,  analytical  and  applied  mechanics  and  empir- 
ical machine  design.     The  text  is  supposed  to  be  supplemented  by 
lectures,  lantern  slides,  a  study  of  trade  catalogues  and  collateral 
reading;  and,  as  it  is  prepared  primarily  for  students  who  will 
have  separate  courses  in  mechanical  laboratory  practice  and  in 
the  economic  problems  connected  with  heat-power  engineering, 
but  little  relating  to  these  branches  is  given. 

A  large  part  of  the  material  contained  in  the  following  pages 
has  been  used  during  the  last  four  years,  first  in  pamphlet 
and  later  in  book  form,  as  a  text  in  the  junior  and  senior  courses 
in  Sibley  College,  Cornell  University.  It  has  been  revised  from 
time  to  time  as  the  necessity  became  apparent,  and  now  the 
original  matter  has  been  practically  rewritten,  rearranged  and 
considerably  amplified  for  the  present  book. 

To  add  to  its  convenience  and  value  as  a  textbook  in  recita- 
tion courses,  all  sections  are  numbered,  the  sub-paragraphs  are 
lettered,  and  sample  problems  are  given  in  the  Appendix. 

Undoubtedly  errors  of  various  kinds  will  be  discovered,  and 
in  order  that  they  may  be  eliminated  it  is  hoped  that  they  will 
be  brought  to  the  attention  of  the  Authors,  who  will  also  welcome 
any  other  suggestions  for  the  improvement  of  the  book. 
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INTRODUCTORY. 


I.  The  advancement  of  the  human  race  has  been  largely  due 
to  the  fact  that  man  has  greater  ability  than  his  fellow  creatures 
to  utilize  nature's  resources.  At  first  he  was  driven  by  his  own 
weakness  to  seek  nature's  aid  for  protection,  and  he  thus  became 
familiar  with  her  simpler  laws.  This  knowledge  grew  steadily 
and  after  a  time  was  recorded.  Now  the  accumulated  informa- 
tion is  too  great  to  be  grasped  by  any  individual  or  group  and  it 
has  become  necessary  to  specialize.  One  group  of  specialists,  the 
scientists,  continue  to  delve  after  nature's  secrets  in  order  to  add 
to  the  store  of  human  knowledge;  another  group,  the  engineers, 
work  to  make  application  of  discovered  laws  to  meet  the  needs 
of  humanity. 

The  engineer  must  know  nature's  laws  and  must  be  familiar 
with  their  applications  in  order  that  he  may  be  able  to  aid  the 
race  in  the  development  and  improvement  of  its  life.  One  of  the 
most  important  of  his  problems  results  from  the  fact  that  man's 
body  cannot  supply  the  power  required  to  carry  out  the  con- 
ceptions of  his  mind.  To  solve  this  problem  the  engineer  draws 
on  nature's  store  of  energy. 

In  general,  the  energy  of  nature's  store  is  not  directly  available 
for  human  uses;  it  must  be  changed  in  kind  or  quality,  trans- 
mitted through  space,  and  made  available  at  times  of  demand. 
The  engineer  must  provide  means  for  effecting  these  results. 

One  of  the  best  examples  of  such  changes  is  furnished  by  the 
conversion  of  heat  energy  into  the  mechanical  form  by  means  of 
Heat  Engines.  Since  the  world  demands  enormous  supplies  of 
mechanical  energy,  this  sort  of  conversion  is  of  great  impor- 
tance, because  of  the  fact  that  immense  stores  of  easily  trans- 
portable fuel  are  distributed  over  the  earth  near  its  surface. 
This  fuel  has  latent  heat  energy,  which  may  be  easily  converted 
into  available  heat  energy  by  combustion.  It  is  then  the  duty 
of  the  heat  engine  to  convert  as  large  a  part  as  possible  of  this 
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m 
available  heat  energy  into  the  more  desirable  form  of  mechanical 
energy. 

The  following  pages  are  devoted  to  a  consideration  of  trans- 
formations of  latent  heat  in  fuel  into  available  heat,  and  of  avail- 
able heat  into  mechanical  energy,  together  with  a  study  of  the 
devices  by  which  the  transformations  are  effected. 

The  theory  of  these  transformations  is  called  Thermodynamics, 
while  the  whole  subject,  theoretical  and  practical,  may  be  called 
Heat-Power  Engineering. 
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HEAT-POWER    ENGINEERING. 


CHAPTER  I. 

WHAT. 

a.  Heat  a  Form  of  Energy.  It  has  been  shown  experimentally 
that  heat  can  be  produced  by  the  expenditure  of  other  forms 
of  energy,  and  that  other  forms  of  energy  can  be  produced 
by  the  expenditure  of  heat.  Therefore  the  conclusion  that  heat 
is  a  form  of  energy  is  justified. 

All  bodies  that  man  knows  possess  heat  energy,  "  associated 
heat";  whatever  the  material  or  state  of  a  body  may  be,  it  is 
possible  to  obtain  heat  energy  from  it.  It  is  not  known  how  this 
heat  enei^y  is  stored  in  matter,  but  it  is  certainly  possible,  and 
it  seems  probable,  that  it  is  in  some  way  associated  with  the 
motions  and  relative  positions  of  the  constituent  particles.  Be- 
yond this  it  is  not  necessary  to  generalize  here  in  the  present  state 
of  knowledge. 

3.  Unit  of  Heat  Energy.  The  unit  of  measurement  of 
energy  is  based  upon  some  effect  produced  by  the  kind  of  energy 
to  be  measured.  Under  certain  conditions  a  rise  in  temperature 
of  a  body  is  one  of  the  most  obvious  phenomena  (xmnected  with 
an  increase  of  associated  heat;  and,  as  the  extent  of  this  effect 
may  be  measured,  it  is  used  as  the  basis  of  the  unit  of  heat 
energy. 

In  English-speaking  countries  the  unit  of  heat  energy  is 
known  as  the  Brittsb  Tbennal  Unit  (B.t.u.)  and  is  defined  as 
follows : 

The  British  Thermal  Unit  is  the  quantity  of  heal  required  to 
raise  the  temperature  of  one  pound  of  pure  water  one  Fahrenheit 
degree. 

When  extreme  accuracy  is  desired  it  is  necessary  to  specify 
the  point  on  the  temperature  scale  at  which  the  one-degree  rise 
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takes  place,  as  it  requires  slightly  different  amounts  of  heat  at 
different  temperatures.  This  temperature  is  usually  taken  either 
at  39-1°  F.p  at  which  water  has  maximum  density,  or  at  62°  F.* 

For  ordinary  engineering  purposes,  however,  it  is  customary 
and  sufficiently  accurate  to  consider  the  heat  corresponding  to 
one-degree  rise  as  constant  throughout  the  scale.  Hence  the 
definition  given  serves  for  the  engineer. 

What  has  been  termed  a  "  mean  B.t.tL"  is  also  used.  It  is 
defined  as  TFuth  of  the  heat  required  to  raise  the  temperature  of 
one  pound  of  pure  water  from  32"  to  212°  F.  The  difference 
between  this  mean  B.t-u.  and  the  one  defined  is  negligible  in 
most  engineering  computations. 

Sources  of  Heat. 

4.  Solar  Heat.  Heat  for  human  use  probably  all  comes, 
directly  or  indirectly,  from  the  sun.  This  heat  is  applied 
directly  to  produce  a  sufficiently  high  temperature  on  portions 
of  the  earth's  surface  to  render  plant  growth  and  animal  life 
possible. 

Heat  engines  have  been  built  which  convert  heat  derived 
directly  from  the  sun  into  mechanical  energy;  but,  because  their 
bulk  is  great  in  proportion  to  the  energy  transformed,  and  be- 
cause the  sun's  rays  are  not  always  available  when  needed, 
they  have  not  as  yet  been  commercially  successful. 

The  enci^  of  the  sun's  rays  is  applied  indirectly  through  the 
agency  of  plant  growth  and  geologic  processes  to  produce  stores 
of  fuel  in  the  earth's  crust.  Heat  energy,  indirectly  from  .the 
sun,  may  be  evolved  for  human  use  from  this  fuel. 

Also  the  sun's  rays  falling  upon  water  surfaces  cause  evapora- 
tion whereby  heat  is  converted  into  mechanical  energy.  This 
energy  lifts  the  water  vapor,  which  is  again  condensed  and  falls 
upon  the  earth's  surface  as  rain  or  snow.  The  resulting  water 
flowing  to  its  original  level  prepares  the  soil  for  plant  growth; 
it  irrigates  plants  and  turns  water  wheels  to  supply  mechanical 
energy. 

Heat  may  be  derived  from  mechanical  energy,  electrical  energy, 
or  from  the  chemical  combination  of  certain  elements.  In  most 
cases  the  ultimate  source  of  the  energy  is  probably  the  sun. 

*  The  value  59°  F.,  corresponding  to  the  scientist's  15°  C.,  is  sometimes  used. 
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5.  Heat  from  Mechanical  Energy.  Primitive  man  generated 
heat  to  kindle  fires  by  rubbing  two  sticks  together.  The  me- 
chanical energy  due  to  the  muscular  effort  that  moves  the 
sticks  reappears  as  heat.  This  heat  is  derived  indirectly  from 
the -sun,  since  the  sun's  energy  makes  possible  animal  life  and 
therefore  muscular  effort. 

The  engineer  is  familicu*  with  the  production  of  heat  by  machine 
friction.  This  a^ain  is  a  case  of  conversion  of  mechanical 
energy  (indirectly  from  the  sun)  into  heat.  This  is  an  unde- 
sirable conversion,  since  mechanical  energy,  which  should  be 
available  for  useful  purposes,  becomes  useless  heat.  The  same 
change  occurs  when  a  machine  is  retarded  or  stopped  by  a  fric- 
tion brake,  This  is  a  useful  change,  however,  since  mechanical 
energy,  which  cannot  be  used  and  which  may  become  dangerous, 
is  dissipated  as  heat  and  rendered  harmless. 

In  general,  heat  for  human  use  is  not  derived  from  mechanical 
energy  because  it  may  be  obtained  in  other  ways  more  con- 
veniently and  at  less  cost. 

6.  Heat  from  Electrical  Energy.  The  conversion  of  elec- 
trical energy  into  heat  is  illustrated  by  every  electric  conductor 
that  carries  a  current;  for,  though  the  reason  is  unknown,  heat 
results  whenever  an  electric  current  flows.  This  is  known 
to  the  electrician  as  the  PR-loss.  It  is  always  a  loss  if  the 
delivery  of  maximum  electrical  energy  is  the  object  of  the  flow; 
but  it  would  not  be  a  loss  if  heat  were  the  object,  as  in  electric 
furnaces  and  stoves.  Except  for  special  service  electrical  energy 
is  too  expensive  a  source  of  heat. 

7.  Heat  hum  Chemical  Combination.  There  is  almost 
always  a  liberation  of  heat  when  substances  combine  chemically. 
In  general,  the  more  violent  the  reaction  and  the  more  stable  the 
compound  formed,  the  greater  the  amount  of  heat  liberated. 
There  are  a  few  combinations  which  are  accompanied  by  heat 
absorption;  but  the  compounds  formed  are  generally  quite 
unstable  at  ordinary  pressures  and  temperatures  and  the  heat 
absorbed  is  usually  quite  small. 

The  physical  chemist  briefly  explains  the  phenomenon  of  heat 
evolution  during  chemical  combination  by  saying  that  chemical 
energy  is  converted  into  heat  energy.     It  is  well,  however,  to 
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understand  his  more  exact  expression,  which  is  at  times  useful 
to  the  engineer. 

In  every  chemical  system,  or  group  of  systems,  there  is  a  cer- 
tain total  amount  of  "  intrinsic  "  energy.  This  amount  depends 
upon  the  kind  of  system  and  upon  the  physical  condition.  If 
several  such  systems  react  to  form  new  systems,  the  latter  may 
have  a  different  total  quantity  of  intrinsic  energy  from  the  former. 
If  the  intrinsic  energy  of  the  new  system  is  less  than  that  of  the 
other,  energy  must  have  been  liberated;  if  greater,  energy  must 
have  been  absorbed.  Energy  thus  liberated  may  appear  in  one 
or  all  of  its  forms;  but  the  largest  part  of  it  usually  appears  as 
heat. 

'  Thus  to  supply  heat  by  chemical  combination  it  is  necessary 
to  utilize  systems  that  can  react  to  form  new  systems  with  less 
total  intrinsic  energy. 

To  illustrate,  consider  the  production  of  heat  by  the  combina- 
tion of  carbon  and  oxygen  to  form  carbon  dioxide.  The  total 
intrinsic  energy  of  the  system  of  carbon  molecules  and  of  the 
system  of  oxygen  molecules  is  greater  than  the  intrinsic  energy 
of  the  resulting  system  of  carbon-dioxide  molecules.  This  dif- 
ference is  the  source  of  most  of  the  heat  energy  used  by  the 
engineer. 

It  is  convenient  when  dealing  with  these  changes  to  refer  to 
gaseous  materials  as  standards,  since  the  laws  of  gases  are  sim- 
plest. If  a  unit  weight  of  gaseous  carbon  could  be  combined  with 
gaseous  oxygen  at  some  standard  temperature  and  pressure  to 
form  gaseous  carbon  dioxide,  a  certain  amount  of  energy  would 
be  liberated.  If  some  or  all  of  this  energy  appeared  as  heat,  and 
if  the  reacting  substances  were  insulated  so  that  no  heat  could 
leave  the  system,  the  resulting  carbon  dioxide  would  be  raised 
to  a  high  temperature  and  possibly  to  a  high  pressure.  Then  if 
heat  were  withdrawn  until  the  original  temperature  and  pressure 
were  reached,  the  heat  removed  might  be  called  the  standard 
heat  quantity  due  to  this  reaction.  Gaseous  carbon,  however, 
cannot  be  used  in  these  operations,  only  the  solid  forms  being 
available.  Experience  and  experiment  show  that  to  change  a 
solid  to  a  liquid  or  a  gas  requires  an  expenditure  of  heat.  In 
the  chemical  combination  just  referred  to,  heat  is  absorbed  to 
change  solid  carbon  to  gaseous  carbon,  so  that  the  heat  liberated 
is  less  than  if  gaseous  carbon  had  been  used;  that  is,  the  heat 
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liberated  is  less  than  that  which  has  been  called  the  standard 
quantity.  Similarly,  if  the  product  of  the  reaction  were  liquid 
or  sdlid  at  ordinary  temperatures,  instead  of  a  gas,  the  heat 
withdrawn  to  condense  to  the  liquid  or  solid  form  would  be  added 
to  the  standard  quantity. 

There  will  be  further  discussion  of  these  phenomena  under  the 
head  of  combustion.  They  are  mentioned  here  to  indicate  the 
nature  of  the  engiineer's  problem  of  heat  generation. 
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CHAPTER  n. 

BLEUEITTART  LAWS  OF  HEAT  ENERGY. 

8.  Conservation  of  En^gy.  (a)  It  seems  to  be  one  of  nature's 
great  universal  laws  that  energy  cannot  be  created  or  destroyed. 
Experience  and  experiment  have  tended  to  establish  this  law, 
and  now  there  is  no  reason  to  doubt  that  it  holds  throughout 
the  universe.  This  Law  of  Conserration  of  Energy  may  be 
stated  as  follows:  Energy  cannot  be  created  or  destroyed;  but  all 
forms  of  energy  are  mutually  interconvertible. 

Unfortunately,  the  engineer  has  adopted  no  unit  for  the  meas- 
urement of  quantities  of  energy  that  is  common  to  all  its  forms. 
Each  kind  of  energy  is  measured  in  its  own  unit  of  quantity, 
and  each  unit  was  originally  fixed  independently,  because  of 
convenience  of  measurement.  The  necessity  for  convwsion  of 
units  of  one  form  of  energy  into  the  units  of  another  form  was 
disr^arded ;  as  a  result  the  constant  for  conversion  is  sometimes 
inconvenient  for  use.  Thus,  for  example,  the  umt  of  mechanical 
energy,  the  foot-pound,  is  about  ^^1  of  the  unit  of  heat,  the 
British  thermal  unit;  while  the  unit  of  electrical  energy,  the 
joule,  is  equal  to  0.7373  foot-pounds. 

The  engineer  who  deals  with  heat  engines  is  chiefly  concerned 
with  the  interconversion  of  units  of  heat  and  units  of  mechanical 
energy;  he  must  constantly  use  the  corresponding  conversion 
factor.  The  determination  of  this  factor  requires  very  accurate 
experimentation  with  very  delicate  apparatus,  and  the  most  care- 
ful determinations  yet  made  leave  some  uncertainty  as  to  the 
exact  value.  Pending  more  exact  knowledge,  engineers  com- 
monly use  the  value  778. 

(b)  The  Law  of  Conservation  of  Enei^y,  when  limited  to 
heat  and  mechanical  energy,  is  called  the  First  Law  of  Thermo- 
dynamics, and  it  may  be  stated  thus: 

Heat  and  mechanical  energy  are  indestructible  and  interconvertible. 
The  relation  of  units  ts 

1  B.t.u.  =  778  foot-pounds. 
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In  heat  engines  all  of  the  energy  supplied  as  heat  does  not 
appear  as  mechanical  energy.  This  is  not  because  heat  energy 
is  destroyed,  but  because  part  of  it  escapes  conversion  and  leaves 
the  engine  still  in  the  form  of  heat.  However,  each  B.t.u.  tfiat 
is  converted  is  transformed  into  778  foot-pounds  of  work. 

(c)  In  order  to  do  mechanical  work  there  must  be  motion,  and 
in  all  real  cases  the  motion  meets  with  resistance  of  some  form. 
Anything  that  resists  motion  takes  away  energy;  thus,  friction 
might  take  away  heat ;  a  belt  might  take  away  mechanical  enei^y ; 
a  metallic  circuit  might  take  away  electrical  energy;  if  the 
motion  produces  sound,  energy  is  taken  away  as  sound  waves  in 
the  air.  Ifanyenergy  whatever  were  taken  away,  that  is,  if  there 
were  any  resistance,  and  the  machine  continued  in  motion  without 
continued  energy  supply,  it  would  have  to  give  out  energy  that 
it  did  not  receive. 

It  is,  of  course,  impossible  to  conceive  of,  or  build,  a  machine 
which  will  create  energy.  Such  a  machine  would  give  one 
type  of  "  perpetual  motion."  To  distinguish  this  type,  in 
which  energy  is  created,  from  the  others  to  be  considered  later, 
it  will  be  called  Perpetual  Motion  of  the  First  Type. 

It  follows  directly,  from  the  law  of  conservation  of  energy, 
that  Perpetual  Motion  of  Ike  First  Type  is  impossible.  It  is 
also  apparent  that  the  First  Law  of  Thermodynamics  is  a  special 
case  falling  under  this  broad  general  statement. 

9.  Ideal  Mechanisms.  In  the  discussion  of  some  engineering 
problems  it  is  customary  to  assume  ideal  mechanisms  for  pur- 
poses of  comparison.  There  are  three  types  of  Perpetual  Motion 
used  in  discussing  these.  The  first  has  just  been  considered; 
that  commonly  termed  the  "  Second  Type  "  will  be  more  easily 
understood  later  in  the  discussion.  The  Third  Type  of  Per- 
petual Motion  is  that  most  commonly  assumed  for  purposes  of 
analysis  of  mechanical  problems.  It  is  the  ideal  perpetual 
motion  of  a  frictionless  machine,  which,  once  started,  would 
continue  in  motion  forever  unless  stopped  by  some  external 
resistance  or  force. 

As  a  matter  of  fact,  no  real  machine  can  be  frictionless,  and 
therefore  no  real  machine  could  continue  in  motion  indefinitely; 
but  the  friction  losses  in  machines  can  be  reduced  to  almost 
negligible  values,  and  for  the  purpose  of  analysis  this  may  be 
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assumed  to  be  carried  to  the  limit,  giving  perpetual  motion  of 
the  third  type  as  an  ideal  possibility. 

«o.  The  Second  Law  of  Thennodynamics.  (a)  It  is  a  matter 
of  common  observation  that  in  a  steam  engine,  for  instance,  the 
steam  exhausted  still  contains  a  considerable  quantity  of  heat, 
and  that  its  temperature  is  lower  than  that  of  the  steam  supplied 
to  the  ei^ne. 

This  phenomenon  of  receiving  heat  at  a  high  temperature 
and  rejecting  some  of  it  at  a  lower  temperature  is  characteristic 
of  every  real  engine,  and  will 
be  shown  later  to  be  charac- 
teristic of  every  ideal  engine, 
no  matter  how  perfect.  The 
operation  of  all  such  engines  is 
pictured  graphically  in  Fig.  I. 
Heat  energy  at  the  high  tem- 
perature Ti  flows  from  reser- 
voir /  into  the. engine.  There 
part  of  it  is  converted  into  the 
stream  of  mechanical  energy 
(shown  flowing  out  to  the 
right),  while  the  rest  passes 
completely  through  the  engine 
and  emerges,  still  in  the  form 
of  heat,  but  at  the  lower  tem- 
perature 7*1  of  heat  receiver  //,  which  absorbs  it. 

Calling  the  heat  supplied  in  a  given  time  Qi,  the  mechanical 
energy  leaving  W,  and  the  heat  leaving  Qt,  it  follows  from  the 
conservation  of  energy  that 

W+Qt  =  Qi. 
This  rearranged  gives 

from  which  it  immediately  appears  that  the  smaller  Q%  is  the 
greater  will  be  the  work  resulting  from  the  use  of  a  given  quantity 
of  heat  Qi. 

(b)  Experience  has  shown  that  no  device  can  even  be  imagined 
which,  under  existing  circumstances,  could  continuously  convert 
into  mechanical  form  all  of  the  heat  energy  supplied  it.  All 
machines  so  far  devised,  actual  or  ideal,  can  continuously  convert 


-Diagrammatic  RepreseataU( 
of  a  Heat  Engioe. 
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only  part  of  the  heat  supplied  them  and  must  reject  the  remainder 
at  a  lower  temperature  than  that  at  which  it  was  received.  This 
is  summed  up  in  the  so-called  Second  Law  of  Tbermodynamics 
as  follows: 

No  machine,  actual  or  ideal,  can  both  completely  and  continu- 
ously transform  heat  into  mechanical  energy* 

(c)  If  such  complete  transformation  could  be  effected,  it  would 
give  what  is  called  Perpetual  Motion  of  the  Second  Type. 

So  long  as  heat  must  be  exhausted  at  a  lower  temperature 
the  possibility  of  obtaining  mechanical  energy  from  heat  ceases 
as  soon  as  the  temperature  of  alt  the  heat  in  the  universe  has 
been  dropped  to  the  lowest  attainable  value. 

If  this  necessity  of  exhausting  heat  at  a  lower  temperature 
were  removed,  it  would  be  possible  to  continue  the  conversion 
of  heat  into  mechanical  energy  after  all  means  of  obtaining  a 
temperature  difference  had  been  used  up,  that  is,  after  all  heat 
had  been  reduced  to  the  lowest  att^nable  temperature. 

As  all  mechanical  energy  eventually  passes  back  into  heat 
energy  (generally  at  low  temperature)  through  friction  and 
allied  phenomena,  there  would  be  no  danger  of  the  supply  of 
heat  giving  out.  The  cycle  would  then  be  an  endless  one,  con- 
sisting of  the  transformation  of  heat  into  mechanical  energy, 
the  retrogression  from  this  form  of  energy  to  heat,  the  conversion 
to  mechanical  form  again,  and  so  on  cuf  infinitum. 

This  would  then  be  equivalent  to  a  sort  of  perpetual  motion 
which  is  distinguished  from  the  other  two  types  by  calling  it,  as 
above.  Perpetual  Motion  of  the  Second  Type.  Hence  the  Second 
Law  of  Thermodynamics  may  also  be  stated  thus: 

Perpetual  Motion  of  the  Second  Type  is  impossible. 

This  Second  Type  of  Perpetual  Motion,  like  the  First  Type,  is 
impossible  even  in  imagination,  whereas  the  Third  Type,  though 
impossible  of  realization,  is  an  ideal  limit  of  possibilities. 

II.  Distribution  of  Associated  Heat  Enei^y.  (a)  Common  ex- 
perience shows  that  the  quantity  of  heat  associated  with  any  por- 
tion of  matter  may  be  changed  and  that  the  transformation  is 
accompanied  by  other  definite  phenomena  such  as  change  of 


*  There  are  almost  as  many  statements  of  the  Second  Law  as  there  are  authors 
ol  books  on  thennodynaimcs.  It  is  believed  that  the  statement  as  here  given  is  the 
most  satisFSiCtory  for  the  purposes  of  this  book. 
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pressure,  or  of  volume,  or  of  temperature,  or  of  physical  state; 
chemical  change  may  also  occur  and  other  forms  of  ener^  may 
appear  or  disappear. 

Despite  these  varied  possibilities  a  very  simple  and  definite 
generalization  may  be  made.  This  at  least  serves  the  purpose 
of  establishing  a  viewpoint  and  aids  in  analysis. 

Consider,  for  example,  a  single  chemical  substance,  which 
may  be  an  element  or  a  compound,  and  which  is  eissumed  not 
to  be  set  in  motion  as  a  whole,  nor  to  be  altered  chemically,  nor  to 
lose  energy  by  any  form  of  radiation.  In  such  a  substance  there 
can  be  only  three  results  from  adding  heat,  and  there  are  only 
three  sources  from  which  heat  can  be  abstracted. 

1.  Heat  addition  may  be  accompanied  by  rise  in  temperature. 
In  this  case  that  part  of  the  heat  which  is  used  in  causing  the 
temperature  change  may  be  conceived  as  effecting  an  increase 
in  the  motion  of  the  constituent  particles.  Heat  thus  used  is 
known  as  Sensible  Heat  and  its  addition  increases  the  substance's 
store  of  sensible  heat.  Conversely,  the  abstraction  of  heat  may 
be  accompanied  by  a  fall  in  temperature  (probably  decrease 
of  internal  motion),  and  the  source  of  part  of  the  abstracted  heat 
is  the  store  of  sensible  heat  of  the  substance. 

2.  Heat  addition  may  be  accompanied  by  a  variation  of  the 
internal  structure  of  the  substance,  and  this  may  be  imagined  as 
a  molecular  rearrangement.  The  part  of  the  heat  which  is  used  in 
causing  this  change  is  called  Internal  Latent  Heat.  Conversely, 
the  abstraction  of  heat  may  cause  the  reverse  change. 

3.  In  I  and  2  when  heat  is  added  the  size  of  the  substance  may 
change ;  there  would  then  be  a  positive  or  negative  displacement  of 
surrounding  media,  against  resistance,  and  part  of  the  heat  added 
supplies  the  necessary  mechanical  energy  for  this  displacement. 
The  heat  thus  transformed  is  sometimes  called  External  Latent 
Heat.  Conversely,  when  heat  is  abstracted  in  r  and  2  the  sur- 
rounding media  may  return  and  the  equivalent  of  the  external 
latent  heat  be  abstracted  as  heat. 

(b)  Heat  energy  added  may  then  be  imagined  to  produce 
results  as  follows: 

In  I,  part  of  the  added  heat  may  increase  the  kinetic  energy  of 
the  molecules. 

In  2,  part  of  the  added  heat  may  overcome  the  resistance  to  re- 
arrangement of  the  molecules. 
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In  3,  part  of  the  added  heat  may  overcome  the  resistance  of 
surrounding  media  to  displacement. 

In  all  cases  the  added  heat  becomes  stored  energy;  for  if  the 
phenomena  are  reversed  (conduction  and  radiation  loss  being 
prevented)  the  substance  will  return  to  its  original  dimensions, 
state,  and  temperature,  and  the  energy  previously  given  to  the 
substance  to  accomplish  these  results  will  be  returned  as  heat. 
Since  the  sensible  heat  and  the  internal  latent  heat  are  stored 
within  the  substance  itself,  and  since  the  external  latent  heat  is 
stored  in  external  media,  it  is  common  to  call  the  sum  of  the  first 
two  the  Change  of  Intrinac  Heat  Energy  and  the  third  the  Change 
of  External  Heat  Energy. 

(c)  The  following  symbols  will  be  used  to  designate,  in  thermal 
units,  the  various  quantities  concerned  in  changes  of  associated 
heat  energy  in  substances: 

AQ  =  the  total  quantity  of  heat  added  to  or  taken  from  the 

substance. 
AS  =  the  part  of  AQ  associated  with  temperature  change; 

this  equals  the  change  of  sensible  heat. 
Al  =  the  part  of  AQ  associated  with  internal  rearrangement; 

this  equals  the  change  of  internal  latent^ heat. 
AE  =  the   part  of   AQ  associated   with   the  displacement  of 
external  media;  this  equals  the  change  of  external 
latent  heat. 
From  the  foregoing  discussion  it  follows  that: 

A^  =  A5+ A/  + AE (I) 

for  the  three  symbols  on  the  right  of  the  equation  represent  the 
only  destinations  possible  for  added  heat,  and  the  only  possible 
sources  of  abstracted  heat. 

Thus  the  change  of  intrinsic  heat  energy  =  AS  +  A/,  the 
change  of  external  heat  energy  =  AE  and  the  change  of  total 
associated  heat  enei^y  =  AQ  =  AS  +  Al  +  AE. 

It  is  in  general  possible  for  any  or  all  of  the  three  terms  on 
the  right  of  the  last  equation  to  be  either  positive  or  negative  or 
equal  to  zero.  Hence  it  is  necessary,  within  the  conditions  set 
at  the  beginning,  to  consider  the  equation  as  perfectly  general, 
and  to  interpret  it  for  the  conditions  of  each  case. 

(d)  As  an  illustration  of  the  foregoing  statements,  consider 
the  transformations  that   occur  and  the  heat   that  is  utilized 
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in  generating  steam  from  cold  water.  In  the  cylinder,  above 
burner  a  in  Fig.  2,  let  there  be  cold  water,  say  at  room  temper- 
ature, below  the  piston.  Let  the 
temperature  be  raised  by  the  ex- 
ternal application  of  heat. 

Common  experience  shows  that 

AvV'^V'N'i  ^^^^  '"'^  "^  temperature  will  be 
'-'c'/n'i'xi.  accompanied  by  a  slight  increase 
'  '  '  "  of  volume,  and  refined  experi- 
ment leads  to  the  belief  that  it 
will  also  be  accompanied  by  cer- 
tain intramolecular  changes.  Be- 
cause of  the  volume  increase  some 
of  the  heat  supplied  in  raising 
the  temperature  must  be  used  in 
doing  the  external  work  of  lift- 
ing the  weight  W  and  the  piston 
against  the  action  of  gravity,  and 
of  moving  the  piston  against  the  atmospheric  pressure  on  its 
upper  side.  TTiis  part  of  the  total  heat  supply  may  be  called 
A£.  Because  of  the  intramolecular  work  and  because  the  mole- 
cules must  be  separated  against  any  inte  rat  tractions,  as  the  vol- 
ume increases,  some  of  the  heat  applied  during  the  temperature 
increase  must  be  used  for  doing  internal  work  and  may  be  desig- 
nated by  A/.  The  part  of  the  heat  supplied  and  not  accounted 
for  by  the  sum  of  AE  and  Al  must  be  that  used  in  what  is  rec- 
ognized as  a  rise  of  temperature  and  may  therefore  be  designated 
by  AS,  the  sensible  heat. 

Then  the  total  heat  {AQ)  supplied  during  the  temperature 
rise  is  AQ  =  AS  +  AI  +  AE. 

It  so  happens,  however,  that  in  this  case,  in  which  water  is 
heated,  the  numerical  values  of  Al  and  AE  are  so  very  small,  as 
compared  with  that  of  AS,  that  for  engineering  purposes  they 
may  be  neglected  without  serious  error  and  AQ  may  be  taken  as 
equal  to  AS,  as  illustrated  at  a  in  Fig.  2. 

(e)  Suppose,  now,  that  the  temperature  of  the  water  in  the 
cylinder  has  been  raised  to  that  at  which  steam  is  formed.  Then 
continued  addition  of  heat  will  not  further  raise  the  temperature, 
but  it  will  cause  the  formation  of  steam  (at  constant  tempera- 
ture and  constant  pressure),  with  a  very  great  increase  of  volume, 
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and  its  accompanying  separation  of  molecules.  There  will  also 
probably  be  certain  intramolecular  changes. 

As  there  is  no  temperature  change  during  the  process  of 
vaporization,  no  part  of  the  heat  (AQ)  supplied  can  be  used  to 
chaise  the  sensible  heat,  that  is,  as  AS. 

The  enormous  increase  of  volume  during  vaporization,  with 
the  consequent  raising  of  the  piston  against  the  resistance 
offered  by  the  weight  of  the  piston,  the  superincumbent  at- 
mosphere, and  the  weight  W,  involves  the  doing  of  external 
work,  and  some  of  the  heat  supplied  during  the  process  must  be 
used  for  that  purpose.  This  heat,  which  may  be  designated  by 
AE,  is  known  as  the  external  latent  heat  of  vaporization  and  is 
stored  as  potential  energy  in  the  mechanical  parts  of  the  system, 
not  in  the  steam  itself. 

The  intramolecular  and  the  intermolecular  work  consume  the 
rest  of  the  heat  supplied,  and  the  part  used  for  such  purposes  is 
called  the  internal  latent  heat  of  vaporization.  According  to 
the  symbols  adopted  it  would  be  designated  by  A/. 

TTius  the  heat  supplied  during  vaporization  is 

AQ  =  Al  +  AE, 

and  this  is  shown  at  ft  in  Fig.  2. 

Considering  the  whole  process  of  heating  the  water  and  vaporiz- 
ing 

AQ  =  ASt  +  All  +  AE,  +  A/,  +  AE, 

in  which  the  subscript  /  indicates  heat  added  to  the  liquid  while 
raising  the  temperature  and  subscript  v  refers  to  the  heat  added 
during  vaporization.  On  the  assumption  that  A/j  and  AEi 
are  negligible, 

AQ  =-  AS,  +  AL  +  AE,. 

While  water  has  been  used  as  an  example,  all  liquids  present 
similar  phenomena  during  heating  and  vaporization.  Liquid 
ammonia,  liquid  sulphur  dioxide,  liquid  carbon  dioxide,  or  any 
one  of  a  number  of  other  materials,  might  have  been  used  as  an 
illustration. 

Other  examples  of  processes  showing  the  different  utilizations 
of  heat  might  be  cited,  but  it  is  believed  that,  for  present  pur- 
poses, the  one  given  above  sufhdently  illustrates  the  ideas  and 
the  meanings  of  the  symbols  used. 
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12.  Specific  Heat,  (a)  As  just  indicated,  the  change  of  tem- 
perature, with  corresponding  change  of  sensible  heat,  may  be 
accompanied  by  two  other  changes,  and  it  is  clear  that  the  change 
in  associated  heat  energy  is  dependent  upon  all  three  factors. 
This  must  be  taken  into  account  in  considering  specific  heat, 
which  may  be  defined  thus : 

The  specific  heal  of  a  substance  is  Ike  keat  added  to,  or  abstracted 
from,  a  unit  weight  of  that  substance  when  its  temperatureis  changed 
one  degree. 

The  quantity  of  heat  thus  defined  may  be  used  in  any  one  or 
all  of  three  ways:  (i)  to  raise  temperature,  (2)  to  do  internal 
work,  (3)  to  do  external  work.  The  quantity  of  heat  required 
simply  to  raise  the  temperature  would  obviously  be  less  than  the 
quantity  required  to  raise  the  temperature  and  also  to  do  work, 
external  or  internal.  Hence  for  every  substance  there  must 
ibe  several  specific  heats,  the  values  of  which  depend  upon  the 
use  made  of  the  heat. 

*i  But  by  whatever  method  the  heat  is  applied  and  whatever  the 
use  made  of  it  during  its  addition  to  a  substance,  if  the  method  is 
the  same  throughout,  the  specific  heat,  C,  by  definition  must  be 

C  =  ^^— (2) 

W(Tt~  T,) 
in  which 

AQ  =  heat  added. 

W  =  weight  of  substance  receiving  heat. 
Ti  =  temperature  before  A^  is  added. 
Ti  =  temperature  after  AQ  is  added. 
(b)    If  the  specific  heat  is  not  constant,  with  any  method  of  heat 
application,  the  value  of  C  from  Eq.  (2)  is  an  average  value  for 
the  temperature  range  and  is  called  a  Mean  Specific  Heat." 

Hereafter  mean  specific  heats  will  be  denoted  by  putting  a 
vinculum  over  the  symbol,  and,  where  essential,  the  temperature 
range  will  l>e  indicated  by  subscripts ;  thus,  C76-190  should  be  read 
as  the  mean  specific  heat  between  75°  and  180°. 

If  the  specific  heat  is  constant  the  heat  added  during  the  tem- 
perature change  from  Ti  to  Ti  is 

AQ  =  CW{Ti~  TO (3) 

•  The  mean  specific  heat  is  thus  useless  for  purposes  of  exact  calculation  unless 
the  temperature  range  over  which  it  is  the  average  is  known  and  unless  it  is  used 
in  calculations  involving  that  same  temperature  range. 
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If  the  specific  heat  is  variable 

AQ^  CW{Tt-T{) (4a) 

'cdT, (4b) 

in  which   C  represents  the  successive,  or  instantaneous,  values 
of  the  variable  specific  heat  as  the  temperature  changes  from 

r.  to  r,. 

(c)  It  is  conceivable  that  the  temperature  of  a  substance  may 
be  raised  in  such  manner  that  no  internal  or  external  work  is 
done,  and  the  heat  would  then  be  applied  only  to  raising  tem- 
perature, and  would  be  a  true  ^ecific  heat.  Such  true  specific 
heats,  it  will  be  found  later,  are  sometimes  closely  approximated 
in  the  case  of  gases. 

13.  Total  Associated  Heat.  It  is  impossible  at  present  to 
determine  the  total  quantity  of  heat  energy  associated  with  a 
substance  under  given  conditions,  because  no  means  are  available 
for  complete  heat  removal. 

To  compare  associated  heats  of  substances  at  different  tempera- 
tures, a  convenient  value  for  7*1  is  assumed  as  a  datum  and 
calculations  are  confined  to  the  region  above  it.  This  method 
gives  relative  and  not  absolute  results,  but  serves  for  engineering 
purposes.  The  valueof  T,  is  usually  32°  F.,  when  such  a  choice 
is  possible. 
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THE  HEAT-POWER  PLANT. 

14.  GeneraL  It  has  already  been  stated  that  the  heat-power 
engineer  has  to  do  largely  with  the  conversion  of  the  latent 
heat  in  fuels  into  available  mechanical  energy.  This  transfor- 
mation is  effected  by  means  of  various  pieces  of  apparatus, 
used  singly  in  some  cases  and  in  series  in  others.  All  of  the 
apparatus  necessary  in  any  individual  case  may  be  called  a 
"  Power  Plant." 

That  part  of  the  power  plant  which  receives  heat  enei^  and 
delivers  mechanical  energy,  i.e.  the  "engine,"  is  often  called  a. 
"Prime  Mover."   » 

Examples  of  heat-power  plants  are  familiar  to  all.  They  may 
contain  Steam  Engines  and  Boilers,  with  certain  auxiliary 
apparatus  necessary  for  the  satisfactory  operation  of  these  two 
principal  pieces;  they  may  contain  Gas  Producers  and  Gas 
Engines,  with  suitable  "  auxiliaries;"  or  they  may  contain  an 
engine  only,  as  in  the  case  of  a  gasoline-engine  or  an  oil-engine 
power  plant. 

No  matter  what  the  type  of  plant,  a  certain  general  method  of 
operation  is  common  to  all.  This  is  illustrated  in  Fig.  i.  Heat, 
from  some  kind  of  fuel,  is  continually  flowing  in,  forming  a 
"  stream  of  energy,"  This  energy  leaves  the  system  in  a  number 
of  different  ways,  divisible  broadly  into  waste  (or  lost)  energy 
and  useful  energy.  In  all  plants,  including  those  theoretically 
perfect,  there  must  always  be  a  loss;  thus  the  energy  flowing  out 
in  useful  form  must  always  be  only  a  fraction  of  that  flowing  in. 
This  will  be  illustrated  by  the  description  of  the  operation  of 
the  Steam-Power  Plant,  in  Section  15,  and  of  the  Producer  Gas- 
Power  Plant,  in  Section  r6. 

15.  The  Steam-Power  Plant  (a)  This  type,  which  is  the 
oldest  and  is  the  most  used  of  all  forms  of  heat-power  plant, 
may  be  said  to  consist  of  four  essential  parts,  —  the  "Steam. 
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Boiler,"  including  the  "  furnace,"  the  "  Steam  Engine,"  the 
"Condenser,"  and  the  "  Boiler  Feed-Water  Pump,"  It  is 
shown  in  one  of  its  many  forms  in  Fig.  3,  with  these  four  parts 
named.     The  method  of  operation  is  as  follows. 

(b)  Fuel  is  burned  on  the  "grate  "  in  the  furnace  under  the 
boiler.  The  combustion  of  this  fuel  liberates  a  lai^e  amount  of 
heat  energy,  which  is  partly  absorbed  by  the  products  of  com- 
bustion, partly  radiated  to  the  water  through  the  "  heating  sur- 
faces "  of  the  boiler  tubes  and  shell,  and  partly  radiated  through 
the  furnace  walls  to  the  surrounding  air.  This  latter  type  of 
radiation  represents  a  loss,  which  can  never  be  prevented,  as  the 
furnace  walls  cannot  be  made  nonconducting. 

The  furnace  may  be  regarded  as  the  part  of  the  boiler  apparatus 
which  converts  the  heat  energy,  latent  in  the  fuel,  into  available 
heat  energy.  It  will  be  found  that  there  are  certain  losses  in 
this  conversion  which  can  never  be  entirely  prevented  in  any 
real  case.     They  may  be  summarized  as  follows: 

(1)  Some  of  the  fuel  falls  through  the  grate  and  is  not  burned. 

(2)  The  ashes  and  refuse  drop  through  the  grate  with  a 
higher  temperature  than  that  at  which  they  were  put  into  the 
furnace. 

(3)  Some  of  the  more  volatile  parts  of  the  fuel  pass  off  with 
the  products  of  combustion  and  are  not  burned. 

(4)  In  order  to  insure  the  complete  combustion  of  the  fuel, 
a  larger  amount  of  air  must  be  supplied  the  furnace  than  is 
theoretically  necessary.  This  mixes  with  the  products  of  com- 
bustion  proper  and  represents  just  so  much  more  gas  to  be 
heated  by  the  energy  liberated  by  combustion.  As  a  result  the 
temperature  attained  by  these  gases  is  proportionately  lower  and, 
as  will  be  discovered  later,  the  subsequent  utilization  of  the  heat 
is  made  more  difficult. 

(c)  During  the  operation  of  the  furnace  a  stream  of  radiant 
heat  energy  from  the  incandescent  lire  passes  through  the  heat- 
ing surfaces  to  the  water  and  steam,  and  there  is  also  a  stream  of 
hot  gas  which,  as  it  passes  over  these  surfaces,  gives  up  heat  to 
the  fluids  within.  In  this  part  of  the  process  there  will  always 
be  three  losses: 

(i)   Part  of  the  heat  carried  by  the  products  of  combustion 
will  pass  out  through  the  external  walls  of  the  "  boiler  setting,"   , 
I  of  into  the  heating  surfaces. 
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(2)  The  gases  can  in  theory  pass  heat  into  the  heating  surfaces 
BO  long  as  their  temperature  is  higher  than  that  of  the  water  and 
steam.  In  the  ideal  boiler  these  gases  would  be  cooled  to  the 
temperature  of  the  water  and  steam,  but  in  practice,  for  vari- 
ous reasons,  they  leave  the  apparatus  when  there  is  still  a  dif- 
ference of  temperature  of  from  200°  F.  to  500°  F.  or  even 
more. 

(3)  The  temperatures  of  the  fuel  and  air  entering  the  furnace 
of  course  approximate  that  of  the  room,  and  the  products  of 
combustion  are  heated  from  that  value  (about  60°  F.)  to  the 
high  temperature  with  which  they  leave  the  furnace.  The 
temperature  of  the  water  and  steam  within  the  boiler  is  always 
from  about  200°  to  400*  F.,  or  more,  higher  than  room  tem- 
perature; thus,  even  if  the  gases  were  cooled  the  theoretically 
maximum  amount,  they  would  still  carry  off  considerably  more 
heat  than  they  would  if  cooled  to  atmospheric  temperature. 

Despite  all  the  losses  so  far  enumerated,  a  considerable  pro- 
portion (from  50  to  80  per  cent)  of  the  original  heat  energy  of 
the  fuel  is  passed  through  the  heating  surface  and  is  used  in 
raising  the  temperature  of  the  water  and  in  generating  steam. 
This  heat  is  stored  in  the  steam. 

(d)  As  was  explained  in  Section  11  (d),  under  the  conditions 
governing  the  generation  of  steam  in  a  steam  boiler,  the  liquid 
must  first  be  raised  to  a  definite  temperature,  dependent  on  the 
pressure,  before  it  can  be  vaporized.  To  raise  the  water  to  this 
temperature  a  certain  amount  of  heat  must  be  added  to  it;  and, 
the  lower  the  temperature  at -which  the  water  enters  the  boiler 
and  the  higher  the  temperature  of  the  steam,  the  greater  will 
be  the  quantity  of  heat  needed. 

After  the  absorption  of  this  amount  of  heat  a  still  larger 
quantity,  known  as  the  "  latent  heat  of  vaporization,"  must  be 
supplied  to  convert  the  hot  water  into  steam  at  the  same  tem- 
perature. 

The  total  heat  supplied  can  be  subsequently  abstracted,  as 
heat,  by  condensing  and  cooling  and  thus  obtaining  the  same 
water  at  the  original  temperature,  or  part  of  it  can  be  obtained 
in  the  form  of  useful  mechanical  energy  by  certain  transforma- 
tions which  may  be  made  to  take  place  in  the  steam-engine 
cylinder.  For  our  present  purposes  this  latter  is  the  more 
important  of  the  two  possibilities. 
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(e)  The  steam  is  led  to  the  cylinder  of  the  steam  engine  by 
the  "  steam  pipe  "  shown  in  Fig,  3.  In  the  cylinder  a  part 
of  the  heat  in  the  steam  is  converted  into  mechanical  energy  by 
the  action  of  the  steam  on  the  piston,  part  is  wasted  by  "  cylinder 
losses,"  which  will  be  considered  in  a  later  chapter,  and  the 
remainder  is  still  in  the  steam  when  this  is  discharged  from  the 
cylinder.  Only  from  5  to  22  per  cent  of  the  heat  available  in 
the  steam  is  converted  into  useful  energy  in  the  cylinder,  and, 
because  of  friction  of  engine  parts  and  work  done  in  driving  the 
pumps,  not  all  of  this  is  delivered  by  the  engine  to  the  belt  or 
other  power  consumer. 

The  exhaust  steam,  stiii  retaining  the  greater  part  of  the  heat 
that  was  furnished  by  the  fuel,  is  conducted  to  the  "  surface 
condenser"  (see  Fig.  3),  where  it  is  condensed  on  the  outer 
surfaces  of  the  condenser  tubes,  through  which  the  "  condenang 
water  "  is  circulated.  The  heat  which  the  condensing  water 
absorbs  in  liquefying  the  steam  is  the  "  latent  heat  of  vapori- 
zation," and  this  is  large  in  amount.  In  the  plant  shown  this 
heat  is  not  further  utilized  and  hence  represents  a  considerable 
loss. 

TTie  water  resulting  from  the  condensation  of  the  steam,  known 
as  the  "  condensed  steam  "  or  "  condensate,"  is  transferred 
from  the  condenser,  in  which  the  pressure  is  below  that  of  the 
atmosphere,  to  the  "  hot  well  "  by  the  "  vacuum  pump,"  which 
also  removes  any  air  which  may  accumulate  in  the  condenser. 
The  "  feed-water  pump  "  takes  this  water  from  the  hot  well, 
with  whatever  heat  it  contains,  raises  its  pressure  to  that  of  the 
steam,  and  returns  it  to  the  boiler,  where  it  is  reconverted  into 
steam  and  started  again  on  the  round  just  described. 

(f)  Such  a  combination  of  processes,  which  periodically  brings 
the  material  back  to  starting  conditions,  is  known  as  a  "  cycle,*' 
or,  more  properly,  as  a  "  closed  cycle." 

The  characteristic  of  the  cycle  above  outlined  is  the  fact  that 
the  water  (or,  speaking  more  generally,  the  "worUng  sub- 
stance ")  is  not  lost  or  used  up  or  permanently  altered  in  any 
way.  It  serves  simply  as  a  carrier  and  transformer  of  heat 
energy,  receiving  it  from  the  boiler  furnace,  giving  up  some  of 
it  as  mechanical  energy  to  the  piston,  rejecting  the  remainder 
to  the  condenser,  and  then  returning  to  the  boiler  to  start  the 
cycle  once  more. 
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This  is,  in  theory  at  least,  characteristic  of  all  processes  by 
means  of  which  heat  is  converted  into  work.  In  practice  it  is 
sometimes  found  to  be  simpler  or  more  desirable  to  throw  away 
the  working  substance  after  it  has  been  used  in  the  engine  and 
to  continue  to  supply  new  quantities  for  the  reception  of  heat 
at  high  temperature.  In  steam-power  plants,  for  instance,  the 
condensate  is  often  abandoned,  and  the  boilers  are  then  supplied 
with  corresponding  quantities  of  water  from  some  other  sources, 
such  as  wells  or  streams. 

Theoretically,  however,  it  is  immaterial  whether  one  pound  of 
water  is  used  time  after  time,  or  whether  new  is  substituted  for 
old,  pound  for  pound,  at  some  point  in  the  process,  provided  only 
that  the  substitute  have  the  same  volume,  pressure,  temperature, 
and  heaj:  conditions  as  that  which  it  replaces. 

In  the  lower  part  of  Fig.  3  is  a  "  heat-flow  diagram."  This 
shows  the  stream  of  heat  energy  flowing  from  the  boiler  to  the 
engine.  Its  width  shows  the  relative  amount  of  heat  remaining 
available  for  doing  external  work,  and  the  offshoots  show  the 
losses  that  occur  at  different  stages  of  the  process. 

(g)  Returning  to  the  engine,  the  action  of  the  steam  within  the 
cylinder  will  now  be  considered  in  a  very  elementary  manner,  in 
order  to  bring  out  certain  conceptions  which  will  be  useful  in 
the  discussions  of  the  following  chapters.  This  action  of  the 
steam  will  be  considered  in  detail  later. 

The  steam,  upon  its  arrival  at  the  engine  (which,  for  sim- 
plicity, will  be  considered  "  single-acting  "),  is  admitted  by  the 
"  admission  valve  "  to  one  end  of  the  cylinder,  where  it  acts  on 
the  piston,  causing  it  to  move  and  deliver  mechanical  energy. 
The  valve  may  remain  open  during  the  entire  stroke  of  the  piston, 
or  it  may  close  before  the  stroke  ends,  which  is  the  usual  practice. 

If  the  different  positions  of  the  piston  in  its  stroke  are  plotted 
as  abscissas  and  the  corresponding  pressures  acting  on  the 
piston  face  are  erected  as  ordinates,  there  will  be  obtained  a 
line  like  ab,  in  Fig.  4,  which  line  is  a  graphical  representation' 
of  pressures  occurring  within  the  cylinder  during  the  admission 
of  the  steam.  The  work  done  on  the  piston  in  moving  it  from 
position  I  to  2  can  he  computed  if  the  constant  pressure  acting 
on  the  piston  and  the  distance  traversed  are  known. 

If  the  admission  valve  be  assumed  to  close  (at  2)  when  the  dis- 
tance moved  is  less  than  the  stroke,  the  expansion  of  the  steam 
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thus  entrapped  will  continue  to  drive  the  piston  until  the  end  of 
the  stroke  is  reached.  It  will  be  discovered  in  later  chapters  that 
this  expansion  is  accompanied  by  a  drop  in  the  pressure  and  in 
the  temperature  of  the  steam.  The  way  the  pressure  drops 
during  the  expansion  is  shown  by  the  curve  be  in  Fig.  4.  The 
work  done  while  the  piston  is  moving 
from  position  2  to  3  can  be  computed 
.  when    the   average   pressure   acting  on 

I  \s^^        the  piston  and  the  distance  traveled  are 

i  1"  known.     The  average  pressure  is  pro- 

[  portional  to  the  mean  ordinate  of  the 
curve  be.  The  method  of  determining 
it  will  be  given  later.  At  present  it  is 
sufficient  to  know  that  work  is  done 
during  this  expansion. 
When  the  piston  arrives  at  the  end  of  its  stroke  the  "  exhaust 
valve  "  opens  communication  between  the  interior  of  the  cylinder 
and  the  condenser,  in  which  a  comparatively  low  temperature 
and  pressure  are  maintained,  and  some  of  the  steam  at  once 
rushes  from  the  cylinder  to  the  condenser,  where  it  is  liquefied 
and  discharged  to  the  hot  well  in  the  manner  already  discussed. 
This  process  is  shown  by  the  line  cd  in  Fig.  4,  the  pressure  within 
the  cylinder  decreasing  to  the  value  prevailing  within  the  con- 
denser. 

If,  now,  the  piston  is  driven  back  to  the  beginning  of  the 
stroke,  it  will  force  all  the  steam  from  the  cylinder  into  the 
condenser,  where  it  will  be  liquefied  as  fast  as  it  enters.  In 
moving  from  position  3  to  1,  in  Fig,  4,  the  piston  will  have  swept 
through  the  entire  stroke  against  a  constant  resisting  pressure 
equal  to  the  "  back  pressure  "  or  "  condenser  pressure."  This 
operation  is  represented  by  the  line  de  in  Fig.  4.  In  forcing 
the  steam  from  the  cylinder,  the  piston  does  work  which  can  be 
computed  if  the  mean  resisting  pressure,  as  shown  by  the  ordi- 
nate of  de,  and  the  stroke  are  known. 

Obviously,  no  work  is  done  on  or  by  the  piston  during  the 
process  represented  by  cd,  as  it  is  not  accompanied  by  motion  of 
the  piston.  Similarly,  if  the  piston  is  stationary  at  the  beginning 
of  its  stroke  while  the  pressure  is  raised  by  the  entering  steam 
from  the  value  shown  at  e  to  that  at  a,  no  work  is  done  during 
that  process. 


jcbyGoogle 


THE  HEAT-POWER  PLANT 


The  total  work  done  during  the  two  strokes  is  the  difference 
between  the  work  done  on  the  piston  during  processes  represented 
by  lines  ab  and  be  and  that  done  on  the  steam  by  the  piston  during 


The  processes  through  which  the  steam  has  been  carried  in  the 
cylinder  (as  shown  in  diagram,  Fig.  4)  are  idealized  versions  of 
what  occurs  in  actual  engines,  and  it  is  seen  that  even  in  this 
ideal  case  only  a  small  part  (theoretically,  from  10  to  30  per  cent) 
of  the  heat  in  the  steam  could  be  actually  converted  into  work, 
the  rest  remaining  in  the  steam  exhausted.  In  the  actual  case  a 
still  larger  amount  of  the  heat  is  wasted  in  the  cylinder  and  a 
proportionately  less  amount  of  heat  is  delivered  as  mechanical 
energy  to  the  piston.  These  losses  occurring  within  the  cylinder 
are  quite  large  and  may  be  called  "  cylinder  losses." 

Not  all  the  mechanical  energy  that  is  available  at  the  piston 
is  delivered  by  the  engine  (by  belt  or  other  means)  for  doing 
useful  work,  for  some  of  this  enei^  is  used  in  overcoming  the 
friction  of  the  engine  itself. 

The  relative  amounts  of  energy  available  for  doing  work  and 
the  losses  occurring  at  the  diilerent  stages  are  shown  in  amount 
by  the  width  of  the  energy  stream  in  the  lower  part  of  Fig.  3. 

(h)  In  imagination  at  least,  it  may  be  considered  that  the 
same  operations  that  have  been  described  for  the  power  plant  as 
a  whole  can  be  performed  entirely  within  the  engine  cylinder 
alone.  Thus  the  water  (or  working  substance),  constant  in 
amount,  can  be  considered  as  always  remaining  within  the  cyl- 
inder, and  can  be  imagined  first  as  being  there  heated  and  vapor- 
ized (corresponding  to  lines  ea  and  ab  in  Fig.  4),  then  as  steam 
acting  on  the  piston  during  the  expansion  (corresponding  to 
line  be  in  Fig.  4),  and  finally  as  being  condensed  and  returned 
to  its  original  condition  (according  to  lines  ed  and  de)  by  the 
abstraction  of  heat  by  some  process  equivalent  to  that  per- 
formed by  the  condenser. 

As  all  these  processes  are  imagined  to  be  performed  with  the 
same  working  substance,  and  as  this  is  always  returned  to  its 
original  condition,  the  operations  within  the  cylinder  maybe  said 
to  constitute  a  cycle,  which  may  be  called  "  the  engine  cycle  " 
to  distinguish  it  from  the  cycle  of  the  power  plant  as  a  whole. 

(i)  It  should  be  noted  that,  in  obtaining  mechanical  energy 
from  heat  by  means  of  the  engine,  the  working  substance  supplies 
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heat  energy  to  the  engine  at  a  high  temperature  (that  is,  it  fur- 
nishes what  may  be  called  "  high-temperature  heat "),  and  that 
upon  leaving  the  cylinder  the  working  substance  still  retains 
some  of  the  heat  but  at  a  lower  temperature  (that  is,  it  retains 
what  may  be  called  "  low-temperature  heat  ").  This  will  be 
found  to  be  characteristic  of  every  process  by  which  heat  is  con- 
verted into  mechanical  energy.  Evidently,  the  more  heat  con- 
verted into  mechanical  energy  and  the  less  rejected  at  low 
temperature,  the  more  efficient  is  the  engine.  But  even  in  the 
ideal  case  it  will  be  found  that  some  heat  must  be  rejected, 
which  is  in  accordance  with  the  statement  of  the  Second  Law  of 
Thermodynamics  and  is  shown  diagrammatically  in  Fig.  r. 

i6.  The  Producer  Gas-Power  Plant.  The  principal  parts  of 
this  plant  are  represented  in  Fig.  5.  The  fuel  enters  the  gas 
producer,  carrying  with  it  its  store  of  heat.  In  the  producer 
the  combustible  part  of  this  fuel  is  gasified  at  the  expense  of 
some  of  its  heat,  while  in  theory  the  rest  of  its  heat  is  stored  in 
the  combustible  gas  formed.  The  gas,  carrying  this  part  of  the 
heat  with  it,  enters  the  engine  cylinder,  mixes  with  air,  and  is 
ignited.  The  resulting  inflammation  raises  the  temperature  and 
pressure  of  the  products  of  combustion  to  high  values.  These 
gases  then  do  work  on  the  piston  at  the  expense  of  this  high- 
temperature  heat  and  sustain  a  corresponding  drop  in  tem- 
perature. They  are  finally  rejected,  carrying  with  them  a  certain 
part  of  the  original  heat  content,  now  existing  at  a  lower  tem- 
perature. 

Theoretically,  it  would  be  possible  to  remove  this  low-tera- 
perature  heat  in  an  apparatus  corresponding  to  a  condenser, 
return  the  same  mass  of  working  substance  to  its  original  chemical 
composition,  and  start  the  cycle  over  again.  Practically,  how- 
ever, it  is  found  much  simpler  to  throw  the  burned  gases  away 
each  time  and  to  start  again  with  fresh  working  substance. 

For  this  reason  the  atmosphere  is  commonly  used  in  place  of 
a  condenser.  It  possesses  the  necessary  characteristic  of  low 
temperature,  as  compared  with  the  highest  attained  in  the  opera- 
tion of  the  engine,  and  has  ability  to  absorb  all  the  heat  rejected 
by  the  engine.  It  possesses  the  further  convenient  characteristic 
of  being  able  to  absorb  the  working  substance  as  fast  as  it  is 
rejected  by  the  engine. 
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Although  the  series  of  operations  that  was  outlined  in  con- 
nection with  the  steam-power  plant  is  not  quite  so  evident 
in  this  case,  analysis  will  show  that,  in  theory  at  least,  the 
working  substance  could  be  used  over  and  over  again,  serv- 
ing only  to  receive  high- temperature  heat,  to  transform  some 
of  it  into  mechanical  energy,  and  to  reject  the  rest  at  a  low 
temperature. 

17.  Analogy.  The  operation  of  heat  engines  has  often  been 
compared  to  the  operation  of  water  wheels,  and  there  is  much 
that  is  similar. 

A  water  wheel  develops  mechanical  energy  by  receiving  water 
under  a  high  head,  absorbing  some  of  its  enepgy,  and  then  re- 
jecting the  fluid  under  a  low  head. 

A  heat  engine,  in  developing  mechanical  enet^,  receives  heat 
energy  at  a  high  temperature  (head),  absorbs  some  of  it,  which 
is  converted  into  mechanical  enei^,  and  then  rejects  the  rest 
at  a  low  temperature  (head). 

This  analogy  between  "  heat  sliding  down  a  temperature 
hill,"  as  it  is  sometimes  stated,  and  "  water  sliding  down  a 
grade,"  is  very  useful,  but  should  not  be  carried  too  far. 

One  point  of  resemblance  is,  however,  worthy  of  special  note: 
The  water  wheel  never  removes  all  of  the  energy  of  the  water; 
there  is  always  a  certain  discharge  loss,  or  a  certain  amount  of 
energy  rejected.  In  the  same  way  the  heat  engine  never  removes 
all  of  the  heat  energy  from  the  working  substance;  there  is 
always  a  certain  discharge  loss,  or  a  certain  amount  of  energy 
rejected  (Second  Law  of  Thermodynamics). 

18.  Further  Study.  A  number  of  theoretical  considerations 
must  be  studied  in  detail  before  this  subject  of  conversion  of 
heat  energy  into  mechanical  form  can  be  discussed  more  thor- 
oughly. It  is  necessary  to  learn  some  of  the  physical  and 
chemical  properties  of  the  common  working  substances,  some 
of  the  different  kinds  of  changes  they  can  be  made  to  undergo 
for  the  doing  of  work,  and  to  develop  certain  theoretical  cycles 
of  operation  upon  which  the  real  cycles  are  based. 

This  is  done  in  the  immediately  succeeding  chapters.  Gases 
are  considered  first  because  their  laws  permit  of  simpler  forms 
of  expression  and  are  more  easily  understood  than  are  those  of 
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vapors,  which  are  the  only  other  working  substances  rammonly 
used. 

In  later  chapters  the  real  cycles,  the  engines,  and  their  auxil- 
iaries, the  power  plants,  and  the  commercial  and  operating  con- 
siderations connected  therewith,  will  be  taken  up  again. 
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CHAPTER  IV. 

THE  LAWS  OF  GASES. 

19.  States  of  Aggregatioo  of  Substances,  (a)  Almost  every 
substance  known  has,  under  proper  temperature  and  pressure 
conditions,  been  made  to  exist  in  three  physical  states,  or  condi- 
tions of  a^regation, —  namely,  asa  solid,  as  a  liquid,  and  as  a  gas; 
and  it  is  probable  that  this  can  be  done  for  all  matter  with  proper 
regulation  of  temperature  and  pressure. 

The  higher  the  temperature  and  the  lower  the  pressure,  the 
greater  the  tendency  to  exist  in  the  more  rarefied  condition  of 
a^jegation  —  that  is,  as  a  gas;  while  the  lower  the  temperature 
and  the  higher  the  pressure,  the  greater  the  tendency  toward  the 
solid  form.  The  values  of  the  limiting  conditions,  —  namely,  tem- 
perature and  pressure, — which  will  determine  any  of  the  three 
states,  vary  widely  with  the  different  substances,  and  under 
ordinary  atmospheric  conditions  some  of  the  materials  in  the 
universe  are  known  as  solids,  others  as  liquids,  and  still  others 
as  gases. 

The  various  substances  obey  certain  laws,  differing  for  different 
states,  and  with  constants  that  vary  with  the  substance.  The 
laws  that  govern  matter  in  the  gaseous  state  are  the  simplest 
and  at  present  are  best  known.  These  laws  will  now  be  de- 
veloped and  will  be  more  fully  discussed  in  Chapter  IX. 

(b)  The  laws  of  gases  may  be  divided  into  two  groups,  — 
Ideal  Laws  and  Actual  Laws. 

The  ideal  laws  or  laws  of  ideal  gases  are  not  absolutely  true 
for  any  real  gases,  but  hold,  with  sufficiently  close  approximation 
ifor  engineering  purposes,  for  all  gases  which  are  far  removed 
from  liquefaction,  like  hydrogen,  nitrogen,  oxygen,  and,  to  a 
certain  extent,  carbon  dioxide. 

The  actual  laws  of  gases  are  the  ideal  laws  modified  so  as  to 
conform  as  accurately  as  possible  to  the  behavior  of  real  gases, 
and  they  generally  take  account  of  different  theories  of  the 
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actual  composition  of  gases.    They  are  seldom  used  by  engineers 
and  their  consideration  is  left  for  another  chapter. 

In  general,  the  variation  from  the  ideal  laws  becomes  less  as 
the  real  gases  are  further  removed  from  the  conditions  of  lique- 
faction, or  as  the  molecules  become  more  widely  separated  and 
the  effect  of  intermolecular  forces  becomes  less.  From  this  it 
is  concluded  that  the  hypothetical  ideal  gas  must  be  imagined 
devoid  of  such  intermolecular  forces. 

30.  Th«  Ideal  Laws  of  Condition  of  Gases.    These  laws  are, 

1.  The  Law  of  Boyle  or  of  Marriotte,  and 

2.  The  Law  of  Charles  or  of  Gay  Lussac. 

I.  Boyle's  Law. 

This  law,  which  deals  with  variations  of  pressure  and  volume 
at  constant  temperature,  is: 

When  the  temperature  of  a  given  weight  of  gas  is  maintained 
constant  the  volume  and  pressure  vary  inversely.  Mathematically 
expressed,  it  becomes 


Vt 


(5) 


Vt      Pi 
or 

ViPi  =  VtPt  =  V",Pi    .    .    =  F.P,  =  Constant,      .     (6) 
in  which 

Vi,  Vt,  etc.  =  the  volumes  occupied  by  a  given  weight  of  a 
particular  gas  at  constant  temperature  but 
different  pressures,  and 
Pi,  Pj,  etc.  "  the  corresponding  pressures  exerted  by  the 
gas,  or  to  which  the  gas  is  subjected. 

2.   Charles'  Law. 

(a)  This  law,  which  deals  with  volume  or  with  pressure 
changes  accompanying  temperature  variations  may  be  con- 
veniently divided  into  two  statements : 

(i)  When  the  pressure  of  a  given  weight  of  gas  is  maintained 
constant  the  volume  increases  ^ia'  of  its  value  at  32°  F.  for  every 
Fahrenheit  degree  rise  of  temperature  and  decreases  the  same  amount 
for  every  degree  decrease  of  temperature. 

*  The  exact  value  is  not  ,li,  but  this  is  probably  the  nearest  simple  fncUoQ 

and  is  close  enough  for  engineering  purposes. 
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{2)  When  the  volume  0}  a  given  weight  of  gas  is  maintained, 
constant  the  pressure  increases  ^J^  of  its  value  at  32°  F.  for  every 
Fahrenheit  degree  increase  in  temperature  and  decreases  the  same 
amount  for  every  degree  decrease  in  temperature. 

(b)  Given  a  unit  volume  of  gas  at  32°  F.  with  pressure  main- 
tained constant,  then  increasing  the  temperature  1°  F.  would 
cause  the  volume  to  become  ^Jj  larger,  while  a  decrease  of  1°  F. 
would  result  in  a  volume  ,^5  smaller;  a  2°  change  in  temperature 
would  cause  the  volume  to  alter  jjj,  and  so  on.  Writing  tem- 
peratures and  corresponding  volumes  for  this  case  side  by  side, 
and  beginnii^  with  a  temperature  of  (492  +  32)  degrees,  gives: 

Temperatures,  Fahr.  Volumes 

524°(=  32 +492)  .     .     I +(492  X,*?)  =SIJ  =  2 

33° !  +  (     I  XtU)  =  m 

32° !+(    oX,l,)-HI-  I 

31° I  -  (     I  X,4j)  =tBi 

0° I  -  ( 32  X  ,K)  =  m 

-  460°     (=  32  -  492)  ■       .       I    -   (492  X  ,iff)   =  ,Bg  =  O. 

If  these  volumes  are  plotted  as  abscissas  with  tempera- 
tures in  degrees  Fahr.  as  ordinates,  the  points  will  be  found 
to  lie  on  a  straight  line  which  intersects  the  temperature  axis 
at  —  460°. 

If  the  law  holds  consistently  the  volume  will  be  reduced  to 
zero  at  —  460°  F.  Similarly  with  constant  volume  the  pressure 
must  become  zero  at  —  460°  F.  This  point  of  the  temperature 
scale  is  called  the  Absolute  Zero  of  temperature,  and  tempera- 
tures measured  from  it  are  known  as  Absolute  Temperatures. 
Since  this  point  is  460  Fahrenheit  degrees  below  Fahrenheit  zero, 
the  absolute  temperature,  T,  corresponding  to  any  Fahrenheit 
temperature,  t,  can  be  found  by  adding  460  to  the  latter;  that  is, 

T  =  ^6o  +  l (7) 
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(c)  The  conception  of  absolute  temperature  makes  possible  a 
very  simple  mathematical  statement  of  Charles'  law.  This 
should  be  evident  from  the  foregoing  table. 

Thus,  the  two  parts  of  the  law  are: 

(i)  With  pressure  constant     -^  =  j^ W 

and 
(2)   With  volume  constant        =■'  =  =^ (9) 

(d)  The  apparent  anomaly  of  zero  volume  at  absolute  zero 
temperature  results  from  assuming  the  law  to  hold  continuously 
to  the  lowest  temperatures.  It  should  be  remembered  that  this 
is  a  law  for  an  ideal  substance  only,  and  does  not  represent  the 
behavior  of  any  material  actually  existing.  Therefore  there  is  no 
a  priori  reason  for  doubting  the  result.  A  possible  explanation 
of  this  matter  will  be  given  in  Section  76  (e).  Despite  its  appar- 
ently ridiculous  meaning  at  low  temperatures,  the  law  holds  with 
sufficient  accuracy  for  most  gases  at  the  temperatures  used  in 
ordinary  engineering. 

3.  Combination  of  the  Laws  of  Boyle  and  Charles. 

(a)  Since  it  is  seldom  true  in  actual  practice  that  one  of  the 
three  possible  variables,  P,  V,  and  T,  remains  constant  while  the 
other  two  change,  it  is  convenient  to  combine  Boyle's  law  with 
that  of  Charles  so  as  to  obtain  an  expression  giving  the  relation 
among  all  three  variables.  The  resulting  expression  is  known  as 
the  Law  of  Condition  of  Ideal  Gases,  or,  more  simply,  as  the  Law 
of  Ideal  Gases. 

(b)  To  obtain  the  mathematical  expression  of  this  law,  it  i& 
only  necessary  to  imagine  a  given  weight  of  gas  with  initial  con- 
ditions Pi,  Vi,  Ti,  changing  to  final  conditions  Pi,  Vi,  Fi,  in  two 
steps;  first,  at  constant  temperature  Ti,  to  Vj  and  some  inter- 
mediate pressure  Pi',  and  second,  at  constant  volume  Vt,  to  i*j 
and  Tt. 

The  result  of  the  first  change  is  given  by  Boyle's  law  as  follows: 

Vi      Pi' 
With  temp,  constant  at  Tu   -p-  =  -p-t 

from  which  Pi'=^^ (10) 
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Here  Pi  is  the  resulting  pressure  of  the  gas  when  its  volume  is 
changed  to  Vt  and  its  temperature  remains  Ti.  Then  using 
Charles'  law  for  the  second  change, 

P '      f 
with  volume  constant  atFj,       -p-  =  ■=-, 


from  which  p^  =  flLll (ii) 


Ti 

Here  Pt  is  the  resulting  pressure  of  the  gas  when  its  temperature 
changes  to  Ti  and  its  volume  remains  Vt. 

If  now  the  value  of  P/  from  (lo)  be  substituted  in  (ii),  the 
resultant  expression  is 

p  _  PiVi  r, 
*      Vt    r, 

giving,  on  rearrangement, 

^■-^ (.=) 

which  is  the  expression  sought.     In  general  this  becomes 

(c)  The  value  of  this  couBtant  for  any  given  gas  will  vary 
directly  with  the  weight  of  gas  dealt  with;  for,  at  any  given  tem- 
perature and  pressure,  two  pnunds  of  gas  must  occupy  twice  the 
volume  occupied  by  one  pound,  three  pounds  three  times  the 
volume,  etc.  For  convenience  it  is  customary  to  tabulate,  for 
all  the  commercial  gases,  the  value  of  this  constant  obtained  by 
substituting  in  (13)  the  volume  of  one  pound  of  gas  and  the  tem- 
perature and  pressure  at  which  the  volume  was  experimentally  de- 
termined. This  constant,  commonly  represented  by  R,  will  be 
found  to  be  of  great  importance. 

To  distinguish  the  volume  of  any  given  weight  from  the 
volume  of  a  unit  weight  of  gas,  the  former  will  hereafter  be  desig- 
nated by  V  and  the  latter  by  V.  The  expression  of  the  law  for 
one  pound  of  ideal  gas  then  is 

PV 
T 

(d)  It  makes  no  difference  what  units  are  adopted  in  such  an 
expression  as  (13},  provided  the  same  units  are  consistently  used 
throughout  all  the  calculations,  but  in  (14)  a  constant  R  is  dealt 


(14) 
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with  whose  values  have  been  calculated  and  tabulated,  hence  it 
is  necessary  to  employ  the  same  units  as  those  used  in  calculating 
R.     In  English-speaking  countries, 

P   =  pressure  in  pounds  per  square  foot; 

V    =  volume  of  one  pound  of  gas,  in  cubic  feet;  and 

T  =  absolute  temperature  in  Fahrenheit  degrees. 

(e)  The  "  constant "  in  equation  (13)  may  now  be  interpreted  as 
WR  where  W  represents  the  number  of  pounds  of  gas  represented 
by  Fi,  Vi,  .  .  .  V^.  This  applies  in  all  cases  in  which  P  stands 
for  pressure  in  pounds  per  square  foot,  V  for  volume  in  cubic  feet, 
and  T  for  degrees  Fahrenheit  above  absolute  zero. 

(f)  Boyle's  law  as  previously  stated  may  now  be  seen  to  be  only 
a  special  form  of  equation  (13)  or  (14).     Writing  these 

PV=WRT      and      PV  =  RT, 
it  becomes  evident  that  the  right-hand  member  is  a  more  complete 
expression  for  the  "  constant  "  of  equation  (6). 

.  ..  31.  The  Specific  Heats  of  Ideal  Gases.  As  a  result  of  the 
assumption  regarding  the  constitution  of  ideal  gases  (see  page  29), 
it  follows  that,  if  a  quantity  of  heat,  AQ,  is  added  to  an  ideal 
gas  in  such  manner  that  it  does  not  alter  the  gas  chemically  nor 
change  its  motion  as  a  whole,  equation  (i)  must  become 

A0  =  A5+AE        (15) 

because,  as  there  are  no  positive  or  negative  internal  forces  to 
overcome  in  such  a  gas,  no  heal  is  needed  for  doing  internal  work; 
hence  A/  equals  zero.  Therefore  the  specific  heat  of  an  ideal  gas, 
or  the  heat  required  when  the  temperature  of  an  ideal  gas  is 
raised  one  degree,  can  only  supply  that  needed  to  increase  the 
temperature  and  to  do  the  external  work  corresponding  to  any 
resultant  volume  chaise  with  the  displacement  of  surrounding 
media. 

33.  Constant-Volume  Specific  Heat  of  Ideal  Gas  (C,).  (a)  If 
the  volume  of  an  ideal  gas  is  maintained  constant  while  the 
temperature  is  raised,  the  pressure  will  increase  according  to 
Charles'  law.  As  the  volume  does  not  change,  no  external  work 
can  be  done  because  no  external  media  are  displaced.  Alt  the 
heat  supplied  must  then  be  used  for  changing  the  temperature; 
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that  b,  using  AQ,  to  designate  the  heat  supplied  with  volume 
maintained  constant, 

^Qt  must  equal  AX- 

If  C,  represents  the  specitic  heat  of  an  ideal  gas  when  heated 
at  constant  volume,  this  equation  may  be  written 

aQ.  =  AS.=WC,{T2~T^) (i6) 

from  which 

C  =  ^ (17) 

W  as  before  standing  for  the  weight  of  the  gas  and  (Tj  —  Ti) 
being  the  temperature  change.  As  already  explained,  the  value 
of  C,  thus  obtained  might  be  either  a  real  constant  or  it  might 
be  an  average  over  the  range  from  Ti  to  Ti. 

(b)  Obviously  this  specific  heat  is  a  True  Specific  Heat  as 
defined  on  page  15.  Also,  it  is  not  only  the  heat  required  to 
raise  the  temperature  of  one  pound  one  degree  at  constant 
volume,  but  is  likewise  the  amount  given  out  when  the  tem- 
perature drops  one  degree  under  the  same  conditions. 

(c)  The  symbol  C,  denotes  a  certain  quantity  of  heat  energy 
measured  in  British  thermal  units,  but  as  it  is  sometimes  neces- 
sary to  refer  to  the  same  quantity  of  energy  in  the  mechanical 
form  it  is  convenient  to  have  a  symbol  for  that  purpose.  For 
this  Kv  is  used.  As  C,  stands  for  a  certain  number  of  thermal 
units,  each  of  which  is  equal  to  778  foot-pounds  (see  page  6), 
it  follows  that  X,  must  numerically  be  778  times  as  large  as  C; 
that  is, 

778  C»  =  X, (18) 

expresses  the  relation  between  the  constant-volume  specific  heat 
in  heat  units  and  in  units  of  mechanical  energy. 

(d)  It  is  now  pertinent  to  inquire  whether  C,  is  a  constant  for 
all  conditions  of  the  same  gas.  That  is,  whether  it  takes  the 
same  amount  of  heat  to  raise  the  temperature  of  unit  weight 
one  degree  at  constant  volume  when  the  gas  is  at  a  high  tem- 
perature and  when  it  is  at  a  low  temperature;  whether  it  takes 
the  same  amount  of  heat  with  the  gas  at  a  low  pressure  but 
occupying  a  large  volume  as  it  does  with  the  gas  at  a  high  pressure 
but  occupying  a  small  volume. 

Experiment  and  reasoning  lead  to  the,  belief  that  C,  may  be 
considered  constant  for  all  temperatures  and  pressures  in  the 
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case  of  the  ideal  gas,  that  is,  one  having  only  the  properties 
assigned  to  that  material  in  previous  paragraphs. 

In  the  case  of  real  gases,  experiments  prove  Cv  to  change 
with  variation  of  temperature  and  pressure;  but  for  ordinary 
gases  through  usual  temperature  ranges  the  variations  are 
negligible.  With  exceptionally  high  temperatures,  such  as 
those  occurring  in  furnaces  and  the  cylinders  of  internal-com- 
bustion engines,  the  increase  in  the  values  of  C,  is  very  noticeable. 
Therefore  it  is  customary  to  treat  C,  as  a  constant  for  real 
gases  except  when  making  accurate  calculations  for  very  high 
temperature  conditions. 

(e)  Since,  as  shown  on  page  ii,  the  intrinsic  heat  energy  of  a 
substance  depends  only  upon  the  content  of  sensible  heat  and 
the  heat  expended  on  internal  work,  it  follows  from  the  fore- 
going that  in  Ike  case  of  ideal  gases  the  intrinsic  heat  energy  depends 
only  on  the  temperature.  It  is  impossible  to  measure  the  total 
intrinsic  heat  energy  of  a  gas  because  it  cannot  be  completely 
removed.  It  is,  however,  possible  to  measure  the  quantities 
concerned  in  changes  of  intrinsic  energy,  and  this  is  what  is 
commonly  done.  Whatever  the  conditions  of  the  change,  if  the 
temperature  of  W  pounds  of  gas  is  altered  from  Ti  to  Tt,  the 
Change  of  Intrinac  Heat  Energy  is 

aQ,  =  wc,  {Tt-  r,) (19) 

33.  Constant-Pressure  Specific  Heat  (Cp).  (a)  If  the  pres- 
sure of  an  ideal  gas  is  maintained  constant  while  the  temperature 
is  raised,  the  volume  will  increase  according  to  Charles'  law. 
As  the  volume  changes,  surrounding  media  must  be  moved  under 
the  constant  pressure  they  exert  upon  the  gas,  and  hence  heat  is 
expended  not  only  in  adding  intrinsic  energy,  but  also  in  doing 
external  work  ji£,.     The  amount  of  heat  required  is,  then, 

AQ,=  d5p-|-  A-Ep=  WCp  (r,  -  Ti),  .     .     .     (20) 
from  which  the  specific  heat  at  constant  pressure  Cp  is, 

C    - ^ (2,) 

Here,  as  in  the  preceding  case,  tlie  specific  lieat  may  also  be 
given  in  units  o[  mechanical  energy,  in  which  case  the  symbol 
Kf  is  used.     Evidently 

77SC,~K, (22) 
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(b)  It  was  shown  in  Eq.  {19)  that  the  change  of  intrin^c 
energy  depends  only  on  temperature  change  and  is  independent 
of  pressure  and  volume  conditions.  Hence,  whether  an  ideal 
gas  is  heated  one  degree  at  constant  pressure  or  at  constant 
volume,  the  change  of  sensible  heat  is  exactly  the  same,  and  it 
follows  that  the  constant-pressure  specific  heat  exceeds  the  constant- 
volume  specific  keat  by  just  the  quantity  of  energy  necessary  to 
do  external  work,  AEp.  That  is,  for  any  temperature  variation, 
Ti  to  r„ 

giving  A^p  =  AQ,  +  A£p, 

and  ^'=^'-^W(n-T,) ^*3) 

(c)  A  simple  expression  may  be  obtained  for  the  external 
work  done  when  a  gas  is  heated  at  constant  pressure.  Imagine, 
for  instance,  that  one  pound  of  gas  with  conditions  Vi,  Pt,  Ti,  is 
confined  in  a  cylinder  with  a  movable  piston  of  area  F  square 
feet.  The  length  of  the  portion  of  the  cylinder  lying  between 
the  inside  of  the  head  and  the  face  of  piston  must  be 

i.- J!  feet. 

If  now  the  gas  is  heated  at  constant  pressure  to  Tt  the  volume 
will  increase  to  V%  and  the  piston  must  move  out  so  that  the 
distance  from  the  inside  of  the  cylinder  head  to  the  face  of  the 
piston,  becomes 

V, 
X,  =  -^'feet. 

But  the  piston  will  have  moved  through  the  distance  Li  ~  Li 
against  a  force  -Pi  pounds  per  square  foot;  then  the  work  done  is 
External  work  =  FPi  (i,  -  LO 
=  Pi  {Fit  -  FLi) 
=  P,{Vt-  Ki)ft.-lbs.;       .     .     .     (24) 

hence  the  external  work  done  when  a  gas  is  heated  at  constant  pres- 
sure is  the  product  of  that  constant  pressure  and  the  change  of 
volume,  the  result  being  in  foot-pounds.  If  measured  in  thermal 
units  it  would  be 

External  work  =  A£,  =  ^    \      '^  B.t.u.,     .     .     (25) 

770 
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and  if  this  be  substituted  in  Eq.  (23),  understanding  Vi  and  Vt 
to  stand  (or  the  volumes  before  and  after  a  one-degree  change, 
and  remembering  that  the  equation  must  be  written  in  terms  of 
the  volume  of  one  pound  of  gas,  there  results 

c.=  c.  +  ^0|^ <.a, 

U»ng  the  foot-pound  symbols 

K,=  K,  +  P{V,~yx) (27) 

(d)  The  constant-pressure  specific  heat  may  now  be  shown  to  ' 
be  a  constant  for  an  ideal  gas.  It  has  been  seen  that  the  con- 
stant-volume specific  heat  may  be  considered  constant;  then,  if 
F  (Vj  —  Vi)  can  be  shown  to  be  independent  of  temperature  and 
[Hessure  conditions,  Kp  and  Cp  must  be  constant.  This  amounts 
to  proving  that  AEp  per  degree  is  constant  at  all  temperatures, 
pressures,  and  volumes. 

To  do  this,  imagine  one  pound  of  a  gas  with  conditions  Vi, 
Pi,  Ti,  first  heated  one  degree  to  Ti  with  volume  changing  to  V/ 
and  pressure  remaining  constant.  The  external  work  done  will 
be 

External  work  =  Pi(Vi'-Vi)     ....     (28) 

Then,  if  the  condition  of  the  same  gas  is  changed  to  Vi,  Pt,  Tt, 
which  may  be  any  values  different  from  Vi,  Pi,  Ti,  and  if  its 
temperature  is  then  raised  one  degree  to  Tt  with  the  volume 
changing  to  Vt'  and  the  pressure  remaining  constant,  the  ex- 
ternal work,  as  before,  will  be 

External  work  -  P,  (V,'  -  V,) (29) 

But  by  the  law  of  ideal  gases 

P.Vi      P,y,'      P,V,      PtVt' 

Ti  "  r,'  "■  r,  "  Tt'  " 

Substituting  from  this  in  Eqs.  (28)  and  (29)  gives 

Work  in  first  case  =  R  (T/  -  TO  =  R, 
Work  in  second  case  =  J?  (T,'  —  Tj)  =  R, 
so  that  the  work  is  the  same  in  each  case.  It  follows  that  when 
the  lemperalure  of  one  pound  of  a  perfect  gas  is  raised  one  degree 
al  constant  pressure,  the  work  done  is  always  the  same  and  is  inde- 
pendent of  the  values  of  P,  V,  and  T;  that  is,  ^E,  per  degree  is 
constant. 


=  R. 
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More  than  this,  it  appears  that  R,  previously  known  only  as 
the  constant  in  the  law  of  ideal  gases,  is  really  equal  to  the  foot- 
pounds of  eztemsl  work  done  when  the  temperature  of  one  pound 
of  gas  is  raised  one  degree  at  constant  pressure.     From  this 

K^  =  K,  +  R, (30) 

and  C,=  C,+  ^ (31) 

24.  The  Ratio  y.  The  ratio  between  the  two  specific  heats 
of  gases  just  considered  is  of  great  importance  and  is  designated 
by  the  letter  y,  thus, 

r^^cl^"^' ^3?) 

from  which  it  is  evident  that  y  must  always  be  a  quantity  greater 
than  unity. 

By  means  of  the  ratio  y  a  form  of  expression,  which  will  be 
very  convenient  later,  can  now  be  developed  from  Eq.  (30). 
Rearranging  the  latter  and  dividing  by  K„  there  results 

_R_ 

'  K,      K,       '      K,' 


from  which  Kt  =      _    , (33) 


which  is  the  expression  sought. 

25.  Table  of  Gas  Constants,  (a)  The  Gas  Constants  most 
commonly  used  by  the  engineer  are  given  in  Table  I.  In  it  all 
columns  with  headings  having  the  same  subscript  are  based  upon 
data  of  the  same  character.  Columns  headed  with  the  same 
letter,  as  Bj,  Bi,  Bi,  contain  values  of  the  same  quantity,  for 
each  gas,  determined  in  different  ways.  In  the  first  column  of 
each  of  the  groups  B,  C,  and  D  is  a  closely  approximate  value 
calculated  from  data  given  in  column  Ai  rounded  off  to  the 
nearest  half-unit.  Column  A2  gives- molecular  weights  based  on 
the  1909  International  Atomic  Weights,  and  all  other  columns 
headed  with  the  subscript  2  contain  values  computed  from  these 
weights.  Columns  headed  with  subscript  3  give  experimentally 
determined  values, 

(b)  The  calculated  columns  for  Density  depend  on  the  Law  of 
Avogedro.  This  law  slates  that  equal  volumes  of  all  gases,  at 
the  same  temperalure  and  pressure,  contain  an  equal  number  of 
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molecules.  Hence  the  densities  of  different  gases  must  be  in  the 
same  proportions  as  the  molecular  weights.  The  Weight  per 
Cubic  Foot,  and  Cubic  Feet  per  Pound,  columns  C  and  D,  can 
be  obtained  from  the  density  columns. 

(c)  While  the  specific  heat  Cp  would  be  constant  for  an  ideal 
gas,  it  is  not  constant  for  real  gases.  Experiment  shows  it  to 
vary  with  temperature  and  pressure.  The  values  tabulated  in 
column  Et  are  average  values  for  ordinary  temperature  ranges  at 
atmospheric  pressure. 

The  values  of  y,  however,  which  are  usually  determined  from 
the  velocity  of  sound  in  the  gas,  are  generally  for  some  definite 
temperature.  Therefore  the  numbers  tabulated  in  column  Gj 
are  not  really  on  the  same  temperature  basis  as  those  given  in 
column  Ej;  hence,  since  the  most  satisfactory  way  of  obtaining 
values  of  C,  is  by  using  the  equation  C=  ^,  the  values  given 
in  column  Fg  must  be  in  error  with  respect  to  the  rest  of  the 
data. 

This  is  well  shown  by  the  variation  of  values  for  R  in  column 
Ij'  from  those  in  columns  Ij  and  I».  The  values  in  Ij'  are  ob- 
tained from  the  equation  Kp  —  K,  =  R,  which  should  give  very 
accurate  results  and  the  numerical  values  show  wide  variations 
from  those  determined  in  other  ways. 

In  general,  it  may  be  said  that  the  amount  by  which  the  experi- 
mental results  vary  from  the  exact  calculated  values  is  a  measure 
of  the  degree  of  imperfection  of  the  gas  under  consideration. 

(d)  For  average  engineering  work  it  will  suffice  to  use  the  ap- 
proximate or  observed  columns,  dropping  all  but  three  significant 
figures;  further  figures  are  given  in  the  table  to  correspond  to  the 
supposed  standard  of  accuracy  of'experimental  determinations. 

(e)  The  method  of  calculating  the  values  in  the  several 
columns  is  as  follows: 


Bi 

-'Xr 

D,  -  1/C, 

29 

A  -  i/a 

B, 

D,  -  1/C, 

B, 

-Observed 

E,  =  Observed 

C, 

=  .080725  X  Bi 

F,  -  E,/G, 

ft 

-  .080725  X  B, 

G,  =  Observed 

C, 

-  .080725  X  B, 

H  -  Theoretical 
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It*  (Calculated  from  Inter.  Atom.  Wts.  using  Air  as  a  Base.) 
_  12.387  X  14-696  X  144  y   I   ^  jf 
491.4  =  (273  X  9/5)        B,      '^■ 
It  (Calculated  from  Specific  Heats.) 
=  778  Cp  -  778  C,  =  J?. 
It"  (Calculated  from  Observed  Volumes.) 

_    DtX  14-696  X   144    _  j; 

491.4  =  (273  X  9/5) 

*  Although  the  value  492°  is  used  ia  other  parts  of  this  book  as  the  absolute 
temperature  corresponding  to  33°  F.,  the  value  used  in  computing  the  quantities 
given  in  columns  It  and  I,  is  491:4,  because  this  corre^tonda  to  373°  C.,  which  is 
used  in  most  eiperimental  detenninatioos. 
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CHAPTER  V. 

EZPAITSIOITS  AltB  COMPRESSIONS  OP  GASES. 

26.  Volume  Changes,  (a)  The  law  of  ideal  gases  expressed 
by  Eq.  (13)  shows  that  there  are  three  inter-related  variables  which 
define  tht  condition  of  a  gas;  namely,  pressure,  volume,  and  tem- 
perature. The  fixing  of  any  two  of  these  determines  the  third. 
For  the  study  o£  heat  engines  it  is  convenient  to  consider  the 
behavior  of  the  gas  while  the  volume  changes  in  various  ways 
and  to  note  the  accompany- 


Volumea 

Fig.  6 


ing  variations  of  the  other 
two  quantities. 

(b)  Certain  diagrams  are 
useful  in  studying  such 
changes,  the  most  common 
one  being  called  the  (^es- 
sure-Tolume  diagram  or  PV- 
diagram.  To  construct  this 
diagram  pressures  are  plot- 
ted vertically  and  volumes 
horizontally  as  in  Fig.  6. 

Assume,  for  instance,  that 
the  volume  and  pressure  of  a 
given  weight  of  a  certain  gas 
are,  Pi,  Vi,  as  plotted  at  A,  The  volume  of  this  gas  may  be  in- 
creased or  decreased  in  different  ways.  For  example,  volume 
might  be  made  to  increase-or  to  decrease  while  pressure  is  main- 
tained constant.  If  the  various  volumes  assumed  are  plotted  at 
constant  pressure  Pi,  the  resulting  points  must  lie  on  the  line 
AB  or  on  the  line  AC.  Either  one  line  or  the  other  would  then 
show  graphically  the  relations  of  pressure  and  volume.  The 
temperature  at  any  point  as  PiVt,  where  Pi  =  Pi  in  this  case, 
could  be  found  by  substitution  in  Eq.  (13)  or  (14),  remembering 
that  if  the  form  involving  R  is  used  V  stands  for  the  volume  of 
one  pound  of  gas. 


-  PV-Diagram. 
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(c)  Volume-changes  with  voJume  increasing  are  known  as  ex- 
pansions; volume-changes  with  vplume  decreasing  are  known 
as  compressions.  Inspection  of  Fig.  6  shows  that  any  number 
of  different  kinds  of  expansions  are  possible;  any  line  drawn 
from  A  in  the  field  to  the  right  of  DE  represents  a  possible  ex- 
pansion. Similarly,  any  line  drawn  from  A  in  the  field  to  the 
left  of  DE  represents  a  possible  compression.  Really,  all  the 
expansions  commonly  used  lie  in  the  quadrant  between  AB 
and  AE  and  all  the  usual  compressions  between  AD  and 
AC. 

(d)  Since  there  are  thus  an  infinite  number  of  possible  methods 
of  changing  volume,  it  is  impossible  to  analyze  all  of  them. 
Fortunately,  the  study  of  four  characteristic  methods  of  change 
—  including  the  limiting  case  with  volume  constant  —  suffices 
for  the  elementary  consideration  of  heat  engines.     They  are: 

1.  Volume  changes,  in  which  the  pressure  is  constant;  or, 
otherwise  stated,  in  which  the  volume  changes  most  rapidly 
with  respect  to  pressure.  These  are  known  as  Isobaric  Changes 
and  are  represented  by  the  graph  AB  or  AC,  Fig.  6. 

2.  Pressure  changes,  in  which  the  volume  is  constant;  or, 
otherwise  stated,  in  which  the  pressure  changes  most  rapidly 
with  respect  to  volume.  These  are  known  as  IsoToltmilc  Changes 
and  are  represented  by  the  graph  AD  or  AE. 

3.  Volume  changes  at  constant  temperature,  known  as  Iso- 
thennal  Changes. 

4.  Volume  changes  known  as  Adiabatic  Changes  (to  be  de- 
fined later), 

27.  Constant-Pressure  or  Isobaric  Changes  of  Gases.    As 
just  explained,  the  graph  of  such  changes  is  a  horizontal  line  on 
the  PV-diagram.     In  Fig.  7  an  isobaric  expan^on  of  gas  with 
initial  conditions  PiVi  would  be  represented  by  the  line  AB  and    ' 
a  similar  compression  by  the  line  AC. 

Equation  for  Isobaric  Changes. 

(a)  It  is  evident  from  an  inspection  of  the  graph  of  such  a 
change,  or  from  the  definition,  that  its  equation  in  P  ^coordinates 

P  =  Constant (34) 
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Change  of  Associated  Heat  during  Isoberic  Changes  of  Gases. 

(b)  During  these  volume  changes  at  constant  pressure  the 
temperature  must  vary  according  to  Charles'  law;  that  is,  the 
abstJute  temperature  must 
vary  directly  as  the  volume. 
But  when  a  unit  weight  of 
gas  has  its  temperature 
raised  or  lowered  one  degree 
at  constant  pressure,  it  ab- 
sorbs, or  gives  out,  a  quan- 
tity of  heat  equal  to  its  con- 
stant-pressure specific  heat, 
C„.  Then  for  any  weight  W  , 
of  gas  changing  volume  from 
Vi  to  Vi  at  constant  pressure  '■ 
with  a  corresponding  change  ' 
of  temperature  from  Ti  to 
Tt,  the  ckange  of  associated 
heat  (in  thermal  units)  is 


A 

w 

- 

, 

Volunwa 
Fig.  7-  —  ComUnt-Piessure  Changes 


A(3=  WC^iTx-  Ti). 


■     ■     (35) 

If  the  volume  change  is  an  expansion  the  result  will  be  positive 
because  T%  will  be  greater  than  T^i;  but  if  the  volume  change  is 
a  compression  Tt  will  be  less  than  Ti  and  the  result  will  be 
negative.  Negative  heat  change  must  be  interpreted  as  heat 
given  out  or  liberated,  so  that  the  equation  as  stated  is  true  for 
oimpressions  as  well  as  expansions. 

Work  during  Isobaric  Changes. 

(c)  It  was  shown  in  Eq.  (24)  that  the  external  work  in  foot- 
pounds done  by  a  gas  when  its  temperature  increases  with  pres- 
sure constant  is  given  by  the  equation 

External  Work  =  778  &E  =  P  (V,  -  Vi)  ft.-lbs.     .     .     (36) 

This  is  the  equation  for  work  done  during  a  constant-pressure 
volume  change.  The  equation  gives  a  positive  result  for  expan- 
sion, and  a  negative  one  for  compression;  that  is,  a  gas  expand' 
ing  at  constant  pressure  does  work,  and  work  must  be  done  to 
compress  a  gas  at  constant  pressure. 
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(d)  Obviously,  the  product  P  ■  (Kj  -  7,)  is  represented  in 
Fig.  7,  by  the  crosshatched  area  under  the  line  showing  the 
volume  change  from  Vi  to  Va,  hence  the  area  under  that  line, 
expressed  in  foot-pounds,  is  equal  to  the  work  done  during  the 
volume  change.  For  an  expansion  the  area  is  interpreted  as 
positive,  that  is,  as  the  area  ABGF;  for  a  compression  from 
Pi  Vt  to  Pi  Vi,  as  negative,  that  is,  the  area  BA  FG.  This  prop- 
erty of  representing  work  by 
area  is  common  to  all  PV- 
diagrams  and  makes  them 
very  useful. 

a8.  Constant-Volume  or 
IsoTolumic  Changes  of  Gases. 
(a)  With  volume  constant 
the  pressure  will  increase  as 
the  absolute  temperature  in- 
creases, and  decrease  as  that 


Volunm 
Rg.  8.  —  Constant-Vdurae  Changes 


temperature  decreases.  The 
graph  of  such  changes  plotted 
to  P  f  coordinates  is  a  verti- 
cal line  like  ED  in  Fig.  8. 
There  being  no  volume  change,  there  can  be  no  expansion  or 
compression.  A  line  drawn  vertically  upward,  as  j4Z>,  means 
pressure  increase,  and  a  line  drawn  vertically  downward  means 
pressure  decrease. 


Equation  for  Isovolumic  Changes. 

(b)  The  equation  of  constant-volume  changes  in  terms  of  P 
and  V  must  be 

V  =  Constant (37) 

Changes  of  Associated  Heat  during  Isovolumics  of  Gases. 

(c)  To  increase  the  temperature  of  one  pound  of  gas  one 
degree  at  constant  volume  requires  a  heat  addition  equal  to 
C,  thermal  units,  and  to  decrease  the  temperature  one  degree  an 
amount  of  heat  equal  to  C,  must  be  withdrawn.  Then  if  the 
pressure  of  W  pounds  of  gas  changes  from  Pi  to  Ps  at  constant 
volume,  while  the  temperature  varies  according  to  Charles'  law 
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from  7*1  to  T3,  the  change  of  associated. heat]  (in  thermal  units) 

iO=  W'C.(r,-r.) (38) 

For  a  pressure  increase  Charles'  law  shows  that  Tt  must  be 
greater  than  Ti  and  the  result  will  be  positive.  For  a  pressure 
decrease,  T3  will  be  less  than  Ti  and  the  result  will  be  negative; 
that  is,  heat  must  be  supplied  to  cause  increase  of  pressure  at 
constant  volume,  and  must  be  abstracted  to  cause  decrease  of 
pressure  at  constant  volume. 

Work  during  Isovolumic  Changes, 

(d)  Since  there  is  no  change  in  volume,  —  that  is,  no  displac- 
ing of  surrounding  media,  —  there  can  be  no  external  work 
done.     Then  for  this  case,  in  foot-pounds. 

External  Work  =  778  A£  =  0.     .    .     .     (39) 

In  the  figure  given  there  is  no  area  under  the  line  represent- 
ing the  change,  and  therefore,  since  area  on  the  pressure-volume 
diagram  represents  work,  it  follows  that  the  work  equals  zero. 

39.  Constant-Temperature  or  Isothermal  Changes  of  Gases, 
(.a)  If  the  temperature  of  a  gas  is  maintained  constant,  while  its 
pressure  and  volume  change, 
Boyle's  law  applies  and  gives 
the  relation  between  these 
two  variables  as 

PV  =  Constant. 

If,   starting  with  Pi  Vi  in 
Fig.    9,    different   values   be 
substituted    for    V   in    this 
equation    and   the    resulting  _ 
pressures  are  computed  and  9  ~ 
plotted    against    these    vol-  J 
umes,    the    graph    obtained 
will  be  CB,  which  is  i 
tangular  hyperbola.    The  line 
from  A   to  B  shows  an  iso- 
thermal expansion  from  Pi  Vi  and  the  line  from  A  to  C  repre- 
sents an  isothermal  compression  from  the  same  point. 


Fig.  9.  - 
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Equation  for  Isotliennal  Changes  of  Gases. 

(b)  The  equation  of  these  changes,  in  terms  of  pressure  and 
volume,  must  be  that  just  given, 

PV=  Constant (40) 

Work  during  Isothermal  Changes  of  Gases. 

(c)  Since  there  is  a  change  of  volume  during  isothermal 
changes,  external  work  must  be  done.  If  in  Fig.  9  the  two  closely 
spaced  vertical  lines  represent  a  volume  change  6  V,  from  Vj'  to 
Vt,  so  small  that  the  pressure  may  be  assumed  constant  while  it 
is  taking  place,  the  external  work  in  foot-pounds  during  that  small 
change  must  be 

778  hE  =  P{Vt'  -  Vx')=P[[Vx'  +  5F)-  K,']  =  P&V 

and  for  a  finite  change  of  any  size,  from  Vj  to  Vt 

778  ^E  =  r'pdV. {41) 

To  integrate  this  expression,  it  is  necessary  to  substitute  for 
P  in  terms  of  V.  Assuming  P  and  V  as  the  values  for  any  point 
on  the  curve  and  Pi  and  Vi  as  the  values  with  which  the  expan- 
sion starts, 

P,Vi  =  PV 
from  which 

^        V 
Substituting  this  value  in  the  expression  (41)  gives 

=  PiVi{\oz.Vi~\og.Vi) 

- -P.K.  log/yj  ft.-lbs (42> 

If  the  ratio  of  volumes  (Fj/  V{)  in  the  last  expression,  known  as 
the  ratio  of  expansion  or  of  compression,  is  designated  by  the 


*  It  is  usually  more  convenient  to  use  logn  instead  of  log<.  Since  log)  — 
a.jojloeiii,Eq.  (43)  may  be  written  •=  P,V,  X  i.sojlogio  —  '  The  otbei  logarith- 
mic equations  which  are  tofollow  may  be  similarly  transfonned. 
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letter  r,  the  equation  for  work  done  by  any  weight  of  gas  may  be 
written 

778  A£  =  Pi  Vi  log.  r  ft.-Ibs.      .     .     (43a) 

For  unit  weight  778  AE  =  J?r,  log.  r  ft.-lbs.  .     .     .     (43b) 

If  the  expansion  is  negative,  that  is,  if  there  is  compression, 

the  work  done  by  the  gas  must  be  negative;  thus  work  must  be 

done  upon  it  to  decrease  its  volume. 

■  It  should  be  noted  that  I    PdV  is  the  general  expression  for 

the  area  under  a  curve  drawn  to  PV  coordinates  and  hence  in 
Fig.  9  the  crosshatched  area  on  the  diagram  is  a  measure  of 
work  done. 

Oiange   <tf   Associated   Heat   during   Isothermal   Changes   of 
Gases. 

(d)  In  order  that  a  gas  may  expand  and  do  work,  an  amount 
of  energy  equivalent  to  the  work  done  must  be  supplied  from 
some  internal  or  external  source.  The  only  heat  energy  asso- 
ciated with  an  ideal  gas*  is  that  associated  with  it  as  sensible 
heat,  and  that  stored  in  surrounding  media  as  a  result  of  previous 
expansion  to  the  present  volume. 

In  isothermal  expansion  temperature  is  constant  by  definition, 
and  since  under  this  condition  the  internal  energy  of  an  ideal 
gas  is  constant,  it  follows  that  there  can  be  no  change  in  the 
store  of  sensible  heat  of  the  expanding  gas,  and  therefore  that 
this  store  cannot  be  the  source  of  enei^y  for  the  doing  of  work. 

In  any  expansion  the  energy  stored  in  external  media  is  in- 
creased, and  therefore  this  store  cannot  be  a  source  of  energy  to 
do  work,  durii^  the  expansion. 

Hence  a  gas  doing  work  can  expand  isothermalty  only  if  it 
receives  from  an  externa!  source  an  amount  of  energy  equal  to  the 
work  done,  and  this  energy  can  only  be  received  as  heat.  It 
follows,  then,  that  an  ideal  gas  expanding  isothertruilly  and  doing 
work  receives  from  surrounding  media  during  the  expansion  a 
quantity  of  heat  equal  to  the  external  work  done,  hence,  from  Eq. 
(4ta),  for  any  weight  of  gas, 

P,V,  Inc    r 
iQ.i£.£lilJ2illB.t.U.        .      .      (44a) 

*  It  is  assumed  that  no  chemical  change  occurs  nor  any  change  ot  moticoi 
<rf  the  gas  as  a  whole. 
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And  for  unit  weight, 

iQ-^^^B.t.n <44b) 

Thus  during  isothermal  expansion  there  is  no  change  of  heat  in 
the  gas  itself;  the  gas  merely  serves  as  a  conveyor  of  the  added 
heat  AQ;  and  this  heat  may  be  considered  as  external  work  AE, 
in  the  solution  of  problems.  Hence,  during  isothermal  expansion 
in  a  piston  engine  the  work  delivered  through  the  piston  rod 
is  equal  to  this  AQ. 

(e)  If  a  gas  is  forced  to  expand,  and  to  do  external  work,  with- 
out a  supply  of  heat  energy  from  some  external  source,  it  derives 
the  necessary  quantity  from  its  own  internal  store  of  sensible 
heat;  but  this  is  accompanied  by  a  temperature  drop  and  the 
expansion  cannot  be  isothermal. 

Isothermal  compression  is  the  reverse  of  isothermal  expansion 
and  the  work  done  on  the  gas  appears  as  heat,  which  must  be 
removed  as  fast  as  it  is  generated ;  otherwise  the  gas  will  absorb 
this  energy  as  sensible  heat,  with  rise  in  temperature,  and  the 
operation  cannot  then  be  isothermal. 

It  may  seem  at  first  sight  as  if  isothermal  expansion  of  a  per- 
fect gas  furnished  an  exception  to  the  second  law  of  thermo- 
dynamics. It  is  certainly  true  that  all  the  heat  energy  supplied 
to  the  gas  under -such  conditions  is  completely  converted  into 
mechanical  energy,  but  it  is  equally  true  that  this  process  cannot 
continue  indefinitely.  That  is,  such  a  transformation  cannot 
go  on  continuously,  and  must  stop  in  general  when  the  pressure 
of  the  expanding  material  has  reached  that  of  the  surrounding 
media. 

30.  Adiabatic  Volume  Chanees  of  Gases,  (a)  During  adia- 
batic  expansion  or  compression  710  energy,  in  the  form  of  heat,  - 
is  supplied  to,  or  withdrawn  from,  ike  expanding  gas,  as  would  be 
the  case  if  the  walls  of  the  vessel  surrounding  the  gas  were  of 
material  which  is  perfectly  nonconducting  as  regards  heat. 
Therefore  all  heat,  that  is  transformed  into  external  work  by 
such  expansion  must  come  from  the  sensible  heat  store  of  the 
working  gas,  and  all  work  that  is  transformed  into  heat  by  such 
compression  goes  to  increase  the  store  of  sensible  heat  of  the  gas. 

More  briefly  —  the  external  work  done  by  the  adiabatic  ex- 
pansion of  a  gas  has  its  energy  source  in  the  sensible  heat  of  the 
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gas.    The  heat   resulting  from   work  done  in   adiabatic  com- 
pression is  stored  as  sensible  heat  in  the  gas. 

To  illustrate  adiabatic  changes,  imagine  a  gas  confined  in  a 
cylinder  permanently  closed  at  one  end  and  supplied  with  a 
frictionless  piston.  Assume  that  the  apparatus  is  all  made  of 
material  that  will  neither  absorb  nor  transmit  heat.  If  the  pis- 
ton moves  out,  the  volume  of  the  gas  will  increase  adiabatically 
and  external  work  will  be  done;  if  the  piston  moves  in,  the  volume 
will  decrease  adiabatically  and  work  will  be  done  upon  the  gas. 

(b)  During  adiabatic  volume  increase  against  resistance — that 
is,  during  adiabatic  expansion  with  the  doing  of  external  work  — 
the  iemperalure  of  the  gas  must  fall  because  external  work  is 
done  at  the  expense  of  sensible  heat.  During  adiabatic  volume 
decrease  —  adiabatic  compression  —  the  temperature  must  rise 
because  the  heat  equivalent  of  the  'Work  of  compression  goes  to 
increase  the  sensible  heat  of  the  gas.  Obviously,  in  this  imagi- 
nary operation,  the  heat  that  disappears  during  expansion  equals 
the  external  work  done;  and  during  compression  the  work  of 
compression  equals  the  heat  increase  in  the  gas. 

Equation  for  Adiabatic  Changes  of  Gases. 

(c)  The  equation  representing  the  adiabatic  change  of  a  gas 
has  the  form 

PF"  =  Const (45a) 

which  may  be  rewritten 

PV'  =  PiVi-  =  PiVt-  .  .  P.F.-  =  Const.  .     .     {45b) 
in  which  «  =■  7,  as  will  be  shown  when  Eq.  (48)  is  derived. 

Work  during  Adiabatic  Changes  of  Gases. 

(d)  Uang  reasoning  similar  to  that  which  led  to  Eq.  (41),  the 
expression  for  work  done  during  an  adiabatic  change  must  be 

77B  ^E=J^'pdV. 

PiV," 
Substituting  in  this  P  =     „„  -,  obtained  from  Eq.  (45),  gives 


f  ifi-  (F, 


(.-.)         ''-"« (*" 
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This  can  be  simpliiied  by  performing  the  multiplication  indi- 
cated in  the  numerator,  then  substituting  from  the  relation 

and  cancelling,  thus  obtaining  for  any  weight  of  gas, 
„  .„       PiVi-PtVt, 


C«-l) 


-ft.-Ibs (47a) 


and  for  one  pound  of  gas, 

"(J'-'if' '*■•"" <'>"'> 

These  equations  cannot  be  used  numerically,  however,  until 
the  value  of  n  is  known.     This  will  now  be  determined. 

(e)  Since  the  sensible  heat   lost  by  a  gas  when  expanding 

adiabatically  and  doing  external  work  must  equal  the  work 

done,  and  since,  in  any  case,  the  sensible  heat  enei^  lost  per 

pound  of  a  gas  which  is  changing  temperature  in  any  way  from 

Ti  to  a  lower  value  7",,  must  equal  it,  (Ti  -  Tt)  ft.-lb8.,  —  it 

follows  that 

V-  (T       T\  -■■  ^t^'  ~  ^') 
K.iT,-n)-      ^^_jj 

and  substituting  for  K,  its  value  from  Eq.  {33) 

RjTi-  Tt)  _R{T,~  Tt) 

iy  -1)  (M  -  1) 

from  which  it  follows  that 

»  =  T -     (48) 

Then  the  equation  of  an  adiabatic  change  is,  as  was  mentioned 
in  connection  with  E^.  (45), 

PV^  =  Constant (49) 

(f)  The  work  done  is,  from  Eq.  (47a),  for  any  weight  of  gas, 

P,V,  —  P,V* 

778  A£-  ly-l)  ("-*»•)         ■         ■         ■         (50a) 

and  for  one  pound  is,  from  Eq.  (47b), 

778A£-'"^^'J^j^''    (lt..|te.)     .     .     .     (50b) 
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Temperature  Change  of  Gas  during  Adiabatics. 

(g)  Since  during;  an  adiabatic  process  the  stock  of  sensible 
heat,  and  hence  also  the  temperature,  is  constantly  changing,  — 
dropping  during  an  expansion  and  rising  during  a  compression,  — 
it  is  necessary  to  find  some  means  of  determining  the  extent  of 
this  temperature  variation.  If  a  gas  changes  adiabatically  from 
PiVi  to  PtVi,  Eq.  (49)  gives 

P.rr-P.Vr;    or     ^=1     ....     (a) 
and  the  law  of  ideal  gases  gives 

P,Vt  _  PtVt  P^  ^  7\  ,^) 

Ti  Tx     '     **■"       PtVi      Ti 

If  the  last  forms  of  expressions  (a)  and  (b)  be  multiplied  to- 
gether, there  results 

rrKvJ     =r     .   .   . 


(51) 


and  substitution  for  -^  from  tlie  first  form  of  (a)  gives 


V, 


Ti     IFt\ 


(52) 


Either  Eq.  (51)  or  (52)  can  be  used  for  finding  the  tempera- 
ture resulting  from  an  adiabatic  change  if  the  initial  temperature 
is  known. 

31.  General  Expression  for  Volume  Changes,      (a)  All  the 
common  volume  changes  of  gases  can  be  represented  with  neces- 
sary accuracy  by  the  general  form  of  expression, 
PV  =  Constant. 

It  is  of  course  assumed  that  «  will  have  a  special  numerical 
value  for  each  different  type  of  change.  The  truth  of  this 
proposition  for  the  changes  so  far  developed  can  be  seen  by 
writing  the  equations  in  the  following  fashion: 
For  pressure  const.,  P  =  Const,  may  be  written  PV  =  Const. 
For  volume  const.,  V  =  Const,  may  be  written  PVca  =  Const. 
For  isothermal,  .  PV  =  Const,  may  be  written  PV^  =  Const. 
For  adiabatic,     .  PV  =  Const,  is       ....     PV  =  Const. 
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(b)  A  comparison  of  the  expansion  curves  (Fig.  lo)  will  show 
that  as  the  graph  of  the  different  expansions  considered  svnngs 
down  through  the  quadrant 
BAE  the  exponent  increases 
in  size.  The  facts  that  any 
equation  tvitk  n  <  I  >  o  gives 
a  graph  less  steep  than  the 
isothermal  and  that  any  equa- 
tion icith  n>  1  <  00  gives  one 
sleeper  than  the  isothermal  are 
very  useful  and  should  be 
memorized.  The  idea  of 
steepness  in  this  statement  is 
important,  as  in  general  one 
curve  cannot  be  said  to  lie 
above  or  below  another.  For 
example,  if  the  curves  in  Fig. 
10  are  continued  as  compres- 
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Fig.  lo.  —  Showing  Effect  of  Value  of  n 
Equation  PV  =  Const. 


sions,  to  the  left  from  the  point  A,  their  relations  as  to  vertical 
position  are  reversed. 

33.    Construction  of  lines  Representing  Volume  Changes. 

(a)  In  dealing  with  heat  engines  it  is  frequently  necessary  to 
construct  the  lines  representing  graphically  the  changes  already 
discussed  and  others  of  similar  character.  This  can  always  be 
done  by  substituting  assumed  volumes  or  assumed  pressures  in 
the  equation  for  the  type  under  consideration,  solving  for  the 
other  quantity  and  plotting  the  resulting  points.  The  curve 
joining  these  points  is  the  graph  sought.  An  exponential  form 
of  equation  involves  the  use  of  logarithms  and  in  some  cases  the 
calculations  become  a  little  more  troublesome. 

It  is  therefore  convenient  to  know  graphical  methods  of  de- 
termining directly  the  cur\'es  representing  the  various  changes. 

Graphical  Construction  of  Curve    PV  =  Constant. 

(b)  In  Fig.  II,  with  coordinates  P  and  V  as  before,  let  it  be 
desired  to  draw  an  equilateral  hyperbola  through  point  A.  For 
doing  this  two  methods  will  be  given.  First  Method:  —  Draw 
through  the  point  A  horizontal  and  vertical  lines  ppi  and  ViVi'; 
next,  from  the  origin  0  draw  any  number  of  rays  (such  as  Od) 
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to  intersect  these  lines  (as  at  a  and  6) ;  then  horizontal  and  ver- 
tical lines  drawn  through  these  points  of  intersection  will  meet 
at  points  (such  as  B)  on  the  desired  curve.  For  expansion  from 
point  A,  the  raya  fall  below  A ;  for  compression,  they  fail  above. 
Second  Meftod:  —  Through  A,  Fig,  12,  draw  any  number  of 


Constnictioii  of  Curve     PV  -  Constant  on  PV-Chart. 


lines,  as  bbi,  ccu  etc.;  make  b^B  =  Ab,  C\C  =  Ac  and  so 
then  the  points  A,  B,  C,  etc.,  will  be  on  the  desired  curve. 


Constructioa  o(  Curve    PV"  =  Const,  by  Urfng  Logarithmic 
Cross-Section  Paper. 

(c)  The  equation  PV"  =  K  =  const.,  if  solved  by  logarithms, 
takes  the  form  \og  P  =  ~  n  log  V  +  ]og  K.  Then  letting  y  = 
log  P,  X  =  log  V,  and  k  =  \og  K,  the  last  equation  may  be  re- 
written y  =  ~  nx  +  k.  This  is  the  equation  of  a  straight  line 
with  negative  slope  «  and  y-intercept  k.  It  is  shown  in  Fig,  13 
by  KS,  drawn  to  the  ordinary  uniform  scales  Ox  and  Oy  The 
abscissa  of  any  point  A  on  KS,  measured  on  the  scale  Ox,  gives 
the  logarithm  of  the  value  of  V  represented;  its  ordinate  on 
scale  Or  is  the  logarithm  of  the  value  of  P. 

If  now  new  scales  L,  and  L„  are  constructed  in  such  a  manner 
that  the  lengths  1-2  and  1-3,  etc.,  represent  the  logarithms  of  2, 
3,  etc.,  —  as  is  done  on  the  scale  of  the  slide  rule,  —  then  these 
logaiithinic  scales  may  be  used  for  reading  directly  the  numerical 
values  of  P  and  V  corresponding  to  points  on  KS.  To  the 
scale  Lp,  the  y-intercept  of  this  line  is  the  constant  K,  and  to 
the  unijorm  scale  the  slope  is  n.     Since  the  values  of  P  and  V 
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may  be  read  directly  on  the  logarithmic  scales,  the  unifonn 
scales  are  not  usually  given  on  charts  of  this  character. 

Any  straight  line  can  be  lo- 
cated on  the  logarithmic  chart 
if  the  PV  values  for  two 
points  are  known;  or  if  one 
point  and  the  slope  n  are 
given;  but  in  the  latter  case 
it  must  be  remembered  that 
the  slope  is  laid  off  using  the 
uniform  scale.  For  one  of  the 
points  it  is  sometimes  conven- 
ient to  use  the  y-intercept,  K. 
After  the  line  has  been 
drawn  the  simultaneous  values 
of  P  and  V  may  be  read,  and 
these   may   then    be   used  in 


Fig.  13. — Logarithmic  Chart. 


drawing  the  PV  curve  on  ordinary  cross-section  paper. 

The  chart  in  Fig.  13  is  arranged  for  numbers  between  i  and  10, 
but  it  may  be  used  for  numbers  between  .1  and  I,  between  10 
and  100,  100  and  1000,  and 
so  on,  by  merely  changing  ' 
the  scales  to  suit. 

When  a  wider  range  of 
numbers  is  under  considera- 
tion {as  from  .1  to  100)  a 
"  checkerboard  "  composed  of 
several  similar  logarithmic 
charts  may  be  used.  Thus 
in  Fig.  14,  let  each  of  the 
squares  contain  such  a  chart 
and  let  the  one  surrounded 
by  heavy  lines  correspond  to 
Fig.  13,  with  KS  reproduced. 
In  the  lower  tier  of  charts 
the  ordinates  are  for  numbers  from  .1  to  I,  in  the  middle  tier 
they  are  from  i  to  10,  and  in  the  upper  from  10  to  100.  The 
abscissas  for  the  vertical  columns  progress,  from  left  to  right,  by 
multiples  of  ten  also. 

The  coordinates  of  a  [>oint  anywhere  on  the  checkerboard  can 
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Fig.  1 
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be  read  directly  on  the  proper  scales.  For  example,  point  B 
has  coordinates  F=  25  and  V=  ,35;  for  point  C  the  value  of 
P  is  .14  and  7  is  13. 

As  all  the  squares  are  cross-ruled  the  same,  and  differ  only  as 
to  scales  (and  that  by  multiples  of  10),  it  is  evident  that  if  S'T' 
is  drawn  in  the  central  chart  in  a  position  similar  to  that  of 
ST  in  the  square  below,  it  can  be  used  in  place  of  the  latter  line 
provided  points  on  it  are  read  to  a  scale  to  that  used  for  KS. 
Similarly,  T"U',  K'Q',  and  Q"M'  may  be  drawn  to  correspond 
to  TU,  KQ,  and  QM  respectively,  and  may  be  used  instead  of 
them  with  proper  change  in  scale.  Thus  a  single  logarithmic 
chart  may  be  used  in  place  of  the  checkerboard.  Obviously, 
when  the  curve  crosses  a  horizontal  boundary  line  the  scale  of 
ordinates  changes;  and  when  it  crosses  a  vertical  boundary  the 
scale  of  abscissas  changes. 

If  n  =  I,  as  in  the  case  of  the  equilateral  hyperbola,  the  slope 
of  the  line  is  —  45".  If  the  exponent  is  greater  than  i,  the  slope 
is  steeper,  and  vice  versa. 
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CHAPTER  VI. 

REVERSIBILITT.* 

33.  DeflniUon.   (a)   Processes,  or  series  of  chang:es,  which 
may  be  made  to  occur  with  materials  and  their  associated 
enei^es  are  broadly  divided  into  two  kinds: 
■   I.   Irreversible  processes,  and 
2.   Reversible  processes. 

An  Iirerer^ble  Process  is  one  which  affects  the  participating 
materials  and  energies  in  such  a  way  that  after  its  total  or 
partial  completion  it  would  be  impossible  to  return  those  mate- 
rials and  energies  to  initial  conditions,  without  leaving  changes 
in  other  materials  and  their  associated  energies.  All  the  actual 
processes  with  which  the  engineer  has  to  deal  are  of  this  character. 
It  is,  however,  possible  to  imagine  some  of  these  processes  as 
taking  place  under  ideal  conditions  in  such  a  way  that  after  their 
completion  everything  can  be  again  returned  to  starting  condi- 
tions  without  leaving  changes  in  anything,  even  though  it  be 
entirely  extraneous  to  the  system  under  investigation.  Such 
ideal  changes  are  called  Reversible  Processes. 

(b)  A  good  mechanical  example  of  a  reversible  change  is 
fumbhed  by  a  pendulum  swinging  on  a  frictionless  support  and 
in  a  perfect  vacuum.  Each  cycle  of  the  pendulum  is  accom- 
panied by  a  change  of  kinetic  to  potential  energy,  and  then  a 
reversal  of  this  process  so  as  to  bring  everything  concerned  to 
exactly  the  conditions  pertaining  at  the  start.  This,  then,  is  a 
process  which  may  be  said  to  be  by  nature  reversible. 

A  real  pendulum  can  never  reproduce  this  ideal  process  exactly, 
because  of  friction  at  the  support  and  more  or  less  friction  in 
the  enveloping  medtqm.  These  resistances  change  some  of  the 
kinetic  enei^y  of  the  pendulum  into  heat  which  in  the  usual 
case  leaves  the  system  by  radiation.  Thus,  the  end  of  each 
cycle  finds  the  pendulum  system  poorer  in  energy  by  the  amount 

*  Thestudyof  this  chapter  may  be  deferred  UDtilSection49  (h)  is  reached. 


jcbyGoogIc 


6o  HEAT-POWER^  ENGINEERING 

of  heat  which  has  been  lost;  and  surrounding  materials  must  of 
course  have  gained  a  corresponding  amount  of  enei^y.  The  real 
process  does  not  therefore  fulfill  the  requirements  of  a  reversible 
process,* 

(c)  It  win  be  observed  from  the  preceding  paragraph  that  the 
ideally  reversible  process  becomes  imperfectly  reversible  as  soon 
as  losses  are  assumed  to  occur.  Although  the  process  could  never 
be  performed  in  reality  without  such  losses,  this  does  not  in- 
validate the  determination  of  the  laws  of  the  ideal  pendulum,  — 
laws  which  are  very  valuable  for  investigations  of  a  certain  type. 
Since  a  reduction  of  losses  in  a  real  process  of  this  character  will 
cause  the  process  to  approach  the  idea!  reversible  one  more 
closely,  it  is  evident  that  the  reversible  process  and  the  laws 
derived  for  it  may  be  regarded  as  the  ideal  limiting  case  of 
the  real  process  and  of  the  laws  governing  it.  This  applies  to 
processes  of  a  certain  character  only. 

(d)  There  are  many  other  processes  of  such  character  that 
no  assumptions  of  ideal  mechanisms  and  no  reasonable  assump- 
tions as  to  the  elimination  of  losses  can  reduce  them  to  limiting 
reversible  processes,  as  was  done  in  the  case  of  the  pendulum. 
Such  processes  are  the  irreversible  ones,  examples  of  which  will 
be  given  later. 

(e)  In  the  investigation  of  certain  thermodynamic  trans- 
formations accompanying  pressure,  volume,  and  temperature 
changes,  it  is  often  possible  and  desirable  to  assume  all  losses 
absent  so  that  the  process  may  be  considered  reversible.  The 
assumptions  as  to  the  elimination  of  loss  must  be  reasonable  ones, 
however,  —  those  not  involving  changes  in  the  intrinsic  character 
of  the  process.  Thus  it  is  permissible  to  assume  that  there  is 
an  absence  of  friction,  and  that  one  may  use  a  material  which 
does  not  conduct  heat,  as  was  done  in  previous  chapters;  but  an 
assumption  that  there  is  no  internal  heat  enei^  lost  when  a  gas 
does  work  by  expanding  adiabatically  behind  a  piston  would 
have  been  unreasonable,  as  it  would  have  been  absolutely  con- 
trary to  the  intrinsic  character  of  the  process. 

*  The  process  might  still  be  considered  reversible  if  there  was  any  way  of  gather- 
ing up  the  energy  lost  as  heat,  converting  all  of  it  into  mechanical  form,  and  return- 
ing this  to  the  pendulum.  But,  even  assuming  that  the  heat  could  all  be  caught, 
ths  second  law  of  thennodyn amies  states  that  it  cannot  all  be  again  converted 
into  the  mechanical  form,  and  the  statement  made  above  must  therefore  be  correct. 
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The  study  of  an  ideal  reversible  process  in  lieu  of  a  real  im- 
perfectly reversible  one  greatly  simplifies  problems  and  makes 
possible  the  development  of  laws  which  would  otherwise  be 
obtainable  only  with  great  difficulty. 

(f)  For  thermodynamic  purposes  a  reversible  process  may  be 
defined  as  follows: 

A  thermodynamically  reversible  process  is  one  involving  heat 
and  mechanical  energy  transformations  which  are  of  such 
character  that,  after  completion,  they  can  be  carried  through  in 
the  opposite  sense,  without  resulting  in  any  changes  in  anything 
extraneous  to  the  system  under  consideration. 

The  practical  application  of  this  simple  definition  is  often 
confusing.  There  are  certain  processes  which  are  obviously 
reversible  in  this  sense  and  certain  others  which  are  as  obviously 
irreversible;  but  there  are  also  many  about  which  a  decision  is 
difficult.  A  few  reversible  and  irreversible  thermodynamic 
processes  are  given  in  the  succeeding  sections, 

34.  Some  Reversible  Processes,  (a)  A  good  example  of  an 
ideal  thermodynamically  reversible  process  is  as  follows:  Imagine 
a  perfect  gas  inclosed  in  a  cylinder  made  of  material  that  will 
neither  absorb  nor  conduct  heat  and  let  it  be  Htted  with  a  friction- 
less  piston  of  the  same  material.  If  the  gas  expands  it  must 
do  so  adiabatically,  since  the  heat  insulation  is  assumed  to  be 
perfect.  The  temperature  will  drop,  the  volume  will  increase,  and 
work  will  be  done  in  driving  the  piston  outward  against  what- 
ever resistance  is  offered  —  for  instance,  the  raising  of  a  weight. 

If,  after  the  piston  has  reached  a  certain  point,  the  work  which 
has  been  done  by  the  gas  is  returned  to  drive  the  piston  back  to 
its  original  position  —  for  instance,  by  the  dropping  of  the  lifted 
weight,  — the  gas  will  be  compressed  adiabatically  to  its  original 
condition  and,  in  the  ideal  case,  nothing  in  the  universe  need  have 
been  changed  by  the  process. 

Such  a  process  is  thermodynamically  reversible.  It  is  evi- 
dently ideal  and  can  only  be  approximated  in  real  cases,  for  every 
material  known  absorbs  and  conducts  heat,  and  no  piston  can  be 
friction  less.* 

*  It  is  reaily  necessary  to  further  stipulate  that  the  expansion  and  compressioD 
of  Ihe  gas  in  this  process  take  place  at  infinitely  slow  rates,  to  make  it  perfectly 
reveivble  in  theory.  This  is  necessary  in  order  lo  exclude  any  degree  of  what  is 
tenned  "  free  expansion,"  an  irreversible  phenomenon  which  will  be  treated  in  a 
later  paragraph. 
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(b)  Again,  imagine  a  body  which  is  at  a  certain  temperature, 
and  is  so  arranged  that  the  withdrawal  of  heat  from  it  does  not 
change  its  temperature.  The  steam  in  a  boiler  is  a  body  of 
material  approximating  this  conception.  If  a  confined  body  of 
gas  is  kept  in  contact  with  this  source  of  heat,  or  hot  body, — 
as  in  a  steam-jacketed  cyhnder  made  of  perfectly  conducting 
material,^  and  if  it  is  allowed  to  expand  and  do  external  work, 
such  as  driving  out  a  piston  against  resistance,  the  expansion 
must  be  isothermal.  During  the  process  heat  will  be  drawn  from 
the  hot  body  and  appear  as  mechanical  en»gy  to  do  external 
work.  This  work  may  be  returned  by  compressing  the  gas 
isothermally  and  restoring  the  resulting  heat  to  its  original 
source.  The  ideal  process  is  thermodynamically  reversible,  but 
practically  some  heat  must  have  been  radiated  and  some  lost 
as  friction,  so  that  the  reversibility  is,  as  before,  ideal  only. 

(c)  A  reconsideration  of  the  simple  ideal  expansions  discussed 
in  Chapter  V  will  now  show  that  all  of  these  may  be  made 
reversible  processes. 

35.  Some  Irreversible  Processes,  (a)  One  of  the  best  ex- 
amples of  an  intrinsically  irreversible  process  is  furnished  by 
the  passage  of  heat  from  one  body  to  another  which  is  at  a  lower 
temperature.  Consider  two  bodies  at  different  temperatures 
brought  into  contact  and  thermally  isolated  from  the  rest  of 
the  universe.  Experience  shows  that  the  colder  body  will  receive 
heat  from  that  having  the  higher  temperature,  and  that  this  proc- 
ess will  continue  until  the  two  temperatures  become  the  same; 
also  it  shows  that  certain  physical  changes  will  accompany  this 
passage  of  heat.  Thus  there  may  be  a  change  of  state,  as 
would  be  the  case,  for  instance,  if  the  colder  body  is  ice  at 
the  melting  point;  or  again,  there  may  be  simply  changes  in 
volume  accompanying  the  doing  of  external  work. 

No  matter  what  the  conditions,  no  method  has  yet  been 
devised  to  reverse  this  process  thermodynamically;  that  is,  to 
make  heal  flow  from  the  previously  cool  body  to  the  other  so 
as  to  leave  them  at  different  temperatures,  return  them  to  the 
initial  physical  conditions,  and  leave  no  change  in  anything 
else.     The  process  is  then  irreversible  by  definition. 

(b)  Another  example  of  an  intrinsically  irreversible  process  is 
the  free  expansion  of  a  perfect  gas  similar  to  that  which  occurs 
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in  Jotde's  experimeot.*  Imagine  two  vessels  of  equal  size 
joined  by  a  pipe  containing  a  valve,  all  made  of  non-heat-con- 
ducting material.  Imagine  further  that  one  vessel  contains  a 
quantity  of  perfect  gas  at  some  given  pressure  and  temperature 
and  that  the  other  vessel  is  absolutely  empty.  If  the  valve  in 
the  connecting  pipe  is  opened,  the  gas  will  rush  from  the  high- 
pressure  vessel  into  the  other  one  and  ultimately  both  will 
contain  the  same  quantity  of  gas  at  the  same  pressure  and 
temperature.  To  make  this  possible,  the  gas  originally  contained 
in  one  vessel  must  have  expanded  until  its  volume  became  suffi- 
cient to  fill  the  two.  Since  the  volume  occupied  by  the  gas  is 
now  greater  than  before,  the  pressure  must  be  lower  unless  the 
temperature  has  risen,  and  it  will  be  found  that  this  has  not 
occurred.  Further,  since  the  vessels  and  connecting  pipe  are 
nonconducting,  and  since  the  system  is  so  arranged  that  no 
disturbance  of  surrounding  media  can  be  caused,  it  follows  that 
there  can  have  been  no  loss  of  heat  energy  by  the  gas. 

The  heat  energy  associated  with  the  system  must  therefore  be 
the  same  before  and  after  the  change.  Since,  however,  as  was 
shown  in  connection  with  the  specific  heat  of  gases,  the  intrinsic 
heat  energy  of  a  perfect  gas  is  always  the  same  at  the  same 
temperature,  it  follows  that  the  temperature  of  the  gas  must  be 
the  same  when  filling  two  vessels  as  when  filling  one. 

To  make  this  process  reversible,  it  must  be  possible  to  com- 
press the  gas  again  into  one  vessel,  keep  the  temperature  the 
same,  and  have  no  change  in  anything  outside  the  system  of  two 
vessels  and  contained  gas.  This  is  impossible,  as  work  would 
have  to  be  done  upon  the  gas  to  compress  it,  and  there  would 
then  either  be  a  rise  in  temperature  or  the  heat  of  compression 
would  have  to  be  absorbed  by  some  body  outside  the  system. 
This  heat,  though  equal  to  the  work  of  compression,  could  not 
be  returned  to  the  engine,  or  device  doing  that  work,  as  an 
equivalent  of  the  work  done.  This  is  so  because  (according  to 
the  Second  Law  of  Thermodynamics)  no  engine  could  deliver 
in  mechanical  form  all  the  heat  supplied  it. 

Obviously  the  process  is  intrinsically  irreversible  because  it  is 
impossible  to  im^ne  its  thermodynamic  reversal  even  with 
ideal  mechanism. 

*  This  is  not  to  be  confused  with  Joule's  experiment  foT  the  determination  of 
tlie  mecbanical  equivalent  of  heat. 
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(c)  The  process  of  free  expansion  is  one  of  the  most  interest- 
ing and  is  worthy  of  more  detailed  study.  What  really  happens 
is  best  considered  in  two  parts. 

The  gas  in  the  high-pressure  vessel  begins  to  expand  as  soon 
as  the  valve  in  the  connecting  pipe  is  opened,  and  it  acquires 
a  high  velocity  with  rapid  drop  of  pressure  as  it  flows  into  the 
empty  vessel.  The  kinetic  energy  associated  with  this  velocity 
must  come  from  the  intrinsic  heat  energy  possessed  by  the  gas. 
The  expansion  is  in  reality  adiabatic,  iind  the  intrinsic  heat 
energy,  which  during  expansion  behind  a  piston  would  have 
been  converted  into  mechanical  work,  is  here  converted  into 
the  kinetic  energy  acquired  by  the  gas  itself.  The  temperature 
of  the  gas  drops  just  as  in  the  other  adiabatic  expansions  already 
considered;  thus,  the  material  entering  the  empty  vessel  has 
the  low  temperature  which  corresponds  to  the  low  pressure  and 
is  deducible  directly  from  the  law  of  adiabatic  expansion. 

Considering  next  the  receiving  vessel,  —  the  gas  with  low 
pressure  and  temperature  enters  with  high  velocity  but  imme- 
diately becomes  churned  up,  impinges  on  the  walls,  etc.,  and 
slowly  comes  to  rest.  The  energy  originally  [xtssessed  by  virtue 
of  its  velocity  cannot  be  destroyed,  but  is  reconverted  into  heat. 
It  is  absorbed  as  sensible  heat  by  the  gas  and  raises  its  tempera- 
ture. Given  sufficient  time,  equilibrium  will  be  established 
between  the  material  in  the  two  vessels,  and  then  the  gas,  with 
Che  same  stock  of  heat  as  before,  will  have  returned  to  the  tem- 
perature it  had  initially.* 

*  The  importance  of  the  footnote  on  page  6i  can  now  be  a^redated.  If 
gas,  expanding  adiabaUcally  behind  a  piston,  is  allowed  to  acquire  an  appreciable 
velodty,  some  of  the  heat  energy  which  has  previously  been  assumed  as  doing 
external  work  will  be  used  to  impart  this  velodty  to  the  gaseous  molecules.  In 
just  so  far  as  this  occurs  the  process  will  be  iireveisble.  In  all  real  piston  engines 
the  velocity  acquired  is  so  small  that  the  heat  thus  used  is  negligible.  Hence  no 
attention  is  ever  given  the  phenomenon  from  this  viewpoint,  and  it  need  not  be 
:x)nsidered  in  discussing  the  elementary  cycles  in  tlie  following  chapters. 
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ENTROFI. 

36.  EzpUnatoiy.  In  the  more  advanced  discussions  of  ther- 
modynamic theory  a  certain  property  of  substances,  know  as 
their  "  Entropy  "  (represented  by  <(>),  is  found  to  be  of  great 
importance.  The  solution  of  most,  if  not  all,  engineering  prob- 
lems involving  thermodynamic  changes  can  be  obtained  with- 
out employing  entropy;  but  its  use  enables  scientists  to  draw 
certain  sweeping  conclusions  with  regard  to  natural  phenomena, — 
conclusions  which  would  otherwise  be  difhcutt  to  formulate,  and 
which  materially  assist  in  developing  the  laws  governing  thermo- 
dynamic transformations.  The  consideration  of  entropy  also 
serves  the  useful  purpose  of  giving  the  engineer  a  broader  view- 
point with  r^ard  to  the  processes  he  makes  use  of.  For  these 
reasons  it  is  introduced  here. 

37.  Definition,  (a)  It  has  been  seen  that  it  is  impossible  to 
measure  the  absolute  amount  of  associated  heat  energy  (Q), 
and  that  all  cases  can  be  analyzed  when  the  discussion  is  limited 
to  changes  of  energy  (dQ,  &Q,  or  ^Q).  Later  it  will  be  shown  that 
entropy  is  a  simitar  function  ;  therefore  the  treatment  will  be 
limited  to  entropy  changes  (,d(t>,  £^,  A^),  rather  than  to  consider 
the  absolute  amount. 

(b)  To  a  student  unable  to  distinguish  between  heat  and  cold 
and  not  familiar  with  the  phenomena  accompanying  tempera- 
ture changes,  it  would  be  very  difficult  to  convey  a  conception 
of  what  a   tem[>erature  change  really  is.     Probably  the  best 

definition  would  be  the  mathematical  one  ST=  -p-'  which  would 

be  unsatisfactory  and  troublesome  to  the  student  until,  by 
experience,  he  became  familiar  with  the  phenomena  accompany- 
ing changes  in  temperature.  The  same  difficulty  occurs  in 
attempting  to  define  any  unfamiliar  physical  quantity  or  prop- 
erty, and  applies  equally  well  to  entropy.  Hence,  the  best 
65 
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that  can  be  done  at  present  is  to  give  a  mathematical  definition 
of  entropy  and  rely  on  the  experience  and  familiarity,  which 
will  come  from  the  solution  and  discussion  ^f  problems  involving 
its  use,  to  give  a  more  or  less  concrete  conception  of  the  physical 
meaning  and  properties, 

(c)  The  Mathematical  Expression  for  an  Infinitesimal  Change 
of  Entropy  is 

.^.^J+Jl+AF^ ,j^, 

in  which  the  numerator  indicates  the  summation  of  the  in- 
finitesimal changes  indicated, 

T  =  absolute  temperature  of  material  during  these  infinites-  ■ 

imal  changes,  and 
A  =  1/778,  introduced   to  keep  all   terms  in  numerator  in 
same  units. 
A  finite  change  of  entropy  will  then  be 

^^     nds  +  di  +  APdv  ■  .  . 

It  is  often  convenient  to  first  evaluate  per  pound  and  then 
for  the  weight  concerned.     If  A^i  is  for  unit  weight, 

Uw  =  WA<i>i (55) 

(d)  It  will  be  observed  during  the  further  development  of 
thermodynamic  phenomena  that  all  those  processes  which  occur 
"  naturally,"  i.e.,  spontaneously,  are  accompanied  by  an  increase 
of  entropy.  Any  process  which  results  in  a  decrease  of  entropy 
must  be  forced  in  some  way,  and  is  in  that  sense  "  unnatural." 
Hence  it  may  be  said  that  the  entropy  of  every  substance  tends 
to  increase. 

A  somewhat  analogous,  though  not  a  parallel,  case  may  be 
cited  from  mechanics.  It  is  well  known  that  the  potential 
energy  of  mechanical  systems  always  tends  to  decrease,  for 
there  is  a  tendency  for  the  centers  of  mass  of  all  terrestial  ixdies 
to  approach  the  earth's  center  as  closely  as  conditions  will 
permit.  Given  a  mechanical  system,  in  which  processes  result- 
ing in  change  of  the  position  of  the  center  of  gravity  can  take 
place,  that  change  will  occur  which  will  make  the  potential 
enei^y  of  the  system  least,  unless  external  forces  impose  a 
different  behavior. 
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38.  Entropy  Changes  for  Reversible  Processes  with  Ideal 
Gases,  (a)  It  was  mentioned  (in  Section  34c)  that  the  ideal 
expansions  considered  in  Chap,  V  may  be  made  reversible  proc- 
esses; and  a  further  consideration  will  show  that  in  every 
such  case  the  external  work,  dE,  can  be  represented  as  APdV. 
Further  study  will  show  that  for  all  reversible  processes 

APdV=dE  and  A  rPdV  =  £lE. 


P 


Then,  since  dl  =  o  for  an  ideal  gas,  the  numerator  of  Eq.  (53) 

becomes  dS  +  dE  =  dQ.    And  the  infinitesimal  entropy  change 

experienced  by  an  ideal  gas,  during  a  reversible  process,  is  then 

.        dS  +  dE      dQ 
d4  = J. -jr.      .     . 


The  finite  change  is 


A*._ff (57) 

or,  if  dQ  be  assumed  to  refer  to  unit  w,eight,  see  Eq.  (55), 

a«,  -  w£^ (58) 

(b)  It  must  be  noted  that  the  last  three  equations  are 
proved  only  for  reversible  processes,  and  for  the  present  they  will 
be  considered  as  applicable  only  to  ideal  gas.  They  may  be 
used  for  finding  the  entropy  change  experienced  by  a  given 
weight  of  ideal  gas  which,  while  expanding  behind  a  piston,  is 
undergoing  one  of  the  reversible  processes,  such  as  those  de- 
scribed in  Chapter  V;  they  are  not  applicable  for  determining 
the  entropy  change  when  a  pven  weight  of  gas  experiences  an 
irreversible  process,  such  as  the  free  expansion  of  Joule's  experi- 
ment, Section  35  (b).  In  such  cases  the  entropy  change  must 
be  determined  in  other  ways  which  will  be  presented  later. 

39.  Sign  of  Entropy  Changes  during  Reversible  Processes. 
(a)  The  integration  of  Eq.  (57)  between  the  limits  I  and  2  for 
any  assumed  process  will  result  in  a  difference  of  two  quantities; 
thus  the  sign  of  the  right-hand  member  will  depend  upon  which 
of  these  quantities  is  the  larger.  The  sign  of  this  number  indi- 
cates whether  the  process  in  question  will  increase  or  decrease 
the  entropy  of  the  material. 
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(b)  A  reversible  increase  of  heat  energy  would  give  a  positive 
value  for  the  right-hand  member  of  the  equation,  —  a  positive 
value  of  A0, — and  this  corresponds  to  an  increase  of  entropy. 

(c)  A  reversible  rejection  of  heat  results  in  a  negative  value 
of  A^,  indicating  a  decrease  of  entropy. 

(d)  Eq.  (57)  would  show  no  change  of  entropy  for  any  revers- 
ible process  involving  no  change  of  associated  heat,  but  this 
could  only  be  true  of  an  adiabatic  process  (in  which  (f Q  =  o,  see 
Section  30  (a) ),  An  ideal  gas,  therefore,  experiences  no  change 
of  entropy  during  a  reversible  adiabatic  process. 

(e)  Although  it  is  the  entropy  change  which  is  really  con- 
sidered in  thermodynamic  calculations  in  which  entropy  is  con- 
cerned, yet  engineers  are  accustomed  to  speak  of  the  "  total 
■entropy  "  of  the  substance  for  the  particular  conditions  of  tem- 
[>erature,  pressure,  and  volume  pertaining.  They  do  this  because 
they  have  by  common  consent  agreed  that  the  entropy  of 
materials  shall  be  measured  above  a  certain  arbitrarily  chosen 
datum,  which  is  taken  as  zero  for  convenience.  Thus  the  term 
■"  total  entropy "  (^)  refers  to  the  total  entropy  change  ex- 
perienced by  the  material  in  passing  reversibly  from  the  arbi- 
trarily chosen  datum  to  the  conditions  in  quesUon.  As  the 
entropy  difference  {<h  —  ^i)  is  dealt  with,  any  datum  whatever 
may  be  selected  provided  the  same  one  is  used  for  both  of  the 
entropy  quantities,  ^  and  ifn. 

40.  Entropy  Changes  during  Reversible  Isobarics  of  Gasfls. 
In  Eq.  (56)  the  numerator  of  the  right-hand  member  can  be 
replaced  by  the  product  of  specific  heat  into  an  infinitesimal 
temperature  change,  thus  for  unit  weight 

^*.f -^ (59) 

the  symbol  C  representing  the  proper  specific  heat  for  the  par- 
ticular change  under  consideration. 

For  a  change  at  constant  pressure  C  becomes  C,  and  the 
differential  equation  for  entropy  change,  per  unit  weight,  is 

<i«-^ (60) 

Assuming  C,  a  constant  as  before,  the  total  change  of  entropy 
is,  per  unit  weight, 

J^dt.-cJ''^ (6la) 


D,s;,,c==,C.Ol)glC 


Thus    .            A*  =  (*,  -  *i)  =  Cp  (log.  r,  -  log.  Tt).     .     (6ib) 
=  C,  log.'  ^ {6ic) 

Eq.  (6ib)  or  (6ic)  will  indicate  by  the  algebrfuc  dgn  of  its 
right-hand  member  whether  a  positive  oi  negative  entropy 
change  is  under  consideration.  Increase  of  associated  heat  will 
make  7\  greater  numerically  than  T^i  and  the  right-hand  mem- 
ber of  the  equations  will  then  have  a  positive  sign,  which 
indicates  an  increase  of  entropy.  Reduction  of  associated  heat 
will  make  Tt  less  than  7*1  and  the  right-hand  member  of  the 
equations  will  have  a  negjftive  sign. 

The  equations  can  then  be  trusted  to  give  not  only  the  numeri- 
cal value  of  the  entropy  change,  but  also  to  signify  whether  tt 
increases  or  decreases  the  total  entropy  of  the  material  under 
consideration. 

41.  Entropy  Changes  duiing  Reversible  Isovolumics  of  Gases. 

In  this  case  the  specific  heat  C  in  Eq.  (59)  becomes  C,  and  the 
resulting  differential  equation  is 

<i«.^ ■  ■  m 

The  total  change  of  entropy  is,  therefore,  per  unit  weight, 

or  A*  =  (*i  -  *.)  =  C,  (log.  Tt  -  log.  Ti).  .     .       (63) 

=  C.  log.  p (63a) 

As  before,  the  algebraic  sign  of  the  right-hand  member  of  this 
equation  will  indicate  whether  an  increase  or  decrease  of  entropy 
is  under  consideration. 

42.  Entropy  Changes  during  Reversible  Isothennals  of  Gases. 
During  an  isothermal  change  the  temperature  is  constant  by 
definition;  that  is.  Tin  Eq.  (56)  is  the  same  for  each  of  thediffer- 
ential  heat  changes  dQ.    Then 


i>'j:§ 


*  It isusuaDymoTeconvenieDt touselogioinsteadof  logg.  Aslog.oi.3o2logu, 
Eq.  (61c)  may  be  written  &*-Cp  X  i.jo*  logw  {T,{T,).  The  other  logarithinic 
equations  vrhich  are  to  follow  nay  be  similarly  transfanned. 
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becomes 

Thus,  for  isothermal  changes,  since  (Qt  ~  Qi)  =  ^Q, 


(65) 


The  entropy  change  will  obviously  have  the  same  sign  as  AQ, 
indicating  increase  of  entropy  with  increase  of  associated  heat 
and  decrease  of  entropy  with  decrease  of  associated  heal. 

43.  Entropy  Changes  during  Rever^ble  Adiabatics  of  Gases. 
An  adiabatic  change  being  one  which  occurs  under  conditions  of 
heat  insulation,  that  is,  one  during  which  heat  energy  is  neither 
given  to  nor  abstracted  from  the  substance,  it  follows  that 
dQ  =  o,  and  therefore 

d<t,  =  ^='0 (66) 

Thus  during  a  reversible  adiabatic  change  there  is  no  entropy 
change,  just  as  during  an  isothermal  process  there  is  no  tem- 
perature change.  Reversible  adiabatics  are  therefore  often  called 
Isentropics,  and  these  two  terms  may  be  used  interchangeably. 

44.  Irreversible  Adiabatic  Processes  of  Ideal  Gas,  and  the 
Corresponding  Entropy  Changes,  (a)  Besides  the  reversible 
adiabatic  expansion  already  discussed,  -there  are  an  unlimited 
number  of  adiabatic  processes  which  are  irreversible.  These 
are  thermodynamic  processes  which  ideal  gas  undei^oes  when 
confined  in  vessels  which  are  nonconducting  as  regards  heat, 
that  is,  in  those  which  neither  permit  the  gas  to  receive  nor  to 
surrender  any  heat  through  the  surrounding  walls.  Of  the 
processes  which  are  strictly  adiabatic,  those  which  are  isentropic 
are  the  only  ones  that  are  reversible. 

(b)  As  an  example  of  an  irreversible  adiabatic  change  of  ideal 
gas,  assume  the  process  similar  to  the  free  expansion  of  Joule's 
experiment,  discussed  in  Section  35  (b).  During  such  a  process, 
the  entropy  change  experienced  by  unit  weight  of  gas  cannot 
be  found  by  Eqs.  (56J  and  (57),  as  they  apply  only  to  reversible 
processes.     An  attempt  to  use  them  would  give  the  zero  entropy 
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change  that  was  obtained  in  Section  43,  which  is  very  far  from 
being  correct,  as  the  next  paragraph  will  show. 

(c)  Recourse   must  then  be  had   to   the  original  definition, 
Eq-  {53).  which  may  be  rewritten  as 

.^      dS  +  dl  ,     .  PdV  ,  . 

d«  =  - — ^ — ■  +  A—Y- (a) 

In  the  process  under  discussion  there  can  be  no  change  in  the 
sensible  heat  because  the  temperature  of  the  gas  is  the  same  after 
as  before  the  change,  and  dl  is  of  course  zero  for  ideal  gas. 
Hence  dS  -\-  dl  =  o  and  Eq.  (a)  becomes 

d^,~A^ (b) 

The  P  VT  changes  in  a  unit  weight  of  ideal  gas  are  represented 
by  the  expression 


Thus  P=  RT/W 

rfV 
and  PdV  =  RTy- 

This  value  of  PdV  may  now  be  substituted  in  Eq.  (b),  which 
then  becomes 

.,        .RTdV       .  RdV 
d<l>  =  A^Y=^  -y- . 

Integrating  this  between  the  limits  I  and  2  gives  the  true  entropy 
change,  per  pound  of  material, 

X'     dV 
J!y-=^J?(log.V,-log.Vi).       .     .     (c) 

As  the  volume  V%  occupied  when  the  gas  fills  the  two  vessels 
is  greater  than  the  volume  Vi  which  it  had  when  confined  in  one 
of  them,  the  process,  as  shown  by  Eq.  (c),  must  result  in  an 
increase  of  entropy  despite  the  fact  that  the  conditions  are 
adiabatic.  This  is  quite  different  from  the  zero  value  obtained 
by  applying  the  equation  for  reversible  changes  in  which  A  PdV 
=  dE.  This  emphasizes  the  statement  already  given  that  only 
reversible  adiabatics  are  isentropic  processes. 

(d)  The  free  expansion  of  a  gas  may  be  called  a  "  natural  " 
process.     It   was   seen   to   be   accompanied   by  an  increase   in 
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entropy  of  the  materials  concerned,  A  similar  increase  also 
occurs  with  all  other  natural  processes,  such  as  the  flow  of  heat 
from  a  higher  temperature  body  to  one  at  lower  temperature. 
Thus  the  entropy  of  all  substances  always  tends  to  increase. 
These  facts  will  become  more  apparent  as  the  subject  is  developed. 

45.  Entropy  Changes  Independent  of  Path,  (a)  The  in- 
tegration of  Eq.  (54)  results  in  a  difference  in  two  quantities, 
the  values  of  which  depend  merely  on  the  conditions  of  the 
substance  before  and  after  the  change.  Evidently,  then,  the 
entropy  change  is  in  no  way  dependent  on  the  method  of  changing 
from  the  one  set  of  conditions  to  the  other.  Thus  the  entropy 
change  experienced  by  a  material  in  passing  from  some  definite 
set  of  conditions  i  to  another  definite  set  2  will  always  be  the 
same,  no  matter  what  path  is  pursued  on  the  graphical  repre- 
sentation of  the  process. 

(b)  This  fact  is  often  of  great  importance,  as  the  entropy 
change  experienced  by  a  substance  when  undergoing  any  very 
complicated  set  of  changes  can  be  determined  by  finding  the 
entropy  change  accompanying  any  simple  change,  or  group  of 
changes,  which  will  carry  the  body  from  the  same  initial  to 
the  same  final  conditions.  It  is,  however,  very  essential  to 
make  sure  that  the  final  conditions  are  the  same  in  both  cases, 
as  mistakes  are  easily  made  in  just  this  [K>int. 

46.  Temperature-Entropy  Diagrams,  (a)  Just  as  pressure- 
volume  diagrams  are  useful  as  a  means  of  graphically  represent- 
ing certain  changes,  so  diagrams  with  absolute  temperature 
plotted  vertically  and  entropy  change  plotted  horizontally  are 
capable  of  visualizing  some  very  important  transformations. 
They  are  known  as  T^-diagrams. 

There  is  a  peculiarity  about  the  plotting  of  diagrams  with 
temperature  and  entropy  coordinates,  to  which  attention  should 
be  called.  In  the  PV-diagram  the  intersection  of  the  coordi- 
nate axes  represents  zero  pressure  and  zero  volume,  and  this 
is  possible  because  both  absolute  pressure  and  absolute  volume 
can  be  determined.  In  the  T^-diagrams,  however,  although 
absolute  temperature  can  be  determined  inferentially,  as  pre- 
viously shown  on  p.  30,  the  absolute  quantity  of  entropy  is  inde- 
terminate  like  the  absolute  quantity  of  associated  heat.  As 
already  shown,  the  equations  give  change  of  entropy,  A^,  and  «oi 
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absolute  quantity  of  entropy,  <l>.  It  is  this  A^  which  is  used  in 
plotting.  The  abscissas  thus  represent  entropies  of  a  substance 
above  some  conveniently  chosen  datum,  such  as  that  at  32°  F. 

(b)  In  Fig.  15,  the  point  A  represents  the  temperature- 
entropy  conditions  of  a  substance  as  T^i^i.  This  means  that  at 
temperature  Ti  the  entropy  of  the  substance  is  ^,  above  what- 
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ever  value  has  been  decided  on  as  zero  of  entropy,  —  just  as  in 
the  PV-dic^ram,  Fig.  6,  V\  represents  the  volume  of  the  sub- 
stance above  absolute  zero  of  volume  when  its  pressure  is  P\. 

Isobaric  Changes. 

(c)  The  line  AH,  Fig.  15,  represents  the  temperature-entropy 
changes  of  a  gas  expanding  at  constant  pressure,  or  it  is  the  graph 
of  Eq.  (61),  and  is  obtained  by  substituting  various  increasing 
values  for  r».  Similarly,  the  line  vl  C  is  the  graph  of  a  constant- 
pressure  compression. 

Isovolumic  Changes. 

(d)  The  line  AD  represents  a  rise  of  pressure  at  constant 
volume  and  is  obtained  by  means  of  Eq.  (63) ;  while  the  line  ^£ 
b  the  same  curve  continued  backward,  and  represents  a  con- 
stant-volume pressure  drop. 

Isothermal  Changes. 

(e)  During  an  isothermal  change  T  is  constant  but  entropy 
becomes  greater  as  associated  heat  increases,  which  occurs  as 
volume  grows  larger.     The  graph  of   an  isothermal  expansion 
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from  Ti^  must  then  be  a  horizontal  line  to  the  right  of  A ;  and 
similarly  an  isothermal  compression  must  be  shown  by  the  hori- 
zontal line  to  the  left. 

Adiabatic  Changes. 
(£)  The  entropy  change  is  zero  during  a  reversible  adiabatic 
change,  therefore  A«  equals  zero,  and  such  a  change  must  be 
shown  by  a  vertical  line  on  the  T^-diagram.  Further,  since  the 
temperature  of  a  gas  decreases  during  adiabatic  expansion,  as 
previously  shown,  the  line  A  H  must  represent  such  an  expansion 
from  Ti^i  conditions,  and  the  line  AI  a  similar  compression 
from  the  same  point. 

Area  equivalent  to  AQ. 
(g)    From   Eq.  {56)  dQ  ■=  Tdit>,  for  reversible  processes,  and 
hence  for  such  a  process, 

rdQ=    rTd<t>, 

and  AQ  =  Qi-Qi  =  f   Td4>.     .    .     (67) 

The  last  term  of  this  equation  is,  however,  the  mathematical 
expression  for  the  area  under  a  curve  drawn  to  T^-codrdinates. 
It  therefore  follows  that  area  on  the  Tip-diagram  represents 
heat  change  during  reversible  processes,  and  inspection  of  the 
graphs  already  given  will  show  that  area  under  a  line  traced  from 
left  to  right  represents  heat  given  to  a  substance,  while  area 
under  a  line  from  right  to  left  represents  heat  abstracted  from 
a  substance. 

One  of  the  great  conveniences  resulting  from  the  use  of  the 
T^-diagram  in  engineering  may  now  be  seen.  The  PV-diagram 
shows  by  the  area  beneath  the  expansion  line  the  total  external 
work  associated  with  a  process;  while,  for  reversible  processes 
at  least,  the  T^-diagram  shows  by  the  area  beneath  the  corre- 
sponding line  the  change  of  total  associated  heat  occurring  during 
the  same  processes.  The  engineer  is  thus  enabled  to  quickly 
solve  many  problems  by  simple  inspection  of  these  two  dia- 
grams, and  can  avoid  the  necessity  of  making  long  mathematical 
c^culations  with  the  ever-present  possibility  of  error. 

It  may  be  objected  that  it  involves  more  work  and  time  to 
construct  the  necessary  diagrams  than  it  would  to  make  the 
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calculations  direct.  It  will,  however,  be  discovered  in  a  later 
chapter  that  tertain  standard  diagrams  can  be  constructed  for 
the  solution  of  by  far  the  larger  class  of  problems  in  which  the 
conception  of  entropy  change  is  particularly  helpful.  These 
diagrams,  once  constructed,  can  be  used  indefinitely  without 
further  calculation. 
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GAS  CYCLES. 

47.  Definition  of  a  Cycle,  (a)  As  already  stated,  man  re- 
quires  far  more  energy  than  his  body  can  supply,  and  this  energy 
is  obt^ned  from  Nature's  stores.  Enei^  as  used  by  the  er^- 
neer  is  always  associated  with  some  substance,  body,  or  "  sys- 
tem ":  kinetic  energy  with  moving  masses;  potential  mechanical 
energy  with  masses  by  virtue  of  position ;  heat,  sensible  or  latent, 
with  solids,  liquids,  or  gases. 

(b)  When  enei^  is  used  for  the  doing  of  work  the  material 
with  which  it  is  assodated  is  called  the  workiiig  substance.  Thus 
in  a  hydraulic  power  plant,  water  is  the  working  substance;  gas 
is  the  working  substance  in  a  gas  engine;  and  water  is  the  working 
substance  in  a  steam  engine. 

(c)  If  a  given  quantity  of  a  working  substance,  with  its  asso- 
ciated energy,  be  used  so  as  to  obtain  all  the  work  possible  under 
given  circumstances,  the  same  amount  of  worlc  cannot  be  again 
obtained  under  the  same  circumstances  unless  the  substance  is 
first  returned  to  its  initial  condition.  Thus  a  pound  of  water 
falling  a  given  distance  will  develop  a  certain  amount  of  work, 
and  that  work  will  be  the  greatest  obtainable  under  the  circum- 
stances when  the  water  falls  to  the  lowest  possible  point.  To 
again  develop  the  same  amount  of  work  with  the  same  pound 
of  water,  it  must  first  be  raised  to  the  height  from  which  it  origi- 
nally fell.  Or  similarly,  if  one  pound  of  gas  does  work  by  ex- 
panding adiabatically  from  a  temperature  Ti  to  a  temperature 
Tt,  which  is  the  lowest  possible  under  the  conditions,  it  cannot 
again  do  the  same  amount  of  work  in  the  same  way  until  its 
temperature  is  again  raised  to  the  initial  value  T*]. 

(d)  In  order  to  deliver  work  continuously  as  is  generally 
required,  there  are  obviously  only  two  possible  methods  of 
operation:  either  (i)  Ike  working  substance  must  be  periodically 
returned  to  inilial  conditions,  or  (2)  new  guantities  of  working 
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substance  must  be  supplied  at  regular  intervals.  The  latter  is 
the  simpler  and  is  often  used,  but  it  is  not  Nature's  method.  If 
man  uses  falling  water  to  develop  power  and  allows  the  water 
,  to  run  to  waste  at  the  lower  level,  Nature  immediately  begins  ta 
lift  it  by  evaporation,  so  that  sooner  or  later  it  will  be  again, 
available.  If  man  burns  carbon  in  air,  getting  hot  COj  and  Nz, 
and  then,  after  obtaining  work  by  lowering  the  temperature, 
discharges  the  gas  as  useless.  Nature  through  the  agency  of  plant 
growth  decomposes  the  cold  C0»  into  C  and  Oj  so  that  they  can 
again  be  combined  to  evolve  the  same  amount  of  heat  energy 
as  before. 

Thus  without  man's  agency  all  working  substances  i)eriodically 
return  to  the  same  starting  conditions,  that  is,  pass  through 
cycles. 

A  cycle  is  any  series  of  operations  which  periodicaUy  brings  the 
working  substance  back  to  initial  conditions. 

It  is  customary  to  speak  of  Open  and  Closed  Cycles,  but  there 
are  really  no  open  cycles  in  engineering.  If  the  engineer  carries 
a  working  substance  through  any  series  of  changes  which  does 
not  return  it  to  initial  conditions,  Nature  kindly  closes  the  cycle 
for  him. 

(e)  One  difficulty  here  confronts  the  beginner:  Experience 
shows  that  it  requires  at  least  as  much  energy  to  pump  water 
between  levels  as  can  be  obtained  from  it  in  flowing  down  again; 
this  being  true,  how  is  man  to  obtain  available  work  from  a 
substance  if  equal  work  has  to  be  returned  to  raise  the  material 
to  starting  conditions?  There  are  two  solutions  which  amount 
to  the  same  thing  in  the  end: 

1.  Allow  Nature  to  do  the  pumping,  as  in  the  case  of  the  water- 
fall; or 

2.  Imitate  Nature  in  finding  some  way  of  pumping  that  does 
not  require  the  return  of  the  identical  energy  which  has  been 
obtained  from  the  cycle. 

When  a  heat  engine  is  used  heat  energy  is  available  but  mechani- 
cal energy  is  sought.  Most  of  the  methods  in  use  for  returning 
the  working  substance  to  initial  conditions  in  such  cases  depend 
upon  the  use  of  a  small  amount  of  the  generated  mechanical 
energy  and  a  lai^e  amount  of  the  available  heat  enei^y  for  this 
purpose;  or  they  employ  some  group  of  processes  which  are  the 
substantial  equivalent  of  this. 
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48.  Diagram  of  a  Cycle,  (a)  Cycles  are  conveniently  rep- 
resented diagrammatically,  as  has  already  been  done  for  pres- 
sure-volume changes  or  temperature-entropy  changes.  The 
coordinates  used  are  generally  either  P  V,  or  T(t>. 

Assume  for  instance  that  the  point  A,  in  Fig.  16,  represents 
the  pressure  and  volume  conditions  PiVi,  at  temperature  Tt, 
of  one  pound  of  gas  used  as  a  . 
working  substance  in  a  cylinder 
fitted  with  a  frictionless  piston, 
as  shown  in  the  figure.  If  the 
gas  expands  to  conditions  PiVt 
at  B,  according  to  such  a  law 
that  AB  is  the  graph  of  pres- 
sure-volume chaises,  the  area 
ABEF  must  measure  the  ex- 
ternal work  done  upon  the  pis- 
ton while  it  moves  from  position 
a  to  position  b.  If  the  gas  then 
expands  further  according  to 
some  other  law  BC  so  as  to 
'  arrive  at  the  point  C  with  con- 
ditions P»Vt.  the  additional  ex- 
ternal work  done  upon  the  piston 

,  „    ,         while  moving  from  b  to  c  must  be 

Fig.  16.  — PV-Diagramof  Cycle.  ,°        .  n/^^i? 

^  represented  by  the  area  BCGE. 

By  compression  the  working  substance  may  then  be  brought  to 
some  conditions  P,Vt  according  to  the  law  represented  by  the 
graph  CD  while  the  piston  moves  from  c  to  d,  but,  to  do  this, 
work  represented  by  the  area  CDHG  must  be  done  by  the  piston 
upon  the  gas.  From  point  D  compressing  in  the  proper  way  will 
bring  the  working  substance  to  starting  conditions  at  A,  with  an 
expenditure  of  work  shown  by  the  area  DAFH.  The  return  of 
the  gas  to  starting  conditions  at  A  completes  a  cycle;  the  pres- 
sure, volume,  and  temperature  of  the  gas  are  again  PiViTi  and 
the  piston  is  back  to  position  a.  There  is  then  no  reason  why 
the  same  process  may  not  be  repeated  again  and  again  indefi- 
nitely. Observe,  however,  that  the  total  external  work  done  by 
the  gas  is 

PosUive  Work  =  ABEF+  BCGE  =  ABCCF  ft.-lbs., 
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iriiile  the  total  work  done  upon  the  gas  is 

Negative  Work  =•  CDHG  +  DAFH  =  CDA FG  It.-lha. 
leaving 
Net  or  AoailabU  Work  =  ABCGF  -  CDAFG 
=  A  BCD  A  ft.-Ibs. 
=  Area  irtclosed  by  lines  of  cycle. 
(b)  Four  successive  processes  as  represented  by  the  four  lines 
in  Fig.  16  are  not  necessary  for  a  working  cycle.     Any  number 
of  processes  between  an  infinite  number  and  two  may  inclose 
an  area  and  therefore  could  represent  a  cycle  delivering  work. 
Four  lines  are,  however,  employed  in  most  of  the  cycles  used  in 
ordinary  heat  engines. 

49.  The  Cftmot  Cycle  for  Gases,  (a)  This  cycle,  named  from 
Sadi  Camot,  the  man  who  first  investigated  it,  represents  the 
best  that  can  possibly  be  done  in  the  conversion  of  heat  energy 
into  mechanical  energy.*  It  cannot  be  used  in  any  actual 
engine  and  is  therefore  only  of  theoretical  interest  as  a  criterion  of 
the  maximum  result  obtainable. 

(b)  For  performing  such  a  cycle  with  gas  it  Is  necessary  to  have 

1.  The  gaseous  working  substance; 

2.  Certain  apparatus,  to  be  specified  below. 

The  working  substance  may  be  any  gas  far  enough  removed 
from  its  point  of  liquefaction  to 
sensibly   obey-  the    laws  already 
developed  for  perfect  gases. 

The  necessary  apparatus  is 
shown  in  Fig.  17  and  may  be  de- 
scribed as  follows: 

[7  is  a  body  at  high  tempera- 
ture Ti  and  so  arranged  that  this 
temperature  remains  constant  de- 
spite withdrawal  or  addition  of   

heat   energy.     An   ordinary    fur-        Fig.  ij-Maehinery  of  Camot 
nace  with  a  controllable  fuel  and  Engine. 

*  This  statement  must  not  be  interpreted  to  mean  that  no  other  cycle  can  do 
IS  well;  it  means  only  that  no  other  cycle  can  do  better.  It  will  be  shoivn  later 
that  there  are  a  number  of  cycles  equally  efficient  as  energy  transiormei^. 


3 
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air  supply  approximates  these  conditions.     The  body    U  will 
hereafter  be  cfdled  the  Hot  Body. 

A"  is  a  body  at  temperature  Fj,  lower  than  7*1,  and  this  tem- 
perature Tj  remains  constant  despite  addition  or  removal  of 
heat  energy.  A  vessel  jacketed  with  flowing  water  at  tem- 
perature Tt,  or  arranged  like  the  condenser  shown  in  Fig.  3, 
would  approximate  these  conditions.  The  body  X  will  here- 
after be  called  the  Cold  Body. 

F  is  a  cylinder,  Z  is  a  removable  plate  which  may  be  used  to 
cover  the  end  of  the  cylinder,  and  Yt  is  a  frictionless  piston. 
These  parts  are  made  of  material  that  will  neither  absorb  nor 
conduct  heat.  Y\  is  a  cylinder  head  made  of  material  that 
offers  no  resistance  to  flow  of  heat. 


Operatioa  of  Camot  Engine. 

(c)  Imagine  first  that  one  pound  of  gas  is  inclosed  in  the  cylin- 
der Y  at  conditions  P^a  and  To,  as  shown  at  a  in  Fig,  18,  7", 
being  equal  to  T^,  the  tem- 
perature of  the  hot  body. 
(r)  Remove  cover  Z,  apply 
the  hot  body  to  the  conduct- 
ing head  Ki,  and  allow  the 
gas  to  expand  isofhermaUy  to 
some  lower  pressure  Pi  at 
volume  Vb  as  shown  at  b  in 
the  figure.  The  necessary 
heat  supply  must  have  come 
from  the  hot  body  and  may 
be  called  ^Qu 

(2)  Next  remove  the  hot 
body,  apply  the  nonconduct- 
ing cover  Z,  and  allow  the 
gas  to  expand  adiabalicaliy 
until     its     temperature     has 


i. 

i 

k 

■ 

'I    ! 

H 

^ 

hi 

-^ 

— PV  Diagram  of  Camot  Cycle, 


dropped  to  Tc,  equal  to  Tt,  the  temperature  of  the  cold  body. 
The  gas  will  then  have  conditions  PcVc- 

{3)  Again  remove  the  cover  Z,  apply  the  cold  body  X,  and 
drive  the  piston  back,  compressing  the  gas  isothermaUy  to  some 
higher  pressure  Pi  at  volume  Vj.     (The  value  of  Pt  will  be  con- 
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sidered  in  the  next  paragraph.)     The  heat  generated  must  be 
absorbed  by  the  cold  body  and  may  be  called  ^Qt- 

(4)  For  the  fourth  and  completing  operation,  remove  the 
cold  body,  replace  the  nonconducting  head  Z,  and  drive  the  piston 
back,  compressing  the  gas  adiabatically  until  its  temperature  has 
again  risen  to  that  of  the  hot  body,  which  was  the  starting 
temperature  of  the  cycle.  To  close  the  cycle,  the  pressure  and 
volume  must  return  to  P^Va  when  Ti  is  reached.  This  can  only 
be  attained  if  the  isothermal  compression  is  stopped  at  such  a 
point  d  that  the  subsequent  adiabatic  compression  will  return 
the  gas  to  the  starting  conditions. 

Work  Developed  by  Camot  Engine. 

(d)  The  area  crosshatched  upward  from  left  to  right  in  Fig.  18 
represents  work  done  by  the  gas,  while  that  crosshatched  down- 
ward from  left  to  right  represents  work  done  upon  the  gas.  The 
foot-pounds  of  net  work  resulting  from  one  cycle  is  shown  by  the 
inclosed  area  abed.  If  this  cycle  is  carried  through  n  times  per 
minute,  the  total  net  work  done  by  the  gas  will  be  n  times  the 
area  abed.  The  mathematical  expression  for  net  work  done  per 
cycle  can  be  obtained  by  using  the  formulas  already  developed 
for  isothermal  and  adiabatic  changes.  The  results  are  tabulated 
below. 

Before  consulting  this  table,  however,  note  that  this  cycle 
con»sts  of   two   isothermals   joined   by   two   adiabatics.     The 

Vfc 

Ti  isothemud  is  an  expansion  with  ratio  ^  =  r,   and   the    Tt 

V 
isothomal  is  a  compression  with  ratio  r=^  =  r*.     These  two  ratios 

must  be  equal  because  by  Eq.  (51) 

Tt      T,      yVil 
,  Ti      T.      fVA'"^ 

^  Tt=T,  =  [vj 

V,      Vd  Vfc     V, 

giving  ^  =  ^>       or     ^  =  v^' 

so  that  r  =  r'. 

By  means  of  the  last  equation  the  tabulated  results  give  simple 
expressions  for  net  work  as  indicated  below  the  table. 
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Uk. 

Kind. 

(Pl~b../!b.liB.). 

Work  Dose 
(Pt.-lb../Ib.  ■«}. 

ab 

Isothermal 
Expansion 

+  RT,  log,  r 

+  Knlog,r 

be 

Adiabatic 

0 

+-^- 

cd 

Isothermal 
Compression 

-  RT,  log,  (f'  -  r) 

-flr.log,{r'-r) 

da 

Adiabatic 
Compression 

0 

^T.-T, 

NetWork  =  RTi log. r  -  Rn\og.r' 

=  (_Ti-Tt)R]og.r  it.-lhs (68) 

Effldency  of  Camot  Engine. 
(e)   ^ficiency  is  defined  as  the  ratio  of  useful  result  to  expendi- 
ture or  effort  made  to  obtain  that  result.     That  is 
_  Result 
''  Effort ' 

The  result  obtained  from  the  operation  of  this  Carnot  engine 
is  the  net  work  done  by  the  gas  and  the  expenditure  made  is  the 
keat  supplied  by  the  hot  body.    Then 

Foot-pounds  represented  by  abed 
"  778  AQ, 

B.t.u.  represented  by  area  abed 


Efficiency  =  Ef.  ■■ 


Ef.  Carnot  Cycle  = 


AOi 


■  {69a) 
(69b) 


The  heat  supplied  per  unit  weight  of  gas  is  A^i  =  RTy  log,  r 
foot-pounds  and  the  net  work  is  given  by  Eq.  (68).     Hence: 
Net  Work      ^  (T,  -  T,)  Rlog.r  _  Ti  -  Tt 


Ef.: 


(69c) 


Heal  Supplied  Ti  R  log,  r 

Objection  is  often  made  to  the  expressions  of  efficiency  just 
developed  because  it  seems  as  though  the  engine  ought  to  be 
credited  with  the  heat  given  to  the  cold  body.  The  fallacy  of 
this  appears  when  it  is  understood  that  the  heat  given  to  the 
cold  body  leaves  the  engine  at  a  low  temperature,  T^,  whereas  to 
operate  the  engine  heat  must  be  available  at  a  high  temperature 
Ti.    The  heat  rejected  to  the  cold  body  eould  not,  therefore,  be 
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directly  used  again  in  the  engine,*  and  hence  should  not  appear 
in  the  expression  for  efficiency. 

(f)  To  make  this  heat  available  again  for  use  in  the  same 
engine,  it  would  have  to  be  raised  to  the  high  temperature  Ti  and 
be  returned  to  the  engine  by  way  of  the  hot  body  at  that  tem- 
perature, but  experience  shows  that  heat  will  not  fiow  of  its  own 
accord  from  any  body  to  one  at  a  higher  temperature.  From  the 
discussion  which  follows,  it  will  be  seen  that  at  least  as  much 
mechanical  energy  would  be  consumed  in  causing  such  a  flow  as 
could  be  obtained  by  using  the  elevated  heat  in  a  heat  engine.  It 
will  be  discovered  that  this  is  all  in  accord  with  the  Second  Law 
of  Thermodynamics. 

The  case  is  analogous  to  that  in  which  water  leaving  a  water 
wheel  is  pumped  again  to  the  original  height  in  the  attempt  to 
utilize  the  energy  still  possessed  by  the  water  when  leaving  the 
wheel.  Obviously,  in  this  case  the  energy  leaving  the  wheel 
with  the  effluent  water  is  of  no  further  use  to  that  wheel,  and 
exactly  the  same  thing  is  true  of 
the  heat  energy  leaving  the  engine. 

(g)  Fig.  19  is  intended  to  show 
the  energy  changes  of  the  Carnot 
cycle  graphically.  If  vertical  dis-, 
tances  between  heat  reservoirs  Ti 
and  Tt  in  the  figure  represent  tem- 
perature, and  widths  of  streams 

represent  quantities  of  energy,  the ■;    ao;     >;•   V>  1„  ,,,_,;jAg' 

sense  of  the  foregoing  discussion      ^'  J.-----.r_-_-4i' — iirrr-if^.ta. 

becomes  graphically  evident.  '"Z.T'"         _         n      ■    .-      . 

-..        ,^      J  r     L      c  Fig.  19.  — Energy  now  m  Carnot 

The  dotted  part  of  the  ngure  Engine. 

shows  how  a  part  of  the  effluent 

energy  might  be  used  if  another  cold  body  with  temperature  T», 

lower  than  Ti,  could  be  obtained-t     The  ultimate  limit  to  this 

*  In  s  real  case  the  hot  body  would  derive  the  heat  to  maintain  its  temperature 
from  some  form  of  fuel,  and  the  cost  of  that  fuel  would  be  the  expenditure  made  to 
obtain  the  work  delivered  by  the  engine. 

t  The  possibility  of  the  eKistence  of  cold  body  Tt  immediately  suggests  the  use 
of  only  one  engine  operating  between  temperatures  Ti  and  Tj.  There  is  no  theo- 
retical objection  to  this,  but  sometimes  when  analogous  schemes  are  tried  with 
real  engines  a  number  of  practical  considerations  dictate  the  use  of  several  engines 
in  series  as  above,  rather  than  one  engine  working  through  the  entire  temperature 
drop.    The  reasons  will  be  considered  later. 
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arrangement  would  be  an  engine  having  a  cold  body  with  tem- 
perature at  absolute  zero. 

It  is  of  interest  to  note  that  in  this  limiting  case  the  Second  Law 
oj  Thermodynamics  would  no  longer  be  true  because  the  last  engine 
of  the  series  would  reject  no  heat,  having  reduced  the  temperature 
of  its  working  substance  to  absolute  zero.  All  the  heat  entering 
the  group  of  engines  could  then  be  completely  and  continuously 
converted  into  mechanical  energy.  It  is  obviously  an  impossible 
proposition,  arising  in  this  case  from  the  impossible  ideal  gas,  the 
assumptions  made  as  to  the  properties  of  that  material,  and  the 
absurd  assumption  that  any  body  can  be  maintained  indefinitely 
at  absolute  zero  of  temperature  without  the  expenditure  of 
work  in  a  continuous  process  of  refrigeration. 

From  Fig,  19 

ift  +  A£  =  AOi; (70) 

hence  the  efficiency  might  be  written, 

Ef  =^,^Q'--^ft,  (71) 

■'■       A(2i  Aft ^'^ 

and  this  will  be  found  to  express  the  efficiency  of  any  heat-engine 
cycle.  From  Eqs.  (69c)  and  (71)  it  isevident  that  in  the  caseof 
the  Carnot  engine  with  gaseous  working  substance 

^Qi  -  Aft  ^  Ti-n  ,,„. 

AQ,  Tx ^^  ' 

Reversibili^  of  Camot  Engine. 

(h)  Each  part 'of  the  process  earned  on  in  a  Camot  engine  is 
thermodynamically  reversible.  In  fact  the  cycle  is  made  up  of 
the  two  processes  which  were  cited  in  Section  34  (a)  and  (b)  as 
typical  examples  of  reversible  processes.  The  entire  cycle  must 
therefore  be  reversible;  that  is,  it  must  be  possible  to  operate 
the  engine  starting  at  the  point  a  in  Fig.  18,  and  following  the 
cycle  backwards  in  the  direction  adcb. 

There  is  no  reason  why  the  gas  cannot  (l)  expand  adiabaticaUy 
from  a  to  d  and  then  (2)  isothermally,  at  temperature  Tt,  from 
d  to  c.  During  the  latter  process  it  would  absorb  heat  Aft  from 
the  cold  body.  If  the  necessary  mechanical  energy  is  available 
the  gas  can  be  (3)  compressed  adiabaticaUy  from  c  to  b,  and  then 
(4)  isothermally  in  contact  with  the  hot  body  to  the  starting 
point.     During  the  isothermal  compression  the  gas  must  gwe  to 
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Ike  hoi  body  the  amount  0/  keat  &Qi  exactly  equal  to  &uU  previously 
remoned  during  the  direct  operation. 

In  the  diagram  {Fig.  18)  the  work  done  by  the  gas  during 
the  two  expansions  must  be  represented  by  the  area  adcef,  and 
that  done  on  the  gas  during  the  two  compressions  must  be  shown 
by  the  area  ecbaf.  The  net  result  must  then  be  the  absorption 
of  external  work  equal  to  that  given  out  in  the  direct  cycle  and 
represented  by  the  area  adcb.  Tabulation  of  the  results  of 
operation,  first  direct  and  then  reversed,  gives 

Direct  Opention.  Reversed  Operedoo. 

Heat  absorbed  froRt  hot  body  —  iQi  —  Heat  delivered  to  bot  body. 

Heat  discharged  to  cold  body  =  AQi  =  Heat  absorbed  from  cold  body. 

Mechanical  eaergy  delivered  —  (^1  —  AQi)  —Mechanical  eikergy  absorbed. 
Thus  the  Carnot  engine  reversed  can  remove  heat  at  low 
temperature  from  the  cold  body  and,  having  absorbed  a  certain 
quantity  of  available  mechanical  energy,  can  deliver  the  sum  of 
these  two  energies  to  the  hot  body  as  heat  at  high  temperature. 
It  is  therefore  a  heat  pump. 

Camot  Engine  as  a  Source  of  Perpetual  Motion  of 
Third  Type. 

(i)  Imagine  now  two  Camot  engines  exactly  alike,  one  working 
as  an  engine,  and  the  other,  with  operation  reversed,  working  as 
a  "  heat  pump."  The  engine  will  remove  heat  from  the  hot 
body,  deliver  a  part  of  it  as  mechanical  energy,  and  discharge 
the  remainder  to  the  cold  body.  The  pump  will  absorb  from 
the  cold  body  the  same  quantity  of  heat  that  this  latter  received 
from  the  engine ;  it  will  require  for  its  operation  the  same  quantity 
of  mechanical  enei^  that  was  delivered  by  the  engine;  and  it 
will  discharge  to  the  hot  body  the  sum  of  the  two  energies,  — 
that  is,  an  amount  of  heat  equal  to  that  which  the  engine  removed 
from  the  hot  body.  If  the  two  pieces  of  apparatus  can  be  con- 
nected so  that  the  engine  drives  the  pump,  a  device  results  which, 
theoretically  devoid  of  friction  and  radiation  losses,  can  go  on 
moving  forever,  though  delivering  no  useful  work.  This  is  what 
was  called  in  Section  9  perpetual  motion  of  the  third  type, 
which,  though  conceivable,  cannot  be  materialized. 

50.  AH  reversible  engines  have  the  same  efficiency  as  the 
Camot  engine  when  working  between  the  same  temperature 
limits. 
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There  are  many  possible  types  of  reversible  and  irreversible 
ideal  engines.  It  will  now  be  proved  that,  when  working  between 
the  same  temperature  hmits,  —  i.e.,  receiving  heat  from  a  hot 
body  at  the  same  temperature  as  that  supplying  the  Carnot 
engine  and  rejecting  heat  to  a  cold  body  at  the  same  tempera- 
ture as  that  used  with  the  Carnot  engine,  —  (i)  no  engine  what- 
ever can  have  higher  efficiency  than  the  Carnot  engine  and  (2)  the 
efficiency  of  all  reversible  engines  equals  the  efficiency  of  the  Carnot 
engine. 

To  prove  (i):  Assume  that  any  engine,  A,  is  more  efficient 
than  the  Carnot  engine,  C.  Obviously  A  could  deliver  more 
mechanical  energy  than  could  C,  although  receiving  the  same 
amount  of  heat;  and  the  heat  rejected  by  A  to  the  cold  body 
would  evidently  be  less  than  that  delivered  by  C  by  an  amount 
equal  to  the  difference  between  the  quantities  of  mechanical 
energy  delivered  by  A  and  C* 

Let  A,  operating  as  an  engine,  drive  C  reversed,  that  is,  as 
a  heat  pump.     This  is  shown  diagrammatically  in  Fig.  20,  in 


Fig.  lo.  —  Heat  Flow  Diagram  to  show  (hat  no  engine  can 
have  a  greater  efficiency  than  the  Carnot. 

which  the  width  of  stream  is  supposed  to  be  a  measure  of  the 
energy  flow.  From  the  combination  there  would  result  an 
excess  of  mechanical  energy  A£i  which  could  be  used  outside 
*  Because  heat  received  =  heat  discharged  +  mechanical  energy  delivered. 
With  the  left  member  of  the  equation  constant,  neither  term  of  the  right  membei 
can  vary  except  at  the  eipense  of  the  other. 
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the  system.  This  excess  mechanical  ener^  would  be  exactly 
equal  to  the  only  heat  supplied  the  system,  that  is,  to  A£j'  given  by 
the  cold  body.  Therefore  the  combination  could  continuously 
convert  into  mechanical  energy  all  the  heat  supplied  it;  but  this 
would  be  Perpetual  Motion  of  the  Second  Type,  and  is  contrary 
to  human  experience  as  expressed  in  the  Second  Law  of  Thermo- 
dynamics. Since  the  assumption  that  A  is  more  efficient  than 
C  results  in  this  impossibility,  it  follows  that  that  assumption 
must  be  incorrect,  and  that  no  heat  engine,  reversible  or  irrevers- 
ible, can  have  an  efficiency  greater  than  that  of  the  Carnot 
engine.     Hence  statement  (l)  is  correct. 

To  prove  (2),  that  if  the  engine  A  is  reversible  it  must  have 
the  same  efficiency  as  the  reversible  Carnot  engine  C  working 
between  the  same  temjjerature  limits,  imagine  it  to  have  an 
efficiency  less  than  that  of  C  Being  reversible,  it  can  be  used 
as  a  heat  pump  driven  by  C.  Then,  if  the  pump  can  be  less 
efficient  than  the  engine,  perpetual  motion  of  the  second  type 
again  appears.  Hence,  neither  engine  can  be  more  efficient  than 
the  other,  so  the  efficiencies  of  all  reversible  engines  working 
between  the  same  temperature  limits  must  be  the  same,  which 
proves  (2). 

51.  Comparision  of  Carnot  Engine  and  Real  Engine.  The 
Carnot  engine  as  described  above  is  evidently  only  an  ideal 
mechanism,  for  the  material  assumed  for  the  parts  does  not 
exist  and  a  perfect  apparatus  could  not  be  constructed.  It  is 
possible,  however,  to  approach  such  ideals  and  they  may  there- 
fore be  regarded  as  limiting  cases  for  actual  constructions. 
Comparing  the  real  engines  with  the  Carnot  as  a  standard  gives 
a  measure  of  the  perfection  of  attainment. 

In  any  actual  engine,  the  piston,  which  itself  meets  with 
frictional  resistance,  is  connected  to  a  friction-burdened  mech- 
anism. In  the  real  engine,  provision  must  also  be  made  for 
storing  part  of  the  energy  delivered  during  the  expansion,  to  be 
returned  for  the  compression  of  the  working  substance,  and  this 
storage  and  return  always  involves  waste.  In  the  reciprocating 
enpne,  for  instance,  this  energy -storing  device  is  usually  a  fly- 
wheel, and  some  of  the  energy  stored  is  lost  in  friction  and 
windage. 

•  ll  has  already  been  proved  that  its  efficiency  cannot  be  greater  than  that  of  C. 
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Obviously  there  must  be  the  following  losses  iii  any  real  engine: 

1.  Some  of  the  heat  received  from  the  hot  body  must  be  lost 
as  heat  through  conduction  and  radiation  by  the  material  of  the 
engine. 

2.  Some  of  the  mechanical  energy  delivered  to  the  piston 
must  be  lost  by  friction  in  the  mechanism  of  the  engine, 

3.  Some  of  the  energy  stored  for  compressing  the  working  sub- 
stance must  be  lost  by  friction  during  its  storage  and  its  return. 

Recalling  the  meanings  of  the  three  types  of  perpetual  motioa 
(page  7),  it  is  evident  — 

(a)  That  no  ideal  engine  can  gwe  perpetual  motion  of  the  first 
or  second  type; 

(b)  That  any  ideal  reversible  engine  combined  with  another  oj 
similar  character  can  give  perpetual  motion  0/  the  third  type  only;  but 

(c)  That  no  real  engine  can  give  perpetual  motion  oj  any  oj  the 
three  types. 

52.  T^-Diagram  of  Carnot  Cycle,  (a)  The  Carnot  cycle, 
being  made  up  of  two  reversible  isotkermals  and  two  reversible 
adiabatics,  must  be  represented  by  a  rectangle-  when  drawn  to 
T^  coordinates.  Such  a  diagram  is  given  in  Fig.  21,  in  which 
the  horizontal  lines  ab  and  cd  represent  the  reversible  isothermal 
reception  and  rejection  of  heat  and  the  vertical  lines  be  and 
da  show  the  reversible  adiabatic  changes.  The  corresponding 
corners  of  the  cycle  are  for  convenience  lettered  the  same  as  in 
Fig.  18. 

(b)  Since  for  reversible  changes  with  ideal  gases. 


AQ=  j    Td<t> 


the  area  abef  under  the  isothermal  expansion  ab  represents  heat 
A^i  received  from  the  hot  body,  and  the  area  cefd  is  similarly 
proportional  to  heat  AQt  rejected  to  the  cold  body  during  the 
isothermal  compression  cd.  The  difference  abed  is  the  area  of 
(he  cycle  and  represents  heat  converted  into  work.     Then 

AQi=ri(^-*.)  and   Aft  =  T,  (*. -*d)  =  n(*i  -  *») 

and 

AQi  -  Aft       T,  (<fa  -<<•,)  -  Tt  (^  -  »J 

Aft  Ti  {**  -  ^) 

Ti  -  Tt, 


Ef.  =  t 

as  before. 
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53.  Criterion  of  Maximum  Efficiency.    That  an  ideal  engine 

ceiving  heat  from  a  btxly  at  temperature  Ti  and  rejecting  heat 
to  a  body  at  temperature  Tt,  it  is  necessary  that  — 

( 1 )  All  heat  received  from  the  hot  body  be  taken  when  the  working 
substance  has  the  same  temperature  as  that  body;  and 

(2)  All  the  heat  rejected  to- the  cold  body  be  given  it  when  the 
working  material  has  the  same  temperature  as  that  body. 

This  is  ea^ly  proved  from 
theT^iagram,  Fig,  Zl,  Im- 
agine heat  to  be  received  re- 
versibly  along  some  such  line 
as  d'  a'  b,  with  the  tempera- 
ture of  the  working  substance 
varying  from  Tg  to  Ti.  Obvi- 
ously less  heat  is  received  than 
if  the  reception  had  been  iso- 
thermal, because  the  area  fd' 
a'be  ( =  fabe  —  ad' a')  is  less 
than  the  area  Jabe.  The  work  g 
done  is  also  less  because  the  I 
area  dd'a'bcd  ( =  dai)c  —  ad'a')   I 

is  less  than  dabc.     But  since   „  -,• .  t,-  ,  r^      .  ,-    1 

,,  ,  ,     ,         .     ,      ,     Fig.  »i.  —  T«-Diagrain  of  Caraol  Cyde, 
the  area  ad  a    is  lost  m  both 

cases,  and  since  the  (smaller)  area  representing  work  is  affected 
more  than  the  (lai^er)  area  representing  heat  received,  it  follows' 
that 

a'bcdd'       abed  ,      „  , 

,,    ,.,  <  — r->    and     EJ' <  Ef. 
a'bcefd       abef  ■'  ■' 

A  similar  proof  would  show  that  the  rejection  of  heat  along  a 
line  such  as  b'c'  also  gives  a  cycle  which  is  less  efficient  than  that 
with  isothermal  heat  rejection.* 

*  Confu^'on  is  sometimes  caused  by  the  apparent  contradiction  of  these  state- 
ments and  those  given  as  propositions  (1)  and  (1)  in  Section  50.  It  should,  how- 
ever be  noted  that  a  vcq'  distinct  limitation  is  put  upon  the  reversible  engines 
considered  In  that  section.  They  receive  all  their  heal  at  temperature  Ti  from  the 
hot  body  in  reversible  fashion  and  reject  reversibly  to  a  cold  body  at  temperature 
Tt.  On  the  other  hand,  engines  receiving  heat  along  such  a  line  as  d'a',  Fig.  11, 
could  only  do  so  reversibly  by  employing  a  string  of  hot  bodies  with  temperatures 
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54.  The  Constant-Volume  Regenerative  or  Stirling  Cycle.  '  (a) 
In  this  cycle,  which  is  drawn  to  PV-coordinates  in  Fig,  22, 
the  gas  receives  heat  from  the  hot  body  and 
rejects  heat  to  the  cold  body  along  the  iso- 
thermals  ab  and  cd  exactly  as  in  the  case  of 
the  Carnot  ei^ne.  The  two  adiabatics  of 
this  latter  case  are,  however,  replaced  by  the 
two  constant  volume  lines  be  and  da. 

The  line  be  is  supposed  to  be  obtained  by 
allowing  the  working  substance  to  reject  heat 
a  body  so  arranged  that  it  stores  that  heat 
in  such  a  manner  that  (l)  each  part  of  the 
body  is  always  at  the  same  temperature  as 
the  contiguous  gas,  (2)  the  temperature  of 
each  part  remains  constant,  and  (3)  each  in- 
crement of  heat  after  storing  is  maintained  at 
the  temperature  of  reception.  The  line  da  is 
Fig,  21.  — PV-Dia-  supposed  to  be  obtained  by  the  return  of  the 
gram  o[  Constant-Vd-  Stored  heat  to  the  gas  by  a  reversal  of  this 
ume  Regenerative   operation. 

Cycle.  Air  as  wA-  (fej  gu^j,  ^  heat  Storing  and  restoring  body 
ing  su  ce.  ame  .^  jtnown  as  a  Regenerator  and  in  its  perfect 
pressure   range  b»  m  "  "^ 

Fig.  18. 


\ 

K 

d 

, 

"^ 

state  is  of  course  purely  ideal.  It  may  be  ap- 
proximated, however,  by  a  long  pipe  of  heat- 
insulating  material  filled  with  wire  gauze  or  equivalent,  and  with 
temperature  Ti  at  one  end  and  Tj  at  the  other.  As  hot  gas 
flows  through  in  the  direction  TiTi  it  will  impart  heat  to  the 
walls  and  filling  at  a  progressively  decreasing  temperature  and 
give  the  change  be;  while  da  may  be  obtained  by  causing  gas  to 
flow  through  the  regenerator  in  the  opposite  direction. 

The  Mechanism  of  the  Stirling  Engine. 

(c)  The  machinery  necessary  for  the  carrying  out  of  such  a 
cycle  is  shown  in  Fig.  23.  The  cylinders,  ¥  and  Yi,  and  the  hot 
and  cold  bodies,  U  and  X,  are  similar  to  those  used  in  the  Carnot 
engine.     The  tube  R  is  the  regenerator  just  described  and  its 

varying  from  Tj'  to  Ta'  by  mfinilesiaal  elemenls,  so  that  the  gas  might  without 
sensible  error  be  said  10  receive  each  elemenlof  heat  when  at  the  same  temperature 
as  the  body  supplying  it.  This  is  distinctly  contrary  to  the  assumptions  of  SectioD 
50  as  reiterated  above. 
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Fig.  33,  —  Machinery  ot  CoDsUnt- 
Volume  Regenerative  Cycle. 


contained   volume  is  assumed  to  be  negligible  compared  vnth 
that  of  either  cylinder. 

Imagine  the  piston  in  K|  at  the  bottom  of  the  cylinder  and 
that  in  Y  at  the  top,  as  the  result  of  the  expansion  ab.  Fig.  22. 
Y  is  then  filled  with  a  gas  with  conditions  shown  at  b.  Now 
drive  the  right  piston  down,  thus 
forcing  the  gas  through  the  regen- 
erator, and  allow  the  left  piston  to 
rise  at  just  the  rate  necessary  to 
keep  constant  the  total  volume  of 
the  gas.  During  this  process  the 
regenerator  will  absorb  heat  and 
its  temperature  will  grade  from  7^ 
at  the  right  to  Tc  at  the  left. 
When  the  piston  in  Y  has  reached 
the  bottom  of  its  stroke  all  the  ' 
gas  will  be  in  Y\,  the  piston  in  the 
latter  will  be  at  the  top  of  the  stroke,  and  the  constant-volume 
line  be  will  have  been  produced.  Now  hold  the  right  piston  sta- 
tionary, bring  the  cold  body  up  to  cylinder  Fi  and  force  the  pis- 
ton into  this  cylinder,  until  the  volume  occupied  by  the  gas  is 
that  shown  at  d,  in  Fig.  22,  This  will  produce  the  isothermal  com- 
pression. Free  the  piston  in  Y,  continue  the  downward  motion  of 
that  in  Y\  until  it  reaches  the  bottom  of  its  cylinder,  and  simul- 
taneously allow  the  right  piston  to  rise  as  much  as  is  necessary  to 
keep  the  volume  constant.  This  will  give  the  line  da  of  the  dia- 
gram, and  the  gas  in  passing  through  the  regenerator  will  rise  in 
temperature  from  Ti  ( =  Tc)  toTa{=  TC)-  Finally  fix  the  left  pis- 
ton in  its  position,  bring  the  hot  body  up  to  cylinder  Y,  and  allow 
the  gas  to  expand  isothermally  from  q  to  ft,  completing  the  cycle. 

Work  Obtained  per  Unit  Weight  of  Gas  by  Use  of 
Constant-Volume  RegeneratiTe  Cycle. 

(d)  The  work  theoretically  available  from  an  engine  using  this 
cycle  can  be  found,  as  in  the  case  of  the  Carnot  engine  (see 
Section  49  (d),  by  summing  up  the  quantities  of  work  done 
during  each  process  of  the  cycle.  This  is  done  in  the  following 
tabulation  in  which  the  letters  in  the  first  column  refer  to  Fig. 
22.  It  is  evident  from  the  figure  that,  as  before,  the  ratios  of 
expansion  and  compression  are  equal.     Thus,  using  unit  weight. 
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LiH. 

Preen. 

V.i-GtJ- 

ah 
be 
cd 
4a 

tsothennal  Expansion 
bovolumic  Change 

Iiovolumic  CbftDge 

+  xr,  log.  f 
-sr.iog.r' 

Net  work  percyde  =  RTl^o^r  —  RTtlog,r',  and  since  r  ™  /, 

-  (r,  -  r,)  R  log.  r  ft.-lbs.  .    .     .     (73) 
rhus 

(Ti-  r,)Jilog.i 


i£-^- 


778 


B.u 


(74) 


Effidencf  of  the  Constant-Volume  Regenerative  Engine. 

(e)  With  an  ideal  regenerator  the  isovolutnic  processes  be  and 
da  would  be  thermodynamicaUy  reversible,  and  the  isothermal 
compression  and  expansion,  as  in  the  Carnot  engine,  are  also 
reversible,  The  cycle  as  a  whole  must  then  be  reversible,  and 
therefore  its  efficiency  must  equal  the  efficiency  of  the  Carnot  cycle. 
This  may  be  proved  as  follows: 

(f)  With  unit  weight  of  gas,  the  heat  received  from  the  hot 


RTi  log,  r 
778 


body  may  be  called  AQi,  and  as  before  it  must  equal 

The  heat  rejected  to  the  cold  body  is  similarly  A^  and  is  equal  to 

J!r,log,  /      RTi\og.r     .  .  .        , 
J —  = ■  ■■  I  since  r  is  equal  to  r . 

77a  77B 

The  external  work  done,  or  the  mechanical  energy  made 
available,  must  equal  the  difference  between  the  work  done  by 
the  gas  during  the  isothermal  expansion  and  the  work  done 
upon  it  during  the  isothermal  compression,  hence  it  must  be 

778  AE  =  RTi  log,  r  -  RTt  log,  r. 
Then  the  efficiency  is 

AQi  -  AQi  _  RTi\o%,T  -  RTi\og.r      7,  - 


Ef' 


(75) 


A<?i  i?r,  log.  I 

There  is  often  difficulty  at  first  in  realizing  that  this  cycle, 
which  has  the  same  efficiency  as  the  Carnot  cycle,  fulfills  the 
criterion  of  maximum  efficiency  stated  in  Section  53.  Careful 
study  will  show,  however,  that  the  statements  in  that  section 
apply  only  to  heat  transfers  between  the  working  substance  and 
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bodies  external  to  the  actual  engine  —  i.e.,  the  hot  and  cold 
bodies.  The  heat  given  up  or  received  by  the  gas  during  the 
constattl-volume  chaises,  i.e.,  C,iTi  —  Tt),  is  really  stored  and 
restored  reversibly  and  does  not  enter  or  leave  the  system. 

T^IMagram  of  Coostaot-Volume  Regenerative  Cycle. 

(g)    Fig.  24  shows  the  T^iagram  of  this  cycle  as  aicd  super- 
imposed upon  that  of  the  Carnot  cycle  abc'd'.     For  convenience 


b 

,„s^ 

y 

^ 

^ 

i 

^ 

^ 

,y 

d 

i 

Rg.  iL  —  T*-Diagrttm  of  Conslant-Volume  Regenerative  Cycle. 
Same  temperature  range  as  in  Figs.  18  and  2X. 

in  comparison  the  two  cycles  are  drawn  for  the  same  temperature 
range. 

The  lines  be  and  da  are  obtained  from  Eq.  (63)  and  are  evi- 
dently paraliel  curves.  The  areas  bc'c  and  ad'd  are,  therefore, 
equal,  hence  abed  must  equal  abc'd'.  Each  of  these  areas,  how- 
ever, represents  the  heat  converted  into  mechanical  energy.  The 
heat  supplied  in  each  case  is  shown  by  the  area  under  a&.  There- 
fore, the  heat  supplied  in  each  cycle  being  the  same,  and  the  worlc 
done  being  the  same,  the  efhciencies  are  equal. 

55.  The  Constant-Pressure  Regenerattve,  or  Ericsson,  Cycle. 
The  PV-diagram  for  this  cycle,  shown  in  Fig.  25,  differs  from 
the  cycle  last  considered  only  in  the  fact  that  the  regenerator  proc- 
esses are  carried  on  at  constant  pressure  instead  of  at  constant 
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volume.  The  same  mechanism  may  be  used  as  in  the  last  case, 
and  the  cycle,  being  reversible,  must  have  the  same  efficiency. 
The  T.^-diagram  of  this  cycle  is  similar  to 
that  of  the  constant-volume  cycle  shown  in 
Fig.  24.  The  curves  corresponding  to  he  and 
da  of  that  figure  are  obtained  from  Eq.  {61) 
and  of  course  have  a  different  slope;  other- 
wise nothing  is  altered,  and  statements  con- 
cerning one  of  these  cycles  are,  in  general, 
true  "of  both, 

56.    The  Constant-Volume  Heat-Change,  ~ 
Otto,  or  Beau  de  Rochas  Cycle,     (a)  This 
cycle,  the  PV -diagram  of  which  is  shown  in 
Fig.    26,    consists   of 


" 
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Voiuraee 
■  Fig.  as-  — PV-Dia- 
gram  of  Constant  Pres- 
sure Regenerati> 


Air 


two  adiabatics  be  and 
da  and  two  constant 
volume  lines  ab  and 
cd.  Heat  is  received 
from    the   hot    body 

*<"''''"8   along  the  line  ab,  the 

Same  vr' 


,  Fig. 


pressure  and  temper- 


ature rising  while  the 
volume  remains  con- 
stant.     Heat   is   rejected    to   the   cold 
body  along  the  line  cd,  the  pressure  and    1 
temperature  dropping  while  the  volume   j 
remains  constant.  I 

(b)  The  reception  of  heat  is  irreversi- 
bU,  since  the   temperature   of   the   hot 


6 

" 

^\^ 

Volumee 

Fig.  26.  —  PV-Diagram  of 
body  is  at  least  as  high  as  that  which  Otto  Cycle.  Air  as  working 
the  gas  attains  when  reaching  condition  substance.  Conditions  at  ft 
*,  and  therefore  must  be  higher  than  ^^^^  *"  ^^'^  "  " '"  ^'S-  '8 
,u    .      f  a.u  J      ■        .u  -■  """l  lowest  pressure  same  as 

that  of  the  gas  durmg  the  entire  recep-   .     .  '^ 

tion  of  heat  i^i.     The  same  is  true  for 

the  rejection  of  heat  along  cd,  the  cold  body  having  a  tempera- 
ture at  least  as  low  as  that  of  the  gas  at  d.  This  case  is  the 
first  one  cited  in  Section  35  as  a  process  intrinsically  irreversible. 
This  cycle  is  not  only  irreversible,  but,  as  is  evident,  it  does 
not  fulfill  the  criterion  for  maximum  efficiency  ("Section  53),  and 
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hence  has  an  eflSciency  lower  than  that  of  the  cycles  previously 
described.  It  is,  however,  the  only  one  of  the  four  gas  cycles 
so  far  considered  which  is  of  any  great  practical  importance. 

Mechanical  Energy  Obtained  per  Unit  Weight  of  Gas 
Operating  in  Otto  Cycle. 

(c)  The  following  tabulation  gives  the  mechanical  energy 
changes  for  each  line  per  unit  weight  of  gas: 


Lbc 

TyiKd  Change. 

WorliiilPt.-lbs 

Done  by 

ah 

Constant-Volume  Pressure  Rise 

0 

be 

y- 

-Tc) 

I 

cd 

Constant- Volume  Pressure  Drop 

0 

da 

Adiabatic  Compression 

y  - 

-Td) 

The  summation  of  the  last  column  gives  the  net  work  per  cycle 
per  unit  weight  of  gas,  as 

Network  - -^  (n  -  r,- ra+ rj)ft.-ibs.  .   (76) 

From  Eq.  (33),      _     is  equal  to  Kv,  giving 

Network  =  778  A-E  =^  K.(n  ~  T,  -  Ta+ T^).    .     (77) 

(d)  This  same  result  could  have  been  obtained  more  briefly  as 
follows:  The  mechanical  energy  obtained. must  equal  A^i  —  AQt, 
when  measured  in  heat  units;  that  is,  A£  =  AQi  —  aQi-  Since 
the  heat  changes  take  place  at  constant  volume,  AQi  =  C, 
(n  -  Ta)  and  AQt  =  C,  (T^  -  Ti), 
hence,  in  ft.  lb.  units, 

778 A£=  KAn-  T,)  -  KATc-  Td) 
which  is  the  same  as  Eq.  (77). 
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and  substituting  in  the  last  form  gives 

„     c.(r.-r.)-c.(r.-r.) 
■'■  c.  (T,  -  r.) 

T,-Tt 


(78) 

This  expression  can  be  further  transformed  and  simplified 
so  that  important  conclusions  can  be  easily  deduced.  Since  the 
curves  be  and  da  are  adiabatics,  Cq.  (51)  gives 

rrwJ      *"'*   rrKvJ 

Since  V.  =  Fj  and   K.  =  Vd 


and  therefore 

L.L!    ..A    Hi 


and 


Substituting  from  this  in  (78)  gives 


£/._,_^.Ik^ (80) 


T.  T. 


and  Ef..l-(M'' (81) 


Thus  it  is  evident  — 

(i)  That  the  efficiency  of  this  cycle  is  independent  of  the  upper 
temperature,  but  depends  only  upon  the  temperature  range  of 
adiabatic  compression. 

(2)  That  with  the  same  value  of  Pj,  the  less  the  volume  of 
one  pound  of  gas  at  the  end  of  compression  the  higher  the  efficiency. 

(3)  That  with  the  same  temperature  T^,  the  higher  the  tem- 
perature at  the  end  of  compression  the  higher  the  efficiency. 

Eq.  {81)  shows  that  Ike  efficiency  of  the  cycle  may  vary  with 
different  real  gaseous  working  substances  because  the  value  of  7, 
as  shown  in  Table  I,  is  not  the  same  for  different  gases.  This 
is  in  marked  contrast  to  the  cycles  previously  considered,  where 
the  efficiency  could  be  expressed  entirely  in  terms  of  the  tem- 
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peratures  of  the  hot  and  cold  bodies,  and  where  the  efficiency 
was  independent  of  the  individual  characteristics  of  the  gaseous 
working  substances. 
Writing  the  Camot  efficiency 

and  the  Otto  efficiency 

r.  -  Tj  ^  ,  _  ii  ^  ,  _  7> 

inspection  shows  that  for  the  same  upper  and  lower  tempera- 
tures the  Otto  efficiency  must  be  the  smaller,  as  T^  must  he  less 
than  Ti. 

T^Diagram  of  Otto  Cycle. 
(f)  In  reality  the  T^diagram  of  this  cycle  cannot  be  drawn 
in  any  such  direct  manner  as  was  used  in  the  preceding  cases. 

The  reason  for  this  is  that  Ihe  equation  ^  =    \  -^  -was  proved 
Jor  reversible  processes  only, 
whereas    two    processes    in 
this   cycle    are   irreversible 
(see  (b)). 

It  is  possible,  however,  to 
draw  a  T^-diagram  for  this 
case  by  making  use  of  the 
fact  that  the  entropy  change 
accompanying   an   alteration 
JTom  one  PVT  condition  to 
another  must  always  be  Ike    s 
same,  no   matter  how  the    2 
change  from  Ike  first  state  to    f 
the  second  occurs. 

To  find  the  entropy 
changes  occurring  as  the  gas 
recdves  heat  along  the  line 
ab  in  Fig.  27,  it  is  then  only 
necessary  to  discover  some 
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Fig.   17.  — T^Diagram  of   Olio  Cycle. 

Air  as  working  substance.     Same  tempera- 
ture range  as  that  in  Figs.  18  and  ii. 


reversible  method  of  supplying  that  heat  in  such  a  way  that  the 
conditions  of  the  gas  at  every  individual  point  on  ab  will  be  the 
same  as  when  the  heat  supply  is  irreversible. 
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Such  a  heating  process  would  result  from  the  use  of  a  series 
of  reservoirs  with  temperatures  graded  from  Ta  to  Tj.  The  gas 
can  then  receive  each  increment  of  heat  from  a  reservoir  having 
the  same  temperature  as  it  possesses  at  the  instant,  and  there- 
fore the  gas  can  thus  be  heated  reversibly. 

The  total  entropy  change  would  then  be 

A*  =  C,  Ioge-=-. 

and  by  the  use  of  this  equation  the  T^diagram  can  be  drawn  as 
in  Fig.  27.  The  diagram  in  this  figure  shows  the  same  changes 
as  are  represented  by  PV-courdinates  in  Fig.  26.  The  dotted 
rectangle  is  the  Carnot  cycle  originally  given  in  Fig.  21. 

57.  The  Constant-Pressure  Heat-Addition,  Brayton,  or  Joule 
Cycle,  (a)  This  cycle,  like  the  last,  is  an  irreversible  one  in  the 
thermodynamic  sense,  but  it  is  impor- 
tant because  of  its  practical  application 
to  certain  purposes  which  will  be  cbn- 
sidered  later.  It  is  now  necessary  to 
derive  the  type  equations  for  the  cycle, 
as  has  been  done  in  the  preceding  cases. 
Fig.  28  shows  the  Joule  cycle  drawn 
to  PV- coordinates.  Starting  at  a,  heat 
is  added  to  the  working  substance  by 
the  hot  body,  volumes  and  temperature 
increasing  at  constant  pressure,  until  the 
point  b  is  reached.  Obviously  the  tem- 
perature Tu  of  the  hot  body,  must  be 
at  least  as  high  as  that  of  .the  gas  at  b, 
"Volumes  and  therefore  higher  than  that  of  the 

Fig.  28.  —  PV-Diagram  of  gas  at  a.  The  heat  addition  is  there- 
Joule  Cycle.    Air  as  working    fore  irreversible. 

substance.  Adiabalic  expan-  p^om  (,  the  gas  expands  adiabatically 
sion  with  same  pressure  range     ,         .,  ■      .    u      4-  ■  -ui      _    ■_ 

.    „.      ,    "^  *     to  c,  then  rejects  heat  irreversibly,  mam- 

as m  Fig.  16.  .  ',  '  .,     ,  , 

taming  constant  pressure  until  the  vol- 
ume Vd  is  reached,  and  is  then  compressed  adiabatically  to  o, 
completing  the  cycle. 


?,''• 

tJ-p^ 

l\i  ^ 

,      \ 

\ 

1    : 

1 

,cb,GoogIc 


GAS  CYCCES  99 

Mechanical  Energy  Obtained  per  Unit  Weight  of  Gas 
Operating  in  Joule  Cycle. 

(b)    As  before,  the  useful  effect  per  unit  weight  of  gas  can  be 
found  by  tabulation.     Thus; 


Uift. 

Typ.. 

"•*-£3,»i;SE'»"' 

be 
cd 
da 

Constant-Pressure  Eitpansion 
Adiabatic  Bicpansioa 
Constant-Pressure  Compression 
Adiabatic  Compression 

+  P.IV1-V.) 

,  ftv,  -  P.V, 

7-1 
-P.(V,-Vi) 
P.V.  -  PiVj 

7-1 

The  summation  of  the  last  column  gives  for  the  cycle 

PiVi  —  P  V 
Net  Work  =  P.  (V»  -  V.)  +    ***_^''^° 

P  V   —  PN^ 
-  P.  (V,  -  Vd)  -  ^°'°  _y^'  ft.-lbs.      (82) 

(c)  This  expression  could  be  simplified,  but  it  is  hardly  worth 
while,  as  a  shorter  one  can  be  obtained  more  easily  in  the  follow- 
ing manner. 

Writing  available  mechanical  energy,  or  work  done,  as 

AE  =  (AQi  -  AGO  B.t.u., 
it  follows  from  the  character  of  the  lines  ab  and  cd  that 
A£  =  Cf  in  -  n)  -  Cf{T,  -  Ti) 

=  C„{Tt-T^-T,+  Td)  B.t.u.      .     .     (83) 


and 


778  A£  =  Xp  (r»  -  Ta)  -  A"p  (r,  -  Ti) 
'=K,{Ti~T.~T,+  Ti)  ft.-lbs. 


(84) 
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(d)   Since 
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Efficiency  of  Joule  Cycle. 


it  must  be  in  this  case. 


AQ.  -  AQ, 

'        Aft 


T.)  -C,(T,-  Ti) 


C,(n-  T.) 

"      n  -  r. 

This  can  be  further  simplified  by  using  Eq.  (52).     From  this 


(85) 


\-(¥j      »■"•     T.-[pJ 


P.- 
T, 


Pi    and 
T,      T,- 


Buttstituting  this  in  Eq,  (85)  gives 
EJ.- 


\ 

\ 

\ 

' 

u 

i 

\ 

N 

(86) 


a  result  similar  to  that  obtained  for  the 
Otto  cycle. 

The  last  equation  can,  by  simple  sub- 
stitution, also  be  written 


£/.-!- 


(87) 


which  is  likewise  similar  to  the  corre- 
sponding form  for  the  Otto  cycle. 

T^Diagram  of  Joule  Cycle. 

I  ^^  (e)    By  replacing  the  irreversible  iso- 

^  barics  by  equivalent  reversible  proces- 

ses, the  T^-diagram  to  represent  this 
Fig.  29.  — PVDiagram  of   ^y^\^  ^.^j,  ^  constructed,  as  was  done 
Diesel  Cycle^Ait  as  working    ^       ^     q  j       j^  ^,    j. 

substance.     The  lines  6<:  and    .         ,    ,.     ,  .      ,         ,         ,  .„    , 

cJ  coincide  with  the  lines  Sim-    's   of   little    practical   value   it   will    be 
ilajly  leltered  in  Fig.  i6.  omitted. 

58.  The  Diesel  Cycle,     (a)   This  cycle,  drawn  to  PV-coOrdi- 
nates,  is  shown  in  Fig.  29.    The  heat  is  added  from  the  hot  body 
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during  the  constant-pressure  expansion  ab,  and  then  the  gas  ex- 
pands adiabatically  from  h  to  c.  Heat  is  discharged  to  the  cold 
body  while  the  pressure  of  the  working  substance  decreases  from 
c  tod  a.t  constant  volume.  The  cycle  is  closed  by  the  adiabatic 
compression  da.  The  Diesel  cycle  is  irreversible  for  the  same 
s  that  the  Otto  and  Joule  cycles  are. 


Mechanical  Energy  Obtained  per  Unit  Weight  of  Gas 
Operating  in  Diesel  Cycle. 

(b)   As  before,  the  amount  of  mechanical  energy  made  avail- 
able can  be  found  by  tabulating: 


Um. 

Chanwter. 

"'iAi&'Jir'" 

ab 

+  p.  (V,  -  V.) 

be 

1  P»Vs  -  r,y. 

d 

Constant-Volume  Pressure  Drop 

0 

■      da 

Adiabatic  Coropression 

PaVo  -  PiVd 

The  summation  of  the  last  column  gives  for  the  cycle 

Net  Work  =  778  A£  =  -P.  (V*  -  V.)  -|-  ^'^'  ~  f '^° 

PV   —  PJVj 

_£aZ? — filift.-ibs (88) 

T-  1 

(c)  This  expression  need  not  be  simplified,  dnce,  as  in  previous 
cases,  there  is  a  more  convenient  way  of  finding  a  short  ex- 
pression for  the  work  done.    Writing  • 

AE  =  (A^,  -  AQi)  B.t.u., 

it  follows  that,  in  the  case  of  the  Diesel  cycle, 

AjE  =  Cp  (n  -  Ta)  -  C,  (n  -  Ti)  B.t.u.    .     .     (89) 

778  AE^'  Kp(n-T,) -K,{Tc-Ti)  ftAbs.    .     (90) 


and 
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(d)    Writing 
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Efficiency  of  Diesel  Cycle. 


^.  = 


AQi  -  Aft 


Aft 


the  efficiency  in  tiiis  case  must  be 

_,     c,(r.-r.)-c.(r,- 


c,(r,-  r.) 


lA 


—  [S-?^J=-[r^] 


(91) 


This  has  the  same  form  as  Eq.  (85),  for  the  efficiency  of 
the  Joule  cycle,  with  the  exception  of  the  introduction  of  i/y- 
It  should,  however,  be  noted  that  the  temperature  term  is  not 
numerically  the  same  Jn  both  cases,  on  account  of  the  difference 
in  the  shape  of  the  two  cycles. 

(e)  By  substituting  reversible  processes  for  the  irreversible 
ones,  a  T^diagram  equivalent  to  this  cycle  can  be  constructed. 


GAS  CYCLES  —TABLE  HI 


WORK- FT.  LBS. 
PER  LB,  OF  GAS. 

.FFICIENCV 

NAME 

PV-DIAQRAU 

....... 

h^-s 

=778C(lQ,-flQ.) 

-{AQ-flQ,).^flQ, 

CARNOT 

t  ^ 

-CTf-T,)Rlo,,r 

-^-'-ffl 

STIRLITO 

ll^3r 

" 

■■ 

ERICSSON 

■■ 

o„o 

-K.(T,-Tj-T.+T^) 

-ftH'-(^J" 

BRAVTON 
OR 
JOULE 

'%-:£: 

-K,(r,-T.-T,+T,) 

■■ 

DIESEL 

%,C     I»)«rl=«ld 
1     ^d     l»volumk 

-K/Tj-T.)-K.(T.-T.) 

-im 
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CHAPTER  DC. 

VAPORS. 

59.  Vapors  and  Gases.  When  materials  change  from  the 
liquid*  to  the  gaseous  state  they  do  not  immediately  reach  the 
condition  in  which  their  behavior  even  approximately  obeys  the 
laws  of  ideal  gases.  It  is  customary  to  designate  materials  as 
Vapors  when  in  this  intermediate  condition.  It  will  appear 
later  that  when  strictly  interpreted  the  term  vapor  will  apply  to 
many  of  the  materials  with  which  the  engineer  deals  and  which 
be  is  accustomed  to  call  gases. 

60.  Fonnation  of  Vapor,  (a)  When  a  liquid  is  heated  under 
constant  pressure  its  temperature  will  first  rise  until  it  reaches  a 
certain  Umperature  which  is  dependent  upon  the  pressure  under 
which  it  exists;  after  which  further  addition  of  heat  will  cause 
some  of  the  material  to  change  physical  state  at  constant  tem- 
perature, this  temperature  being  the  one  fixed  by  the  pressure 
existing.  The  amount  of  material  that  has  changed  state  will 
increase  as  this  further  addition  of  heat  progresses,  and  if  sufficient 
heat  is  added  all  the  liquid  present  will  thus  change  its  state. 
The  material  formed  during  this  change  of  state  is  called  a  vapor. 

(b)  Considering  the  process  for  the  first  time,  one  would 
recognize  two  possible  methods  of  formation  of  vapors,  and 
without  previous  knowledge  would  not  be  able  to  decide  be- 
tween them.     Thus: 

(i)  The  liquid  as  a  whole  might  gradually  change  from  liquid 
to  vapor,  all  of  it  being  at  any  one  time  in  exactly  the  same  con- 
dition of  transformation.     Or, 

(2)  Parts  of  the  liquid  might  progressively  change  to  vapor  as 
the  necessary  heat  became  available,  leaving  the  remainder  still 
in  the  form  of  liquid. 

Usually  vaporization  occurs  by  method   (2),  and  as  heat  is 

added  more  and   more  vapor  appears  at  the  expense  of  liquid. 

•  Or  directly  from  the  solid,  as  in  "  sublimit !<«." 
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Fig.  30. 


Thus  when  one-fourth  of  the  total  heat  necessary  for  complete 
vaporization  is  added  one-fourth  of  the  liquid  will  be  vaporized, 
and  so  on  until  vaporization  is  complete. 

(c)  In  the  sections  which  follow  the  generation  of  vapor  may 
be  conveniently  studied  by  imagining  the  process  carried  out  in 
the  device  illustrated  in  Fig.  30.  It 
consists  of  a  vertical  cylinder  with 
closed  end  down,  containing  a  friction- 
less  piston  of  given  weight,  —  all  being 
placed  under  a  bell  jar  in  which  a  per- 
fect vacuum  is  maintained. 

Assume  now  that  one  pound  of  liq- 
uid is  inclosed  in  the  cylinder  beneath 
the  piston.  The  total  pressure  on  the 
upper  surface  of  this  liquid  will  be 
that  due  to  the  weight  of  the  piston, 
and  since  it  is  evenly  distributed  over 
the  entire  surface  it  may  be  desig- 
nated as  P  pounds  per  square  foot  of 
surface. 

Any  liquid  may  be  used  and,  in  general,  may  have  any  tem- 
perature between  that  of  solidification  and  that  of  vaporization 
at  the  chosen  pressure.  It  is,  however,  customary  to  assume  the 
temperature  at  a  convenient  value  dependent  on  the  physical 
characteristics  of  the  liquid  dealt  with. 

In  the  case  of  water,  and  of  all  other  liquids  for  which  such  a 
temperature  is  at  all  convenient,  the  engineer  is  accustomed  to 
refer  all  vaporization  phenomena  to  a  datum  temperature  of 
32°  F.  As  this  is  the  melting  temperature  of  ice  under  ordi- 
nary conditions,  it  is  readily  checked  and  is  hence  a  very  satis- 
factory standard. 

To  make  the  results  of  the  process  under  consideration  con- 
form to  the  engineering  reality,  the  liquid  beneath  the  piston, 
in  Fig.  30,  will  be  assumed  at  32°  F. 

61.  Heat  of  the  Liquid,  (a)  If  heat  is  added  to  the  liquid 
beneath  the  piston  in  Fig.  30,  the  temperature  will  rise  and,  in 
the  case  of  water,  at  the  approximate  rate  of  1°  F.  for  each  B.t.u., 
since  the  specific  heat  of  water  at  constant  pressure  is  approxi- 
mately I.     In  any  case  the  rise  will  take  place  at  the  rate  of 
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I*  F.  for  each  addition  of  heat  equal  to  Cp,  the  constant -pressure 
specific  heat  of  the  liquid  dealt  with.  This  will  continue  until  a 
temperature  is  reached  at  which  vaporization  begins.  This  tem- 
perature will  depend  upon  the  value  of  the  pressure,  and  in 
any  case  has  to  be  determined  by  experiment.  Thus  with 
water  at  atmospheric  pressure  (equal  to  14,7  pounds  per  square 
inch,  or  14.7  X  144  =  2116.8  pounds  per  square  foot),  the  tem- 
perature will  be  212°  F.;  while  for  a  pressure  of  100  pounds  per 
square  inch  (equal  to  100  X  144  =  14,400  pounds  per  square 
foot)  the  temperature  will  be  about  327°  F.  These  various  tem- 
peratures are  called  the  Temperatures  of  Vaporization  and  will 
be  designated  by  the  symbols  (,  and  T,  respectively  for  Fahr. 
and  Absolute  temperatures.  When  it  is  necessary  to  indicate  a 
particular  temperature,  the  corresponding  pressure  in  pounds 
per  square  inch  will  follow  the  subscript  v;  thus,  the  tempera- 
ture Fahr.  of  vaporization  at  atmospheric  pressure  would  be 
ttu.j  or  temperature  absolute  T,u.y. 

(b)  The  heat  added  during  the  process  of  raising  the  tempera- 
ture from  32",  or  other  datum  level,  to  the  temperature  of  vapor- 
ization is  called  the  Heat  of  the  Liquid  and  is  designated  by  g. 
Obviously  it  has  a  different  value  for  every  different  pressure 
and  it  is  customary  to  tabulate  these  values  with  others  in  so- 
called  Vapor  Tables.    In  general 


,-fc,dT. 


....     (92) 

the  int^ration  being  peKormed  between  the  datum  tempera- 
ture as  the  lower  limit  and  the  temperature  corresponding  to  the 
pressure  in  question  as  the  upper  limit. 

If  the  specific  heat  of  water  were  exactly  equal  to  unity  at  all 
temperatures,  the  value  of  q  for  this  material  for  any  temperature 
or  pressure  of  vaporization  could  be  found  from  the  equation 

2  =  /, -32; (93) 

and  since  these  values  vary  but  slightly  from  those  determined 
by  experiment,  this  equation  is  often  used  by  engineers.  For 
accurate  work  the  experimentally  determined  values  given  in  the 
steam  tables  should  be  used. 

(c)  Eq.  (93)  could  not  be  used,  even  as  an  approximation, 
with  any  liquid  other  than  water,  since  it  depends  upon  the 
assumption  that  the  specific  heat  of  the  liquid  is  invariably 
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equal  to  unity.  If,  as  before,  the  specific  heats  of  Hquids  at  con- 
stant pressure  are  designated  by  Cg,  and  if  they  are  assumed  con- 
stant over  the  ranges  of  temperature  considered,  the  equation 

«=C,((, -32) (94) 

may  be  used  in  determining  the  heat  of  the  liquid  for  any  tem- 
perature or  pressure  of  vaporization.  Note  that  there  are  liquids 
which  vaporize  at  ordinary  pressures  below  the  temperature  of 
32°  F.  In  such  cases  a  datum  temperature  lower  than  32"  may 
be  taken  from  which  the  heat  of  the  liquid  is  calculated.  This 
necessitates  a  different  form  of  equation.  In  its  most  general 
expression  this  would  become 

q  =  CAT,~To), (95) 

where  Tt  stands  for  any  arbitrarily  chosen  datum. 

62.   Latent  Heat  of  Vaporization,     (a)  Consider  now  the  pound 

of  liquid  which  has  been  raised  to  the  temperature  /,.  With 
further  addition  of  heat  vaporization  occurs.  The  marked  char- 
acteristics of  vaporization  under  the  assumed  conditions  are  (i) 
the  very  great  increase  of  volume  at  constant  temperature  and 
pressure,  (2)  the  change  of  the  physical  state  of  the  material  from 
liquid  to  vapor,  and  (3)  the  enormous  quantity  of  heat  absorbed. 

(b)  The  process  carried  out  in  the  apparatus  of  Fig.  30  would 
result  in  driving  up  the  piston  to  some  higher  position  in  the 
cylinder,  against  the  pressure  exerted  by  that  piston  on  the  upper 
surface  of  the  vapor.  Evidently,  here,  force  would  act  through 
distance  and  therefore  external  work  would  be  done.  This 
work  could  not  be  done  without  a  supply  of  energy,  and,  since 
heat  energy  is  the  only  form  supplied  during  the  process,  it 
follows  that  at  least  some  of  this  heat  must  have  been  used  for 
the  doing  of  the  external  work.  Let  F  be  used  to  designate  the 
area  of  the  piston  face  in  square  feet,  and  L  the  number  of  feet 
the  piston  is  moved  during  the  vaporization  of  the  entire  pound 
of  liquid  under  consideration. 

Then  the  foot-pounds  of  external  work  done  per  unit  weight 
are 

778  ^E  =  {PF)  L, 

which,  rearranged,  becomes 

778  AE  =  P  (FL)  =P(V2-  7i),      ...     (96) 
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where  Vi  represents  the  volume  occupied  by  the  Hquid  and  V» 
that  occupied  by  the  vapor.  It  is  customary  to  designate  the 
increase  of  volume  (Vj  —  Vi)  by  the  letter  u,  hence  the  external 
work  done,  in  fool-pounds,  is 

778  A£  =  Pu (96a) 

and  it3  value  in  thermal  units  can  be  found  by  dividing  Pu  by 


used  in  the  doing  of  external  work  becomes 

&£=-  AFu (97) 

This  quantity  is  called  the  External  Latent  Heat  of  Vaporiza- 
tion. It  has  a  different  value  for  every  different  pressure  at 
which  vaporization  takes  place,  and  these  values  are  tabulated 
in  the  Vapor  Tables  already  mentioned. 

It  is  very  necessary  to  observe  that  the  term  external  "latent 
keal"  is  a  misnomer.  The  heat  used  for  the  doing  of  external 
work  does  not  exist  as  heat  energy  in  the  vapor,  for,  during  the 
process  of  vaporization,  it  is  changed  into  mechanical  energy 
which  is  extraneous  to  the  vapor  itself.  The  case  is  somewhat 
similar  to  isothermal  expansion  of  a  gas.  This  heat  is  con- 
verted into  mechanical  energy  as  rapidly  as  received.  Hence,  in 
a  piston  engine,  the  external  latent  heat  may  be  considered  as 
external  work  delivered  by  the  piston  rod.  If  the  energy  after 
reception  can  be  said  to  be  "  latent,"  it  must  be  latent  mechani- 
cal energy  and  not  latent  heat  energy.  It  is  stored,  if  stored  at 
all,  in  the  piston  or  other  similar  part  of  the  apparatus,  and  is 
in  no  sense  in  the  vapor. 

(c)  Experiment  shows  that  the  heat  used  during  the  process 
of  vaporization  is  not  all  accounted  for  by  the  external  latent 
heat.     Inspection  of  Eq.  (i), 

AQ  =  AS+  AI-\-  AE, 
suggests  the  reason.  In  this  case  AQ  represents  the  heat  added 
to  vaporize  the  liquid.  As  the  temperature  does  not  change 
during  vaporization,  no  heat  can  be  used  as  sensible  heat,  hence 
A5  —  d;  but  some  of  it  may  be  used  for  the  doing  of  internal 
work,  Al.  In  fact  the  striking  change  of  properties  during  this 
process  could  not  occur  without  a  very  great  readjustment 
within  the  material.     The  part  of  AQ  which  does  not  become 
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external  latent  heat  is  supposed  to  be  used  for  doing  this  internal 
work,  and  is  therefore  called  the  Internal  Latent  Heat.  It  is 
designated  by  the  symbol  p  and  is  tabulated  in  the  Vapor  Tables, 

Recent  work  has  led  to  the  conclusion  that  liquid  water  is  a 
more  complex  material  than  was  originally  supposed.  It  seems 
probable  that  instead  of  being  simply  a  collection  of  molecules 
with  formula  HjO  it  is  really  a  mixture  of  at  least  three  different 
kinds  of  molecules.  HiO,  (HjO)!  and  (HjO),.  It  also  seems  prob- 
able that  during  the  formation  of  vapor  some  of  the  more  com- 
plex molecules  break  up  into  simpler  form.  If  this  is  so,  a 
possible  use  of  at  least  part  of  the  Internal  Latent  Heat  in  the 
case  of  water  becomes  evident  since  it  would  be  used  for  break- 
ing up  the  complex  molecules.  "  Internal "  latent  heat  would 
then  be  a  correct  name  to  apply  to  this  part  of  the  heat  as  it 
is  latent  witkin  the  substance,  though  there  is  room  for  argu- 
ment as  to  whether  it  is  latent  as  heat. 

(d)  The  sum  of  the  two  latent  heats,  p  and  APu,  is  called  the 
Total  Latent  Heat  of  Vaporization,  and  is  designated  in  the 
tables  by  r.     Thus  r  =  p  +  APu 

63.  Total  Heat  per  Pound  of  Vapor,  (a)  Using  symbols,  the 
total  heat,  above  the  arbitrarily  chosen  datum  temperature,  per 
pound  of  vapor  at  any  pressure  P,  is  the  sum  of  the  sensible 
heat,  the  internal  latent  heat,  and  the  external  latent  heat;  thus 

i,  +  (>,  +  iAPu),^q,  +  r, (98) 

and  calling  this  \  gives 

Xp  =  g,  +  r, (99) 

which  is  also  given  in  the  tables. 

(b)  Had  the  addition  of  heat  in  the  process  under  considera- 
tion ceased  before  the  entire  pound  of  liquid  had  been  vapor- 
ized, the  cylinder  would  have  contained  both  vapor  and  liquid 
at  the  same  temperature.  Representing  by  y  the  fraction  of  the 
total  pound  vaporized,  the  "  heat  of  the  vapor  "  *  present  must 
be 

iQ'  =  y&  +  ypp  +  y  {^p^)^ 

*  The  expression  "  heat  of "  will  hereafter  be  used  to  designate  the  quantity 
necessary  to  bring  the  materiiil  in  question  to  the  condition  under  consideration, 
either  from  liquid  at  datum  temperature  or  from  liquid  at  the  temperature  ol 
vaporization.    The  context  will  indicate  which  is  referred  to  in  any  case. 
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and  that  of  the  remaining  liquid  must  be 
AC"  =  (1  -  y)  3p. 
hence  the  total  heat  of  the  material  in  the  cylinder  is 
AQ„  =  iG"  +  ^Q" 

=  3p  +  ypp  +  y('4P«)p      ....       (100) 

=  9p  +  yrp (looa) 

vhich  will  be  equal  to  Eq.  (98)  when  y  =  l,  that  is,  when  the 
entire  pound  has  been  vaporized. 

64.  Saturated  Vapor,  (a)  The  process  assumed  in  the  pre- 
vious sections  is  really  more  or  less  idealized.  In  real  cases, 
such  as  that  taking  place  in  the  steam  boiler,  the  vaporization 
does  not  progress  so  quiescently  that  the  vapor  separates  en- 
orely  from  the  liquid  and  collects  above  it  in  the  simple  fashion 
already  described.  Instead,  the  formation  of  vapor  is  gen- 
erally more  or  less  violent,  and,  in  separating  from  the  body  of 
the  liquid,  the  vapor  carries  with  it  small  drops  Of  that  liquid 
still  unvaporized  but  mechanically  entrained.  These  may  often 
be  carried  great  distances  by  a  stream  of  vapor,  and  their  sepa- 
ration from  that  vapor  frequently  presents  considerable  diffi- 
culty. 

(b)  Such  mixtures  of  vapors  and  liquids  are  called  Wet  Vapors, 
to  indicate  the  presence  of  the  liquid;  and  when  the  entrained 
moisture  has  been  entirely  eliminated  the  material  is  called  Dry 
Vapor.  Since,  under  the  conditions  assumed  in  connection  with 
Fig.  30,  the  liquid  must  all  be  raised  to  the  temperature  of 
vaporization  before  any  of  it  can  be  converted  into  vapor  at  the 
same  temperature,  it  follows  that  the  vapor  and  liquid  in  such  a 
wet  mixture  are  in  thermal  equilibrium;  that  is,  if  there  is  any 
tendency  for  heat  transfer  from  liquid  to  vapor,  there  is  an  equal 
tendency  towards  transfer  in  the  opposite  direction.  With  no 
heat  lost  to  surrounding  materials,  such  a  mixture  would  main- 
tain a  constant  composition  indefinitely. 

Vapor  when  in  thermal  equilibrium  with  its  liquid  is  called 
Saturated  Vapor.  It  is  termed  Wei  Saturated  Vapor,  or  simply 
WelVapor,  if  containing  entrained  liquid  and  Dry  and  Saturated 
Vapor,  or  simply  Dry  Saturated  Vapor,  if  free  from  moisture  in 
suspension. 
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(c)  At  different  pressures  the  quantity  of  heat  necessary  to 
maintain  material  in  the  condition  of  dry  saturated  vajMir  has 
different  values,  being  greater  the  higher  the  pressure.  Abstrac- 
tion of  heat  without  change  of  pressure  (and  therefore  without 
change  of  temperature)  will  cause  partial  or  total  condensation, 
but  any  vapor  remaining  will  still  be  saturated  vapor  exactly 
like  that  which  existed  before  condensation  occurred.  There- 
fore saturated  vapor  may  be  described  as  vapor  so  near  the 
point  of  liquefaction  that  the  removal  of  the  slightest  quantity 
of  heat  will  produce  partial  condensation.  Or  (see  following 
paragraphs)  it  may  be  described  as  vapor  in  which  the  maximum 
number  of  molecules,  consistent  with  the  maintenance  of  a  vapo- 
rous state  at  the  given  pressure,  exist  in  a  given  space. 

65.  Quality,  (a)  Practically  all  saturated  vapors  in  actual 
use  contain  some  entrained  moisture,  and  it  is  often  necessary  to 
«xpres5  just  how  much  of  each  pound  of  such  a  mixture  is  liquid 
and  how  much  is  vapor.  This  is  done  by  using  the  fraction 
representing  the  proportion  of  mixture  which  is  really  saturated 
vapor.  This  fraction  is  denoted  by  x,  and  is  called  the  Quality 
Factor,  or  Quality  of  the  vapor  or  mixture. 

Thus  if  X  is  J,  or  75  per  cent,  it  means  that  three-quarters  of 
every  pound  of  mixture  is  vapor  and  the  other  quarter  is  liquid. 
The  quality  of  the  mixture  would  then  be  said  to  be  75  per  cent. 

(b)  The  heat  content  above  datum  temperature  of  such  a 
mixture  could  obviously  be  found  by  putting  x  in  place  of  y  in 
Eq.  (100),  since,  so  far  eis  associated  heat  is  concerned,  it  makes 
no  difference  whether  the  vapor  and  liquid  are  separated  or 
intimately  mixed.  For  wet  vapor  of  quality  x,  the  total  heat 
above  datum  temperature  is  then 

^Q^P  =  q^  +  xpp  +  x(APu)^  =  g„  +  xr^.      .     (lOl) 

66.  Superheated  Vapor,  (a)  Having  converted  an  entire 
pound  of  liquid  into  dry  and  saturated  vapor  in  the  apparatus 
of  Fig.  30,  its  condition  may  be  further  modified  if  the  addition 
of  heat  is  still  continued.  Experiment  shows  that  this  further 
addition  causes  the  temperature  of  the  vapor  to  rise  above  that 
which  existed  during  vaporization.  This  process  is  known  as 
superheating,  that  is,  raising  above  the  saturation  temperature 
corresponding  to  the  existing  pressure.     The  material  formed  is 
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called  Superheated  Vapor,  and  it  becomes  more  and  more  like 
an  ideal  gas  as  its  temperature  is  raised  at  constant  pressdre. 
Thus  it  increases  in  volume  vritk  the  addition  of  heal,  and  a  given 
space  must  hold  fewer  and- fewer  molecules  as  the  rise  of  temper^ 
oture  continues. 

(b)  To  make  the  meaning  of  the  term  "  saturated  "  clearer, 
im^ne  a  superheated  vapor  to  be  cooled,  at  constant  pressure, 
by  the  removal  of  heat.  As  temperature  decreases  the  vol- 
ume also  becomes  less,  and  any  ^ven  space  holds  more  and 
more  molecules  until  the  temperature  of  vaporization  is  reached, 
at  which  ix>int  the  material  is  reduced  to  the  saturated  condi- 
tion. There  is  then,  in  a  given  space,  the  maximum  number  of 
molecules  which  can  exist  as  vapor  under  the  conditions  obtain- 
ing; and  further  removal  of  heat  would  allow  some  of  these  to 
collect  and  form  molecules  of  liquid,  —  that  is,  it  would  cause 
partial  condensation.  The  material  remaining  uncondensed 
would  still  be  saturated  vapor,  and  with  further  removal  of  heat 
more  and  more  of  it  would  condense  until  finally  all  would  be- 
come liquid,  if  the  removal  of  heat  were  continued  sufKdently  far. 

67.  Heat  per  Pound  of  Superheated  Vapor.  The  amount  of 
beat  added  during  superheating  at  constant  pressure,  to  any 
temperature  T„  as  described  above,  depends  upon  two  things, — 
on  the  degree  of  superheat,  which  will  be  called  D  and  equals 
(r,  —  7",),  and  on  the  spedfic  heat  Cp  of  the  vapor.  Then  the 
heat  added  during  superheating  would  be  given  by  the  following 
equation  if  Cp  happened  to  be  a  constant: 

^QD  =  CpD (102) 

The  total  heat  (above  datum  temperature)  of  one  pound  of 
superheated  *  vapor  would  be 

^Q.  =  qp'\'Pp  +  {APu)p  +  CpD     .     .     .     {103) 

=  q^  +  rp  +  CpD  -  X,  +  C,D.     .     .  (103a) 

*  Recent  expenment  has  shown  that  liquid  water  can  exist  foe  a  considerable 
length  of  time  within  a  mass  of  superheated  steam,  despite  the  fact  that  the  two 
are  not  in  theimal  equilibrium.  This  fact  must  sometimes  be  taken  into  account 
in  dealing  with  superheated  steam  in  practical  problems,  when  sufficient  time  does 
not  elapse  to  establish  thermal  equilibrium.     The  heat  per  pound  of  such  a  mixture 

0«  =  qp  +  trp  +  xCpD. 
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68.  Diagram  of  Heat  Changes  during  Vaporization,  (a)  The 
heat  changes  associated  with  the  process  of  vaporization  can  all 
be  graphically  represented,  as  in  Fig.  31,  by  plotting  temperature 
as  ordinates  and  heat  added  as  abscissas.  The  figure  is  for 
water,  but  a  similar  diagram  could  be  drawn  for  any  material 
whose  physical  constants  are  sufficiently  well  known. 
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Heat  Ad<ted-  ax.r. 
— TQ-Diagram  for  Vapor  Phenomena. 


The  line  abed  shows  the  relation  of  temperature  to  heat  added 
while  one  pound  of  water  under  10  pounds  pressure  is  first 
heated  from  32°  F.  to  vaporization  temperature  (line  ah),  is  then 
completely  vaporized  (line  he),  and  finally  is  superheated  through 
a  limited  range  (line  ci).  The  lines  abicidi,  abtCtdt,  etc.,  show 
the  same  things  for  the  other  pressures  indicated. 

(b)  A  diagram  drawn  to  a  sufficiently  large  scale  would  show 
the  line  abbi,  and  lines  cd,  cidi,  etc.,  as  slightly  curved  because  of 
the  variation  in  the  value  of  the  specific  heat  of  liquid  water  and 
of  the  specific  heat,  Cp,  of  superheated  water  vapor.  In  draw- 
ing Fig.  31  an  average  specific  heat  was  used  for  the  liquid  and 
an  average  over  each  temperature  range  cd,  Cidi,  etc.,  for  the 
superheated  vapor.  The  latter  accounts  for  the  slight  differ- 
ences in  slope  of  the  superheating  lines. 

(c)  The  diagram  shows  how  great  an  amount  of  heat  is 
absorbed  during  the  process  of  vaporization  as  compared  with 
that  used  in  bringing  the  liquid  to  the  temperature  of  vaporiza- 
tion, or  with  that  used  in  superheating.  This  is  of  great  im- 
portance in  heat  engineering  and  will  be  fully  considered  later. 

Two  other  facts  of  importance  are  made  evident  by  the  dia- 
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gram:  One  is  the  small  change  of  total  heat,  X,  for  a  wide 
pressure  range,  as  is  seen  by  comparing  the  abscissas  of  c,  ci, 
etc.;  and  the  other  is  the  decrease  of  the  total  latent  heat  of 
vaporization,  r,  as  the  pressure  rises, 

(d)  This  figure  also  shows  the  temperature  changes  and  heat 
given  up  when  superheated  vapor  at  any  of  the  given  pressures 
is  cooled  to  the  saturated  condition,  then  is  condensed,  and  the 
resulting  liquid  cooled  to  32"  F,  The  engineer  must  often  con- 
sider changes  in  this  direction, 

69.  Vapor  Tables.  Since  the  various  values  of  3,  p,  APu,  r, 
and  X  are  very  frequently  used  by  engineers  and  scientists,  they 
are  recorded,  as  already  intimated,  in  the  so-called  Vapor 
Tables,  There  is  of  course  a  table  for  each  material  dealt  with, 
so  that  it  is  customary  to  speak  of  "  Steam  Tables,"  "  Ammonia 
Tables,"  "  Carbon  Dioxide  Tables,"  etc. 

The  various  values  of  each  quantity  are  usually  tabulated  in 
vertical  columns,  the  first  two  columns  giving  pressures  and 
corresponding  temperatures  of  vaporization,  and  the  succeeding 
columns  giving  the  corresponding  values  of  the  various  heat 
quantities.  Certain  other  columns  are  usually  added  containing 
such  values  as  the  volume  occupied  by  a  pound  of  liquid  and  by 
a  pound  of  dry  and  saturated  vapor.     See  tables  in  Appendix. 

70.  Saturation  Curve,  (a)  Experiment  shows  that  just  as 
the  saturated  vapor  of  a  given  material  at  any  particular  tem- 
perature always  exerts  the  same  definite  pressure,  so  also  does 
one  pound  of  dry  saturated  vapor  at  any  temperature  always 
occupy  a  definite  volume.  This  latter  is  called  the  Specific 
Volume  and  is  tabulated  in  the  vapor  tables.  If  the  specific 
volumes  are  plotted  against  the  corresponding  pressures,  the 
locus  of  the  points  is  a  PV-diagram  similar  to  Fig.  32,  which 
like  the  last  is  drawn  for  water  vapor. 

(b)  This  curve,  called  the  Saturation  Curve,  may  be  very  useful. 
If  one  pound  of  material  at  a  given  pressure  has  a  volume  rep- 
resented by  a  point  which  falls  to  the  left  of  the  saturation 
curve,  the  material  must  be  wet  vapor;  but  if  the  point  falls  to 
the  right  of  that  curve,  the  material  must  be  superheated  vapor. 

In  the  case  of  most  engineering  materials,  the  volume  occupied 
by  one  pound  of  liquid  is  negligible  as  compared  with  that  of 
one  pound  of  vapor.     In  the  case  of  water,  the  volume  increases 
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nearly  1700  times  when  changing  from  liquid  to  dry  saturated 
vapor  under  atmospheric  pressure.  If  the  volume  of  the  liquid 
present  be  neglected,  steam  of  50  per  cent  quality  would  occupy 
0.5  the  volume  it  would  if  dry  and  saturated,  and  steam  of  75  per 
cent  quality  would  have  0.75  of  the  volume  of  dry  saturated 
steam,  and  so  on. 

It  follows  that,  if  one  pound  of  mixture  is  found  to  occupy  a 
volume  ab.  Fig.  32,  at  the  pressure  indicated,  it  must  have  a 
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Rg.  3J.  —  Saturation  Curv'e  for  Water  Vapor. 

quality  of  a:  =  — ,  if  the  volume  of  the  water  present  is  neglected. 

The  case  of  superheated  steam  will  be  considered  later,  after  the 
discussion  of  the  experimental  results. 

The  area  to  the  left  of  the  saturation  curve  might  be  called 
the  region  of  wet  saturated  vapor;  and  the  area  to  the  right,  the 
region  of  superheated  vapor.  The  cur\'e  itself  would  then  repre- 
sent the  boundary  between  the  two,  thus  emphasizing  the  fact 
that  dry  saturated  vapor  is  a  unique  condition  at  each  pressure. 

(c)  Because  of  the  resemblance  of  the  saturation  cur\-e  to 
an  expansion  curve  there  is  a  tendency'  to  regard  it  as  represent- 
ing a  possible  expansion  of  vapor,  that  is,  as  an  increase  of 
volume  during  which  the  vapor  remains  dry  and  saturated 
throughout  the  entire  process.  Such  an  expansion  might  be 
obtained  under  very  forced  conditions,  but  normally  no  such 
process  could  be  made  to  occur,     ft  is  then  best  to  regard  this 
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curve  only  as  a  boundary  line  between  two  fields  and  not  as  the 
graph  of  a  process. 

71.  Defining  Conditions  for  Saturated  Vapors,  In  dealing 
with  ideal  gases  the  variables  to  be  considered  are  pressure, 
temperature,  and  volume.  They  are  so  interrelated  that  fixing 
any  two  determines  the  third. 

In  the  case  of  dry  saturated  vapors,  however,  the  pressure, 
temperature,  and  volume  are  so  related  that  the  fixing  of  one 
determines  the  other  two.  This  is  not  true  of  wet  saturated 
vapors  nor  of  superheated  vapors. 

In  the  case  of  viet  saturated  vapors,  the  fixing  of  temperature 
determines  the  pressure,  and  vice  versa,  but  the  gnoWj  must  be 
known  in  order  to  determine  the  volume  occupied. 

Superheated  rapors  are  more  or  less  like  gases,  and  in  general 
the  fixing  of  any  two  of  the  variables  determines  the  third. 

72.  Evaporation,  (a)  There  is  sometimes  difliculty  in  harmo- 
nizing the  phenomena  of  vaporization,  just  described,  with  what 
is  commonly  known  as  evaporation.  There  is  no  real  difference 
in  the  phenomena,  vaporization  as  so  far  considered  being  only  a 
limiting  case  of  evaporation. 

(b)  In  what  follows  it  will  be  of  material  assistance  if  it  is 
remembered  that  the  so-called  temperature  of  vaporization  at 
any  pressure  is  really  the  temperature  of  saturated  vapor  (wet 
or  dry)  at  that  pressure. 

Thus  the  pressure  exerted  by  a  saturated  vapor  is  determined 
by  the  temperature  of  the  space  the  vapor  occupies,  and  the 
pressure  corresponding  to  any  temperature  can  be  found  in  the 
vapor  table  for  the  material. 

(c)  Experiment  shows  that  when  the  surface  of  a  liquid  is  ex- 
posed to  a  space  which  is  not  already  filled  with  the  saturated  vapor 
of  that  liquid,  vapor  is  generated  until  the  space  is  filled  vAth  such 
saturated  vapor,  unless  the  liquid  present  is  insufficient  in  amount. 
Of  course  vaporization  ceases  if  the  liquid  is  exhausted. 

If  the  condition  of  equilibrium  is  reached,  the  saturated  vapor 
must  exert  the  pressure  corresponding  to  the  temperature  of  the 
space  occupied.  Until  this  equilibrium  is  attained,  any  vapor 
present  must  be  superheated  vapor  because  the  number  of  mole- 
cules in  a  given  space  is  less  than  would  be  the  case  if  the  space 
were  filled  with  saturated  vapor.     Superheated  vapor,  however, 
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exerts  a  pressure  less  than  that  exerted  by  saturated  vapor  at 
the  same  temperature. 

It  follows  that  the  pressure  under  which  the  liquid  changes  to 
vapor  must  constantly  increase  until  a  maximum  is  reached, 
when  the  space  becomes  filled  with  saturated  vapor.  After  that, 
there  can  be  no  ftirther  change  in  the  relative  quantities  of 
liquid  and  vapor  present  unless  temperature  changes. 

(d)  Since  heat  is  required  to  change  a  liquid  to  a  vapor,  a 
supply  of  heat  must  be  obtained  from  some  source  to  cause 
"  evaporation."  If  heat  is  not  supplied  from  external  sources, 
it  is  taken  from  the  liquid  and  surrounding  matter;  hence  the 
sensation  of  cold  when  alcohol,  or  other  volatile  liquid,  is  quickly 
evaporated  from  the  skin. 

The  actual  amount  of  heat  necessary  for  evaporation  may  be 
found  by  considering  the  process  after  equilibrium  is  attained. 
Every  pound  of  dry  saturated  vapor  must  have  associated  with 
it  the  total  heat  X  corresponding  to  the  existing  pressure  and 
temperature. 

(e)  Usually  the  space  into  which  the  vapor  passes  contains 
other  material  beside  the  vapor;  for  example,  some  air  is  almost 
always  present.  Dalton's  law  states  that  each  constituent  of 
such  mixtures  behaves  as  though  the  others  were  not  present.  There- 
fore, the  phenomenon  is  not  in  any  way  complicated  by  the 
presence  of  any  number  of  other  vapors  and  gases.  The  evapo- 
ration goes  on  until  the  space  is  filled  with  the  saturated  vapor 
of  the  liquid  in  question,  and  only  then  is  equilibrium  reached. 
The  vapor  will  then  have  all  the  properties  given  numerically 
in  its  vapor  table  opposite  the  existing  temperature. 

The  reason  for  calling  vaporization  as  first  considered  a  limit- 
ing case  of  what  is  generally  known  as  evaporation  should  now 
be  evident.  The  apparatus  used  in  explanation  was  so  arranged 
that  the  space  available  automatically  increased  as  saturated 
vapor  became  available  to  fill  it.  This  was  done  for  simplicity 
and  because  of  the  close  resemblance  to  the  process  taking  place 
in  the  steam  boiler,  from  which  the  vapor  is  withdrawn  as 
rapidly  as  it  is  generated. 

Note  that  the  final  conditions  are  the  same  in  either  case.  A 
certain  space  is  filled  with  saturated  vapor  of  a  given  material, 
and  what  is  true  of  that  vapor  in  one  case  is  true  in  the  other. 

When  a  space  is  thus  filled  with  the  saturated  vapor  of  a 
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material,  it  is  said  to  be  saturaled  mlk  thai  vapor  or  mlh  respect 
to  that  vapor.  Because  of  a  peculiar  construction  of  this  ex- 
pression an  incorrect  idea  has  become  fixed  in  engineering 
language.  It  is  usual  to  speak  of  air  saturated  with  water  vapor, 
whereas  the  real  meaning  is  that  a  space  occupied  by  air  is  also 
occupied  by  saturated  water  vapor. 

(f)  Dalton's  law  is  sometimes  called  the  Law  of  Partial  Pres- 
sures. From  the  previous  statement  of  this  law  it  is  evident 
(i)  that  when  several  gases  and  vapors  occupy  a  space  in  common, 
each  behaves  as  though  the  others  were  absent,  and  (z)  the  pressures 
upon  the  walls  enclosing  the  space,  or  at  any  point  within  the  space, 
must  be  the  sum  of  the  pressures  exerted  by  all  the  constituents  of 
the  mixture.  This  pressure  is  called  the  total  pressure  of  the 
mixture,  while  the  pressures  due  to  each  of  the  constituents  are 
called  partial  pressures. 

If  each  constituent  may  be  con^dered  as  obeying  the  laws  of 
ideal  gases,  the  same  is  true  of  the  mixture.  The  pressure  in  the 
vessel,  then,  would  be  the  total  pressure,  the  volume  would  be 
that  occupied  by  the  mixture,  and  the  temperature  would  be 
that  of  the  mixture,  which  temperature  must  be  the  game  for  all 
constituents. 

When  some  of  the  constituents  of  such  a  mixture  are  satu- 
rated vapors,  the  perfect  gas  laws  cannot  ordinarily  be  used  if 
great  accuracy  is  desired.  When,  however,  the  quantity  of 
such  vapors  is  small  as  compared  with  that  of  the  gases  present, 
the  error  resulting  from  the  use  of  the  gas  laws  is  small,  and  for 
the  sake  of  simplicity  those  laws  are  generally  used  and  the  error 
is  n^lected. 

73.  Boiling.  Heat  is  often  added  to  a  liquid  at  such  a  rate 
and  in  such  a  way  that  the  temperature  of  one  part  becomes 
higher  than  the  temperature  of  adjacent  parts;  that  is,  local 
heating  takes  place.  This  is  the  result  when  the  local  addition 
of  heat  exceeds  the  rate  of  heat  conduction  through  the  material. 
Such  heating  raises  the  temperature  locally  to  that  of  vaporiza- 
tion corres[>onding  to  the  pressure,  after  which  further  addi- 
tion of  heat  would  cause  local  vaporization;  that  is,  a  small 
amount  of  the  liquid  inclosed  within  the  rest  would  be  converted 
into  vapor  and  appear  as  a  bubble. 

The  pressure  at  any  point  within  a  liquid  at  rest  must  be  that 
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due  to  the  static  head  of  the  liquid  above  that  point  plus  the 
pressure  due  to  any  material  resting  upon  the  surface.  Therefore, 
the  bubble  of  vapor  would  be  formed  under  that  pressure  and, 
during  formation,  would  have  to  displace  the  column,  or 
"  piston,"  of  water  above  it  against  that  pressure. 

The  bubble,  being  less  dense  than  the  surrounding  liquid, 
would  rise,  but  if  the  temperature  of  the  liquid  encountered  was 
lower  than  its  own  it  might  entirely  condense  before  reaching 
the  surface.  This  process  continued  long  enough  would  bring 
all  the  liquid  approximately  to  the  same  temperature,  after  which 
the  vapor  bubbles  could  travel  upward  through  the  liquid  and 
escape  as  vapor  from  the  surface. 

'Liquid  is  said  to  be  in  a  state  of  ebullitioii  or  to  be  boiling 
when  it  is  in  such  a  state  that  bubbles  of  vapor  formed  within 
its  mass  pass  up  and  out  through  its  surface. 

From  what  has  preceded  it  can  be  seen  that  this  process  will 
occur  when  the  body  of  water  is  at  such  a  temperature  that  the 
pressure  of  its  saturated  vapor  is  equal  to  that  upon  its  surface. 
This  is  sometimes  given  as  a  definition  of  boiling  temperature. 

74.  Tetnperatttfe-Entropy  Changes  of  Vapors,  (a)  All  the 
processes  described  in  connection  with  the  formation  of  vapor 
are  thermodynamically  reversible;  hence  for  vapors,  just  as  was 
done  for  gases  in  Section  38  (a),  dE  may  be  substituted  tor  APdV 
in  the  general  Eq.  (53)  defining  an  infinitesimal  entropy  change. 
Then  for  such  a  change  in  a  unit  weight  of  vapor  the  expression 
becomes 

,^      dS  +  dl  +  dE  .       ^ 

d<t>  =  —  — yT- , (104) 

or 

d*  =  ^ (105) 


and  for  a  finite  change 

A^-ff (.06) 

These  expressions  may  be  used  for  determining  the  entropy 
changes  for  unit  weight  of  any  vapor  when  undergoing  any 
reversible  processes. 

(b)  The  reversible  temperature-entropy  changes  occurring 
during  the  vajxmzation  of  water  at  several  different  pressures 
are  shown  graphically  in  the  T^-diagram  given  in  Fig.  33. 
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During  the  heating  of  the  liquid  at  constant  pressure  the 
specific  heat  Cp,  or  heat  required  per  pound  per  degree,  may  be 
either  variable  or  constant.  The  equation  for  the  lines  ab, 
abi,  abi,  etc.,  for  the  entropy  change  experienced  by  the  liquid. 
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Fig-  33-  — T*-Diagram  tor  Water  and  Water  Vapot. 

called  briefly  the  entropy  of  the  liquid,  must  be  the  same  as 
Eq.  (6i)  and  is 


-r- 


A«,  =  Cplog,*^ 


(I08) 


This  last  equation  can  bejised  even  if  the  specific  heat  is  not 
a  constant,  by  interpreting  Cp  as  the  mean  value  over  the  given 
temperature  range. 

(c)  The  process  of  vaporization  is  a  constant-temperature  or 
isothermal  one;  here,  following  Eq.  (65),  the  entropy  change 
experienced  by  the  material  during  vaporization,  called  briefly 
the  entropy  of  vaporizatioQ,  is  evidently 


^<t•,= 


^ 


(109). 


r.      r/  ■    ■   • 

where  7*.  is  the  temperature  of  vaporization. 

(d)  During  superheating  of  the  vapor  at  constant  pressure 
the  specific  heat  may  be  either  variable  or  constant,  and,  parallel- 
ing Eq.  (61),  the  entropy  change,  called  briefly  entropy  cMf  super- 

'""^'"     A.     r-c.dT  ,   , 

""♦""X.    -T- (■■°' 

'  It  is  usually  miwe  convenient  to  use  logio  instead  of  loge-  Since  log,  — 
1.302  logiD.  Eq.  {108)  maybe  written  i*j  =  Cp  X  2.301  logn,  (Tj/ri).  The  other 
log^thmic  equations  which  are  to  follow  ouy  be  similarly  transformed. 
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*''■  A«j,=  C,log.^  =  Cplog,?^-t^,  .     .     .  (rioa) 

where  Cp  is  the  mean  specific  heat,  D  is  the  temperature  in- 
crease above  the  saturation  temperature,  T,,  and  T,  —  T,  +  D. 

(e)  Summing  up  these  results  gives  the  total  entropy  change 
experienced  by  the  material  when  transformed  at  constant 
pressure  from  liquid  at  datum  temperature  to  superheated 
vapor  at  temperature  ((■  +  D).  This,  which  is  briefly  called 
the  total  entropy  of  superheated  vapor,  is 

;i*,  =  A*j  +  i0,  +'A4d (in) 

Then  A*.  =  J^^  ^  +  j.+j^^  -=y^     .    .     (112) 

=  C,log.^^+^^  +  Cplog.  ?^i^,  .  (112a) 

in  which  Tn  is  the  datum  temperature,  7",  is  the  temperature  of 
saturation,  and  T,{=  Tt  +  Z>)  is  that  of  the  superheated  steam 
when  the  amount  of  superheat  is  D  degrees. 

(f)  If  vaporization  ceases  before  the  entire  pound  of  material 
has  been  vaporized,  only  a  part,  xr,  of  the  total  latent  heat  of 
vaporization,  r,  will  have  been  added.  The  entropy  change 
experienced  by  the  material  in  coming  to  the  condition  of  wet 
saturated  vapor  with  quality  x  would  then  be 

i«x  =  ii*j  +  j:i«, (113) 

-C,Iog.^+|^ (114) 

When  X  becomes  unity,  —  that  is,  when  vaporization  is  just 
complete,  —  there  is  dry  saturated  vapor,  and  this  equation 
becomes 

i««  =  A*j  +  A*. (115) 

=  CpIog.~;  +  -^^.    ....     (116) 

The  points  c,  Ci,  «b,  etc.,  in  Fig.  33,  show  the  entropy  change 
for  different  pressures  as  determined  by  Eq.  (114)  when  x  =  0.75. 
Obviously  the  distances  be,  b,ei,  etc.,  must  be  0.75  of  the  dis- 
tances be,  bici,  etc.  This  diagram  then  furnishes  a  means  of 
determining  quality  in  a  manner  similar  to  that  used  in  the  case 
of  the  saturation  curve,  Fig,  32,  but  is  not  subject  to  the  ap- 
proximation there  necessary. 
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75-  Continuit7  Of  the  Liquid  and  Gaseous  States,  (a)  It  has 
been  stated,  in  Chapter  IV,-  that  no  real  gases  obey  exactly  the 
laws  of  ideal  ones,  but  that  it  may  be  assumed  without  great 
error  that  those  real  gases  which  are  farthest  removed  from  the 
conditions  of  liquefaction  do  obey  these  laws.  This  assumption, 
however,  is  not  justified  at 
very  low  temperatures  or 
very  high  pressures. 

The  study  of  materials  in 
the  liquid  and  gaseous  si-ates 
shows  clearly  that  these 
states  are  in  the  nature 
of  limiting  conditions  to 
gradual  physical  changes. 
This  may  be  presented   by 

means  of  Fig.  34.     It  should  j_ 

be  clearly  understood  how- 
ever that  this  figure  is 
qualitatively  but  not  quanti- 
tatively correct;  that  is,  it  is  I 
not  drawn  to  scale,  nor  does  J 
it  exactly  represent  the  be- 
havior of  any  real  material. 
It  does,  however,  show  the 

tialure  of  the  changes  under    Fig. 34— Isothennals of  Materialin Liquid, 
consideration   for  all   known  Vaporous  and  Gaseous  SUtes. 

materials. 

(b)  The  diagram  is  for  unit  weight  of  material  on  pressure- 
volume  coordinates,  and  each  of  the  heavy  lines  is  an  isothermal. 
Starting  with  the  lowest  line  of  the  series,  the  point  a  represents 
the  volume  occupied  by  unit  weight  of  liquid  at  temperature  T 
and  at  the  pressure  shown.  If  the  pressure  is  decreased  while 
the  temperature  is  maintained  constant,  the  volume  of  the 
liquid  will  increase  until  the  point  b  is  reached.*  At  this  point 
the  pressure,  volume,  and  temperature  are  such  that  any  further 
change  can  only  be  a  progressive  vaporization  at  constant  pres- 
sure, as  shown  by  line  be  (since  the  temperature  is  constant)  with 
increase  of  volume  from  b  to  c;  that  is.the  material  is  at  the 
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point  of  vaporization  for  temperature  T.  At  c  the  material  has 
become  fully  vaporized,  and  hence  is  dry  saturated  vapor.  A 
further  decrease  of  pressure  at  constant  temperature  will  cause 
it  to  become  superheated  and  to  behave  somewhat  like  an  ideal 
gas.  The  volume  will  then  increase  almost  inversely  with  the 
pressure,  bringing  the  material  to  the  conditions  d  along  the 
curve  cd. 

Starting  from  Oi.  with  the  material  in  liquid  form  at  a  tem- 
perature Ti  >  r,  a  similar  process  carries  the  material  isother- 
mally  to  di.  The  same  statements  can  be  made  for  all  other 
starting  points  at  different  temperatures  up  to  some  such  value 
as  Tt,  when  the  process  will  be  that  shown  by  the  curve  a^btdt. 
In  this  case  the  points  bt  and  cg  have  become  coinddent,  the 
liquid,  if  it  is  such,  having  the  same  volume  at  pressure  Phi  as 
does  its  vapor. 

At  higher  temperatures,  such  as  Tt  and  Tt,  the  material  begins 
as  a  gas  and  the  isothermals  become  more  and  more  nearly 
rectangular  hyperbolas  (PV  =  consl),  as  they  are  drawn  for 
higher  and  higher  temperatures. 

Reversing  the  process,  a  gaseous  material  compressed  iso- 
thermally  from  di  conditions  will  remain  gaseous  no  matter  how 
high  the  pressure  is  carried.  A  gaseous  material  compressed 
isothermally  from  di  will,  however,  begin  to  condense  at  Ci  and 
will  continue  to  liquefy  with  further  compression  until  it  all 
becomes  liquid  at  bi. 

(c)  If  dt  is  chosen  as  the  point  to  begin  isothermal  compression, 
it  is  obvious  that  the  material  after  passing  bt  must  be  on  the 
boundary  between  the  liquid  and  gaseous  states;  that  is,  the 
pressure,  volume,  and  temperature  conditions  for  the  two  states 
are  the  same  and  the  material  may  be  considered  a  liquid  or  a 
gas,  or  both. 

The  conditions  at  6,  are  called  critical  conditionB,  that  is, 
critical  volume,  critical  pressure,  and  critical  temperature.  The 
critical  temperature  of  gaseous  material  is  usually  defined  as  the 
temperature  above  which  liquefaction  is  impossible  by  any 
increase  of  pressure.  The  truth  of  this  definition  is  evident  from 
the  diagram;  no  isothermal  of  higher  temperature  than  aib^dt 
could  cross  the  latter  and  so  enter  the  liquid  region. 

(d)  In  the  figure  the  hatched  area  with  the  lines  running 
upward  from  left  to  right  represents  the  region  in  which  the 
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material  must  be  liquid.  That  is,  when  any  point  representing 
the  pressure  and  volume  of  the  substance  falls  within  this  region, 
the  material  must  be  in  the  liquid  state.  Similarly,  the  part 
hatched  downward  from  left  to  right  represents  the  region  of 
superheated  vapor,  and  that  crosshatched  in  both  directions 
represents  the  region  of  liquid  mixed  with  its  saturated  vapor. 

The  part  not  hatched  represents  the  region  in  which  the 
material  cannot  be  liquefied  by  change  of  pressure.  This  is 
now  commonly  called  the  region  of  the  gaseous  state.  A  gas 
may  then  be  defined  as  a  material  above  the  critical  temperature, 
and  a  vapor  as  material  which,  while  resembling  a  gas,  is  below 
the  critical  temperature. 

It  must  not  be  inferred  that  material  above  its  critical  tem- 
perature sensibly  obeys  the  laws  of  ideal  gases.  It  must  be  far 
removed  on  the  temperature  scale  before  this  occurs.  The 
isothermal  Tt  shows  this. 

Note  in  the  figure  that  the  curve  ije  is  the  saturation  curve,  a 
part  of  which  was  drawn  for  water  vapor  in  Fig.  32, 

(e)  This  diagram.  Fig.  34,  is  useful  for  determining  the  be- 
havior of  material  when  subjected  to  volume,  pressure,  and 
temperature  changes.  Material  in  the  gas  state,  as  at  /  for  in- 
stance, can  be  liquefied  by  lowering  temperature  and  decreasing 
volume  while  the  pressure  is  maintained  constant,  as  along  the 
line  /g.  Or  it  can  be  brought  to  the  condition  of  wet  vapor  by 
lowering  pressure,  volume,  and  temperature  according  to  some 
curve  fk.  Similarly,  increasing  the  temperature  and  pressure  of 
3  superheated  vapor  at  constant  volume  (line  ki)  results  in 
carrying  it  into  the  gas  field. 

(f)  At  the  critical  temperature  the  latent  heat  of  vaporiza- 
tion, r,  becomes  zero;  that  is,  no  internal  and  no  external  work 
of  measurable  magnitude  is  done,  as  the  material  passes  from 
just  above  to  just  below  the  point  bt  on  the  isothermal  Tt.  In- 
spection of  the  Steam  Tables  in  the  Appendix  will  show  the  way 
in  which  the  latent  heat  of  vaporization  of  water  vapor  gradually 
decreases  from  large  values  at  low  temperatures  to  a  value  of 
zero  at  the  critical  temperature. 

76.  Van  der  Waals'  Equation  for  Real  Gases,  (a)  Obviously 
any  gas  is  really  only  a  very  attenuated  liquid,  differing  in  its 
properties  from  the  liquid  because  its  molecules  are  much  farther 
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apart,  and  possibly  of  simpler  structure.  If  this  is  true,  it  ought 
to  be  possible  to  write  laws  of  condition  which  would  fit  the 
same  material  in  either  the  liquid  or  the  gaseous  form.  Several 
attempts  have  been  made  to  do  this,  and  one  in  particular  is  of 
great  interest.  It  is  due  to  Van  der  Waals  and  was  developed 
by  modifying  Boyle's  law  to  take  account  of  two  assumed  facts. 
These  are: 

(i)  The  space  tilled  by  a  gas  is  partly  occupied  by  the  mole- 
cules of  that  gas,  and  it  is  only  the  space  between  the  molecules 
which  obeys  Boyle's  law. 

(2)  In  no  real  gas  are  the  molecules  far  enough  apart  to  be 
absolutely  independent  of  one  another;  certain  intermolecular 
forces  still  exist.  These  decrease  the  total  volume  occupied  or 
make  the  gas  behave  as  though  subjected  to  a  pressure  greater 
than  the  real  external  pressure. 

The  law  in  mathematical  form  is 

f  P  +  ^)  (V  -  *)  =  Constant, 


[P  +  ^,)(y-l>)~RT, (117) 

in  which  a  and  b  are  constants,  differing  with  the  kind  of  gas. 
(b)   This  equation  can  be  rearranged  to  read, 

V-v{^+b)  +  V^-f-o..    .    .     (118) 

a  cubic  equation  in  terms  of  the  specific  volume  V.  Then  for  a 
given  temperature  and  pressure  there  must  be  three  values  of  V 
which  satisfy  the  equation. 

If  the  curves  obtained  by  substituting  in  the  equation  are 
drawn  for  constant  temperatures,  they  resemble  the  lines  abed, 
etc.,  in  Fig.  34,  except  that  the  horizontal  lines  be,  etc.,  are  re- 
placed by  the  dotted  curves  shown,  tf  the  equation  is  really 
true,  the  process  of  vaporization  must  be  more  complicated  than 
at  first  appears.  The  fact  that  the  phenomena  corresponding 
to  part  of  the  curve  from  b  downward  and  from  c  upward  can 
be  realized  experimentally  gives  evidence  in  support  of  this  law. 
The  condition  of  the  material  thus  carried  into  the  dotted 
position  of  the  curve  is,  however,  very  unstable,  and  the  sub- 
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stance  suddenly  assumes  the  condition  shown  by  the  horizontal 
line  if  disturbed. 

(c)  The  critical  point  may  now  be  said  to  be  the  point  at 
which  all  three  roots  of  the  equation  coincide  or  at  which  one  is 
real  and  two  are  imaginary. 

(d)  The  equation  of  Van  der  Waals,  though  better  than  that 
of  Boyle,  does  not  fully  express  the  truth.  If  it  did,  it  would 
hold  for  material  in  the  solid  as  well  as  in  the  liquid  state.  It 
really  recognizes  no  such  condition  as  solid.  If  it  did,  its  graph, 
continued  far  enough  back  in  the  direction  dcba,  would  show 
another  jog  similar  to  but  shorter  than  cb,  representing  the  con- 
stant-pressure, constant-temperature  change  from  liquid  to  solid. 
This  it  does  not  do,  and  hence  it  is  imperfect. 

(e)  The  phenomenon  of  zero  volume  at  absolute  zero  tem- 
perature can  now  be  explained.  According  to  the  simplest 
kinetic  theory  of  gases,  the  temperature  is  supposed  to  be  a 
measure  of  the  translational  energy  of  the  molecules,  and  the 
pressure  is  the  result  of  the  bombardment  of  containing  walls  by 
the  rapidly  moving  molecules. 

Assuming,  with  Van  der  Waals,  that  the  volume  to  which  the 
ideal  laws  refer  is  not  the  total  volume  occupied  by  the  gas,  but 
equals  that  volume  corrected  for  the  volume  of  the  molecules 
present,  the  limiting  case  of  the  ideal  laws  is  easily  explained. 
When  absolute  zero  of  temperature  is  reached  the  molecules  of  a 
gas  must  be  assumed  to  be  devoid  of  translational  motion  and 
in  such  positions  that  the  volume  referred  to  above  has  become 
zero.  Then  as  the  molecules  at  rest  could  not  bombard  sur- 
rounding surfaces  the  pressure  would  also  be  zero. 

This  equation  of  Van  der  Waals  is  in  general  only  of  theoretical 
interest  to  the  engineer.  Seldom  does  the  accuracy  required  in 
engineering  calculations  warrant  the  use  of  such  refinement.  It 
is  introduced  here  only  to  give  a  possible  simple  explanation, 
though  an  incomplete  one,  of  what  otherwise  seems  very  in- 
definite, and  to  furnish  a  more  complete  view  of  the  continuity 
of  the  liquid  and  g^eous  states. 
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77.  Steam  or  Water  Vapor,  (a)  All  that  has  just  been 
said  about  the  formation  and  the  properties  of  vapors  in  general 
applies,  of  course,  to  the  case  of  water  vapor  or  steam. 

This  vapor  is  usually  generated  in  a  boiler  in  which  the  pres- 
sure is  maintained  substantially  constant  by  the  withdrawal  of 
some  of  the  steam  as  rapidly  as  more  vapor  is  generated.  This 
withdrawal  occurs  ordinarily  through  the  steam  pipe,  at  other 
times  through  the  safety  valve.  The  water  when  pumped  into 
the  boiler  is  under  the  pressure  existing  in  that  vessel.  Thus 
the  application  of  heat  causes  the  temperature  of  the  liquid 
to  rise  under  constant- pressure  conditions.  This  increase  of 
course  ceases  when  the  temperature  of  vaporization,  correspond- 
ing to  the  pressure,  is  reached.  Since  the  heat  is  added  at  con- 
stant pressure,  q  would  be  computed  from  Eq.  (94},  using  the 
mean  specific  heat  at  constant  pressure  for  Cp. 

(b)  The  further  addition  of  heat  to  this  water  causes  the 
formation  of  vapor,  or  steam.  Associated  with  this  process  there 
is  great  increase  in  volume  and  the  absorption  of  large  amounts 
of  heat.  In  discussing  the  general  case,  in  connection  with 
^^S-  3^1  it  was  considered  that  the  external  latent  heat  expended 
in  connection  with  the  volume-increase  was  utilized  in  lifting  a 
weight,  thus  doing  work  in  overcoming  the  action  of  gravity. 
In  the  case  under  consideration,  when  steam  is  supplied  to  a 
piston  engine,  the  external  latent  heat  is  expended  in  displacing 
the  piston  against  resistance,  thus  doing  external  work  equal  to 
APu  per  pound  of  material  and  making  available  increased 
volume  of  steam  space  in  the  cylinder  as  rapidly  as  the  vapor  is 
generated.  It  is  true  that  engines  of  this  type  ordinarily  take 
steam  intermittently  from  the  boiler,  hence  the  steam  pressure 
within  that  vessel  would  fluctuate  slightly  on  this  account,  even 
if  other  causes  of  fluctuation  could  be  eliminated.  In  such  cases 
the  mean  pressure  is  the  one  commonly  used. 
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It  is  not  only  true  in  the  case  of  the  piston  eng;ine  but  also  in 
ail  other  cases,  that  the  withdrawal  of  steam  from  the  boiler  is 
accompanied  by  the  doing  of  external  work,  equal  to  APu  per 
pound  of  material,  although  just  how  this  energy  is  expended  is 
not  always  clear  to  the  beginner. 

The  rest  of  the  heat  utilized  in  the  process  of  vaporization  is 
the  "  internal  latent  heat,"  p,  expended  in  causing  the  molecular 
rearrangement  accompanying  the  change  from  water  to  steam. 

(c)  In  many  instances  a  portion  of  the  steam  pipe  is  modified 
in  form  and  subjected  to  heat  in  such  manner  that  it  becomes 
what  is  termed  a  "  Superheater,"  in  which  the  steam  becomes 
superheated  by  the  reception  of  more  heat,  as  it  passes  through, 
on  its  way  to  the  engine  or  other  device  which  is  being  supplied. 
During  this  superheating  the  steam  is  under  constant  pressure, 
hence  in  using  Eq.  (102)  to  determine  the  heat  added  the  mean 
specific  heat  at  constant  pressure  Cp  should  be  introduced. 

78.  Sources  of  Data.  The  different  related  properties  of  dry 
saturated  steam  are  tabulated  in  Steam  Tables  such  as  that 
given  in  the  Appendix.  Some  of  the  properties  are  determined 
directly  by  experiment  and  others  are  derived  quantities  which 
are  found  by  computations  involving  the  experimentally  de- 
termined data. 

Many  different  Steam  Tables  have  appeared,  and  all  except 
the  most  recent  ones  were  based  on  Regnault's  experiments, 
published  in  1847.  These  older  tables,  while  thus  based  on  the 
same  data,  depart  somewhat  from  one  another  in  the  values 
tabulated,  the  disagreement  arising  from  differences  in  inter- 
preting the  data  and  in  choosing  values  of  Joule's  equivalent, 
absolute  zero,  specific  heat  of  liquid,  etc. 

In  spite  of  their  differences  and  errors,  these  steam  tables  are 
still  sufficiently  accurate  for  most  engineering  calculations;  and 
ordinarily  the  results  of  investigation  which  involved  their  use 
may  be  compared  with  those  based  on  the  later  tables,  without 
introducing  serious  errors. 

The  recent  rapid  increase  in  the  use  of  superheated  steam  has 
led  to  many  attempts  to  determine  accurately  the  different 
values  of  the  specific  heats  of  this  material  under  various  con- 
ditions. This  has  revived  interest  in  the  properties  of  saturated 
steam,  with  the  result  that  in  1909  new  and  more  accurate  Steam 
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Tables  appeared  in  book-form,  one  by  Peabody,  and  another  by 
Marks  and  Davis.  Both  books,  besides  giving  tables  for  the 
properties  of  dry  saturated  steam,  contain'  elaborate  tables  giving 
the  entropy  and  other  properties  of  superheated  steam,  and  other 
auxiliary  tables,  together  with  certain  charts  which  are  useful  to 
the  ei^ineer. 

For  the  mechanical  equivalent  of  i  B.t.u,,  Peabody  uses  778 
foot-pounds  and  M.  &  D.  use  777,52.  For  the  absolute  zero  the 
former  uses  491,5°  F.  below  freezing;  the  latter  491.64.  Peabody 
uses  for  the  B.t.u.  the  heat  required  to  raise  one  pound  of  water 
from  62'  to  63" F.;  whereas  M.  &  D.  use  the  "mean  B.t.u." 
defined  in  Section  3.'  The  values  chosen  for  the  specific  heats 
of  water  also  vary  slightly.  However,  the  differences  mentioned 
are  so  small  as  to  be  negligible  for  engineering  purposes. 

The  discussion  of  how  tables  may  be  made  will  now  be  taken  up 
very  briefly.  For  a  more  thorough  treatment  and  for  references 
to  the  sources  of  data  the  student  is  referred  to  the  books  just 
mentioned. t 

79.  Properties  of  Dry  Saturated  Steam.  The  properties 
given  in  the  Steam  Table  in  the  Appendix  are  the  corresponding 
values  of  (a)  Pressure  and  Temperature;  (b)  Heat  of  the  Liquid; 
(c)  Total  Heal  of  Steam;  (d)  Latent  Heat  of  Vaporization;  (e) 
External  Latent  Heat;  (f)  Internal  Latent  Heat;  (g)  Entropies 
of  Water,  Vaporization,  and  Total ;  and  (h)  Specific  Volumes. 

The  properties  are  tabulated  for  one  pound  of  material,  the 
pressures  are  in  pounds  per  square  inch  absolute,  and  the  heat 
quantities  and  entropies  (excepting  those  for  vaporization)  are 
measured  above  32°  F, 

Temperatures  and  Pressures. 

(a)  It  has  been  seen  that  saturated  vapor  has  a  definite  tem- 
perature corresponding  to  each  pressure  at  which  the  vaporiza- 
tion occurs.  The  variation  of  temperature  with  pressure  of 
water  vapor  has  been  determined  experimentally  and  is  shown 
graphically  in  Fig.  35,  to  two  different  pressure  scales.  It  is 
important  to  note  the  shape  of  this  curve,  especially  the  rapid  rise 

'The  mean  B.t.u.  h  about  ;J^  larger  than  that  measured  at  62°. 

f  .\1so  sec  Trans.  A.  S.  M.  E.,  ^'ols,  ig  to  33.  for  papers,  discussions,  and  reler- 


,cb,GoogIc 


PROPERTIES  OF  STEAM 


of  pressure,  or  increase  in  the  slope 

perature  in  the  upper  region.    The  TP  relations  can  also  be 
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with  elevation  of  tem- 
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expressed  algebraically  by  formulas*  which  are  rather  compli- 
cated.    These  need  not  be  given  here,  however. 

Heat  of  Liquid  [£). 
(b)   The  heat  of  the  liquid  is  the  amount  added  to  water  at 
32  degrees  in  order  to  bring  it  to  the  temperature  of  vaporiza- 
tion.   Its  amount  is  computed  by  using  Eq.  (92)  and  integrating 
between  the  temperatures  of  freezing  and  of  vaporization,  thus: 

(119) 

where  C,  is  the  constant-pressure  specific  heat  of  the  liquid, 
which  in  the  case  of  water  varies  with  the  temperature.  The 
progressive  values  of  C,  have  been  found  by  several  experimenters 
with  results  that  are  not  absolutely  in  accord.  The  curve  in 
Fig.  36  represents  an  interpolation  between  the  several  data. 

The  right  member  of  Eq.  {119)  will  be  recognized  as  the  ex- 
pression for  the  area  below  the  Cp  curve,  and  lying  between  the 
ordinates  at  32  degrees  and  l^.  This  area  can  be  found  by 
planimeter  or  other  method  of  integration. 


3=    r'Cpdt=    f  'CpdT,     .     .     . 
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If  Vp  is  the  Mean  Specific  Heat  for  the  temperature  range 
i  =  ((.  —  32),  between  limits  32  degrees  and  (.,  then 

2  -  C,  {(  -  32)  =  C,  X  <f (120) 


Cj,  is  obviously  the  mean  height  of  the  part  of  the  C;.-curve 
lying  between  the  temperature  limits  under  consideration. 
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Temperaturos  jyeg.  Fatir. 
Fig.  36.  —  Progressive  Values  of  Specific  Heat,  Cj,  of  Water. 

Hereafter  the  instantaneous,  or  the  progressive,  values  of  C„ 
(that  is,  those  corresponding  to  one  degree  rise  at  different  tem- 
peratures) will  be  called  the  progiessiTe  specific  heats  to  dis- 
tinguish them  from  the  mean  values. 

For  many  purposes,  especially  at  low  temperature,  it  is 
sufficiently  accurate  to  assume  Cp  =  i,  then  q  =  {t  —  32).  In 
computing  the  values  of  q  for  the  steam  tables,  however,  it  is 
necessary  to  employ  the  greatest  accuracy. 

In  Fig,  31.  the  curve  abs  shows  approximately  how  q  varies 
with  (,.  If  Cf  is  taken  as  unity,  this  curve  becomes  a  straight 
line. 

Total  Heat  of  Steam  (X). 

(c)  This  is  the  amount  of  heat  required  to  raise  one  pound  of 
water  from  32  degrees  to  the  temperature  of  vaporization,  then 
to  separate  the  constituent  particles  during  the  formation  of 
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steam,  and  to  do  the  external  work  accompanying  the  increase  in 
volume. 

The  values  of  X  have  been  determined  for  a  numberof  pressures 
by  various  experimenters.  By  plotting  the  most  trustworthy 
data  on  cross-section  paper,  with  \  and-  temperature  as  coordi- 
nates. Dr.  H.  N.  Davis  obtained  a  curve  which  is  generally 
regarded  as  giving  the  most  reliable  values  of  this  quantity." 
The  portion  of  the  curve  lying  between  212  degrees  and  400 
degrees  is  represented  by  the  equation 

X  =  1150.3  + 0.3745  {i,-  212)  -0.00055  (^-  212)*.     (121) 

Regnault's  formula  for  total  heat,  which  was  generally  em- 
ployed before  1909,  is  accurate  enough  for  ordinary  engineering 
purposes  and  is  much  simpler  than  Davis'.     It  is 

X  =  1091.7 +0.305  ((.- 32).      .     .     .     (122) 

Note  that  this  quantity  increases  with  the  temperature,  but  at 
a  very  slow  rate.  This  is  shown  in  Fig.  31,  by  the  abscissas  of 
points  c,  C\,  cj,  etc.  The  higher  the  pressure  the  less  rapid  is 
the  rate  of  increase. 

Latent  Heat  of  Vaporization  (r). 

(d)  Having  obtained  the  total  heat  X  and  the  heat  of  the 
liquid  2,  the  latent  heat  of  vaporization  may  be  found  from 

r  =■  X  -  2 (123) 

If  the  specific  heat  of  water  is  taken  as  unity,  q=  {U  —  32) ; 
and  if  this  is  subtracted  from  Eq.  {122),  Regnault's  approxi- 
mate equation  for  the  latent  heat  of  vaporization  is  obtained. 
This  is 

f  =  1091.7 -o.695(/. -32) {124) 

In  Fig.  31,  the  values  of  r  for  different  temperatures  and  pres- 
sures are  shown  by  the  distances  be,  bid,  btCt,  etc.  The  latent 
heat  decreases  with  rise  in  temperature,  and  becomes  zero  at  the 
critical  temperature.  At  atmospheric  pressure  r  is  970,*  and 
this  f^re  should  be  remembered,  as  it  is  used  frequently  in 
engineering  computations. 

•  The  old  value  is  966. 
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Hie  External  Latent  Heat  (A£). 
(e)    The  .external  latent  heat  A£  expended  in  displacing  the 
surrounding  media  can  be  computed  from  the  equation 

^E=^-^:^=iuApu  =  APu,  .    .    .     (125) 

in  which  A  =  — =>  p  is  the  pressure  in  pounds  per  square  inch, 
770 

P  is  the  pressure  in  pounds  per  square  foot,  and  u  is  the  increase 
in  volume  during  vaporization.  How  u  may  be  determined  will 
be  explained  in  (h)  of  this  section.  The  value  of  APu  is  rela- 
tively small  and  varies  from  about  61  B.t.u.  at  one  pound 
pressure  to  about  85  B.t.u.  at  400  pounds. 

The  Internal  Latent  Heat  (p). 

<\X)  The  internal  latent  heat  expended  in  producing  the  molec- 
ular rearrangement  may  be  obtained  by  subtracting  the  external 
latent  heat  from  the  total.     Thus 

p  ■=  T-APu (126) 

Entropies  (A^). 

(g)  The  values  tabulated  are  per  pound  of  steam.  The 
entropy  of  the  liquid  may  be  found  from 

--x:?-'r¥ <-' 

As  the  heat  of  the  liquid,  Cp  /  dT,  is  measured  above  the  freez- 
ing point  of  water,  it  follows  that  the  corresponding  entropy 
must  also  be  calculated  above  the  same  datum,  that  is,  492°  F. 
absolute.  The  integration  of  Eq.  (127)  gives  for  the  entropy  of 
water, 

A*.-Cplog,^ (128) 

492 

in  which  T,  is  the  saturation  temperature  for  the  pressure  under 
consideration  and  Cp  is  the  mean  specific  heat  of  water  for  the 
temperature  range  from  32  degrees  to  /,,  as  found  from  Fig.  36 
in  the  manner  described  in  Section  79  (b). 
The  entropy  of  vaporization  (^^.)  may  be  found  from  Eq. 
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(109)  by  substituting  the  values  of    T,  and  r  corresponding  to 
the  pressure  under  consideration. 

The  total  entropy  (A^k)  of  one  pound  of  dry  saturated  steam 
above  32  degrees  is  A^„^  A^d-A^,. 

Specific  Volume  (V). 

(h)  This  is  the  number  of  cubic  feet  occupied  by  one  pound  of 
steam.  It  varies  with  the  pressure  and  is  equal  to  the  sum  of 
the  original  volume  of  the  pound  of  water  {0.017  ±  cu.  ft.)* 
and  H,  the  increase  in  volume  during  vaporization.     Thus, 

V  =  « +0.017  ±cu.ft (129) 

The  value  of  w  can  be  obtained  from  what  is  known  as  Clapey- 
ron's  equation, 

:  cu.ft (130) 


T, 


776 


Here 


(see  Fig.  35,  in  which-^ 


,  and   may  be  found  either 


the  slope  of   the  pressure-temperature  curve 
.dp^    I    dP\ 
dt       i^dTJ' 
graphically  or  mathematically. 

The  following  is  a  rather  crude  way  of  deriving  Clapeyron's 
equation:  On  a  PV-dii^am,  Fig.  37,  starting  at  A  with  one 


Fig.  i^. 


Fig.  38. 


pound  of  water  already  at  the  boiling  point  {pressure  P,  and 
absolute  temperature  2^,  let  sufficient  heat  be  added  to  cause 
complete  vaporization,  the  increase  in  volume  being  w;  then  let 
there  be  a  slight  drop  in  pressure  dP,  next  let  there  be  a  de- 

*  The  volume  of  a  pound  o[  water  v: 
the  Mdinaiy  range  of  temperatuiea. 


3  from  0.016  to  0.018  cubic  teet  within 
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crease  in  volume  at  the  uniform  pressure  {P  —  dP)  until  all  of 
the  steam  is  condensed  to  water  at  the  corresponding  boiling 
point;  and  finally  bring  the  water  up  to  its  original  temperature 
to  complete  the  cycle.  Evidently  the  work  done,  as  shown  by 
the  area  of  the  figure,  isu  .dP  foot-pounds,  which  in  B.t.u.  is 

"'-'iw <>' 

On  the  T*-diagTam,  Fig.  38,  let  the  same  cycle  be  shown. 
Starting  at  A  with  water  at  the  bcttling  temperature  T,  let  heat, 
f ,  be  added  to  vaporize  the  water.     This  is  accompanied  by  an 

increase  in  entropy  of  amount  -=.     Next  let  there  be  a  tempjer- 

ature  drop  dT  (corresponding  to  dP),  and  then  let  the  steam 
be  condensed  at  constant  temperature  (J"  —  dT),  corresponding 
to  (P  —  dP),  to  water  at  the  boiling  point.  Upon  returning  the 
water  to  its  original  condition  the  cycle  is  completed  and  the 
work  done  in  B.t.u.,  as  shown  by  the  area  surrounded,  is 

rfE  =  (~)rfr. (b) 

Evidently  equations  (a)  and  (b)  both  represent  the  same 
amount  of  work.  Hence,  - — -^  =  [-=\dT,  solving  which  for  « 
results  in  Clapeyron's  equation. 

The  Specific  Density. 
CO   The  specific  density  or  weight  of  one  cubic  foot  of  steam  is 
equal  to  fyl.     As  this  is   merely  the  reciprocal  of  the  specific 
volume,  it  is  not  given  in  the  Steam  Table  in  the  Appendix. 

Properties  of  Steam  at  High  Pressures. 

(j)  Above  250  pounds  per  square  inch  (400°  F.)  the  properties 
of  steam  have  not  been  determined  with  great  accuracy,  so  that 
the  values  given  in  the  tables  above  this  pressure  are  not  very 
trustworthy.  More  accurate  values  are,  howe\'er,  not  available 
at  present. 

ft  will  be  noticed  that  the  latent  heat  decreases  as  the  tem- 
perature increases  until  it  becomes  zero  at  the  critical  tempera- 
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ture  of  about  706°  F.|*  corresponding  to  a  pressure  of  about 
3300  pounds  per  square  inch. 

80.  Properties  of  Superheated  Steam,  (a)  Specific  Heat  at 
Constant  Pressure.  In  dealing  with  superheated  steam  the 
engineer  ordinarily  uses  only  the  specific  heat  at  constant  pres- 
sure. For  ideal  gases  it  has  been  shown  that  Cp  is  independent 
of  temperature  and  pressure,  and  that  it  is  sensibly  so  for  most 
real  gases  within  ordinary  ranges.  For  superheated  steam, 
however,  it  cannot  be  considered  constant  at  the  temperatures 
used  in  engineering,  for  the  material  is  always  far  below  the 
critical  conditions,  and  though  approximating  the  behavior  of 
a  gas  it  varies  greatly  from  the  laws  for  perfect  gases. 

Several  experimenters  have  recently  determined  values  of  Cp 
for  steam  over  wide  temperature  and  pressure  ranges.  Among 
these  the  result^  of  Knoblauch  and  Jakob  are  generally  con- 
sidered the  most  trustworthy,  and  were  used  both  by  Peabody 
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and  by  Marks  and  Davis  in  computing  their  tables.  M.  and  D. 
made  slight  modifications  to  better  coordinate  the  Knoblauch 
and  Jakob  results  with  those  of  other  authoritative  researches. 
The  variation  of  the  progressive  specific  heat  Cp  with  tempera- 
ture, for  different  constant  pressures,  is  shown  in  Fig.  39.  Be- 
*  Prof.  L.S.  Marks.    Trans.  A.  S.  M.  E,,  Vd.  33. 
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cause  of  the  comparatively  rapid  variation  from  degree  to  degree, 
the  progressive  values  can  be  used  in  ordinary  arithmetical  cal- 
culations for  a  temperature  rise  of  one  degree  only. 

For  greater  ranges,  the  mean  specific  heat  must  be  used,  and 
this  can  be  found  from  Fig,  39  in  a  manner  similar  to  that 
described  in  79  (b)  for  the  mean  specific  heat  of  water.  As  most 
problems  connected  with  superheated  steam  involve  a  tem- 
perature range  D  measured  from  the  saturation  temperature,  T,, 
for  the  pressure  under  consideration,  it  is  convenient  to  have 


v\ 

\\ 

\ 

Superb. 

Btsd  81a 

™ 

s\ 

\^ 

"^-H 

1 

\^ 

v\ 

x^ 

^^ 

'^^^^ 

i 

^^ 

>^^ 

^ 

t" 

^^ 

b^ 

^^ 

^ 

-^^- 

L 

. 

-a- 

■~-~- 

^7- 

— ^ — ' 

— ~zi: 

». 

~ 

~ 

in 

« 

10 

0           u 

0              20 

0         a 

0         an 

Tamptraturas  above  SKturetion  °S. 
Fig.  40.  —  Variation  of  Mean  Specific  Heat  Up  of  Superheated  Steam, 

curves  giving  the  constant- pressure  mean  specific  heat  Cp 
measured  above  saturation  temperature.  The  values  plotted  in 
Fig.  40  may  be  used  pending  the  appearance  of  more  accurate 
ones. 

Superheat 

(b)   The  heat  added  during  superheating  D  degrees  is' evidently 

AQo=CpD (131) 

where  D  =  (T^  ~  T,). 
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Tite  Total  Heat  of  Superheated  Steam  (AQ,)- 

(c)  This  quantity  is  the  total  heat  above  32'  F.  per  [X)und  of 
steam  which  is  superheated  D  degrees  above  saturation  tem- 
perature.    Representing  this  by  AQ„  it  is  given  by  the  equation 

Aft  =>  +  AQd=\+  C,D (132) 

The  Entiopy  of  Superheated  Steam. 

(d)  The  entreaty  above  saturatioa  temperature  T,  is  A0z>  and 
is  given  by  Eq.  (no). 

The  total  entropy  of  steam  superheated  D  degrees  is  obtained 
from  Eq,  (iii)  or  (113). 

Specific  Volume  of  Superheated  Steam  (V,). 

(e)  The  volume  of  one  pound  of  superheated  steam  may  be 
computed  from  Linde's  empirical  formula 

T 
V,  =  0.5962  -^  -  (I  +  0.0014  p) 

0.0833) (133) 


/l  50.300,000  _ 


in  which  V,  is  in  cubic  feet,  T  is  the  absolute  temperature  of  the 
superheated  steam  in  Fahr.  degrees,  and  p  is  in  pounds  per 
square  inch. 

A  simpler  formula  and  one  that  is  nearly  as  accurate  is  given 
by  Tumlirz.     It  is,  for  p  in  pounds  per  square  inch, 

T 
V,  =  0.5962-  -  0.256 (134) 

and  for  P  in  pounds  per  square  foot. 


.     -     .     (T35) 

81.  Temperature-Entropy  Chart  for  Water  and  Steam. 
(a)  Diagrams  drawn  with  T^-cobrdinates  are  of  great  con- 
venience In  solving  many  problems  involving  the  use  of  steam. 
Especially  are  they  valuable  when  reversible  adiabatic  changes 
and  associated  heat  changes  arc  considered,  for  with  these  co- 
ordinates, the  former  are  straight  lines  and  the  latter  are  areas. 

The  T*-chart  may  be  constructed  for  any  weight  of  working 
substance;  but  it  is  customary  and  more  convenient  to  base  it  on 
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unit  weight.  The  chart  in  Plate  I  in  the  Appendix  is  for  one 
pound  and  the  entropies  are  measured  above  32°  F.  to  corre- 
spond with  the  steam  tables. 

The  value  of  a  T^-chart  is  greatly  increased  by  the  addition 
of  certain  lines  of  reference  which  aid  in  reading  directly  many 
of  the  quantities  sought.  The  construction  of  these  lines  will 
now  be  considered. 

Water  Curve,  or  W-curve. 
(b)  Eq.  {128)  expresses  algebraically  the  law  by  which  the 
entropy  of  the  liquid  varies  with  the  absolute  temperature. 
From  it  can  be  obtained  simul- 
taneous values  of  7*,  and  A^i  and 
these  can  be  used  in  plotting 
points  on  a  T^-chart  to  show 
graphically  the  relation  between 
the  two  variables.  The  Water 
Curve  is  the  locus  of  these  points 
and  therefore  is  the  graph  of  Eq. 
(128).  In  Fig.  41.  ^S  is  the 
W-curve, 

If  a  steam  table  is  available  the 
values  of  A^i  and  f,  used  in  plot- 
ting the  W-curve  can  be  obtained 
directly  from  it. 
In  general  the  heat  used  during  a  reversible  process  to  pro- 
duce a  r^-change  is 


—  T^Diagram  (or  Wat 


AQ 


■i: 


rd<t>. 


The  right  side  of  this  equation  is  of  the  form  I  ydx,  which  is  the 

mathematical  expression  for  an  area,  and  which  here  represents 
the  heat  quantities  AQ.  As  dx  in  this  case  is  d<t>,  which  is 
measured  above  32"  P.,  the  keat  represented  by  the  area  must  be 
that  above  32°  F.  also;  and  as  y  =  7"  (abs)  these  areas  must 
extend  down  to  absolute  zero  of  temperature,  that  is,  to  the  ^axis. 
From  this  it  is  seen  that  the  heat  of  the  liquid  above  32°  F.  is 
represented  by  the  area  under  the  W-curve,  extending  to  the 
T  and  ^  axes,  such  as  area  OABipi,  in  Fig.  41. 
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The  W-curve  has  little  curvature.  If  it  is  considered  straight 
{involving  small  error  for  ordinary  ranges) ,  it  is  seen  that  the  area 
under  that  line  is  the  product  of  A0|  by  the  mean  temperature 

i:±i22-;that», 

3 

g  =  ^^..   ^  +  492  (approx.) {136) 

Substituting  q  =  {T  —  492),  which  would  be  its  value  when 
C  "  1,  gives  the  following  approximate  equation  for  the  entropy 
of  water; 

4«.  -  4qi^  <'"'P™''     •    •    ■    ("37) 

which  is  convenient  for  rough  computations,  as  it  does  not 
involve  the  use  of  tables. 

Saturation  Curve,  or  S-curve. 

(c)  The  entropy  of  dry  saturated  steam  is,  from  Eq.  (115), 
i0„  =  A^[  +  A*,  =  A^i  4-  t/T,  the  values  of  all  quantities  in 
which  are  given  in  the  steam  tables.  In  Fig.  41,  the  abscissa 
TB  is  A^i  for  the  temperature  T;  so  if  BC  is  made  equal  to 
the  corresponding  value  of  A^,,  the  point  C  must  fall  on  the 
Saturation  Curve.  The  locus  of  a  series  of  points  plotted  in 
this  manner  for  different  temperatures  is  the  S-curve.  Evi- 
dently this  curve  is  the  graph  of  Eq.  {115). 

The  area  of  the  rectangle  below  the  line  BC  is 

A*.  X  r  =  -^  X  r  =  r, 

and  hence  is  the  latent  heat  of  vaporization.  Then  the  total 
heat  of  the  steam,  \,  is  given  by  the  area  below  ABC,  since  this 
latter  represents  r  +  q. 

Constant-Quality  Curves,  or  X-curves. 

(d)  The  equation  of  these  curves  is  A^j  =  A<^(  +  := ,  in  which 
X  is  constant  for  each  curve  and  is  equal  to  the  quality  under  con- 
^deration.    Taking  various  corresponding  values  of  r  and  T  from 

the  steam  tables,  the  quantities  (-=1  may  be  computed,  and  add- 
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ing  these  to  the  values  of  A^j  for  the  corresponding  tempera- 
tures E^ves  A^i.     In  Fig.  42,  TB  as  before  equals  A^j  and  BD  is 


T 

vn\  tvl 

\ 

X-Cicw 

_i 

(•)      * 

T^Diagrem  Showing  X-Curves. 


laid  off  equal  to  (75)1  thus  locating  the  state  point  at  D  for 
the  temperature  T.  The  locus  of  points  amilarly  plotted  for 
different  temperatures  is  the  Curve  of  Constant  Quality.  A 
series  of  such  curves  is  shown  in  Fig.  42  (a). 

Since  BC  =  j.  and  BD  -  J^-  it  follows  that  ^^  x. 
This  relation  suggests  another  and  simpler  method  of  plotting 
points  to  determine  the  X-curve:  In  the  figure  draw  the  hori- 
zontal intercepts  BC,  BiCi,  etc.,  between  the  W-curve  and  the 
S-curve,  and  on  them  locate  the  points  D,   Di,  etc.,  in  such 

positions  that  -^  =  -^-^  =  etc.  =  x.    Then  the  locus  of  these 

points,  D,  Dj,  etc.,  is  the  curve  desired. 

The  heat  used  in  vaporizing  x  parts  of  a  pound  of  steam  at 
temperature  T  is  shown  by  the  area  below  BD,  Fig.  42,  since 

this  area  =  (■=t)  X  T  =  xr.  The  total  heat  in  the  mixture  of 
steam  and  water  is  ^ven  by  the  area  below  ABD,  for  this  area 
equals  xr  +  q. 

Constant-Volume  Curves,  or  V-curves. 
(e)  At  any  temperature  T,  Fig.  43,  the  change  in  entropy 
from  B  to  C  during  complete  vaporization  is  accompanied  by 
an  increase,  equal  to  «,  in  the  volume  of  the  working  substance. 
If  at  the  same  temperature  only  part  of  the  unit  weight  — 
occupying  the  volume  V —  is  in  the  vaporous  form,  it  is  evident 
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that  the  quality  of  the  steam  must  be  a;  =  ^ '■ — —.     By 

maintaining  V  constant  in  this  equation  and  substituting  values 
of  H  corresponding  to  different  temperatures,  the  way  a:  varies, 
with  T  during  an  isovolumic  change  can  be  determined.  Then 
the  V-curve  can  be  plotted  either  by  using  the  quality  or  by 
making 

^  =  (T^-o-oi7)  B,Di  ^  (F- 0.017) 

BC  u  '         5,C,  w,  '  ***^' 

The  same  curve  can  be  obtained  by  graphical  construction  in 
the  tcAlovnng  manner:  In  Fig.  43  lay  off  a  V-axis  opposite  to 
the  T-axis,  thus  forming  a  V^quadrant 
in  which  volumes  are  laid  off  downward. 
Directly  below  B  drop  an  ordinate  ab 
for  the  corresponding  volume  of  the 
material.  This  ts  the  volume  of  the 
water  at  temperature  T,  or  0.017  ± 
cubic  feet.  Directly  below  C  lay  off 
the  volume  corresponding  to  that  point, 
thus  locating  c.  The  value  in  this  case 
is  V,  the  specific  volume  of  the  steam. 
Then  the  straight  line  be  joining  these 
points  shows  the  uniform  increase  of  the 
volume  and  entropy  during  the  process 
of  vaporization  of  one  pound  of  working 
substance  at  the  temperature  T.  In 
like  manner  similar  V^-lines,  such  as 
biCi,  bjfi,  etc.,  can  be  drawn  for  other 

r  ■      ^-  ir  Fig.  43.  —  TA-Diagram  Show- 

temperatures  of  vapomation.    If  any    VM«l.«lolC».f,.=i™ 
isovolumic  hneK  is  then  drawn,  it  inter-        v-Curves. 
sects  be,  biCi,  etc.,  at  points  v,  Vr,  t^,  etc., 

whence  projecting  upward  to  the  corresponding  isothermals  de- 
termines points  D,  Di,  etc.,  on  the  V-curve  with  T41  coordinates. 
In  the  case  shown  in  this  figure,  V*  —  Vi,  so  ni  would  coincide 
with  ci,  and  Di  with  Ci. 

Constant-Heat  Ciures,  or  Q-curves. 

(f)  For  wet  saturated  steam  the  equation  of  this  curve  is 

xr  +  2  ™  const.  =  AQ.     For  any  given  AQ,  the  variation  of  x 

with  T  can  be  found  by  substituting  the  values  of  r  and  q  come- 
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sponding  to  the  different  temperatures  used.  Several  of  these 
curves  for  different  values  of  AQ  are  shown  in  Fig.  44,  Referring 
to  curve  E  E\Ei,  etc.,  it  is  exident 
that  theareas  under  ^5£,  ^SjEi, 
etc.,  must  all  be  the  same  and 
equal  to  the  value  of  AQ  for  that 
curve.  Note  particularly  that 
these  curves  represent  xr  -\- q  and 
not  xp  +  q. 

(g)    For  superheated  steam  the 

Q-curve  is  found  in  the  following 

manner:  For  any  assumed  pressure 

p,  the  corresponding  values  of  X 

Fig.  44— T*-Diagram  Shomng      ^^^    x,   are   obtained    from    the 

P-Carv«,  and  Q-Curves.  g^^^^  Tahies.    Then  if  AQ  is  the 

constant-heat  quantity  under  consideration,  the  temperature  rise 

during  superheating  at  pressure  pis  D  =  — = — .      The  ordin- 

ates  of  the  Q-curve  are  T  =  T,  +  D,  and  the  abscissas  are 

A*,  =  A««  +  C,log,-'-t^,       .     .     .     (138) 

in  which   T„,  D  and  C,  are  known  and  i*„  can  be  obtained 
from  the  tables. 

A  difficulty  arises  in  selecting  the  proper  value  of  Cp,  because 
the  mean  specific  heat  is  dependent  on  D,  which  is  initially 
unknown.  Hence  it  is  necessary  to  adopt  the  "  cut  and  try 
method."  That  is,  a  trial  value  of  C,  is  assumed  and  D  is  com- 
puted; then  the  value  of  6'p  corresponding  to  the  pressure  and 
to  D  is  obtained  from  the  curves,  and  if  it  is  the  same*as  the 
trial  value  the  assumption  was  correct;  but  if  there  is  much 
difference,  a  new  value  must  be  assumed  and  the  process  must 
be  repeated. 

Constant-Pressure  Curves,  or  P-curves. 

(h)  For  saturated  steam  the  P-curves  are  isothermals;  for 
superheated  steam  they  are  not.  In  the  latter  case,  the  rela- 
tion between  A4>,  and  (T",  +  D),  the  temperature  after  super- 
heating, is  given  by  the  Exj.  (138),     If  this  is  solved  for  any 
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fixed  pressure,  TV  and  A*u  become  constants,  and  the  variables 
are  A*,  and  {T,  -\-  D)  with  related  values  of  Cp,  Correspond- 
ing values  of  these  variables  would  be  used  in  plotting  the 
P-curves,  several  of  which  are  shown  in  Fig.  44. 

The  temperature  of  saturation  T,  for  any  pressure  can  be 
found  by  using  these  curves,  for  it  is  given  by  the  ordinate  of 
the  point  of  intersection  between  the  corresponding  P-curve  and 
the  Saturation  Curve. 

The  Final  T^bart. 

(i)  The  final  T*-chart,  Plate  I  in  the  Appendix,*  contains  all 
the  curves  described  in  this  section,  and  to  it  has  been  added  a 
scale  for  the  absolute  pressures  corresponding  to  the  tempera- 
tures of  saturation. 

For  a  point  anywhere  on  it  in  the  Saturation  Region  there  can 
be  read  directly  the  corresponding  values  of  7",,  A^i,  x,  V,  p, 
and  AQ.  The  latter  is  given  either  by  the  Q-curve  or  by  area; 
the  values  of  q  and  xr  are  given  by  areas;  and  the  pressures  can 
be  read  either  on  the  scale  at  the  left  or  by  extending  the  isother- 
mal to  intersect  the  S-curve,  thus  finding  the  corresponding 
P-curve  in  the  superheated  region. 

If  the  point  is  on  the  W-curve,  T,,  Aipi,  and  p  can  be  read 
directly,  while  q  is  given  by  the  area  below  the  curve. 

For  a  point  on  the  saturation  line  the  values  of  7",,  ii^„,  X,  V, 
and  p  can  be  read  at  once. 

If  the  point  is  in  the  Region  of  Superheat,  T,  A*„  i*„,  p,  and 
AQ  can  be  read  directly;  the  increase  in  temperature  above 
saturation  is  D  =  T  —  Tvi  the  B.t.u.  superheat,  AQ^,  is  given 
either  by  an  area,  or  by  (A^  —  X);  and  the  entropy  of  super- 
heat A*^  is  (A*,  -  a««). 

If  any  expansion  line  is  drawn  on  the  chart,  all  of  the  above- 
mentioned  quantities  can  be  read  for  each  point  on  the  line.  If 
the  lines  inclosing  a  cycle  are  drawn,  the  work  done  per  cycle  is 
of  course  given  by  the  area  surrounded. 

It  is  important  to  note  that  the  quantities  given  by  the 
Q-curves  are  values  of  (xr  +  q),  not  (xp  +  q),  and  contain  the 
external  work  of  vaporization  (xAPu). 

'  A  larger  and  more  accurate  T*-chart  is  contained  in  Peabody's  Steam  and 
Entropy  Tables,  published  by  Wilej'  &  Sons. 
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82.  The  Mollier  Chart,  or  Q<^Chart.  (a)  This  chart,  Fig.  45,  is 
constructed  with  Qi^coordinates.  On  it  are  drawn  lines  for 
constant  pressure  (P-curves);  for  constant  qualities  (X-curves) 
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Fig.  45.— Mollier  or  Heat-Entropy  Chart, 
for  wet  steam;  and  for  constant  temperatures  (T-curves)  for 
superheated  steam.     The  boundary  line  between  the  Regions  of 
Saturation  and  Superheat  is  the  Saturation  Line  (S-curve). 

(b)  For   wet    steam    AQx  =  xr  +  q   and    A^.  =  A^j  +  xit^. 
If  the  pressure  is  constant,  x,  AQ,,  and  A^.  are  the  only  variables. 
Then  by  substituting  dilTerent  qualities,  related  values  of  AQ.  ' 
and  A0I  may  be  found  and  these  can  be  used  in  plotting  the 
P-curve.     A  series  of  such  curves  is  shown  in  the  figure. 

(c)  Lines  joining  points  of  the  same  quality  on  the  different 
P-curves  constitute  the  X-curves. 

(d)  For  superheated  steam 
T,  +  D 


Aft  =  X  +  CpD  and  A*,  -=  A*«  +  Cp  log.  - 


T, 


If  the  pressure  is  constant,  Aft,  A^„  ancT'CT",  +  D)  are  the 
variables.  By  substituting  different  values  of  D  in  these 
equations,  the  Aft  and  A^,  coordinates  of  points  on  the  P-curve 
may  be  found. 

(e)  Lines  through  points  of  like  temperatures  are  the  T-curves, 
and  as  drawn  these  give  the  temperatures  in  degrees  Fahr.,  not 
absolute.  Lines  through  points  representing  the  same  increase 
of  temperatures  above  saturation  constitute  D-curves. 

(f)  The  final  Qi^hart  is  given  in  Plate  II  in  the  Appendix. 
This  has  all  the  curves  just  discussed,  except  the  D-curves. 
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For  any  point  on  it  there  can  be  read  at  once  the  values  of 
AQ,  A^,  p,  and  x  (or  (}.  The  chart  is  of  particular  advantage  in 
solving  problems  involving  reversible  adiabatic  expansion,  for  it 
shows  at  once  the  changes  occurring  in  pressure  and  in  quality 
(or  in  temperature  of  superheat)  during  such  a  process,  ft 
should  be  noted,  however,  that  the  B.t.u.  values  plotted  in  the 
diagram  are  total  heats  above  32°  F.,  that  is,  they  include  the 
heat  equivalent  of  the  external  work  done  during  vaporizing  and 
superheating  at  constant  pressure.  It  will  be  shown  later  (Sec- 
tion 87  g  and  j)  that  such  values  cannot  be  used  in  some  of  the 
calculations  involved  in  the  treatment  of  reversible,  adiabatic 
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VOLUME   CHANGES   OF   VAPORS. 

83.  General.  Saturated  and  superheated  vapors,  like  gases, 
may  be  made  to  change  volume  in  many  different  ways,  but  the 
general  study  of  such  transformations  may  be  based  on  a  few 
simple  cases.  The  laws  governing  these  changes  are  different 
from  those  for  similar  gas  processes,  and  this  is  because  of  the 
different  properties  of  the  materials  dealt  with.  For  conven- 
ience the  order  of  treatment  in  this  chapter  is  different  from 
that  of  Chapter  V. 

84.  Constant-Pressure  and  Isothermal  Voltune-Changes  for 
Saturated  Vapors,  (a)  Fixing  the  pressure  of  a  saturated 
vapor,  wet  or  dry,  fixes  the  temperature;  hence  a  constant- 
pressure  change  of  such  material  must  also  be  a  constant-tem- 
perature, or  isothermal  one. 

The  line  ab  in  the  PV-diagram,  Fig,  46,  and  in  the  T0-diagram, 
Fig.  47,  is  the  graph  of  an  isobaric  or  isothermal  change  for  dry 
saturated  vapor.  In  Fig.  46,  the  abscissa  of  point  a  represents 
the  volume  of  unit  weight  of  the  liquid  at  the  temperature  of 
vaporization  corresponding  to  the  pressure  Fi.  By  the  addi- 
tion of  heat  the  liquid  can  be  vaporized  to  any  desired  extent 
until  finally  it  has  all  become  dry  saturated  vapor.  This  is  an 
expansion  at  constant  pressure  and  at  constant  temperature  and 
is  the  only  isothermal  expansion  possible  with  saturated  vapor. 
It  follows  that  isobaric  and  isothermal  volume  changes  of  satu- 
rated vapors  can  only  occur  during  vaporization  or  condensa- 
tion of  the  material.  This  is  equivalent  to  saying  that  such 
transformations  are  always  accompanied  by  quality  changes. 

Such  volume  changes  cannot  be  carried  beyond  a  quality  of 
100  per  cent,  because  then  the  material  will  all  be  saturated 
steam,  with  the  specific  volume  corresponding  to  the  existing 
pressure,  and  because  further  addition  of  heat  at  constant  pres- 
sure must  increase  the  volume  of  unit  weight  above  the  value  at 
saturation,  hence  must  superheat  the  vapor. 


jcbyGoogIc 


VOLUME  CHANGES  OF  VAPORS 


M7 


'  Equation  for  Isobaric  and  Isothennal   Changes  of   Saturated 
Vapors, 
(b)    The  equation  of  such  changes  in  terms  of  P  and  V  must 
be  the  same  as  that  for  the  constant-pressure  change  of  gases; 
that  is, 

p\n  =  p  ^  Constant. 

There  is,  however,  a  real  difference  in  the  two  cases.  When 
dealing  with  gases  it  is  possible,  in  imagination  at  least,  to  carry 
the  isobaric  expansion  to  any  desired  volume,  while  in  the  case 


i"    7^1 

1— xu— »j 

V       \l»tbeTii»lT, 

Volume 

Fig.  46.  —  PV-Diagram  for  Vapor. 
of  saturated  vapors  expansion  per  pound  cannot  be  carried  be- 
yond the  specific  volume  corresponding  to  the  existing  pressure 
without  changing  the  nature  of  the  material  and  its  behavior. 

The  volume  occupied  by  one  pound  of  material  depends  on  the 
quality  x,  and  can  be  computed  for  'li'aler  and  its  vapor  from 

V  =  0.017  +  *"  =  ^V  (approx.). 
This  is  true,  no  matter  what  process  the  material  has  under- 
gone, and  a  similar  equation  can  be  found  for  each  material. 

'  Heat  Changes  during  Isobaric  or  Isothennal  Changes  of  Satu- 
rated Vapors. 
(c)    If  the  expansion  starts  with  all  the  material  as  liquid  at 
the  temperature  of  vaporization,  that  is,  with  an  initial  vapor 
volume  equal  to  zero,  the  heat  change  is  merely  that  accompany- 
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ing  vaporization,  and  must  equal  the  latent  heat  of  vaporiza- 
tion per  pound  of  material  if  the  condition  of  dry  saturation  is 
reached.     Hence  the  heat  added  is 

AQ  =  r  =  (j,  +  APu), (139) 

where  u  13  the  volume  change  represented  by  the  distance  ah 
in  Fig.  46  and  AQ  is  the  area  below  ab  in  Fig.  47.  In  the  case 
of  water  vapor,  the  values  of  all  the  quantities  occurring  in  this 
equation  may  be  obtained  from  the  Steam  Table  given  in  the 
Appendix.* 

If  the  pound  of  material  is  not  completely  vaporized  but  has 
a  quality  equal  to  x,  then 

^Q  =  XT  =  xp  +  xAPu,     ....     (140) 

in  which  xu  is  the  volume  change,  which  is  shown  by  the  distance 
at/  in  Fig.  46  and  AQ  is  the  area  below  061  in  Fig.  47. 


Fig.  47- — T^Diagram  lor  Vapot. 

If  the  expansion  is  from  quality  Xi  to  X2,  with'  corresponding 
volume  change  from  xiu  to  x^u  (not  shown  in  the  figure),  the 
case  is  general,  and  the  change  in  associated  heat  is 
AQ  =  x^r  —  x\T 

=  {xt~xd  {p  +  APu) ChO 

*  For  steam,  tt  —  (V  —  0.017  i:)>  '■>  which  V  may  be  obtained  from  the  Steam 
Tables. 
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-Work  during  Isobaric  or  Isothermal  Changes  of  Saturated 
Vapors, 
(d)  The  External  Latent  Heat  of  vaporization  is  that  part  of 
the  total  heat  which  does  the  extonal  work  accompanying  the 
increase  of  volume;  it  must  therefore  be  equivalent  to  the  ex- 
ternal work  done.  Hence  in  vaporizing  to  quality  *,  per  pound 
of  material, 

AE~x-APuhx.u (142) 

and 

778  A£  =  X .  Pu  ft.-lbs (143) 

This  work  is  shown  in  Fig.  46  by  the  area  below  ah'.     For  the 
case  in  which  x  =  i.oo,  it  is  the  area  below  ab. 
With  change  of  quality  from  Xi  to  a^  the  work  done  is, 

iE  -  (ari-xi)  ^Pw  B.t.u.      .     .     .     (144) 
and 

778A£=  (j^-a:,)Puft.-lbs (145) 

85.  Constant-Pressure  Volume  Changes  of  Superheated 
V^ors.  (a)  Starting  from  the  point  b  in  Figs.  46  and  47,  the 
dry  and  saturated  vapor  may  be  made  to  still  further  expand  at 
constant  pressure  to  some  point  Cy  by  superheating,  that  is,  by 
raising  the  temperature  above  that  corresponding  to  saturation 
at  that  pressure.  The  further  this  expansion  continues  the 
more  nearly  the  behavior  resembles  that  of  a  gas,  and  there  is 
ao  theoretical  limit  to  such  expansion,  as  there  was  in  the  case  of 
the  saturated  vapor. 

Equation  of  Isobaric  Change  of  Superheated  Vapor. 

(b)  The  equation  in  terms  of  P  and  V  must  be  the  same  as 
that  already  developed  for  gases  and  saturated  vapors,  namely, 

PV^  =  P  =  Constant. 
Heat  Change  during  Isobaric  Changes  of  Superheated  Vapor. 

(c)  As  the  temperature  must  be  raised  at  constant  pressure 
in  order  to  increase  the  volume,  or  lowered  at  constant  pressure 
to  reduce  the  volume,  it  follows  that  a  quantity  of  heat  equal 
to  the  specific  heat  at  constant  pressure,  Cp,  must  be  added 
or  abstracted  per  degree  change.  Then  for  heat  added  above 
saturation  f^  ' 

Agfl=J^    C,dT, 
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or,  using  the  mean  specific  heat  Cp  for  the  temperature  range  D 
m^sured  from  the  temperature  of  saturation, 

AQd=  CpD C146) 

In  Fig.  47  this  is  shown  by  the  area  below  bci  for  a  case  in  which 
th^  heat  change  is  reversible. 

For  an  isobaric  change  from  superheat  temperature  D\  to  D^ 

AQ  =  {C,Dh  -  {C,D), (147) 

This  is  equivalent  to  AQ  =  C',  (A  -  Di)  =  C',  (Tj  -  r.),  where 
Cp  is  the  mean  specific  heat  for  the  temperature  range  involved. 
In  Fig.  47  this  heat  change  is  shown  for  reversible  conditions  by 
the  area  below  CiC-t. 

The  foregoing  equations  giving  the  heat  change  are  not 
sufficient  for  use  in  engineering  problems  as  they  generally 
occur.  It  is  usually  not  only  necessary  to  know  the  range  of 
superheat,  but  also  the  volume  change  accompanying  it.  In 
the  case  of  gases,  this  can  be  found  from  the  Law  of  Charles, 
but  superheated  vapors  as  generally  treated  in  engineering  are 
not  far  enough  removed  from  the  condition  of  saturation  to  even 
sensibly  obey  that  law. 

It  is  possible  to  find  this  volume  change  for  superheated 
water  vapor  by  using  the  approximate  equation  of  Tumlirz  pre- 
viously given  as  Eq.  (134).  Writing  this  for  volumes  Vi  and  V» 
and  then  dividing  gives,  for  pressures  in  pounds  per  square  inch, 


V,  ^  r.  -  0.4293  ^1 

V,     r, -0.4293^' 


{148) 


Since  pi  =  p\  during  an  isobaric  change,  this  equation  reduces 
to  the  form 

Vi       Ti  —  Constant  , 


Ti  —  Constant' 


in  which  the  constant  has  a  different  value  for  every  pressure. 

The  effect  of  this  corrective  constant  becomes  Jess  with  in- 
crease of  temperature  or  decrease  of  pressure,  and  there  is  an 
accompanying  closer  approach  of  the  equation  to  that  of  Charles' 
Law  and  a  closer  resemblance  of  the  superheated  vapor  to  an 
ideal  gas. 
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Work  during  Isobuic  Changes  of  Superheated  Vapor. 

(d)  During  an  isobaric  change  with  one  pound  of  any  work- 
ing material  the  work  is 

778  AE  =  P  (Vi  -  Vi)  ft.-lbs.,  .  .  .  (150) 
which  was  first  developed  in  the  case  of  gases  as  Eq.  (24).  If,  in 
Fig.  46,  the  expansion  is  from  c\  to  c^,  the  work  done  is  given 
by  the  area  below  cicj. 

86.  Isothennal-Volume  Changes  of  Superheated  Vapors. 
(a)  These  must  in  a  general  way  resemble  the  isothermal 
changes  of  gases,  since  superheated  vapors  approximate  the 
gaseous  conditions.  The  exact  behavior  of  any  particular  vapor 
under  these  conditions  must,  however,  be  determined  by  experi- 
ment. For  superheated  water  vapor  the  necessary  information 
can  be  obtained  from  the  approximate  equation  of  Tumlirz. 

Equation  of  Isothermal  Change  of  Superheated  Water  Vapor. 

(b)  Rearranging  the  Tumlirz  equation  (134)  and  maintaining 
T  constant  gives  the  following  for  isothermal  changes  for  this 
material,  for  p  in  pounds  per  square  inch, 

/"V -H  0.256  ;f>  =  0.5962  r  =  Constant,     .     .     (151) 
and  from  Eq.  (135),  for  P  in  pounds  per  square /(w>(,  ■ 

/^  +  0.256  P  =  85.86  r=  Constant.       .     .     (152) 
Comparing  this  latter  with  the  Eq.  (14)  for  gases,  namely, 
PV  =  RT, 
It  is  evident  that  it  differs  only  in  the  addition  of  a  second 
terra  (0.256  P)  in  the  first  member.     Obviously  the  smaller  the 
numerical  value  of  the  pressure  the  smaller  will  be  this  cor- 
rective factor  and  the  more  nearly  will  the  vapor  obey  the  ideal 
gas  law.     If  Eqs.  {151)  and  (152)  be  divided  by  T,  it.becomes 
apparent  that  the  greater  the  numerical  value  of  T  the  smaller 
will  be  the  effect  of  the  corrective  factor  and  therefore  the  more 
neeu'ly  will  the  material  approach  the  condition  of  an  ideal  gas. 
Work  during  Isothermal  Changes  of  Superheated  Vapor. 

(c)  The  work  done  by  an  expanding  vapor,  as  well  as  gas,  is 
given  in  all  cases  by  the  expression  first  developed  as  Eq.  (41), 

778  i£=   r  ' PdVltAbs. 
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However,  in  order  to  perform  the  integration  in  any  case,  it  is 
necessary  to  know  the  relation  between  P  and  V,  and  this  is  a 
matter  for  experimental  determination.  The  relation  given  by 
the  equation  of  Tumlirz,  Eq.  (135),  may  be  used  for  superheated 
water  vapor.     From  this  equation, 

P       85.86  T 
V  +  0.256' 

which  value  may  be  substituted  in  the  type  integral,  and  the 
integration  performed,  giving  p&  pound  of  water  vapor 

778  A£.  85.86  r/;-^-^ 

=  85.86  riog.^;  +  °g  tt.-lbs.       (153) 

Eq.  (43b),  for  work  during  isothermal  changes  of  gases,  may  be 
written 

778  i£  -  (p.VJog.^)-  sriog.^ . 

Comparing  Eq.  {153)  with.this,  it  again  appears  that  the  higher 
the  temperature  and  the  lower  the  pressure  the  more  nearly  do 
the  equations  developed  for  superheated  water  vapor  approach 
those  for  the  behavior  of  gases,  and  by  anal<^  the  same  must 
be  true  of  the  behavior  of  all  superheated  vapors. 

If,  in  Fig.  46,  the  isothermal  ^cpansion  is  from  Ct  to  d,  the 
work  is  represented  by  the  area  below  ctd- 

Heat  Change  during  Isothermal  Changes  of  Superheated  Vapors. 
(d)    Applying  Eq.  (i), 

AQ  =  i5  +  A/  +  A£, 
to  this  case,  it  is  evident  that  the  term  A5  must  be  zero,  since 
temperature  does  not  change;  but  A/  must  have  some  value 
other  than  zero,  since  the  materials  cannot  be  said  to  even 
sensibly  approach  the  condition  of  ideal  gases.  The  term  A£ 
must  also  have  a  value  other  than  zero  if  work  is  to  be  done  by 
or  upon  the  superheated  vapor.  For  any  case  AE  can  be  readily 
found,  but  A/  is  more  difficult  to  evaluate,  and  any  equation  for 
the  value  of  AQ  which  could  be  developed  would  necessarily  be 
a  very  cumbersome  one. 
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(e)  Fortunately  the  T*-diagram  offere  a  simple  means  of  deter- 
mining AQ,  since  this  quantity  is  represented  by  an  area  on  that 
diagram,  when  the  change  is  reversible. 

Assume  for  instance  that  it  is  desired  to  find  the  heat  required 
when  one  pound  of  water  vapor  is  expanded  isothermally  and 
reversibly  from  a  pressure  Pi  and  a  temperature  Ti  above  satu- 
ration temperature  7",,,  to  a  lower  pressure  P*.  It  is  only 
necessary  to  draw  the  horizontal  line  c»d  in  Fig.  47,  between  the 
two  pressure  lines  and  at  the  desired  temperature,  and  then 
determine  the  area  under  ctd. 

Fig.  47  is  only  a  special  case  of  Plate  I  of  the  Appendix,  and 
in  practice  the  latter  would  be  used. 

(f)  It  should  be  noted  that  the  MoIHer  Chart  can  not  be  used 
for  finding  ^Q  for  an  isothermal  process  in  the  superheated 
region.  The  heat  quantities  plotted  on  the  chart  are  those  used 
to  take  the  material  at  constant  pressure  from  52°  F.  to  the  con- 
ditions shown.  In  the  saturated  region  constant-pressure  con- 
ditions are  isothermal,  so  that  isothermal  heat  changes  can  be 
determined.     In  the  superheated  region  this  is  not  true. 

87.  Adiabatic  Changes  of  Saturated  Vapors,  (a)  With  the 
exception  of  problems  involving  the  flow  of  vapors  in  which  the 
material  is  accelerated  as  a  whole,  the  adiabatic  changes  of  vapors 
which  are  considered  by  the  engineer  are  thermodynamically 
reversible  in  the  ideal  case.  In  the  following  paragraphs  only 
these  reversible  processes  will  be  considered,  leaving  the  more 
complicated  irreversible  processes  for  later  development. 

Since  reverdble  adiabatic  changes  are  also  isentropic  ones, 
their  graph  on  the  T<(>-diagram  must  be  a  vertical  line.  This 
offers  a  very  easy  means  of  studying  these  changes  in  every  case 
where  there  are  sufKcier.t  experimental  data  for  the  drawing  of 
this  diagram. 

(b)  The  diagram  in  Fig,  48  is  developed  from  the  T*-dia- 
gram  for  vrater  vapor  with  the  lines  of  constant  quality  shown  — 
originally  given  in  Fig,  42  (a)  and  Plate  I.  To  this  have  been 
added  vertical  lines  representing  reversible  adiabatic  expansions 
starting  at  each  20  per  cent  of  quality  at  the  pressure  Pi.  The 
diagram  shows  that  when  the  initial  quality  is  high  (point  a  in 
Fig.  48}  the  quality  of  water  vapor  must  decrease  as  the  expansion 
progresses,  and  when  the  initial  quality  is  low  (point  b)  it  must  in- 
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crease  during  expansion. 
is,  with  initial  quality  t\ 


Near  the  middle  of  the  diagram,  that 
iar  50  per  cent,  x  remains  nearly  con- 


Eotropr 
Fig:  48. — T^Diagram  for  Water  Vapor. 

stant  during  the  entire  expansion.  This  is  not  necessarily  a 
property  of  all  vapors,  as  it  depends  on  the  relation  between  the 
various  heat  quantities  and  is  thus  a  matter  for  experimental 
determination. 

This  is  well  s'hown  by  considering  the  case  of  Elher   Vapor. 
The  T^iagram  for  this  material  is  given  in  Fig.  49.     As  in  the 


Entropy 
Fig,  49.- 


■T*-Diagram  for  Ether  Vapor. 


last  case,  the  constant -quality  lines  and  isentropic  lines  for  every 
20  per  cent  initial  quality  are  drawn.  It  is  evident  from  the 
figure  that  during  reversible  adiabatic  expansion  of  ether  vapor 
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the  quality  must  continually  increase,  whatever  its  initial  value 
may  be, 

(c)  At  any  initial  quality  between  o  percent  and  100  percent 
the  quality  changes  will  be  governed  by  the  relative  quantities  of 
liquid  and  vapor  present,  as  can  be  seen  for  the  case  of  water  by 
referring  to  Fig.  48.  In  this  case  large  quantities  of  liquid  make 
available  so  much  heat  with  decrease  of  pressure  or  temperature 
that  evaporation  (or  "quality  increase")  must  occur  as  expansion 
prepresses;  iargequan  ti  ties  of  vapormake  available  so  small  aquan- 
tity  of  heat  by  pressure  drop  alone  that  condensation  must  occur. 

With  initial  qualities  of  about  50  per  cent,  the  two  effects 
approximately  balance  and  the  quality  remains  almost  constant. 

(d)  The  case  of  ether  as  already  shown  is  very  different. 
Referring  to  Fig.  49,  it  is  seen  that  with  expansion  starting  at 
any  quality  between  o  per  cent  and  100  per  cent  the  heat  liber- 
ated due  to  pressure  drop  alone  is  more  than  sufficient  to  do  the 
necessary  external  work,  and,  the  expanding  material  must  ab- 
sorb part  of  the  liberated  heat.  When  the  quality  is  less  than 
100  per  cent,  this  is  done  by  vaporization,  with  possible  super- 
heating toward  the  end  of  the  process;  and  when  the  quality 
is  equal  to  or  greater  than  lOo  per  cent,  superheating  occurs 
throughout  the  expansion. 

Comparison  of  Figs.  48  and  49  shows  that  because  the  heat 
of  the  liquid  varies  much  more  rapidly  and  is  much  greater  in 
quandty  in  the  case  of  ether  vapor,  the  quality  lines  for  that 
vapor  all  slope  in  the  same  direction,  thus  accounting  for  the 
difference  in  phenomena  occurring  during  adiabatic  expansion. 

Equation  of  ReverBible  Adiabatic  Changes  of  Saturated  Vapors. 

(e)  Since  these  changes  are  generally  studied  by  means  of  the 
T^-diagram,  the  most  useful  equation  is 

A<f>  =  Constant,  or  (A*i}i  =  (A«,)i. 

This  equation  gives  no  direct  means  of  plotting  the  curves  rep- 
resenting adiabatic  expansion  to  PV-coordinates,  but  may  be 
used  indirectly  for  that  purpose. 

First,  the  quality  at  the  end  of  adiabatic  expansion,  from 
pressure  pi  and  quality  Xi  to  pressure  pi,  may  be  computed  by 
solving  for  xj  in  the  following  equation: 

(A*,  +  a:  A*„)i  =  (A«,  +  a;  A*.)i.    .     .     .     (154) 
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Then,  the  volume  occupied  by  unit  weight  of  the  substance, 
at  the  end  of  the  expansion,  is  found  by  multiplying  the  specific 
volume  by  rj. 

As  already  shown,  the  isentropic  line  corresponding  to  Eq.  154 
gives  a  means  of  reading  directly  the  quality  of  the  expanding 
material  on  either  the  T^-diagram  or  the  Mollier  Chart. 

(f)  For  water  vapor  at  common  operating  pressures  and  with 
initial  queility  between  100  and  70  per  cent,  the  relations  be- 
tween pressure  and  volume  during  adiabatic  expansion  are  given 
approximately,  but  very  accurately,  by  the  equation 

P  F"  =  Constant, (155) 

in  which  the  value  of  n  is  given  by  the  following  equation, 

n  =  1.035 +  0.1  a: (156) 

where  X  is  the  initial  quality  expressed  as  a  decimal  fraction. 

The  PV  relations  can  also  be  obtained  directly  from  the 
T*-chart. 

Work  Done  during  Adiabatic  Changes  of  Saturated  Vqxvs. 

(g)  Since  all  the  work  done  during  such  an  expan^on  must 
be  obtained  at  the  expense  of  intrinsic  heat  energy,  and  since 
no  heat  energy  is  used  for  other  purposes,  it  follows  that 
if  {.XT  +  q^  —  xAPu)i  =  (xp  +  g)i  represent  the  intrinsic  heat 
energy  before  an  adiabatic  change  and  C*r  +  g  —  xAPu)t  — 
(xfi  +  g)i,  the  intrinsic  heat  energy  after  such  a  change,  the 
External  Work  Done  is 

AE  =  (xr  +  q-  xAPu)i  -{xr  +  q-  xAPu)i    .     (157) 

>  {xipi  +  gO  -  ixtn  +  ft) (158) 

In  using  this  equation  the  initial  conditions  are  known :  x%  is 
obtained  from  Eq.  154,  and  pt  and  gj  are  found  from  the  Vapor 
Tables  for  pressure  pi. 

(h)  If  the  PV-diagram,  Fig.  50,  be  for  one  pound  of  steam, 
then  when  the  point  b  is  reached  the  heat-energy  (xAPu)i.  has  been 
abstracted  from  the  steam  and  absorbed  by  displacing  a  piston 
or  surrounding  media  against  resistance.  Thus  there  remain 
(xp  +  2)1  heat  units  with  which  to  begin  the  adiabatic  expan- 
sion. At  point  c,  there  are  {xp  +  q)i  heat  units  left  in  the 
steam,  and  the  quantity  {xAPu)^  would  not  appear  unless  either 
by  compression  or  some  equivalent  process  the  volume  of  the 
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steam  is  contracted  isobarically  an  amount  xtUi  to  the  volume  of 
the  liquid,  as  shown  at  d. 

The  area  below  ab  is  {xAPu)i  B.t.u.;  the  area  below  be  shows 
the  work  done,  or  heat  utilized  during  adiabatic  expansion  alone, 


Fig,  so.  —  P\'-Diagram. 


jr"H 

/ 

\ 

/■ 

'  \ 

Fig.  SI.  —  T^Diagram. 


and  is  [(xp  +  q)i  —  (xp  +  g)»l  B.t.u.;  the  area  below  ctf  is  (xAPu)t 
B.t.u. 

(i)  On  the  T^-diagram,  Fig.  51,  the  areas  below  lines  such  as 
oab  represent  (xr  +  g)  quantities  which  include  the  external 
latent  heat  of  vaporization.  From  these  quantities  must  be  de- 
ducted the  appropriate  values  of  xAPu  to  obtain  the  heat  in  the 
steam  during  an  isentropic  process.  (Note  that  in  the  T^-chart, 
Plate  I,  the  xAPu  quantities  are  also  included  in  the  values 
given  by  the  Q-curves.) 

(j)  On  the  Hollier  diagram  the  abscissas  (AQ)  also  include 
the  external  work,  and  this  latter  must  be  deducted  when  con- 
^dering  the  heat  utilized  during  adiabatic  expansion  alone  (see 
(g)  above). 

88.  Adiabatic  Changes  of  Superheated  Vapors,  (a)  These 
changes,  like  those  for  saturated  vapors,  are  beat  studied  by 
means  of  the  T^iagram.  Vertical  lines,  such  as  that  through 
e  in  Fig.  48,  drawn  to  represent  reversible  adiabatic  expansion  of 
superheated  water  vapor,  show  that  as  the  expansion  is  carried 
to  lower  pressures  the  material  approaches  the  saturated  con- 
dition and  may  indeed  attain  a  quality  less  than  unity.  On  the 
other  hand,  similar  lines  on  the  T^-diagram  for  ether,  Fig.  49, 
show  that  if  such  an  expansion  starts  with  superheated  vapor  the 
superheat  increases  as  the  expansion  continues. 
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Equatioa   of   Reversible    Adiabatic    Changes   of   Superiieated 
Vapors. 

(b)  As  iii  the  case  of  saturated  vapors,  the  general  equation 
for  reversible  adiabatic  changes  of  superheated  vapor  is 

A0  =  Constant,  or   {A0,)i  =  (A^)i. 

If  the  steam  is  expanded  to  wetness,  the  quality  may  be  found 
by  solving  for  Xi  in  the  following  equation: 

(A*.),  =  (A«, +a:A^),.  ■     ....     (159) 

(A^,)i  can  be  computed  from  Eq.  138,  (A0i)s  and  (A*,)i,  in  the 
case  of  water  vapor,  can  be  obtained  directly  from  the  Steam 
Tables. 

If  the  expansion  takes  place  entirely  in  the  Region  of  Super- 
heat, the  final  temperature  7i  =  {T.  +  D)z  can  be  found  from 

(A*.),  =  (a0„  +  C,  log.  '^~\  ■       ■     ■     (160) 

Here  Cp  is  the  mean  specific  heat  for  the  temperature  range 
Dt  =  (T  —  Tr)i  and  T,,  is  the  temperature  of  vaporization  at 
the  terminal  pressure. 

External  Work  Done  during  Adiabatic  Changes  of  Superheated 
Vapors. 

(c)  As  in  other  cases  of  adiabatic  changes,  the  external  work 
done  during  this  reversible  adiabatic  change  is  equal  to  the 
intrinsic  heat  change.  During  a  constant-pressure  change  from 
liquid  at  the  temperature  of  vaporization  to  superheated  vapor, 
the  external  work  per  pound  is 

A£,  =  AP{V,  -  0.017)  B.t.u.,  .  .  .  (i6i) 
where  V,  is  the  specific  volume  of  the  superheated  steam  from 
Eq.  (134) ;  hence  the  external  work  done,  if  the  steam  remains  in 
the  superheated  state  throughout  the  isentropic  expansion,  is 

A£.  =   \  +  J^Cpdr-iiE^-h  +  jJc,dT~AE^  (162) 

=  [X  +  C;D-A£,J, -[X  +  l^D-AErk (163) 

in  which  Dt  is  found  from  Eq.  (160) 
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If  vapor  initially  su[>erheated  is  expanded  to  wetness  with 
quality  xs,  the  external  work  done  is  . 

A£„  =  IX  +  CpD  -  AE^]i  -[xp  +  q]i,  .     /  .     (164) 

in  which  xt  is  found  from  Eq.  (t59).  ' 

On  the  PV-di^ram  this  work  is  represented  by  the  area  below 
the  ex[>ansion  line.  In  using  either  the  T^iagram  or  the 
Mollier  diagram  to  obtain  the  work  done  during  isentropic 
expansion  alone,  it  is  necessary  to  deduct  the  AE,  quantities 
(and  the  APu  quantities  if  entering  the  saturation  region)  from 
the  heat  values  found. 

89.  Constant-Volume  Changes  of  Saturated  Vapors,  (a)  If 
a  saturated  vapor  is  to  change  pressure  at  constant  volume,  there 
must  be  a  quality  change,  because  the  same  weight  of  material 
in  the  form  of  vapor  cannot  occupy  a  given  space  at  two  differ- 
ent temperatures.  During  a  pressure  drop  there  is  a  tendency 
for  saturated  vapor  to  increase  in  volume,  hence  if  the  volume 
is  maintained  constant  there  must  be  a  decrease  of  quality ;  that 
is,  condensation  must  take  place.  The  reverse  is  of  course  true 
for  a  pressure  rise. 

Equation  of  Constant-Volume  Change  of  Saturated  Vapor. 

(b)  As  in  previous  cases,  the  equation  of  a  constant- volume 
change  is,  in  terms  of  pressure  and  volume, 

V  =  Constant. 

Heat  Change  during   Constant-Volume  Change  of   Saturated 
Vapor. 

(c)  It  was  shown  in  Section  70  that  the  quality  of  saturated 
vapor  could  be  found  by  dividing  the  volume  occupied  per  pound 
of  mixed  vapor  and  liquid  by  the  specific  volume  corresponding  to 
the  pressure  existing.  By  using  this  method  the  quality  changes 
which  occur  during  a  constant-volume  change  of  saturated  vapor 
may  be  found,  and  when  the  quality  at  any  pressure  is  known 
the  heat  associated  with  the  vapor  may  be  determined. 

90,  Constant-Volume  Changes  of  Superheated  Vapors. 
(a)  When  a  superheated  vapor  changes  pressure  at  a  constant 
volume,  there  must  be  a  temperature  change  similar,  but  not 
equal,  to  that  occurring  in  the  case  of  an  ideal  gas  undei^ng 
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the  same  sort  of  change.  The  equation  of  Tumlirz,  Eq,  (134), 
may  be  used  to  find  the  temperature  of  water  vapor  correspond- 
ing to  any  pressure  and  volume,  and  hence  such  changes  (01 
their  equivalents,  if  irreversible)  can  be  plotted  to  PV  or  T^ 
codrdiilktes. 

Equation  <A  Constant-Volume  Changes  of  Superheated  Vapors. 

(b)  As  in  all  other  cases,  the  equation  in  terms  of  PV  coordi- 
nates is 

V  =  Constant. 

Heat  Change  during  Constant-Volume  Change  of  Stq>erheated 
Vapor. 

(c)  Since  the  temperature  and  pressure  can  be  found  for  any 
point   in   a   constant-volume   pressure   change   of   superheated 

.  vapor,  the  total  associated  heat  can  also  be  found  for  every 
point.  The  difference  between  the  total  at  beginning  and  end 
of  the  pressure  change  must  be  the  change  of  associated  beat. 
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VAPOR   CYCLES. 

91.  Camot  Cycle  with  Dry  Saturated  Steam,  (a)  The  Carnot 
cycle  may  be  carried  out  with  a  saturated  vapor  of  any  kind  in 
the  same  apparatus  as  was  assumed  in  Section  49  and  shown 
in  Fig.  17.  For  simplicity  assume  the  cylinder  to  contain  unit 
weight  of  water  at  the  temperature  Ti.  Then  the  volume  occu- 
pied by  the  liquid,  inclosed  by  the  cylinder  head,  cylinder  walls, 
and  piston,  will  be  that  of  unit  weight  of  water  at  temperature 
Ti  and  corresponding  pressure.  This  is  plotted  as  the  point  a 
on  the  PV-diagram,  in  Fig.  52,  with  volume  greatly  exaggerated. 

If  heat  is  added  to  the  liquid  from  the  hot  body  U  and 
the  piston  is  allowed  to  move  out  at  just  the  proper  rate 
to  maintain  a  constant  pressure  00  the  working  substance, 
vaporization  will  occur  at  constant  pressure  and  therefore  at 
constant  temperature.  The  volume  would  consequently  in- 
crease isothermally,  or  the  process  would  be  an  isothermal  ex- 
pansion. 

When  vaporization  is  complete  the  volume  attained  will  be 
the  specific  volume,  V*,  of  water  vapor  at  temperature  Ti  and 
corresponding  pressure.  The  isothermal  expansion  will  then  be 
represented  by  the  constant  pressure  line  ab. 

If  now  the  nonconducting  cylinder  cover  Z  is  applied  and  the 
piston  allowed  to  continue  its  outward  motion,  the  expansion  of 
the  vapor  must  be  adiabatic.  The  actual  shape  of  the  line 
representing  such  expansion  will  be  given  approximately  by 
PV'  =  Constant,  and  is  represented  by  the  curve  be,  on  which 
c  is  a  point  where  the  temperature  has  reached  that  of  the  cold 
body,  n. 

If  now  Z  is  replaced  by  the  cold  body  and  the  piston  is  forced 
inward,  condensation  must  occur,  the  heat  liberated  being  ab- 
sorbed by  the  cold  body.  Condensation,  like  evaporation,  is  a 
change  at  constant  tempterature  and  constant  pressure,  and  hence 
is  represented  by  a  horizontal  line  from  c  toward  the  left. 
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To  complete  a  Carnot  cycle,  it  is  necessary  to  stop  the  process 
of  condensation  when  the  volume  has  decreased  to  some  value 
Vi,  so  chosen  that  the  final  adiabatic  compiession  will  bring  the 
material  back  to  the  liquid  form  with  conditions  T\,  Pa,  and  V,- 
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Fig.  51,  —  PV-Diagram  for  Carnot  Cyde  with  Diy  Saturated  Water  Vapor  at  6. 

(b)  The  T^iagram  of  the  cycle  is  drawn  in  Fig.  53,  on  which 
the  water  curve  and  saturation  curve  are  indicated  by  dotted  lines. 
This  diagram  is  lettered  to  correspond  with  Fig.  52.  It  shows 
how  the  quality  of  the  steam  must  decrease  during  the  adiabatic 
expansion  be,  and  how  by  stopping  the  condensation,  or  iso- 
thermal compression,  at  the  proper  point,  d,  it  is  possible  to 
return  the  material  to  the  liquid  condition  at  temperature  Ti  by 
adiabatic  compression  da. 

Note  that  the  T*-diagrams  for  the  Carnot  cycle  for  vapor  and 
gas  are  identical,  but  that  this  is  not  true  for  the  PV-diagrams 
because  of  the  difference  in  the  properties  of  the  materials. 

Work  per  Pound  of  Dry  Saturated  Water  Vapor  Operating  in 
Carnot  Cycle. 

(c)  The  work  done  per  cycle  can  be  obtained  in  several  ways, 
two  of  which  will  be  considered.  They  are  practically  the  same 
as  those  previously  used  for  gas  cycles. 

(d)  The  first  method  is  to  take  the  algebraic  sum  of  the  quan- 
tities of  work  done  during  the  several  processes  of  the  cycle. 
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(i)  The  work  during  the  isothermal  expansion  equals 


778 


63 


B.t.u.,  and  {2)  that  during  the  isothermal  compression  similarly 

equals -^^  (V,  —  Vd)  B.t.u.     (3)  The  work  during  adiabatic  ex- 

770 
pansion  must  be,  as  shown  in  Eq.  (158),  the  difference  between 
the  quantities  of  intrinsic  heat  enei^  above  32°  F.  at  the  be- 
ginning and  end  of  the  process;  that  is,  (fifc  +  «)  —  (ffo  +  Xcp^. 
(4)  Similarly,  the  work  during  adiabatic  compression  is 
S«  —  iSi  +  xapi).  The  values  of  the  qualities  x,  and  Xd  can  be 
found  from  the  constant-entropy  equation  (154)  or  from  either 
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Entmpy  Chuiges 
F!g.  53. — T^DIagnm  for  Camot  Cyde  trith  Dry  Saturated  Water  Vapor  at  b. 

of  the  entropy  diagrams;  hence  in  any  problem  aJl  the  terms  are 
known  and  the  total  work  done  during  the  cycle  equals  the 
algebraic  sum  of  the  four  expressions. 

(e)  The  second  method  and  more  direct  one  is  to  subtract 
from  the  total  heat  supplied  the  total  heat  rejected;  the  differ- 
ence must  be  the  heat  converted  into  work,  and  must  be  rep- 
resented by  the  area  within  the  four  lines  of  the  cycle. 

The  heat  supplied  during  the  isothermal  expansion  is  fi,  the 
latent  heat  of  vaporization  of  the  material  at  the  temperature 
Ti.  The  heat  rejected  is  the  part  of  the  latent  heat  liberated 
during  the  partial  condensation  and  is  (xiTi  —  x^j)  =  n  {xe  —  xj), 
in  which  x,  and  Xd  are  determined  from  the  constant-entropy 
equation"  (154)  or  from  either  of  the  entropy  diagrams.     The 

*  Just  as  Xe  is  the  quality  at  the  end  of  adiabatic  expansion  be,  so  xd  may  be 
OHisideTed  as  the  quality  at  the  end  of  an  adiabatic  expansion  ad.     The  ci 
entioigr  equation  is  applied  to  the  line  be  to  find  xt  and  to  the  jine  ad  h 
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external  work  done  must  then  be,  when  the  steam  is  diy  and 
saturated  at  the  beginning  of  expansion, 

A£  =  Aft  -  Aft  =  f,  -  fi  ix.  -  Xi)  B.t.u.  .     .     {165) 
and 

778A£  =  778[ri-r,(ar, -j^d)]  ft-lbs (166) 

The  expression   numbered   (165)   is  really  obvious  from  the 
T0-diagram  drawn  in  Fig.  53. 

(f )   From  Fig.  53  it  is  also  seen  that 

(167) 

The  last  form  is  the  simpler  in  use.     In  it  the  expression 
f(T\—  Tt) 
= — —  is  the  efficiency  Efc  of  the  cycle,  as  will  be  shown 

mext,  hence 

AE  =  riXEf, (168) 


Efficiency  of  the  Camot  Cycle  Using  Dry  Saturated  Water 
Vapor  as  a  Working  Substance. 

(g)  The  efficiency  must  of  course  equal  the  ratio  of  the  work 
done  per  cycle  to  the  heat  supplied  per  cycle;  hence  from  Eq. 
(165) 

£/, 

A  more  convenient  expression  can  be  found  directly  from  the 
T^-diagram, 

(h)  Remembering  that  area  under  the  line  ab  in  Fig.  53  repre- 
sents heat  supplied  from  the  hot  body,  and  that  the  area  of  the 
cycle  represents  heat  converted  into  work,  it  is  evident  that 

which  is  the  same  as  the  expression  for  efficiency  of  the  Carnot 
engine  using  gas  as  a  working  substance. 

(i)  The  Carnot  cycle,  consisting  as  it  does  of  two  reversible 
isothermals  crossed  by  two  reversible  adiabatics,  must  have 
identical  T*-diagrams  for  all  working  substances.  Since  the 
development  just  given  depends  only  on  this  diagram  and  not 
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Upon  the  properties  of  the  material,  it  follows  that  the  expression 

Ti  —  Tt 

— = must  give  the  efficiency  of  the  Carnot  cycle  operating 

with  any  working  substance. 

92.  The  Carnot  Cycle  irith  Any  Vapor,  (a)  The  case  just  con- 
sidered, in  which  the  working  vapor  is  brought  to  the  dry  satu- 
rated condition  before  adiabatic  expansion  begins,  is  the  simplest 
possible  case  as  far  as  the  expressions  for  heat  and  work  are  con- 
cerned. But  adiabatic  expansion  might  begin  with  the  liquid 
only  partly  vaporized  by  isothermal  expansion;  that  is,  with  a 
qu^ity,  Xfc,  at  the  top  of  the  adiabatic.  Or,  the  vapor  might  be 
superheated  before  adiabatic  expansion  begins.  Further,  a  mate- 
rial like  ether,  with  properties  markedly  differentfrom  steam,  and 
with  different  behavior  during  adiabatic  expansion,  might  be  used. 

In  any  case  t  —t 

Ef.=  ^,     ■     ■     ■ 

"»^  AE  =  AQiXEfc (171) 

where  AQi  is  the  heat  added  at  constant  temperature  Ti  to  the 
liquid  previously  raised  to  that  temperature. 

For  steam  initially  dry  and  saturated,  aQi  =  ri  .     .     .     (172) 

For  steam  initially  wet,  AQt  =  x\r\  ■   .     .     (l73) 


{170) 
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[Fig.  5*.— T*-Di»graiii  lot  Carnot  Cycle  with  Superheated  Steam. 

(b)    For  Steam  at  pressure  P,  Fig,  54,  superheated  to  temper- 
ature Ti,  AQi  is  given  by  the  area  below  ab.    In  the  figure  PP 
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is  the  constant- pressure  curve  through  h  and  A^h'  is  the  entropy 
of  saturation  at  this  pressure.     Evidently 


AOi  =  f  1  +  Ti  CA«„'  -  A«„,  +  A^z.') . 


(174) 


where  the  subscript  1  refers  to  the  values  corresponding  to  7~i 
and  the  primed  quantities  are  those  referring  to  the  pressure  at 
the  point  6:  hence  ri  does  not  correspond  to  pressure  P. 

(c)    In  Fig.  55  are  shown  PV-  and  T0-diagrams  of  Camot 
cycles  illustrating  different  possibilities  when  saturated  and 


Fig-  S5-  — Carnot  Cycles  for  Vapors — Various  Poe^bilities. 

superheated  vapor  are  used  as  working  substances.  ~  The  bold 
lines  represent  the  isothermal  reception  and  rejection  of  heat. 
In  the  PV-diagram  these  are  horizontal  only  when  the  vapor  is 
saturated.     Figs.  55  (a),  {b).  and  (c)  are  for  steam,  and  in  each 
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case  abed  is  the  diagram  which  is  obtained  with  dry  saturated 
vapor  at  b.     Fig.  55  (d)  is  for  ether.  ^ 

93.  Clausiufi  Cycle  vith  Dry  Saturated  Water  Vapor,  (a)  This 
cycle  is  often  called  the  Rankine  cycle,  but  as  another  cycle 
which  is  universally  known  by  this  latter  name  must  also  be 
considered,  the  name  of  Clausius  will  be  used  in  this  book  to 
designate  the  cycle  at  present  under  consideration.  As  shown 
in  the  PV-diagram,  Fig.  56,  it  consists  of  two  constant-pressure 
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Fig.  56.  — PV-Diagram  for  Clausius  Cycle  with  Dry  Saturated  Water  Vapor  at  e. 

lines  be  and  da  joined  by  an  adiabatic  cd  and  what  is  practically 
a  constant-volume  line  ab.  The  apparatus  of  Fig.  17  used  in 
developing  the  Carnot  cycle  can  also  be  used  for  the  ideal 
Clau^us  cycle. 

The  volume  plotted  at  b  is  that  of  unit  weight  of  water  just 
ready  to  vaporize,  corresponding  to  a  of  the  Carnot  cycle  shown 
in  Fig.  52.  The  addition  of  the  latent  heat  of  vaporization,  n, 
causes  the  material  to  expand  at  constant  pressure  until  it 
occupies  the  specific  volume  Vc  at  c.  This  quantity  of  heat,  as 
before,  comes  from  the  hot  body  at  temperature  Ti. 

The  adiabatic  expansion  is  exactly  like  that  of  the  Carnot 
cycle  and  is  produced  in  exactly  the  same  way. 

The  constant- pressure  decrease  of  volume  starts  exactly  like 
the  similar  line  in  the  other  cycle,  but  condensation  is  carried  to 
completion  by  the  removal  of  heat  equal  to  XdT2-     The  volume 
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Va  is  then  the  volume  of  unit  weight  of  water  at  the  temperature 
of  vaporization  corresponding  to  the  lower  pressure  Pa-  The 
heat  given  up  during  this  condensation  is  received  by  the  cold 
body  at  the  constant  temperature  Tt. 

The  line  ab  which  takes  the  place  of  the  adiabatic  compression 
of  Carnot  represents  the  heating  of  the  liquid  from  temperature 
7i  to  the  higher  value  Ti,  while  the  pressure  rises  from  P«  to  Pt. 
There  will  be  a  very  small  volume  change  in  the  liquid  during  this 
process,  but  it  is  so  small  in  comparison  with  the  other  volume 
changes  in  the  cycle  that  it  may  be  neglected  and  the  process 
considered  as  a  constant-volume  pressure  rise. 

(b)  The  T0-diagram  correspondingly  lettered  is  shown  in  Fig. 
57.    The  heat  used  to  raise  the  temperature  of  the  water  must 
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Fig.  57.  —  T^Diagram  for  Claustus  Cycle  with  Dry  Saturated  Water  Vapra  at  c. 

come  from  the  hot  body  which  has  the  temperature  Ti,  and  during 
its  reception  the  temperature  of  the  water  will  vary  from  Tt  to 
Ti.  Hence  the  cycle  does  not  fulfill  the  criterion  for  maximum 
efficiency  because  all  heat  is  not  received  when  the  working  sub- 
stance is  at  its  highest  temperature.  It  is  also  evident  that  the 
cycle  is  not  reversible,  because  the  addition  of  heat  to  the 
liquid  exemplifies  a  process  which  is  intrinsically  irreversible. 
Strictly  interpreted,  the  line  ab  in  Fig.  57  represents  a  reversible 
process  equivalent  to  the  irreversible  process  ab  of  the  Clau^us 
cycle. 


jcbyGoogIc 


VAPOR  CYCLES  169 

Work  per  Pound  of  Water  Vapor  Carried  tliroug^  Clausius 

Cycle  with  Dry  Saturated  Vapor  at  Begimiiiig  of 

Adiabatic  Ezpansioa. 

(c)  As  before,  ^E  ■■  AQi  —  Aft,  from  which  the  value  of  the 
work  done  per  cycle  may  he  determined.  The  heat  AQi  consists 
of  two  parts,  (i)  that  added  to  raise  the  temperature  of  the  water 
from  T2  to  Ti,  and  (2)  the  heat  used  in  vaporizing  during  the 
volume  change  from  Vi  to  V,.  The  quantity  Aft  given  up 
during  the  condensation,  as  already  explained,  can  be  determined 
as  soon  as  the  quality  xj  is  known.  This  is  easily  found  from 
Eq.  (154)  or  from  either  of  the  entropy  diagrams. 

Then, 

A£  =  AQi  -Aft  =  J  ((ft  -  ga)  +  fii  -  IxdTil  B.t.u.     .     (176) 
=  ^l  -  ft  -  XiT, (177) 

From  inspection  of  the  T^diagram  it  is  evident  that  the  work 
done  is  given  by  the  following  expression,  the  symbol  Cp  standing 
for  the  mean  specific  heat  of  the  liquid  over  the  temperature 
range: 

A£  -  C,  ( r,  -  Tt)  +  Tx  (A«,  -  A*^) 

-  7i  (A*,  -  A«J.      ....     (178) 


Since  (A*a  -  A^)  =  A*.,,  A*i  =  A*«„  and  A<^a  =  A«j„  Eq.(l78) 
may  be  written 

A£  =  ic,(ri-  r,)+riA^,j 

-jn(A*„,-A«0! (179) 

A  more  useful  formula,  which  may  also  be  written  from  in- 
spection of  the  T^-diagram,  is 

A£=.^{r,-r,)  +  g,-gi-r,CA*,,-A*,J,    .     (180) 

all  quantities  in  which  may  be  obtained  directly  from  the  Steam 
Tables. 
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Et&deney  of  the  Clausius  Cycle  with  Dry  Saturated  Water 
Vapor  at  the  Point  c. 

(d)  To  find  this  item,  it  is  only  necessary  to  divide  the  work 
done,  Eq.  (177),  by  the  heat  supplied;  then 

gf  ,  A£  _  Xt  -  gi  -  x^r,  ,        . 

=  l-r^ {I82> 

M  —  2i 

(e)  This  form  is  not  readily  comparable  with  the  expression 
for  the  Carnot  efficiency,  and  although  the  fact  is  already  known 
that  the  Clausius  efficiency  must  be  lower  than  the  other  because 
of  the  addition  of  heat  below  maximum  temperature,  it  is  of 
interest  to  derive  an  expression  which  will  show  this  difference. 
This  can  be  done  by  using  Eq.  (178)  in  obtaining  the  efficiency 
expression,  thus, 

Ef  ~—  =  ^-(^t-  7't)+ri(a^-A^)-  rt(Aw-A^) 

_  J Tt  (A^j  -  A».) 

1  _^ 

ift 

The  Carnot  efficiency  written  in  similar  form  is 

^/■-'-S-'-i W5' 

In  Eqs.  (184)  and  (185),  the  magnitude  of  the  last  term  deter- 
mines the  value  of  the  efficiency  in  each  case,  but  inspection  of 
the  expressions  as  they  stand  does  not  show  which  of  the  last 
terms  is  the  greater.  If  Fig.  57,  which  shows  [the  two  cycles 
superposed,  is  consulted,  the  interpretation  of  the  last  terms  is 
much  simplified.* 

It  is  evident  from  the  figure  that  the  heat  supplied  during  the 
Clausius  cycle,  equal  to  the  area  under  abc,  is  greater  than  that 

*  In  the  strict  interpretation  of  Fig.  57,  the  line  ab  is  not  the  irreversible  line 
of  the  Clausius  cycle,  but  represents  a  reversible  process  which  would  give  the 
same  P,  V,  T  conditions  as  the  other,  as  mentioned  before  in  conoectiou  with 
Kg.  57- 


(183) 
(184) 
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supplied  during  the  Carnot  cycle  by  the  triangular  area  abdi, 
plus  the  area  below  adi.  The  heat  rejected  is,  however,  greater 
by  the  area  below  adi.  Therefore  in  the  case  of  the  Clausius  cycle 
the  heat  rejected  is  increased  in  greater  proportion  than  the  heat 

received,  and  the  fraction -r^  for  this  cycle  must  be  greater  than 

for  the  Carnot,  and  hence  the  efficiency  is  less. 

94.  The  Clausius  Cycle  in  General,     (a)   As  in  the  case  of  the 
Carnot  cycle,  it  is  pos^ble  to  imagine  a  Clausius  cycle  deveIo[>ed 


6 £1  _o 

a  di     d 


Fig.  58. — Clau^us  Cycles — Various  Possibilities. 

with  the  vapor  of  any  material  in  either  the  saturated  or  super- 
heated condition.  The  general  equations  for  the  Clausius  cycle 
will  be  given  in  the  latter  part  of  this  section.  Some  of  the 
possible  cases  are  shown  in  Fig.  58,  in  which  the  heavy  lines  in 
all  instances  represent  constant  pressures. 

A  word  of  explanation  will  probably  help  to  make  the  con- 
struction of  the  diagrams  in  Fig.  58  clearer.  In  the  Carnot  cycle 
the  upper  and  lower  lines  are  defined  as  isothermals,  while  in  the 
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Clausius  cycle  they  are  lines  of  constant  pressure.  For  saturated 
vapors  the  two  are  the  same,  but  for  superheated  vapors  the  two 
cycles  present  very  different  phenomena.  The  isobars  give 
"  horns  "  (at  Ci)  in  the  Ti^iagrams  when  In  the  superheated 
r^on,  the  height  of  these  being  determined  directly  by  the  de- 
gree of  superheat. 

(b)  Another  interesting  difference  results  from  the  character- 
istics of  this  constant- pressure  line.  In  the  Clausius  cycle  the 
temperature  rises  during  superheating,  while  in  the  Carnot  it 
remains  constant  and  the  pressure  drops.  In  the  case  of  the 
former  cycle,  then,  the  hot  body  must  have  a  temperature  at  least 
equal  to  that  reached  at  the  end  of  the  superheating  process  and 
therefore  higher  than  that  of  the  working  substance  during  the 
entire  reception  of  heat.  For  this  case,  then,  all  the  heat  is 
received  irreversibly. 

(c)  It  thus  develops  that  for  all  Clausius  cycles  the  heat  re- 
ceived along  the  line  ab  is  received  irreversibly,  the  hot  body 
having  a  temperature  at  least  as  high  as  T^,,  and  for  Clausius 
cycles  in  which  superheating  takes  place,  all  the  heat  is  received 
irreversibly,  because  the  hot  body  must  have  a  temperature  at 
least  as  high  as  that  attained  by  superheating.  This  cycle  when 
using  superheated  vapor  therefore  departs  still  further  from  the 
criterion  for  maidmum  efficiency,  and  must  have  a  theoretical 
efficiency  lower  than  that  of  the  same  cycle  with  saturated  vapor 
having  tb^  same  maximum  temperature.  This  conclusion  is  the 
more  interesting  because,  notwithstanding  the  lower  theoretical 
efficiency,  real  engines  operating  on  this  cycle  obtain  their  highest 
commercial  efficiency  with  superheated  vapor.  The  reason  for 
this  will  be  brought  out  in  a  later  chapter. 

(d)  For  the  Clausius  cycle  with  the  adiabatic  expansion  start- 
ing with  wei  steam,  with  quality  Xi, 

AE  =  ^{Ti  -Ti)+qi-9,-Tt  (A«^  -  A*,.).   (i86) 

and  AP 

Ef. -^ (187) 

(e)  In  the  general  case  the  quality  (or  temperature  of  super- 
heat) at  the  end  of  the  adiabatic  expansion  must  first  be  found. 
This  can  be  done  by  solving  for  Xd  (or  D4)  from 

{A<fi  +  xAif*  +  A<t>D)d  =  (A*i  +  xA<t>,  +  A*^)„  .    .     (188) 
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or,  (a4>i  +  «A^  +  C,  log.  ^'  ^  ^^^ 

=  /a*, +a:A«,  +  C^log.^^-i^V    .     (189I 

If  the  steam  is  initially  superheated  x.  =  1 ;  if  wet,  the  entropy 
of  superheat  (A<^a).  disappears.  Should  the  value  of  xj  found 
be  greater  than  i.oo,  it  indicates  that  the  steam  is  still  super- 
heated, then  Dd  should  be  determined,  using  Xd  =  1.* 

Having  determined  xa  (or  Di),  the  work  may  then  be  found 
from  _  _ 

AE  =  (s+xr  +  C^D%  -{q+xr  +  C,D)d.      .     (190) 

Also,  the  work  may  be  found  from 

A£  =.  AQ,  -  Aft (191) 

in  which  the  values  of  AQi  and  A^,  the  heat  supplied  and  the 
heat  rejected,  are  equal  respectively  to  the  heat  above  32°  F., 
at  the  beginning  and  end  of  the  isentropic  expansion,  and  may  be 
read  directly  from  the  Q-curves  on  the  T^bart  (Plate  I,  Appen- 
dix) or  from  abscissas  on  the  Mollier  chart  (Plate  11,  Appendix). 
The  efficiency  is 

£/. ^S .    .    .    (192) 

(4  +  «•  +  c,c),  -  a 

^'■'"^^ <■«) 

This  last  form  is  the  most  convenient  when  the  charts  are  used 
for  obtaining  AQi  and  Aft.  These  heat  quantities  are  of  course 
measured  above  32"  F. 

95.  The  RanMne  Cycle,  (a)  This  cycle  is  very  similar  to 
that  last  described,  being  obtained  froin  it  by  a  simple  modifica- 
tion, the  reason  for  which  will  be  considered  in  a  later  chapter. 
The  Rankine  cycle,  shown  in  Figs.  59  and  6q  for  dry  steam  at  the 
beginning  of  expansion  and  superposed  on  the  Clausius  cycle  for 
the  same  conditions,  is  seen  to  differ  from  the  latter  only  in  having 
the  adiabatic  expansion  cut  short  by  a  constant-volume  line  de. 
^nce  the  adiabatic  line  is  not  continued  to  the  lowest  tempera- 
*  Id  solving  for  Dd  it  is  necessary  to  assume  a.  trial  value  oi  C-p  and  use  the 
"cut  and  try  metbod." 
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ture  in  the  cycle,  the  expansion  is  said  to  be  incomplete.     As  the 
figures  show,  the  area  of  this  cycle  is  less  than  that  of  the  one 
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Fig-  S9-  —  PV-Diagram  for  RanUoe  Cyde  with  Dfy  Saturated  Water  Vapor  at  e. 
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Eairoplcs 
Fig.  60.  — T*-Diagram  for  Raokioe  Cyde  with  Dry  Saturated  Water  Vapor  ue, 

having  complete  expansion,  while  the  heat  added  along  ab  and  be 
is  the  same  in  both.  It  therefore  follows  that  the  Rankine  cycle 
must  be  still  less  efficient  than  the  Clausius.     Despite  this  fact. 
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it  is  one  of  the  most  commonly  used  vapor  cydes,  beii^  that 
approximated  by  most  reciprocating  steam  engines. 

(b)  During  the  constant-volume  pressure  drop,  (fa,  heat  18 
given  up  irreversibly  by  the  working  material  because  the  cold 
body  receiving  that  heat  must  have  a  temperature  at  least  as  low 
as  T,.  Strictly  interpreted,  the  line  de  on  the  T^is^am  repre- 
sents an  equivalent  reversible  process. 

It  is  evident  that  all  the  heat  given  to  the  cold  body  is  not 
rejected  when  the  working  substance  has  the  same  temperature 
as  that  body,  and  hence  this  cycle  should  have  a  lower  efficiency 
than  a  similar  Clausius  cycle.  This  has  just  been  shown  to  be 
the  case. 

Work  per  Pound  of  D17  Saturated  Steam  Used  in  Rankin*  Cycle. 

(c)  With  vapor  dry  and  saturated  at  the  banning  of  adia- 
batic  expansion,  the  work  per  pound  is 

A£  =  Aft  -  Aft (194) 

AE-  i(«*-3.)!+r.i 

-  K«-A*  +  2-)  -  (x^-  +  ff.)  +  x.rt\  B.t.u.  .  .  (195) 
In  this  expression  the  difference  (x^pt  +  g^)  —  (x,p,  +  q.)  is  the 
difference  of  intrinsic  energy  possessed  by  the  vapor  at  the  points 
d  and  e.  It  is  obvious  that,  to  decrease  the  pressure  at  constant 
volume,  heat  must  be  abstracted,  and  since  no  external  work, 
positive  or  negative,  is  done,  all  heat  removed  must  come  from 
the  stock  of  intrinsic  heat  energy  possessed  by  the  material  at  d. 
To  use  Eq.  (195),  however,  the  two  qualities  x,  and  xt  must  be 
determined  first. 

(d)  A  more  useful  expression  may  be  developed  as  follows: 
Reference  to  Fig.  60  shows  that  the  work  of  the  cycle  is  repre- 
sented by  the  sum  of  areas  fbcd  and  afde.  The  former  area  is 
the  same  as  that  of  a  Clausius  cycle  with  temperature  limits  Ti 
and  Ti,  and  its  heat  value  can  be  computed  from  Eq.  (177). 
The  area  afde  corresponds  to  the  similarly  lettered  area  in  the 
PV-diagram,  Fig.  59,  and  hence  represents  A(Pi  —  P,)'(xu)i 
B.t.u.  of  work.  Hence  the  work  of  the  Rankine  cycle  for  steam 
initially  dry  and  saturated  is 

A£  =  iX,  -  2;  -  (xrhl  +AiPi~  P.)  ■  (x«V  .  (196) 
and  all  quantities  in  this  expression  are  either  known  at  the 
outset  or  are  obtainable  directly  from  the  Steam  Table,  with  the 
exception  of  x^,  which  can  be  obtained  from  Eq.  (188)  or  (189). 
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Efficiency  of  Rankine  Cycle  Using  Dry  Saturated  Steam. 

(e)   The  heat  received  in  this  cycle  is  the  same  as  ttiat  in  the 
Clausius  cycle,  that  is, 

AQi  =  Xi  -  3,. 
Hence  the  efficiency  is 

AQi~AQi      AE  from  Eg.  (196) 


£/.  = 


AQ^ 


Xi  -  ft 


(197) 


96.   The  Rankine  Cycle  in  GeneraL  -   (a)   Starting  with  steam 
initially  wet,  the  work  done  is 

AB=  !(x,r, +3, -2,)  ~xj-4  +AiP^~P,)xiUa,  .    (198) 


Fig.  61. —  Rankine  Cycles  —  Various  Cases. 

in  which  all  quantities  are  known  or  are  obtainable  from  the 
Steam  Tables  except  Xd,  which  must  be  computed  by  using  Eq. 
C188)  or  (189). 
(b)    In  the  most  general  case,  having  first  determined  from 
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the  equation  last  mentioned  the  quality  xj  (or  superheat  Dj)  at 
the  end  of  the  adiabatic  expansion,  the  work  done  is 


AE  =  liq  +  xr  +  C^D),  ~  qj - 


{xr  +  C^Dhi 


where  Vt  =  (xV  -  o.oi7)j  if   the  steam  is  wet  at  d,  or    Vd  = 
(V,  —  O.oi7)d  if  superheated.     V,  can  be  found  from  Eq.  (154). 

AF 

Ef. .     .     .     {200) 

(■Z  +  xr  +  CpD). -ft 

(c)  As  in  the  other  vapor  cycles,  there  are  a  number  of  different 
possibilities  as  regards  the  working  substance,  but  every  case  can 
be  worked  out  more  or  less  simply  by  means  of  the  expressions 
already  developed.  Various  cases  of  the  Rankine  cycle  are 
shown  in  Fig.  61. 

97.  Cycle  with  Rectangular  PV-Diagram.  (a)  This  cycle  ia' 
the  least  efficient  of  all  the  vapor  cycles  in  practical  use.     It  is 


b 

, 

\ 

"Z 

\, 

-.^^^ 

' 

.... 

■- 

' 

Fig.  63.  —  Cycle  with  RecUngular  PV-Diagram. 

composed  of  two  constant-pressure  lines  joined  by  two  lines  of 
constant  volume,  as  shown  in  the  PV -diagram.  Fig.  62,  and  in 
the  T^-diagram,  Fig.  63. 

The  diagrams  show  this  cycle  superimposed  upwn  a  Clausius 
cycle  so  chosen  that  the  same  weight  of  working  substance  is 
used  in  each.     It  is  evident  that  the  Clausius  cycle  will  require 
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a  much  larger  cylinder  than  the  cycle  under  consideration,  but 

the  work  per  cycle  will  also  be  much  greater  per  pound  of  vapor. 

The  T^iagram  shows  that  the  heat  absorbed  is  the  same  with 

both  cycles,  namely,  the  area  beneath  the  line  abc.    The  work 
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Fig.  63. — T^Diagram  for  RecUogukr  PVCydc 

done  is,  however,  greater  with  the  Clausius  cycle  than  with  the 
rectangular  PV  cycle,  as  is  shown  by  the  inclosed  areas  of  the 
diagrams.  It  follows  that  the  efficiency  of  the  cycle  with  rec- 
tangular PV-diagram  must  be  less  than  that  of  the  Clausius 
cycle.  The  Rankine  cycle  for  the  same  heat  input  evidently 
gives  an  amount  of  external  work  intermediate  between  that 
obtained  with  the  Clausius  cycle  and  that  obtained  with  the 
cycle  under  consideration,  and  must  therefore  have  an  inter- 
mediate efficiency.  The  rectangular  PV-diagram  may  be  looked 
upon  as  a  limiting  case  of  the  Rankine  cycle,  the  Clausius  cycle 
being  the  other  limit. 

Work  per  Pound  of  Dry  Saturated  Steam  Used. 
(b)    From  Fig.  62  it  is  apparent  that 


(201) 


Effldency  of  the  Cycle  Using  Dry  Saturated  Steam. 
(c)    The  heat  received  is  the  same  as  that  in  the  Clausius  cycle. 
Hence 

^  AE  _  A(P,-Pi)u  ., 


m-  = 


Aft" 
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98.  The  Rectangular  PV  Cycle  in  General.    In  any  case 

£^E  =  A{Pi-  Pi)x,u, (203) 

where  X[M  =  (xV  —  o.oi7)Bif  thesteamiswet,  or  —  (V,  —  0.01 7), 
if  superheated.  V,  can  be  found  from  Eq.  (134).  The  general 
expression  for  the  efficiency  is 

£/. ^i .       .    .    .     (J04) 
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CHAPTER  XIII. 

POWER,  BFFICIBnCT,  AND  FEKFORHAnCE. 

Certain  general  definitions  which  are  necessary  in  the  con- 
sideration of  real  engines  are  collected  in  this  chapter.  They 
will  be  discussed  here  very  briefly;  most  of  them  will  be  con- 
sidered more  fully  in  later  chapters  and  some  belong  more  prop- 
erly to  the  province  of  Experimental  Engineering. 

99.  Power,  (a)  In  English-speaking  countries,  the  foot- 
pound (ft.-lb.)  is  the  unit  of  work  generally  used  by  engineers. 
The  unit  of  power,  or  unit  of  the  "  rate"  of  doing  work,  is  the 
horse  power  (h.p.) ;  it  equals  the  power  equivalent  to  the  dcMng 
of  33,000  foot-pounds  of  work  per  minute. 

Then  the  horse  power  developed  by  any  apparatus  is 

.  Total  ft.-lbs.  oj  work  developed  per  min.  . 

'^'  "  33.000  ■  ■     K    S) 

The  heat  equivalent  of  one  horse  power  is 

One  h.p.  -  ^^'      ■  -=  42.42  B.t.u.  per  min.  .     .     (206) 

77° 

(b)    If  work  is  done  for  one  hour  at  the  rate  of  one  horse  power, 

the  total  work  done  is  called  one  horse-power  hour  (h.p.-hr.). 

Then,     one  h.p.-hr.  =  33,000  X  60  =  1,980,000  ft.-lbs.     .     (207) 

1,080.000               _  ,     „, 

=  -^^ 2545  B.t.u (208) 

100.  Distinction  between  Real  and  Ideal  Engines.  In  con- 
sidering the  ideal  or  thermodynamic  engine  in  preceding  chap- 
ters, a  working  substance  was  assumed  to  pass  through  cycles 
within  a  closed  cylinder,  and  it  was  found  that  a  certain  amount 
of  work,  AE,  would  be  delivered  to  the  piston  during  each  cycle. 
The  material  of  the  cylinder  &nd  piston  was  assumed  to  have 
certain  properties  which  no  available  material  really  has.  The 
cylinder  and  piston  were  assumed  to  neither  absorb  nor  conduct 
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beat.  The  piston  was  supposed  to  be  without  leakage  and 
friction ;  and  any  other  necessary  mechanism  of  the  engine  was 
assumed  frictionless.  These  conditions  cannot  be  realized  in 
practice.  Therefore,  the  action  of  a  real  engine  must  differ  con- 
»derably  from  the  conceived  action  of  an  ideal  engine. 
Losses  in  real  heat  engines  may  be  classified  as  follows: 
(i)  Cycle  loss,  —  for  even  with  the  ideal  cycle  only  part  of  the 
heat  supplied  can  be  converted  into  work, 

(2)  Cylinder  losses,  or  those  which  occur  within  the  real 
cylinder  because  the  ideal  cycle  is  not  perfectly  produced.  These 
losses  reduce  the  work  actually  delivered  to  the  piston  by  the 
working  substance. 

(3)  Friction  losses,  occurring  in  the  mechanism  used  in  the 
transmis^on  of  work  between  the  piston  face  and  the  place  of 
utilization. 

loi.  The  Indicator.  The  work  actually  performed  on  the 
piston  by  the  working  substance  in  the  cylinder  of  the  real 
engine  and  the  pressure-volume  changes  that  actually  occur 
within   the  cylinder  can  be  > 

determined  by  using  the  in- 
strument called  the  "  Indica- 
tor," which  can  be  made  to 
draw  the  PV-diagram  for  the 
changes  actually  occurring. 
The  comparison  of  such  a  dia- 
gram with  the  ideal  one  aids 
in  determining  the  cylinder 
losses. 

This  instrument  is  shown 
in  Fig.  64.  A  card  is  mounted 
on  the  outside  of  a  metallic 
cylinder  which  is  caused  to 
oscillate  in  unison  with  the 
motion  of  the  engine  piston.  p. -. . 

A   pencil,   which     may    be 

pressed  against  this  card,  is  actuated  by  a  small,  spring-balanced 
piston  subjected  to  the  same  pressure  as  the  engine  piston. 
Thus  the  card  movement  is  proportional  to  the  volume  dis- 
placed by  the  engine  piston,  while  the  pencil  movement  is  pro- 
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por'tionai  to  the  pressure  which  actuates  the  piston.  The  pendl 
movement  is  at  right  angles  to  the  card  movement,  and  hence 
a  pressure- volume  diagram  with  rectangular  coordinates,  such 
as  abcde  in  Fig.  65,  is  drawn.  If  the  card  cylinder  oscillates 
under  the  pencil  while  the  indicator  piston  is  disconnected  from 
the  engine  cylinder  and  subjected  to  atmospheric  pressure,  a 
horizontal  line,  called  the  atmospheric  line,  will  be  drawn. 

103.  The  Indicator  Diagram,  (a.)  In  the  pressure-volume 
diagram  drawn  by  the  indicator,  as  in  the  PV-diagrams  pre- 
viously considered,  the  inclosed  area  represents  the  work  done 
upon  the  engine  piston  by  the  working  substance  during  the 
cycle. 

(b)  The  Pressure  Scale^  Sp,  or  pressure  per  inch  of  ordinate, 
equals  the  pressure  in  pounds  per  square  inch  of  piston  area 
corresfKinding  to  one  inch 
movement  of  the  pencil  paral- 
lel to  the  pressure  axis.  This 
is  also  called  the  "  Spring 
Scale." 

The  datum  of  absolute  pres- 
sures is  3  horizontal  line,  00 
in  Fig.  65,  drawn  at  a  distance 
below  the  atmospheric  line, 
A  A ,  equal  to  the  atmosphwic 


Kg.  6s. 


pressure  as  measured  on  the  pressure  scal<?.  Thus  for  any  point, 
the  absolute  intensity  of  pressure  per  square  inch  of  piston 
area  ™  (ordinate  above  00)  X  S^;  similarly,  the  pressure  above 
atmospheric  ■=  (ordinate  above  A  A)  X  S,.  The  latter  pressure 
is  usually  called  the  "  gauge  pressure." 

(c)  The  Volume  Scale,  5„,  is  the  displacement,  in  cubic  feet 
per  square  inch  of  piston,  represented  by  one  inch  of  abscissa. 

The  datum  of  total  volumes  is  a  vertical  line,  YY  in  Fig.  65, 
located  to  the  left  of  Aa  at  a  distance  representing,  to  scale,  the 
"  clearance  volume  "  or  space  in  the  cylinder  occupied  by  the 
working  substance  when  the  piston  is  at  the  beginning  of  its 
stroke.  Thus  for  any  point  on  the  diagram,  the  total  volume 
of  working  substance  in  the  c>-linder  equals  5,  X  (abscissa 
from  YY).  and  the  volume  displaced  by  the  piston  is  5,  X  (ab- 
scissa from  Aa). 
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(d)  The  Scale  of  Work,  .S^,  corresponding  to  one  square 
inch  of  area  of  the  diagram  =  5*  —  5^  X  5,  foot-pounds  per 
square  inck  of  piston  area. 

The  work  done  by  the  working  substance  upon  the  total 
piston  area,  as  represented  by  the  area  of  the  diagram,  is  called 
the  Indicated  Work.  Thus  the  i.w.  =  (area  of  diagram)  x  (area 
of  piston)  X  S^. 

The  corresponding  rate  of  doing  indicated  work  is  expressed 
in  terms  of  horse  power;  it  is  called  the  Indicated  Horse  Power 
(i.h.p.)  and  is  computed  by  using  Eq.  (205). 

(e)  Consider  Fig.  65  as  an  actual  diagram  taken  from  an  engine. 
From  the  point  a  the  engine  piston  moved  out  until  the  point 
c  was  reached.  By  virtue  of  the  property  of  the  PV-diagram, 
the  area  between  the  lines  abc  and  00  represents  the  work  done 
upon  the  piston  by  the  expanding  working  substance.  This 
work  may  be  computed  by  multiplying  the  average  pressure 
on  the  face  of  the  piston  of  the  engine  by  the  piston's  move- 
ment. To  find  the  average  pressure  per  square  inck  of  piston, 
divide  the  square  inches  of  area  between  abc  and  the  pressure 
datum  00  by  the  length  AA  in  inches  and  multiply  this  averse 
height  by  Sp.  Multiplying  this  mean  intensity  of  pressure  by 
the  area  of  the  piston  in  square  inches  and  by  the  length  of 
stroke  of  the  piston  in  feet  gives  the  work  done  during  the  out 
stroke  of  the  piston. 

(f)  Similarly,  the  area  under  the  line  cde  represents  the  work 
done  by  the  piston  upon  the  working  substance  during  the 
return  stroke,  and  the  mean  ordinate  of  this  area  multiplied 
by  .Sp  gives  the  average  intensity  of  pressure  against  which  the 
engine  piston  moved  during  this  stroke.  This,  multiplied  by 
the  area  of  the  piston  in  square  inches  and  by  the  stroke  of  the 
jMston  in  feet,  gives  the  work  in  foot-pounds  done  by  the  piston 
on  the  working  substance  during  the  return  stroke. 

(g)  The  useful  work  delivered  to  the  piston  during  one  cycle 
equals  the  difference  between  the  work  done  upon  it  on  the  out 
stroke  and  that  done  by  it  on  the  working  substance  during  the 
return  stroke. 

The  amount  of  wm^k  actually  accomplished  would  have  been 
the  same  if  the  difference  between  these  two  average  pressures 
had  acted  upon  the  piston  during  one  stroke  only.  The  value 
of  this  difference  is,  however,  given  by  dividing  the  area  abcde  by 
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the  length  of  tbe  diagram  and  multiplyir^:  by  S,.  This  is 
known  as  the  mean  effective  pressure  (m.e.p.)t  ^nd  is  defined 
as  the  pressure  which,  operating  on  the  face  of  the  piston  during 
one  stroke,  would  do  the  same  amount  of  work  as  is  actually 
done  per  cycle  by  the  variable  pressure  really  acting. 

(h)  In  terms  of  the  mean  effective  pressure,  which  will  here- 
after be  designated  by  pm,  the  work  done  upon  the  piston  by 
the  working  substance,  per  cycle,  is 

Work  =  p^-a-  L  ft.-lbs.,  ....  (209) 
in  which  a  represents  the  area  of  the  engine  piston  in  square 
inches  and  L  is  the  stroke  in  feH. 

If  there  are  n  cycles  per  minute,  the  work  per  minute  will  be 
n  times  the  work  per  cycle,  and  the  indicated  horse  power  of 
the  engine  will  be 

. ,  p^Lan  ,       , 

i.h.p,  =  *^ (210) 

^       33,000  *■       ' 

(i)  Eq.  (210)  can  be  used  todeterminethediameterof  cylinder 
needed  to  develop  any  i.h.p.,  provided  the  m.e.p.,  the  length,  of 
stroke,  and  the  number  of  cycles  per  minute  are  known.  Thus 
the  effective  area  of  the  piston  must  be 

"  =  ^^^^- (-) 

from  which  the  piston  diameter  follows. 


103.  Methods  dSsPeteimining  the  Area  of  an  Indicator 
Diagram,  (a)  The  area  of  an  indicator  diagram  can  be  deter- 
mined (r)  by  placing  transparent  "  cross-section  paper  "  over 
the  diagram  and  counting  the  squares  surrounded;  (2)  by  using 
some  such  form  of  mechanical  integrating  instrument  as  the 
"  planimeter;"  (3)  by  applying  the  "  method  of  ordinates;" 
or  (4)  by  using  some  integration  rule  such  as  the  "  Trapezoidal 
Rule"*  and  "Simpson's  One-third  Rule."t 

(b)  One  form  of  planimeter  is  shown  in  Fig.  66.  It  consists 
of  two  arms  jointed  together,  one  terminating  in  a  "  fixed  point  " 
which  is  a  stationary  pivot,  while  the  other  carries  a  "  tracing 
point."     The  third  support  for  the  instrument  is  a  point  of  the 

•  For  this  rule  see  Kent's  "  Pocket  Book." 

tSee  Church's  "  Notes  on  Mechanics  "  or  Kent's  "  Pocket  Boot,"  published 
by  John  Wiley  &  Sons. 
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rim  of  a  graduated  wheel  or  "  record  roller."  If  the  record 
wheel  is  set  at  zero  and  the  tracing  point  is  moved  clockwise 
around  the  outline  of  the  diagram  and  is  re- 
turned to  its  original  position,  the  area  of  the 
f^re  is  given  by  the  reading  of  the  record  j 
wheel.  The  theory  and  use  of  planimeters  [ 
is  treated  in  books  on  Experimental  Engi- 
neering.* The  mean  ordinate  is  found  by 
dividing  the  area  by  the  length  of  dia- 
gram, and  the  m.e.p.  is  the  product  of  the  J 
mean  ordinate  and  the  pressure  scale. 

(c)  Inthemethodofordmates.thelength  f 
of  the  diagram  is  divided  into  a  number  of  J 
equal  parts,  with  interval  ^  as  in  Fig.  67, 
and  ordinates  are  drawn,  as  i,  2,  3,  etc.,  in 
the  figure.  Central  intermediate  ordinates  are  then  drawn  and  the 
intercepts  ji,  y^,  yj,  etc.,  are  scaled  and  used 
as  the  mean  heights  of  the  elementary  areas 
(''IdjJJMj^  between  ordinates.     The  area  of  the  dia- 

illTf'Ulli&TWj.w      grani  is  approximately  A  =  Zy  X  Ax,  and 

2.y 


Fig.  66. 


Fig.  67. 


the  mean  ordinate  is  y«  =  7 ir—r- ^  ■ 

{no.  of  ardtnales) 
This  method  is  not  strictly  correct,  for 
the  middle  intercepts  are  not  necessarily  the  mean  heights  of  the 
elementary  areas.  These  mean  heights  can  be  found  quite  accu- 
rately by  the  method  shown  in  Fig,  68,  Here  lines 
AB  and  CD  (not  necessarily  horizontal)  are  so 
drawn  that  areas  at  and  oj  are  equal  and  that  bi  =  Ih. 
Then  the  distance  y  between  the  centers  of  these 
lines  is  the  true  mean  height.  The  equality  be- 
tween areas  a\  and  at  and  between  b\  and  bi  can 
be  estimated  very  accurately  by  eye.  IS^!L&  d 


Fig.  68. 


104.  Delivered  Power,  (a)  In  Section  100  it 
was  stated  that  only  a  part  of  the  net  work  done 
on  the  piston  by  the  working  substance  is  delivered  by  the  engine, 
as  there  is  a  friction  loss  in  the  moving  parts.  The  power  which 
actually  is  made  available  by  the  engine  is  variously  called  the 

•See  Carpenter  and  Diederich's  "Experimental   Engineering,"  published  by 
Jofan  Wiley  &  Sooi. 
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delivered  horse  power  (d.h.p.).  the  brake  horse  power  (b.h.p.). 
and  the  effectiTe  horse  power  (e.h.p.)- 

The  difference  between  the  indicated  horse  power  and  the 
delivered  horse  power  is  a  measure  of  the  power  lost  in  friction, 
and  is  called  the  frictioa  horse  power  (f.h.p.).    Then 

f.h.p.  =  i.h.p.  —  d.h.p (212) 

The  indicated  horse  power  can  be  determined  by  means  of  the 
indicator,  and  hence,  if  either  the  friction  horse  power  or  the 
delivered  horse  power  can  be  measured,  all  three  of  the  quanti- 
ties of  Eq.  (212)  become  known. 

(b)  The  direct  measurement  of  the  friction  horse  power  is 
usually  impossible,  but  several  approximate  methods  are  used. 
One  scheme  depends  upon  the  assumption  that  the  power  con- 
sumed in  engine  friction  is  constant  for  all  values  of  delivered 
power.  This  assumption  is  not  accurate,  but  may  be  used  for 
approximation.  Assuming  it  true,  the  indicated  horse  power 
obtained  when  the  "engine  is  running  at  speed  with  no  external 
load,  that  is,  when  all  the  indicated  power  is  applied  to  overcome 
friction,  may  be  taken  as  a  measure  of  the  friction  horse  power. 

Sometimes  it  is  possible  to  drive  an  engine  at  its  normal  speed, 
from  some  external  source  of  power,  such  as  an  electric  motor  or 
a  shaft.  When  this  can  be  done,  and  when  the  power  thus  con- 
sumed can  be  measured,  it  furnishes  an  approximate  determina- 
tion of  the  friction  horse  power.  However,  it  is  necessary  to 
make  the  same  assumption  as  in  the  previous  case. 

The  usual  method  is  to  determine  the  delivered  horse  power 
experimentally  and  to  calculate  the  friction  horse  power  by 
Eq.  (2IJ). 

The  delivered  horse  f)Ower  may  be  measured  by  the  use  of  a 
prony  brake  or  similar  absorption  or  transmission  dynamometer; 
hence  the  term  "  brake  horse  power."  For  large  engines  ab- 
sorption dynamometers  become  elaborate  and  expensive  and  are 
seldom  used  except  in  special  cases. 

105.  Efficiencies,  (a)  Efficiency  is  the  ratio  of  result  to 
effort.  -  For  the  heat  engine  there  are  several  such  ratios,  which 
depend  upon  the  meanings  given  to  the  terms  "  result  "  and 
"  effort."  They  are  useful  in  comparing  performances  of  dif- 
ferent engines,  in  locating  losses,  and  in  showing  opportunities  for 
improvement.     Unfortunately,  there  is  lack  of  uniformity  in  the 
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names  applied  to  the  various  efficiencies,  and  in  some  cases  the 
same  term  has  been  used  for  entirely  different  ratios.  In  the  fol- 
lowit^  discussion  the  names  which  are  apparently  the  most  suit- 
able have  been  adopted. 

Fig.  69  is  a  diagram  showing  the  energy  stream.  Here,  as  in 
Fig.  3,  the  width  of  stream  shows  the  amount  of  energy  still 
available  for  doing  external  work.  As  the  stream  prt^esses 
losses  occur,  as  shown  by  the  Qffshoots,  and  less  energy  remains 

t  i  iif  111.  I  i  i 


Fig.  69. 

available  for  doing  external  work.  The  several  efficiencies, 
which  will  now  be  considered,  may  be  studied  in  connection  with 
this  figure,  and  the  relation  between  the  various  ones  will  be 
made  clearer  by  referring  to  the  figure  as  the  discussion  pro- 
gresses. 

(b)  Carnot  Efficiency.  It  has  been  shown  that  the  efficiency 
of  the  Camot  cycle,  and  of  all  other  reversible  cycles,  is  the 
theoretical  maximum  with  any  given  temperature  limits.  It  is 
an  ideal  efficiency,  but  is  impossible  of  attainment  in  any  real 
case.     Its  value  regardless  of  the  kind  of  working  substance  is 

T,  —  T- 
El,-i^~^ (213) 

In  Fig.  69,  XZ  represents  the  heat  supplied  and  XY  that 
which  would  be  delivered  as  external  work  if  the  Carnot  cycle 

were  followed ;  hence  the  Carnot  Efficiency  is  £/j  =  -^  ■ 
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(c)  Cycle  EfiBciencf.  In  all  real  engines  the  worldng  sub- 
stance in  its  action  approximates  one  of  the  theoretical  cycles 
already  developed.  Each  of  these  cycles  was  shown  to  have  in- 
herent thermodynamic  loss  and  a  theoretical  efficiency  less  than 
unity.  This  efficiency  will  hereafter  be  called  the  Cycle  Effi- 
ciency, CEf.     It  is  shown  in  Fig.  69  by  the  ratio  -jt^' 

For  example,  if  a  steam  engine  is  assumed  to  follow  the  ideal 
Clausius  cycle,  the  Cycle  Efficiency  is  given  by  Eq.  (192),  and 
the  work,  AEi,  per  pound  of  material  by  Eqs.  (188)  to  (191). 
In  Fig,  69,  AB  represents  AEi. 

No  real  engine  actually  attains  the  efficiency  of  its  theoretical 
cycle  because  of  unpreventable  losses,  but  the  Cycle  Efficiency 
represents  the  best  result  attainable  with  the  cycle  in  an  engine 
having  no  extra-thermodynamic  losses, 

(d)  Relative  Efficiency.  It  would  seem  that  the  engineer 
should  be  able  to  design  and  construct  engines  to  operate  with 
the  Carnot  and  other  reversible  cycles,  and  thus  approximate  the 
ideal  efficiency.  However,  practical  reasons  generally  compel 
the  use  of  engines  approxi^iating  theoretical  cycles  that  are 
thermodynamically  less  efficient.  This  reduces  the  possible 
efficiency  even  before  the  practical  losses  are  considered. 

A  measure  of  this  reduction  is  obtained  by  dividing  the  Cycle 
Efficiency  of  the  engine  considered  by  the  Carnot  Efficiency. 
The  quotient  will  be  called  the  Relative  Efficiency,  REf,  and  is 

R£/-^ (214) 

Referring  to  Fig.  69,  it  is  evident  that 

^^^  '  \m  ^  \Xz)  ^  XY 

Work  done  by  cycle  under  consideration 
Work  done  by  Carnot  cycle 

(e)  Itidicated  or  Cylinder  Efficiency.  In  actual  engines,  as 
stated,  the  work  done  upon  the  piston  by  the  working  substance 
is  of  course  always  less  than  the  theoretical  quantity;  that  is, 

*  Note  that  any  engine  operating  on  a  cycle  which  is  theoretically  reversible  wiQ 
have  a  Cycle  Efficiency  equal  to  the  Carnot  Efficiency  (as  in  (b)).  In  other  cases 
the  amount  by  which  the  CEf  fails  short  of  Efe  indicates  the  theoretical  disadvan- 
tage of  the  iireversible  cycle. 
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it  is  less  than  the  product  of  the  Cycle  Efficiency  by  the  heat 
supplied. 

The  ratio  of  work  actually  done  to  work  theoretically  possible 
measures  the  perfection  of  design,  construction,  and  operation  of 
the  cylinder,  piston,  and  valves. 

This  ratio,  which  will  be  called  either  the  Indicated  or  the 
Cylinder  EfSciency,*  lEf,  can  be  expressed  in  several  ways  as 
follows: 

_  Area  of  actual  indicator  diagram 


_  Indicated  work  per  pound  of  working  substance 

778  A£  (for  corresponding  theoretical  cycle) 
_  Heat  utilized  per  pound  of  working  substance 
A£  (for  corresponding  theoretical  cycle) 

^ \M^ 

Theoretical  horse  power 


(215a) 
(215b) 


(2i5d) 


In  the  energy  stream  shown  in  Fig.  69,  DB  represents  the  indi- 
cated work  and  AB  the  theoretical  work.  Evidently  the  Cylin- 
der Efficiency  is 

DE  _  DE 

For  example,  if,  in  the  case  of  the  steam  engine  previously 
cited,  the  work  per  pound  of  steam  shown  by  the  actual  indicator 
diagram  is  A£',  and  if  AEi  is  the  work  with  the  Clausius  cycle, 
AE' 
■  AEi' 

(f)  Mechanical  Efficiency.  The  ratio  of  work  delivered  by 
the  engine  to  work  received  by  the  piston  (equal  to  the  ratio  of 
delivered  power  to  indicated  power)  is  called  the  Mechanical 
Efficiency,  MEf.     Thus 

^^/-'r^ <-^) 

This  fraction  gives  the  proportion  of  the  power  received  by  the 
[Hston  which  actually  becomes  available  as  mechanical  power  for 
the  consumer.     The  loss  is  a  mechanical  one  due  to  friction  of  the 
mechanism. 
*Tbisis  also  often  called  tW'Patentia]  Efficiency  on  the  i.h.p.",  and  the"tliM- 
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In  Fig.  69,  JK  represents  the  energy  delivered  by  the  engine, 
and  DE,  or  JL,  shows  the  indicated  work  done  on  the  piston; 

hence  the  mechanical  efficiency  is  -jj-  • 

(g)  Thermal  Efficient  oa  the  IJi.p.  The  ratio  of  indicated 
work  done  {GH  in  Fig.  69)  to  heat  supplied  in  the  working  sub- 
stance (XZ  or  GI)  is  useful  in  showing  the  combined  efficiency 
of  the  cycle  and  the  cylinder  with  appurtenances.  It  will  be 
called  the  Thermal  Efficiency  on  the  i.h.p.,  abbreviated  TIEf, 
and  is 

TTEf  -^  ,^"<^'<^f^  ^o*"*^ '"  B.t.u.  ,       , 

^      Heat  supplied  to  cylinder ' 

Obviously,  this  efficiency  equals  the  product  of  the  Cycle  Effi- 
ciency by  the  Indicated  Efficiency,  that  is, 

TIEf  =  CEf  X  lEf. (218) 

The  TIEf  is  shown  in  Fig.  69  by  the  ratio  pr^r  ■ 

(h)   Thennal  Effldeacy  OQ  the  Brake  or  Delivered  Power. 

The  ratio  of  delivered  work  (PQ  in  Fig.  69)  to  the  heat  supplied 

the  engine  will  be  called  the  Thermal  Efficiency  on  the  Brake  or 

Delivered  Power,  TDEf.    Thus 

rnnf      Work  delivered  in  B.t.u.  ,  ,  , 

^^^^-   Heat  supplied  cylinder    ■      '     *     ^^'^^ 

Also,  it  is  evident  that 

TDEf  =.  TIEf  X  MEf.       ....     (220) 

The  TDEf  is  shown  in  Fig.  69  by  the  ratio  ■^■ 

(i)  The  Overall  Efficiency  of  the  Engine,  llie  true  efficiency 
of  the  engine  as  a  whale,  compared  with  the  ideal  or  thermody- 
namic engine  with  the  same  cycle,  will  be  called  the  Overall 
Efficiency,  OEf.  This  takes  account  of  both  the  cylinder  and  the 
mechanical  losses.*    Hence 

OEf  =■  lEf  X  MEf. (221) 

The  0£/is  shown  in  Fig.  69  by  the  ratio -5-=,  or  -j-^-^  • 
A  study  of  Fig.  69  shows  that  all  of  these  efficiencies  follow 
one  another  in  logical  order,  and  that  each  has  a  definite  bearing 
upon  the  analysis  of  the  performance  of  real  engines. 

*  This  is  also  called  the  "  Potsntial  Effidancj  on  the  d.h.p." 
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to6.  Engine  Perfonnance.  (a)  The  relative  performance  of 
two  heat  engines  can  be  determined  by  comparison  of  the  amounts 
of  heat  used  to  produce  a  given  amount  of  work.  The  unit  of 
work  usually  adopted  for  comparison  is  either  the  indicated 
horse-power  hour  or  the  delivered  horse-power  hour.  Thus  the 
R<te  of  Heftt  Consumption  may  be  defined  as  B.t.u.  required  per 

horse-power  hour,  that  is,  .- .  '  ' .'  ■  or  the  -j  {.'■  -l-~.  as  the  case 

*^  '  '  i.h.p.-hr.  d.h.p.-hr. ' 

may  be. 

(b)  If  the  amount  of  working  substance  used  per  hour  is 
weighed  and  if  the  h.p.  is  determined,  then  the  weight  of  mate- 
ria] per  h.p.-hr.  can  be  computed.  Evidently,  if  Wi,  or  Wd,  is 
the  weight  of  working  substance  per  h.p.-hr.,  and  if  AQ  is  the 
heat  per  pound  of  material,  then 

■x?3s:-»'"<^e (^") 

dlipiF.-'*'"<^e <^^^> 

Since  the  equivalent  of  one  h.p.-hr.  is  2545  B.t.u.,  and  since  the 
Thermal  Efficiency  is  the  ratio  of  the  work  actually  done  to  the 
heat  supplied,  it  is  evident  that 

B.t.u.    ^ 2545 

h.p.-hr.      TIEf,  or  TDEf,  as  the  case  may  be 

If  several  engines  use  working  substances  of  the  same  kind 
with  the  same  heat  content  per  pound,  the  relative  performances 
can  be  found  by  comparing  the  Rates  of  Consumption  <tf  Woo- 
ing Substance  (i.e.,  pounds  per  i.h.p.-hr.  or  per  d.h.p.-hr.).  These 
values  are  known  as  Engine  Economies. 

Further,  if  unit  weights  of  these  working  substances  receive 
their  store  of  heat  from  equal  weights  of  fuel,  the  Rates  of  Fuel 
Ctmsun^tion  (pounds  per  i.h.p.-hr.  or  d.h.p.-hr.)  may  be  used  for 
comparison. 

(c)  Graphical  representations  of  engine  performances  are  often 
very  useful.  They  may  be  based  upon  the  scheme  shown  in 
Fig.  70,  which  applies  to  an  impossible  machine  supposed  to  con- 
vert into  mechanical  energy  all  of  the  heat  supplied  it;  —  thus 
it  is  the  case  with  efficiency  of  100  per  cent. 

Since  2545  B.t.u.  are  equivalent  to  one  h.p.-hr.,  and  since  in 
this  case  the  efficiency  is  the  same  at  all  rates  of  power  develop- 
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ment,  that  is,  at  all  "  loads,"  the  curve  showing  the  Rate  of  Heat 
Consumption,  or  R-curve,  is  a  horizontal  line  with  ordinate  2545 
-  B.t.u.,  as  shown  in  the  figure. 
The  scale  tor  this  line  is  at  the 
right. 

The  Total  Heat  Consumption 
per  hour  at  any  load  is  the  pro- 
duct of  the  horse  power  and  the 
,^  corresponding  rate.  Thus  the 
curve  showing  the  Total  Con- 
sumption, or  the  TC -curve,  re- 
sults from  plotting  the  products 
of  corresponding  abscissas  and 
ordinates  of  the  R-curve,    Since 


Fig.  70. 


the  latter  is  a  horizontal  line  in  this  case,  the  corresponding 
TC-curve  must  be  a  straight  line  passing  through  the  origin  and 
with  slope  corresponding  to  the  rate.  The  scale  for  this  curve  is 
given  at  the  left  of  the  figure. 

(d)  When  the  B.t.u.  per  pound  of  working  substance  remains 
constant,  it  is  sometimes  convenient  to  construct  curves  siiriilar 
to  those  in  Fig.  70  but  for  the  consumption  of  the  working  sub- 
stance instead  of  B.t.u.  Thus  the  R-curve  would  represent  the 
Rate  of  Consumption  of  Working  Substance  (as  pounds  of  steam 
per  h.p.-hr.,  or  cubic  feet  of  gas  per  d.h.p.-hr.,  etc.),  and  the 
TC-curve  would  represent  the  total  consumption  of  working  sub- 
stance (as  total  weight  of  steam  or  cubic  feet  of  gas  per  hour). 

Sometimes  similar  curves  are  drawn  to  represent  the  rate  and 
total  consumption  of  fuel  used  (as  pounds  of  coal  per  h.p.-hr., 
and  total  weight  per  hour). 

(e)  According  to  assumption  the  efficiency  of  this  impossible 
device  is  constant,  and  if  the  efficiency  line  were  drawn  it  would 
be  horizontal  at  a  height  corresponding  to  lOO  per  cent.  Even 
in  the  best  theoretical  cycles,  that  is,  the  Carnot,  and  the  other 
reversible  ones,  the  work  performed  is  very  much  less  than  the 
mechanical  equivalent  of  the  heat  supplied,  and  the  efficiency  is 
always  much  less  than  unity. 

(f)  In  the  real  engine  the  efficiency,  and  hence  the  rate, 
instead  of  being  constant,  varies  characteristically  with  the  load; 
thus,  instead  of  being  straight,  as  in  Fig.  70,  the  lines  representing 
the  efficiency  and  rate  may  be  curved,  ^s  is  shown  for  one  real 


D.;.'.zc..iCjOOglC 


POWER,  EFFICIENCY,  AND  PERFORMANCE 


193 


engine  in  Fig,  71.  Further,  the  TC-curve  will  not  pass  through 
the  origin  of  co6rdinates,  but  will  have  a  positive  intercept  on 
the  Y-axis,  as  shown  in  Fig.  71.  This  is  because  there  is  a  heat 
loss  when  the  external  load  equals 
zero;  for,  even  when  an  engine  is 
running  without  delivering  power,  2 
there  is  heat  lost  in  radiation  and 
fX>nduction  and  in  overcoming  fric- 
tion, and  if  the  engine  is  motionless  \ 
at  the  operating  temperature,  there  i  ^ 
is  still  the  loss  due  to  radiation  and 
conduction. 

(g)   The  ordinate  scales  in  Fig. 
71,  as  in  the  case  of  Fig.  70,  may  Ho™ePow«r 

be  made  to  read  in  thermal  units,  ^^^-  ^'■ 

pounds  of  working  substance  or  pounds  of  fuel. 

The  ratios  of  the  number  2545  to  the  diflerent  ordinates  of 
the  heat-rate  curve  evidently  give  values  of  the  Thermal  Effi- 
ciencies at  different  loads,  as  shown  by  the  curve  £/  in  Fig.  71. 
This  curve  will  give  either  the  TIEJ  or  the  TDEf,  according  to 
the  basis  used  in  determining  the  R-curve.  Also,  tJie  Thermal 
Efficiencies  are  given  by  the  ratios  of  ordinates  in  Fig.  71  to 
the  corresponding  ones  in  Fig.  70. 

Similar  comparisons  between  the  curves  for  any  theoretical 
cycle  with  those  for  the  Camot  cycle  will  give  the  Relative 
Efficiencies  for  the  former. 

(h)  In  Fig.  71  a  dotted  line  is  drawn  from  the  origin  tangent 
to  the  TC-curve.  The  point  of  tangency,  Z,  determines  the 
abscissa,  or  horse-power  output,  at  which  the  efficiency  is  maxi- 
mum and  the  rate  minimum.  Evidently,  the  best  economy  is 
obtained  when  the  engine  develops  this  power,  and,  other  things 
being  equal,  an  engine  should  be  of  such  size  as  to  operate  most 
of  the  time  at  or  near  this  load.  If  the  engine  normally  fur- 
nishes more  or  less  than  this  power,  it  is  either  too  large  or  too 
small  from  the  standpoint  of  economy  only.  It  will  appear  later, 
however,  that  many  other  considerations  enter  into  the  choice 
of  size  of  engine  best  suited  for  a  given  set  of  conditions. 
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.^  CHAPTER  xrV. 

THE  THEOREHCAL  STEAH  EITGIlfE. 

107.  General,  (a)  In  the  actual  steam  ea^ne  only  a  por- 
tion of  the  heat  supplied  in  generating  the  steam  is  converted 
into  useful  work.  This  portion  at  maximum  is  only  about  25 
per  cent  and  ordinarily  is  from  5  to  12  per  cent.  All  the  rest 
of  the  heat,  from  75  to  95  per  cent,  is  lost,  and  represents  a  pro- 
portionate waste  of  fuel  and  of  money  spent  for  it.  It  is  very 
important  for  one  who  is  to  be  connected  with  steam  engineering 
to  understand  why  this  great  loss  occurs  and  how  it  can  be 
minimized. 

(b)  The  greater  part  of  the  heat  loss  would  occur  even  in 
the  theoretically  perfect  engine,  —  because  of  imperfections 
inherent  in  .the  ideal  cycle;  and  the  exact  extent  of  the  loss  in 
this  case  can  be  readily  computed.  The  further  losses  that 
occur  in  the  actual  engine  are  due  to  physical  imperfections; 
and  their  amounts  can  be  determined  experimentally,  while 
their  causes  and  proportionate  distribution  can  be  studied  by 
comparing  the  actual  cycle  with  the  ideal.  Many  of  the  losses 
can  be  determined  by  comparing  the  actual  cycle  with  the  ideal 
ones,  —  the  Carnot,  Clausius,  and  Rankine. 

loS.  The  Carnot  Cycle  and  the  Steam  Engine,  (a)  As  the 
Carnot  cycle  (Section  91)  gives  the  greatest  possible  efficiency, 
it  would  seem  to  be  the  most  desirable  cycle  to  use  in  any  type 
of  engine. 

Heretofore,  in  discussing  this  cycle,  it  was  assumed  that  all 
operations  were  performed  within  a  single  nonconducting  cyl- 
inder, to  the  end  of  which  could  be, attached  the  hot  body,  or 
the  cold  body,  or  the  nonconducting  head,  as  required  during 
the  cycle.  While  such  an  arrangement  is  conceivable,  it  cannot 
be  realized  materially,  and  to  obtain  an  apparatus  of  practical 
value  it  is  necessary  that  some  parts  of  the  cycle  shall  be  per- 
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formed  outside  of  the  cylinder.  In  this  latter  case,  however, 
the  result  will  be  the  same,  provided  the  cycle  is  carried  through 
in  the  same  manner  as  before.  Thus  the  cycle  may  be  per- 
formed in  the  following  apparatus: 

(b)  Let  the  cylinder,  the  cylinder  end,  and  the  piston  be  per- 
fectly nonconducting,  and  let  the  cylinder  end  be  permanently 
attached.  Then,  instead  of  a  hot  body,  let  there  be  a  pipe  with 
a  valve  ("  Steam  Valve  ")  connecting  the  cylinder  to  a  boiler 
which  will  supply  steam  (heat)  at  the  constant  temperature  Ti, 
corresponding  to  pressure  pi;  and  in  place  of  the  cold  body  let 
there  be  another  pipe  with  a  valve  ("  Exhaust  Valve  ")  con- 
necting the  cylinder  to  the  condenser,  in  which  the  temperature 
is  maintained  constantly  at  Ti,  corresponding  to  the  exhaust 
pressure  pa.  Such  an  arrangement,  with  the  addition  of  a  feed 
pump  to  return  the  condensate  from  the  condenser  to  the  boiler, 
<x>mpletes  the  apparatus,  which  contains  the  simple  elements  of 
a  steam  power  plant. 

(c)  In  performing  the  Carnot  cycle,  note  that  (see  Section  53) : 
(i)   All  heat  from  the  external  source  must  be  received  at  the 

constant  temperature  Ti  of  the  source. 

(2)  All  heat  dischai^ed  to  the  cold  body  must  be  rejected  at 
the  constant  temperature  7i  of  the  cold  body.     Hence: 

(3)  Before  heat  is  received  at  the  upper  temperature  Ti,  the 
working  substance  must  be  brought  to  that  temperature  with- 
out receiving  heat  energy  from  the  outside;  so  pa & 

it  must  be  done  by  adiabatic  compression  from  y\  ^i  \ 

Ti  to  Ti,  and  %     ^  («) 

(4)  Before  heat  is  rejected,  the  temperature  ~-%-^^ — — ^0 
must  be  lowered  from  Ti  to  7i  without  losing 
heat  as  such  to  the  outside;  so  this  must  be 
accomplished  by  adiabatic  expansion.  / ,  \^   (h) 

Referring  to  Fig.  72  (a)  for  the  PV-diagram 
and  to  Fig.  72  (b)  for  the  T^-diagram  (the 
two  figures  being  lettered  alike),  the  cycle 
would  be  performed  in  the  following  manner:  ^"8-  T- 

(d)  Isothermal  E^qmneion  (line  ab).  Since  in  the  Carnot 
cycle  the  working  substance  must  receive  all  its  heat  from  the 
outside  source  at  the  upper  temperature  Ti,  the  cycle  must  begin 
with  water  (say  one  pound)  which  has  already  been  raised  to 
this  temperature.     In  the  first  operation,  —  starting  with  the 


D.i.'..c..iCjOog[e 


196  HEAT-POWER  ENGINEERING 

steam  valve  open,  the  exhaust  valve  dosed,  and  piston  against 
the  cylinder  head,  —  the  boiler  will  supply  the  latent  heat  (at 
a  constant  temperature)  to  form  the  vapor,  which  will  then 
occupy  the  volume  Vi,,  the  piston  meanwhile  moving  out  until 
it  has  swept  through  a  volume  equal  to  this.  This  first  part  of 
the  cycle  constitutes  the  period  of  sdmission.  The  steam  valve 
is  then  closed,  and  the  steam  supply  is  "  cut  oft "  at  point  b. 

(e)  Adiabatic  Expansion  {be  in  the  figures).  The  steam  is 
then  allowed  to  expand  adiabatically  from  b  to  c,  within  the 
cylinder,  doing  external  work  by  moving  the  piston  against  a 
TCsistance  until  the  temperature  T%  of  the  condenser  is  reached. 
The  pressure  is  then  pi,  the  volume  is  Vc,  and  the  piston  is  at 
the  end  of  its  stroke.  This  completes  the  second  part  of  the 
■cycle.  The  exhaust  valve  is  then  opened  to  "  release  "  the 
steam  from  the  cylinder,  allowing  it  to  flow  to  the  condenser. 
'  (f)  Isothennal  Compression  {cd).  On  the  return  stroke 
the  piston  drives  the  steam  out  of  the  cylinder  into  the  con- 
denser, where,  by  the  abstraction  of  heat,  it  is  liquefied.  During 
this  operation  the  temperature  remains  constant  at  7"j,  so  the 
heat  is  rejected  to  the  cold  body  isothermally  at  the  lowest 
temperature,  as  in  the  Camot  cycle.  This  completes  the  third 
part  of  the  cycle  and  constitutes  the  period  of  "  exhaust" 

So  far  the  Carnot  cycle  has  been  followed  without  variation. 

(g)  Adiabatic  Compression  {da).  To  complete  the  cycle, 
adiabatic  compression  should  begin  at  the  point  d,  so  selected 
that  when  the  piston  reaches  the  end  of  the  stroke,  all  of  the  work- 
ing substance  will  be  returned  to  the  initial  condition.  But  since 
a  part  of  the  steam  has  been  reduced  to  water  in  the  condenser 
and  is  no  longer  in  the  cylinder,  it  appears  that  the  cycle  can- 
■  not  be  completed  by  any  process  entirely  within  the  cylinder 
itself. 

It  is  possible,  however,  in  theory  at  least,  to  complete  the 
Carnot  cycle  by  using  a  combined  vapor-and-water  pump, 
which,  when  the  point  d  is  reached,  will  receive  all  the  water  of 
condensation  from  the  condenser  and  the  vapor  remaining  in 
the  cylinder  at  the  point  d,  and  by  compression  complete  the 
condensation  of  the  vapor,  and  bring  the  whole  charge  back 
to  the  initial  condition  by  a  process  that  is  strictly  adiabatic. 
But  while  this  is  conceivable  it  would  be  very  difficult  to  carry 
out  without  introducing  practical  evils  which  would  more  than 
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counterbalance  the  thermodynamic  advantage.  In  practice 
this  last  operation  would  be  omitted,  and,  instead,  the  steam 
would  either  be  expelled  from  the  cylinder  and  condensed  in 
a  "  condenser  "  or  else  exhausted  into  the  atmosphere.  The 
water  of  condensation,  or  an  equivalent  amount  of  "  make-up 
water,"  is  then  pumped  to  the  boiler,  where  the  heat  is  added 
to  bring  the  temperature  gradually  back  to  the  initial  value, 
which  is  not  in  accordance  with  the  requirements  of  the  Carnot 
cycle. 

(h)  It  is  true  that  in  the  actual  steam  engine  compression 
is  employed,  but  this  must  not  be  confused  with  the  adiabatic 
compression  of  the  Carnot  cycle.  But  little  of  the  steam  is 
involved  in  this  operation,  and  it  is  used  principally  for  the 
purpose  of  "  cushioning  "  the  reciprocating  parts  in  order  to 
make  the  engine  operate  quietly.  It  has  little  effect  on  the 
thermodynamic  operation  of  the  engine. 

(i)  Although  the  Carnot  cycle  is  not  ordinarily  followed  by 
the  steam  ei^ne,  it  is  often  very  useful  to  determine  the  efficiency 
and  the  work  that  would  be  done  with  thb  cycle,  within  the 
temperature  range  of  the  steam  engine,  in  order  to  find  the 
maximum  output  that  could  be  theoretically  attained  by  any 
engine,  using  any  kind  of  working  substance  with  the  same 
temperature  limits. 

Previous  discussion  of  this  cycle  (Section  92)  showed  that  for 
saturated  steam  the  Carnot  Cycle  Efficiency,  Efe,  is  given  by 
Eq.  (170),  that  the  heat  available,  AQu  can  be  computed  by 
Eqs.  (172)  to  (174),  and  that  the  work  done  is  AE  =  Aft  X  £/„ 
from  Eq.  (171). 

Since  superheat  is  supplied  in  practice  with  gradually  in- 
creasing temperature,  the  Carnot  cycle  is  not  a  satisfactory 
standard  for  comparison  for  engines  using  superheated  steam, 
and  hence  this  case  will  not  be  (xinsidered. 

(j)  As  one  h.p.-hr.  is  equivalent  to  the  expenditure  of  2545 
B.t.u.,  and  as  each  pound  of  steam  makes  available  AE  B.t.u. 
for  doing  external  work,  the  Rate  (HO  of  Steam  Consumption 
per  h.p,-hr.,  with  the  Carnot  cycle,  is  evidently 


2545 


(225a) 
(225b) 
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(k)  In  practice  some  steam  engines  "  exhaust  "  to  the  atmos- 
phere, with  the  temperature  of  heat  rejection  theoretically 
equal  to  212°  F.,  corresponding  to  an  absolute  pressure  of  14.7 
pounds  per  square  inch;  while  other  engines  exhaust  to  a  con- 
denser maintaining  a  vacuum  of  about  26'  of  mercury,  the 
absolute  pressure  being  a 
little  less  than  2  pounds  per 
square  inch  and  temperature 
about  125°  F.  The  steam 
turbine,  which  b  one  form  of 
steam  engine,  is  often  oper- 
ated with  a  vacuum  of  about 
28' of  mercury  or  a  little  less 
than  one  pound  "  back  pres- 
sure," the  temperature  being 
about  100°  F. 

(1)  Fig.  73  shows  curves 
of  efficiency,  B.t.u.  of  work 
per  pound  of  steam,  and 
water  rate,  for  the  ideal  en- 
gine operating  on  the  Carnot 
cycle  with  steam  initially  dry 
saturated  and  with  the  three 
exhaust  pressures  mentioned 
above.  A  scale  for  satu- 
ration temperatures  corre- 
sponding to  the  different 
initial  pressures  is  also 
given. 

(m)  These  curves  show 
clearly  that  better  results 
are  obtained  by  increasing 
the  initial  temperature  (or 
pressure)  and  by  lowering 
the  temperature  (or  pressure) 
of  exhaust.  A  given  temperature  difference  low  on  the  tempera- 
ture scale  gives  better  efficiency  than  the  same  temperature 
difference  at  a  higher  range,  as  the  denominator  Tj  in  Eq,  (170) 
is  lower.  It  is  therefore  theoretically  advantageous  to  have  Ts 
as  low  as  possible  in  any  case. 
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109.   The  RegenentiTe  Steam-Engine  Cycle,     (a)  The  T<^- 
di^T^nit    Fig,  74,   shows  that  if  bci  is  drawn  parallel  to  the 
water  line  adt,  the  area  abcidi  will  equal  the  area  abed  of  the 
Camot     cycle.      Thus,    if 
steam   is    carried    through 
the  cycle  abcidi,  and  if  heat 
is  received  only  along  the 
line  ab,  as  in   the  Carnot 
cycle,  the  two  cycles  must 
have  equal  efficiencies. 

(h)  The  cycle  abcidi, 
called  the  Regenerative 
Cycle,  can  be  obtained  un- 
der ideal  conditions  in  the 


# 

'■■/ 

't' 

/ts- 

Fig.  74- 


following  manner:  While  the  steam  is  expanding  an  infinitesimal 
amount  from  ft,  with  drop  in  temperature  from  7"i  to  {Tj  ~  AT), 
let  a  sufficient  quantity  of  the  steam,  or  heat  from  the  steam,  be 
abstracted  from  the  cylinder  to  cause  the  expansion  to  be  along 
bbi ;  and  let  this  heat  be  used  to  raise  the  feed  water  from  (Ti  —  AT) 
to  Ti,  changing  the  water  from  condition  oi  to  a.  The  heat  ab- 
stracted from  the  cylinder  during  this  process  is  shown  by  the 
area  below  bib;  and  that  given  to  the  water,  by  the  equal  area 
below  flifl.  Similarly,  while  steam  expands  through  another 
increment,  bi  to  ft,,  let  sufficient  heat  be  abstracted  from  the 
cylinder  to  raise  the  water  from  condition  cj  to  Oi.  Continue 
this  process  for  each  increment  of  expansion  until  the  final 
temperature  7i  is  reached.  In  this  way  the  expansion  ftci  is 
made  parallel  to  adi.  Obviously,  in  each  instance  when  heat 
is  supplied  to  or  abstracted  from  the  working  substance,  the 
transfer  is  at  a  constant  temperature  (considering  the  AT  as 
insignificantly  small).  Thus  the  surrender  of  heat  by  the 
steam  and  the  reception  of  heat  by  the  water  correspond  to 
the  regenerative  action  in  the  Joule  and  the  Stirling  gas  cycles. 
After  the  water  has  thus  been  brought  to  condition  a,  the  boiler 
can  supply  the  latent  heat  for  vaporization  at  the  constant 
temperature  Ti;  and  when  expansion  has  reached  the  point  c,, 
the  heat  is  rejected  at  constant  temjierature  Tj. 

(c)  As  the  re<^ption  of  heat  from  the  hot  body  and  rejection 
of  heat  to  the  cold  body  are  thus  all  isothermal  and  reversible 
processes,  and  as  the  temperature  changes  are  equivalent  to 
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adiabatic  ones,  this  cycle  is  the  equivalent  of  the  Carnot  cycle, 
and  the  equations  of  Section  92  and  curves  given  in  Section  108 
for  the  latter  can  also  be  used  for  this  Regenerative  cycle, 

(d)  This  Regenerative  cycle  has  been  used  but  little  in 
practice.  It  is  approximated  in  some  engines  built  by  Nord- 
berg,*  in  which  the  steam  is  expanded  in  steps,  by  passing  it 
successively  through  several  cylinders.  The  theoretical  expan- 
sion in  the  first  cylinder  corresponds  to  bb'  in  Fig.  74,  but  with 
a  finite  instead  of  an  infinitesimal  temperature  drop;  that  in 
the  second  cylinder  to  bib';  and  similarly  for  the  expansions  in 
each  of  the  other  cylinders.  Heat  represented  by  the  area 
below  bib'  is  abstracted  from  the  steam  from  the  first  cylinder, 
(or  from  its  steam  jacket)  and  is  used  to  raise  the  water  from 
state  a'  to  a';  heat  corresponding  to  the  area  below  btb',  with- 
drawn from  the  second  cylinder,  raises  the  condition  of  the 
water  from  a'"  to  a";  and  similarly  from  each  of  the  other 
cylinders,  heat  is  transferred  to  the  water.  Thus  heat  is  ab- 
stracted by  steps  from  the  expanding  steam  and  is  used  for 
progressively  heating  the  feed  water  in  small  increments,  each 
with  but  small  rise  in  temperature.  If  these  increments  could 
be  made  infinitesimal,  the  heat  additions  would  be  isothermal 
and  the  Regenerative  cycle  would  result.  Nordberg  used  four 
steps  only,  but  the  remarkable  results  obtained  with  these 
engines  when  the  heaters  were  in  use,  as  compared  with  their 
performance  without  the  heaters,  seem  to  indicate  that  there 
may  be  considerable  advantage  to  be  gained  by  using  the  regen- 
erative principle  even  with  but  few  steps.  One  Nordberg 
engine  attained  73.7  per  cent  of  the  efficiency  of  the  Carnot 
cycle  for  the  same  temperature  limits. 

no.  The  Clauslus  Cycle,  (a)  The  theoretical  cycle,  approxi- 
mated by  the  ordinary  steam  engine,  as  was  shown  on  pp,  195- 
197,  is  as  follows;  The  working  substance,  starting  as  water  at 
the  boiling  point,  receives  heat  isothermally  during  the  process 
of  vaporization;  it  then  expands  adiabatically  from  the  higher  to 
the  lower  temperature;  it  is  next  condensed  isothermally;  and 
finally,  after  being  returned  to  the  boiler,  is  brought  back  to 
the  initial  state,  not  by  adiabatic  compression,  but  by  the  ap- 
plication of  heat.  This  cycle  will  be  recognized  as  the  Clausius 
cycle  (Sections  93  and  94),  and  not  only  is  it  the  theoretical 
*  Transactions  A.  S.  M.  E,,  1900,  p.  181,  and  1007.  p.  705. 
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cycle  of  the  steam  engine,  but  also  that  of  the  steam  turbine, 
as  will  be  seen  later;  it  therefore  is  of  value  not  only  in  com- 
paring the  performances  of  steam  engines  with  each  other,  but 
also  in  comparing  engines  with  turbines. 

(b)  The  Clausius  cycle,  with  the  lower  temperature  taken  as 
ikat  of  the  exhaust  steam,  has  been  adopted  by  the  British  Institute 
of  Civil  Engineers*  as  the 
standard  of  comparison  for 
steam  engines  and  turbines, 
but  is  called  by  them  the 
"Rankine  cycle,"  t  it  having 
been  published  »multane- 
ously  but  independently  by 
both  Clausius  and  Rankine. 
The  use  of  this  temperature 
is  also  recommended  by  the 
American  Society  of  Me- 
chanical Engineers  in  their 
"  Rules  for  Conducting  ^ 
Steani-Engine'Tests,"t  as  a  |i 
standard  when  the  engine  by 
itself,  and  not  the  other  ap- 
paratus of  the  power  plant, 
is  to  be  analyzed. 

(c)  Theworkin  B.t.u.  per 
pound  of  steam  (A£)  can  be   ^ 
computed   for  this  cycle  by   ^ 
using  .^Eqs.  (i88)  and  (191),    | 
or  it  can  be  found  directly    | 
and  more  conveniendy  from    \ 
the  Mollier  chart,  Plate  II,    f 
in  the  Appendix.     {For  ac-    % 
curate  results  a  larger  chart 
should  be  used  than  is  there 
given.)  ^"i 

The  efficiency  of  the  Clau- 
sius cycle  can  be  computed  from  Eq.  (192)  or  (193). 
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fNote  that  the  name  "  Rankine  cycle  "  is  used  in  this  book  to  designate 
diCFerent  cycle,  i.e.,  the  Clausius  with  incomplete  expansion. 
{Transactions,  1903,  p.  716. 


jcbyGoogIc 


202  BEAT-POWER  ENGINEERING 

(d)  Fig.  75  gives  curves  for  the  efficiencies,  water  rates,  and 
work  in  B.t.u.  for  the  three  cases  that  were  considered  with  the 
Carnot  cycle,  Section  io8  (I),  namely,  with  atmospheric  exhaust 
pressures  and  with  vacuums  of  26*  and  28'  Hg. 

(e)  A  comparison  of  these  curves  with  those  for  the  Carnot 
cycle  (Fig.  73)  shows  lower  efficiency  in  this  case,  as  would  be 
expected.  The  work  per  pound  of  steam  is  larger,  however, 
which  at  first  seems  wrong,  but  which  is  explained  by  the  fact 
that  the  heat  supplied  per  pound  from  the  source  is  much  larger 
in  the  Clausius  cycle  than  in  the  Carnot,  being  (xr  +  q)i  ~  gt 
for  the  former  as  against  x,ri  for  the  latter,  when  dry  saturated 
steam  is  used.  Thus  with  the  Clausius  cycle  less  weight  of 
steam  is  used  per  h.p.-hr.,  but  each  pound  receives  more  heat  and 
this  is  used  less  efficiently  than  with  the  Carnot  cycle. 

(f)  Comparing  the  Clausius  cycle  efficiencies  when  the  steam 
is  superheated  with  those  when  it  is  dry  saturated  (other  condi- 
tions of  operation  remaining  the  same)  shows  that  with  superheat 
the  efficiencies  are  so  little  higher  that  superheating  would  seem 
hardly  worth  while,  when  the  additional  expense  of  equipment 
and  maintenance  of  superheating  apparatus  are  considered.  It 
will  be  seen  later,  however,  that  superheating  may  give  beneficial 
results  which  are  not  in  any  way  connected  with  the  theoretical 
cycle,  hence  it  is  frequently  used  in  steam-engine  practice. 

III.  The-  Rankine  Cycle,  (a)  In  the  reciprocating  steam 
engine,  instead  of  expanding  to  the  point 
^u  I*^g-  76.  it  is  the  general  practice  to  dis- 
continue at  some  point  d,  and  release  the 
steam  at  constant  volume,  along  the  line 
de,  as  is  done  in  what  has  been  previously 
called  the  Rankine  cycle  (Sections  95  and 
96).  The  "  toe  "  of  the  diagram  is  thus 
cut  off  and  the  work  represented  by  the 
area  dd^e  is  lost.  The  reason  for  sacrific- 
ing this  work  is  twofold:  (i)  By  reduc- 
ing the  maximum  volume  involved,  that 
is,  from  Kn  to  F„  the  size  of  the  cylinder 
p.      ,  is  proportionately  decreased,  and  this  re- 

sults in   material    reduction   of  the  size 
and  cost  of  the  engine.     (2)  There  is  a  loss  in  power  and  effi- 
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dency  if  expansion  is  carried  beyond  the  pressure  that  is  just 
sufficient  to  overcome  the  frictional  resistance  of  the  engine;  for 
in  Fig.  76  (0)1  if  expansion  were  completed,  the  additional  work 
done  by  the  steam  is  shown  by  the  area  edd\ ;  whereas,  if  de  repre- 
sents a  pressure  equal  to  the  mean  frictional  resistance  of  the 
engine,  the  additional  work  in  friction,  with  the  greater  piston 
movement  dj,  would  be  given  by  the  area  edijd,  which  is  greater 
than  the  useful  area  edd^,  by  the  area  dfdi.  The  latter  area 
represents  the  net  loss  accompanying  an  increase  in  expansion 
from  d  to  dy. 

(b)  In  the  steam  turbine,  which  has  very  little  mechanical 
friction,  the  expansion  is  continued  down  to  the  exhaust  pressure, 
as  in  the  Clausius  cycle.  That  the  reciprocating  steam  engine 
does  not  do  the  same  is  a  fault  chargeable  against  it  and  one  that 
cannot  be  entirely  remedied.  Hence,  as  a  standard  of  compari- 
son for  both  the  steam  engine  and  the  turbine,  the  Clausius 
cycle  is  preferable  to  the  Rankine,  and  for  that  reason  the  latter 
cycle  will  not  be  further  considered  here. 

112.  Cleanmce  and  Compression,  (a)  In  the  theoretical 
cycles  previously  discussed  it  was  considered  that  no  steam  space 
existed  between  the  cylinder  head  and  the  piston  at  the  begin- 
ning of  the  stroke,  and  hence  that  the  initial  volume  of  steam  in 
the  cylinder  was  zero.  In  practice,  however, 
the  piston  must  not  touch  the  cylinder  head, 
and  the  shortest  distance  between  them  is 
called  the  "  mechanical  clearance,"  with  values 
from  \  inch  to  J  inch  or  more.  The  cubical 
contents  of  this  space,  including  the  passages 
to  the  valves  and  all  other  spaces  that  must 
be  filled  with  steam  before  the  commencement 
of  the  stroke,  is  termed  the  "  clearance  vol- 
ume." It  equals  the  initial  volume  on  the 
PV-diagram,  as  shown  by  cl  in  Fig,  77.  The 
percentage  of  "  clearance  volume  "  as  com- 
pared with  the  piston  displacement,  or  volume 
displaced  by  the  piston  per  stroke,  is  from  2  pig.  77. 

to  15  per  cent  in  practice.* 

•  The  tenn  "  clearance  "  ia  used  rather  loosely  as  applying  either  to  the  linear 
or  volumetric  quantity,  but  the  kind  of  clearance  meant  is  usually  apparent  from 
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(b)  The  clearance  theoretically  influences  the  amount  of  steam 
heat  consumed  per  unit  output  of  work.  If  the  engine  operates 
with  a  theoretical  PV-diagram  of  rectangular  form.  Fig.  77  (a), 
the  clearance  space  must  be  filled  with  steam  each  cycle,  before 
the  piston  starts,  and  as  nearly  all  of  this  steam  is  exhausted 
with  that  which  performs  the  work,  it  theoretically  represents 
a  direct  waste,  the  percentage  of  waste  being  equal  to  the  per- 
centage of  clearance  volume. 

(c)  If  the  cycle  is  that  shown  in  Fig.  77  (b) ,  a  still  greater  pro- 
portion of  the  steam  heat  is  wasted  because  of  the  clearance 
space;  for  in  this  case  the  clearance  volume  is  greater  in  pro- 
portion to  the  total  volume  of  steam  admitted  than  in  the  pre- 
ceding instance. 

(d)  If  the  cycle  followed  is  that  shown  in  Fig.  77  (c),  in  which 
there  is  adiabatic  compression  along  ab,  there  is  theoretically  no 
loss  due  to  the  clearance;  for  at  each  stroke  the  weight  of  steam 
entrapped  at  a  and  compressed  along  ab  can  be  considered,  dur- 
ing expansion,  as  following  back  along  ba,  just  as  if  this  amount 
of  steam  were  separated  from  the  rest  by  a  flexible  diaphragm 
and  were  compressed  and  expanded  adiabatically  without  being 
exhausted  from  the  cylinder. 

i(e)    If  the  compression  is  not  carried 
I     \?  to  the  initial  pressure,  but  is  along  some 

I        >v  line  ka  in  Fig.  78,  the  case  is  intermediate 

<*\        ^^  between  (c)  and  (d).    If,  in  addition,  the 

g  I  — --=-di      expansion  is  incomplete,  terminating  at 

p.     g  some  point  d  in  Fig.  78,  the  clearance  loss 

is  theoretically  a  minimum  when  com- 
pression is  carried  to  a  point  somewhat  below  A.* 

(f)  In  theactual  case  there  are  certain  inRuences  to  be  dis- 
cussed later,  which  modify  the  theoretical  effect  of  compression. 
Whether  or  not  compression  in  the  actual  engine  improves 
the  steam  consumption  is  still  a  matter  of  discussion.  The 
influence  is  so  small  that  the  effect  is  difficult  to  determine 
experimentally. 

113.  Cushion  Steam  and  Cylinder  Feed,  (a)  It  is  sometimes 
convenient  to  consider  the  weight  of  working  substance  present 
in  an  engine  cylinder  as  composed  of  two  parts,  namely,  that 

•  See  Heck's  "  Sleam  Engine,"  Vol.  I,  p.  97. 
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entrapped  during  compression  and  that  fed  from  the  boiler  during 
each  cycle. 

(b)  The  steam  entrapped  during  compression  is  called  the 
"cushion  steam."  ItisdifBculttodetermine  its  quality  through- 
out compression,  but  it  is  customary  to  assume  it  dry  when  com- 
pression begins.  Since  almost  immediately  after  release  the 
steam  pressure  drops  to  the  back  pressure, 
there  is  but  little  steam  in  the  cylinder 
soon  after  the  beginning  of  the  back  stroke. 
That  part  subsequently  trapped  in  the 
clearance  and  compressed  is  subject  to  the 
higher  temperature  of  the  cylinder  walls 
throughout  nearly  the  whole  of  the  return  ^V-  79- 
stroke,  hence  must  be  practically  dry  when  compression  begins. 

"With  this  assumption,  the  weight  of  the  cushion  steam  at  k. 
Fig.  79,  can  be  computed  from 

«-*  =  K*  -f-  V* (226) 

in  which  Vk  can  be  scaled  from  diagram  and  V*  is  the  specific 

volume,  as  given  in  the  Steam  Tables,  for  the  pressure  pi  existing. 

If  the  same  weight  of  steam  is  raised  to  the  initial  pressure  Pi 

and  is  maintained  dry  and  saturated,  it  will  occupy  the  volume 

F/  -  wt  X  Vi (227) 

where  Vi  is  the  specific  volume  at  the  initial  pressure  pi.  The 
volume'  Vt  b  shown  by  the  abscissa  at  the  point  b'  in  Fig.  79, 
in  which  b'k  is  the  saturation  curve  for  a  weight  of  steam  equal 

to  Wk. 

Evidently  when  the  valve  opens  to  admit  steam  to  the  cylinder 
this  weight  Wt  is  already  present,  and  it  occupies  the  volume  Vt,' 
as  soon  as  its  pressure  is  raised  to  that  of  the  entering  steam. 

(c)  The  steam  that  is  supplied  to  the  cylinder  from  the  boiler 
at  every  cycle  is  called  the  "  cylinder  feed  "  (wj).  The  cylinder 
feed  may  be  determined  by  finding  the  weight  of  steam  delivered 
to  the  engine  in  a  given  time  and  dividing  this  by  the  correspond- 
ing number  of  cycles. 

If  the  boiler,  without  loss,  furnishes  to  the  engine  all  the  steam 
it  generates,  the  weight  of  steam  supplied  is  equal  to  the  weight 
of  water  fed  to  the  boiler  in  the  given  time.  If  a  surface  con- 
denser is  used,  Wf  can  be  determined  from  the  weight  of  the 
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steam  condensed  in  the  pven  time,  provided  there  is  no  leakage 
in  the  condenser. 

In  Fig,  79  the  volume  of  the  cylinder  feed  is  shown  by  the 
distance  b'c.  It  would  be  represented  by  be  only  in  case  the 
compression  terminated  at  point  b. 

(d)  The  total  weight  (w)  of  steam  in  the  cylinder  during 
expansion  is  evidently  made  up  of  the  cylinder  feed  (W/)  and  the 
cushion  steam  {wi,) ;  thus  w  =  tc/  +  w».  Its  theoretical  volume 
at  the  time  of  cut-off,  if  it  is  dry  and  saturated,  is  K«  =  in  X  Ve, 
whereVf  is  thespecific  volume  of  the  steam  at  the  cut-off  pressure, 

114.  Saturation  and  Quality  Ctures.  (a)  If  the  weight  of 
steam  {vi)  present  in  the  cylinder  is  considered  to  be  dry  and 
saturated,  it  occupies  at  any  time  a  volume  V,  =  wV,  where  V 
is  the  specific  volume  for  the  pressure  under  consideration.  By 
plotting  on  the  PV-diagram  the  values  of  V,  for  different  pres- 
sures, a  Saturation  Curve  is  obtained.  Such  a  curve  ts  shown  by 
cs  in  Fig.  80,  and  is  of  value  in  determining  the  quality  of  steam 
at  different  points  during  expansion  (Section  70).  For  example,  in 
Fig.  80,  in  which  the  expansion  line  cd  is  adiabatic,  the  quality 

AC 
of  steam  at  any  point  C\sx  =  ~j-^ ,  and  the  "wetness  factor"  is 

(b)  If  qualities  are  determined  for  several  points  along  the 
expansion  line  and  are  plotted  as  ordinates  on  the  corresponding 
volumes,  as  in  the  upper  part  of  Fig.  80, 
a  Curve  of  Qualities  is  obtained,  which 
shows  how  X  varies  during  the  expansion. 
The  quality  curve  in  this  case  shows  the 
condensation  that  takes  place  in  order  to 
make  heat  available  for  doing  external 
work  during  the  adiabatic  expansion.  In 
the  figure  the  steam  is  assumed  to  be  dry 
and  saturated  at  c,  hence  the  saturation 
curve  must  pass  through  that  point. 
Quality  curves  for  any  other  kind  of  ex- 
pansion line  can  be  found  in  the  same 

AC 
way;  thus,  if  c'y  is  the  line,  the  quality  at  C  is  -j^,  if  the  weight 

of  material  present  is  the  same  as  before. 


Fig.  80. 
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(c)  Should  the  expansion  line  cross  the  saturation  curve,  as 
in  YXg.  81,  the  quality  ratio  would  be  greater  than  100  per  cent, 
which  would  indicate  that  the  steam  becomes  superheated  during 
expan^on.  If  the  w^ght  (w)  of  steam  is 
known,  the  specific  volume  of  the  super- 

y 
heated  mat^al  follows  from  V  =  — ,   in 

w 

'which  V  is  the  volume  scaled  on  the  dia- 
gram. Then  the  absolute  temperature  of 
the  steam  may  be  computed  by  solving 
Tumlirz's  Eq.  (134).  Thus  T  =  />  (V  +  0.256)  ^  0.5962,  in  which 
P  is  the  absolute  pressure  in  pounds  per  square  inch.  By  sub- 
tracting from  T  the  absolute  temperature  of  saturation  at  the 
pressure  p  the  degrees  of  superheat  D  can  be  found. 


Fig.  81. 
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ACTION  OF  STEAH  IN  SEAL  ERGINBS. 

115.  Cylinder  and  Thermal  Efficiencies  of  the  Steam  Engine. 
(General.)  (a)  The  actual  behavior  of  the  steam  in  a  cylinder  is 
quite  different  from  the  theoretical,  because  of  modifications  of  the 
ideal  cycle,  heat  interchanges  between  the  steam  and  the  cylinder 
walls,  and  leakage  of  valves,  piston,  etc.  The  greater  the  per- 
fection attained  in  the  design,  construction,  and  operation  of  the 
engine,  cylinder,  piston,  valves,  etc.,  the  closer  will  the  actual 
behavior  approach  the  ideal.  The  measure  of  this  perfection  is 
given  by  the  indicated  or  cylinder  efficiency  (I Ef),  Section  105  (e), 
which  can  be  computed  by  Eq.  (215),  or  by  the  following: 
Actual  B.I.U.  of  indicated  work  per  lb.  of  steam      Hi 


_  B.t.u.  equivalenl  of  1  i.h.p.-hr.  _    2545 

Heat  available  per  i.k.p.-hr.    "  Wt  A£ 
_  Theoretical  lbs,  of  steam  per  k.p.-hr.  _  W 


(228b) 


Actual  lbs.  of  steam  per  i.h.p.-hr.         Wi'       '     '     ^"*^* 
In  which 

AE  —  B.t.u.  work  with  Clausius  cycle  per  lb.  of  steam. 

Hi  =  Actual  B.t.u.  indicated  work  per  lb.  of  steam  —  -^-- 

W  =  Pounds  of  steam  theoretically  needed  per  i.h.p,-hr.  with 

Clausius  cycle  =  2545  -^  AE. 
Wi  =  Pounds  of  steam  actually  used  per  i.h.p.-hr,  as  found 

by  weighing  the  water  used. 
(b)  The  cylinder  efficiencies  of  steam  engines  and  turbines 
range  from  40  per  cent  to  80  per  cent,  and  in  one  exceptional  case 
88.2  per  cent  was  attained.  The  reasons  for  the  differences 
occurring  between  the  real  cycle  and  the  Clausius,  and  for  the 
losses  which  they  represent,  and  the  methods  of  reducing  these 
losses,  will  be  discussed  in  the  succeeding  sections. 
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If  the  same  Clausius  cycle  is  followed  by  two  reciprocating 
steam  engines,  or  by  a  reciprocating  engine  and  a  steam  turbine, 
the  ratio  of  the  consumptions  of  steam,  or  heat,  per  i.h.p.-hr.  of 
the  two  engines  is  equal  to  the  inverse  ratio  of  the  cylinder 
efficiencies.  If  the  theoretical  cycles  are  not  the  same,  such  a 
com[>arisOTi  should  not  be  made. 

(c)  It  is  at  times  necessary  to  predict  the  performance  of  a 
new  engine,  or  turbine,  when  operating  under  certain  definite 
conditions.  In  such  cases  the  B.t.u.  of  work,  AE,  done  by  the 
Clausius  cycle,  per  pound  of  steam,  can  be  computed  from  Eqs. 
(188)  and  (191),  or  can  be  obtained  from  the  Mollier  diagram  in 
the  Appendix;  then  if  the  proper  value  of  the  Cylinder  Efficiency 
{/£/)  can  be  found,  from  data  relating  to  similar  engines  oper- 
ating under  like  conditions,  the  probable  number  of  heat  units 
that  will  be  converted  into  work  [>er  pound  of  steam  is,  from 
Eq.  (228a), 

Hi=AEx  lEf, C229) 

and,   from   Eq.    (328b),   the  probable  steam  oansumption   per 
i.h.p.-hr.  is 

Wi  =  2545  -J-  (A£  X  lEf) (230) 

(d)  The  Themutl  Effldeiic7  on  the  iJLp.  (TIEf),  Section  105 
(g),  is  the  ratio  of  the  indicated  work  to  the  heat  supplied  for 
doing  this  work;  it  is  therefore  a  measure  of  combined  efficiency 
of  the  cycle  and  of  the  cylinder  with  its  appurtenances. 

The  engine  cannot  use  heat  that  is  of  temperature  lower  than 
that  of  the  exhaust  steam  T^,*  and,  theoretically  at  least,  the  heat 
remaining  in  the  condensate  can  be  returned  to  the  boiler  with 
the  feed  water;  hence  the  heat  of  the  liquid  below  this  lower 
temperature  is  not  chargeable  against  the  engine,  when  considered 
by  itself  and  not  in  connection  with  the  power  plant  as  a  whole. 
Therefore, 

_._.,         B.l.u.  indicated  work  per  lb.  of  steam  .        . 

■^   "  Heat  supplied  above  T,  per  lb.  of  steam     '     ^*3'aJ 

-J^--^) <'^"'> 

-^.w-^) <'=>■') 

•  Proc.  Inst.  C.  E.  (BriUsh),  Vol.  CXXXIV;  and  Trans.  A.  S.  M.  E.,  Vol.  XXIV, 
pp.  716  and  7SS 
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Where  Hi  =  B.t.u.  of  actual  indicated  work  per  pound  of  steam 

=  2545  -^  Wi=  AEX  lEf {232) 

AQi  =ixr  +  q  +  C,D)i (233) 

gt  =  heat  of  liquid  above  32  degrees  when  at  the  tem- 
perature Tj*  of  the  exhaust  steam, 
Wi  =  Pounds  of  steam  actually  used   per  i.h.p.-hr.   as 
found  by  wtighing  the  water  used. 
The  value  of  TIEf  varies  with'  the  kind  of  engine  and  condi- 
tions of  operation,  and  ranges  in  practice  from  5  per  cent  to  25,05 
pet  cent,  this  latter  value  being  the  maximum  yet  recorded. 

In  the  case  of  a  new  engine,  the  probable  performance  may  be 

computed,  if  the  value  of  TIEf  for  similar  engines  and  conditions 

are  known,  by  using  the  following  equations,  derived  from  £q. 

(216):  ^^  =  25^  ^  [(^(2,  -  ft)  X  TIEf\     .     .     (234} 

Hi  =  (AQ.  -  ft)  X  TIEf. (235) 

(e)  The  Hechanical  Efficiency  {MEf)  of  the  steam  engine 
mechanism  varies  from  85  to  97  per  cent, 

(f)  The  measure  of  the  combination  of  the  efficiencies  of  the 
cycle,  cylinder,  and  engine  mechanism  is  the  Thennal  Effl- 
dency  on  the  d.h.p.  (TDEf),  Section  105  (h).  The  TDEf  can 
be  computed  from  Eqs.  (219)  and  (220).  Since  it  is  the  ratio  of 
the  B.t.u.  of  work  delivered,  to  the  heat  supplied  in  doing  that 
work,  ,, . . 

'""^^-hmJ-S ^'"•'> 

in  which  Wt  is  the  weight  of  working  substance  supplied  to  the 
engine  per  d.h.p.-hr.,  and  AQ\  is  the  heat  per  pound  as  given  by 
Eq.  (233),  and  ft  is  the  heat  of  the  liquid  at  exhaust  tempera- 
ture Ti. 

The  TDEJ  is  from  85  to  97  per  cent  of  the  TIEf,  the  ratio 
being  equal  to  the  mechanical  efficiency. 

The  probable  performance  of  an  engine  on  the  basis  of  de- 
livered power  may  be  estimated  by  using  the  following  equations, 
Wi  =  2545  -  K-1&  -ft)  X  TDEfi   =  W,  -5-  MEf     (237) 

"""^     H4^TDEf{AQ,-q,), (238) 

where  Hd  is  the  B.t.u.  of  work  delivered  per  pound  of  steam. 

•  Proc.  Inst.  C.  E,  (Britteh),  Vol.  CXXXIV;  and  Trans.  A.  S.  M.  E.,  Vol.  XXIV, 
pp.  716  and  7SS- 
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(g)  The  measure  of  the  performance  of  the  engine  as  a  whole 
as  compared  with  the  ideal  engine  following  the  Clausius  cycle 
is  given  by  the  Overall  Efficiency  (OEf).  This  is  the  combined 
efficiency  of  cylinder  and  mechanism,  hence  OEf  =  lEf  X  MEf 
as  in  £q.  (221).  Since  it  is  the  ratio  of  work  actually  delivered 
to  that  which  would  be  delivered  by  the  ideal  engine, 


2545 
'  WiXAE 


0^f  =  wf^^' (^39) 


in  which  Wj  is  the  weight  of  steam  actually  used  per  d.h.p.-hr., 
and  AE  is  work  theoretically  obtainable  per  pound  of  steam  fol- 
lowing the  Clausius  cycle,  AE  can  be  computed  by  using  Eqs. 
(188)  to  (191). 

The  overall  efficiency  of  steam  engines  is  from  35  to  78  per 
cent.  * 

The  probable  performance  of  the  steam  engine,  based  on  the 
delivered  output,  can  be  estimated  from 

W^-  =  2545  -  i^E  X  OEf) (240) 

and 

H4  =  AEX  OEf. (241) 

116,  Actual  Behavior  of  Steam  in  an  Engine  Cylinder,  (a) 
The  materials  with  which  the  steam  comes  in  contact  in  the 
engines  previously  considered  have  been  assumed  to  be  perfect 
nonconductors  of  heat;  but  materials  actually  used  are  good 
heat  conductors,  and  this  modifies  the  behavior  of  steam  in  real 
engines. 

(b)  The  steam  on  its  way  from  boiler  to  engine  gives  up  to 
the  pipe  a  part  of  its  heat,  which  is  lost  by  conduction,  radiation, 
and  convection.  Because  of  this,  the  steam  arrives  at  the 
engine  with  quality  or  superheat  reduced.  There  is  another 
loss  due  to  the  drop  in  pressure  necessary  to  cause  the  steam 
to  flow  from  the  boiler  to  the  engine  against  resistances  due  to 
friction  of  the  pipe  and  inertia  of  the  steam  itself.* 

(c)  At  the  engine  the  steam  on  its  way  to  the  cylinder  passes 
through  a  "  Throttle  Valve."  If  this  valve  is  only  partly  open, 
the  steam  is  "  Throttled  "  or  "  Wire-drawn,"  with  an  accom- 
panying drop  in  pressure.     These  changes  take  place  with  such 

•This  kind  of  loss  will  be  considered  later  in  the  chapter  on  flow  of  steam 
through  pipes. 
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great  rapidity  and  within  such  small  space  that  little  heat  loss 
to  the  outside  can  occur,  but  as  there  is  an  increase  in  the  veloc- 
ity of  the  steam  there  is  a  small  amount  of  heat  expended  in  im- 
parting Idnetic  energy.  This,  however,  returns  as  heat  when 
the  velocity  is  reduced  in  the  engine.  The  heat  lost  while  the 
pressure  is  decreased  Is  so  small  as  to  be  negligible,  hence  the 
process  may  be  considered  one  in  which  the  lobd  associated  keat 
remains  constant.  The  throttling  increases  the  quality  (or 
superheat),  the  value  of  which  can  readily  be  found  by  follow- 
ing along  the  proper  constant-heat  line  either  on  the  Mollier 
diagram  or  on  the  T^-diagram,  from  the  point  for  the  inidal 
condition  to  that  for  the  lower  pressure  (or  temperature). 

A  further  wire-drawing  takes  place,  with  a  similar  effect  on 
the  condition  of  the  steam,  while  the  steam  passes  the  more  or 
less  restricted  opening  of  the  admission  valve  on  its  way  to  the 
cylinder. 

(d)  When  the  steam  enters  the  clearance  space  in  the  cylinder, 
it  comes  in  contact  with  surfaces  that  were  ax>led  during  the 
period  of  exhaust  of  the  preceding  cycle.  In  the  resulting  inter- 
change of  heat,  the  temperature 
of  the  clearance  walls  is  raised, 
and  ordinarily  from  lo  to  40 
per  cent  of  the  steam  is  con- 
densed. The  corresponding  de- 
crease in  the  quality  of  the 
steam  is  shown  by  the  inclina- 
tion of  the  quality  curve  Xibi  in 
Fig.  82. 

As  the  piston  recedes  during 
admission    (Ac),  an    increasing 
amount  of  the  cylinder  wall  is 
'^'    ''  exposed  to  the  entering  steam 

and  further  condensation  takes  place  (as  shown  by  the  slope  of  biCi) 
until,  at  the  point  of  cut-off,  from  20  to  50  per  cent  of  the  steam 
has  usually  been  condensed.  Next  to  the  heat  loss  inherent  in 
the  theoretical  cycle,  this  Initial  Condensation,  as  it  is  called, 
causes  the  largest  loss  that  ordinarily  occurs  in  the  steam  engine 
and  is  therefore  the  one  most  desirable  to  minimize. 

(e)  During  admission  the  pressure  is  decreased  by  the  wire- 
drawing of  the  steam  while  passing  the  admission  valve  and 
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while  flowing  through  the  passages  to  the  cylinder.  This 
causes  small  loss  of  Heat  but  decreases  availability.  It  improves 
the  quality  or  superheat  of  the  entering  steam  somewhat  and 
may  reduce  the  initial  condensation  a  very  slight  amount. 
The  decrease  of  pressure  by  wire-drawing  and  the  effect  of  con- 
densation during  admission  are  shown  by  the  downward  slope 
of  the  admission  line,  be. 

(f)  After  cut-off  (c),  the  condensation  continues,  until  expan- 
sion has  reached  a  point  (/)  where  the  temperature  of  the  steam 
equals  the  mean  temperature  of  the  exposed  cylinder  walls. 
The  accompanying  change  in  quality  is  shown  by  the  curve 
Citi.  With  further  expansion  the  average  quality  of  steam 
increases;  steam  is  still  condensed  on  the  surfaces  newly  un- 
covered by  the  continued  motion  of  the  piston,  but  the  heat 
thus  absorbed  by  the  cooler  portion  of  the  cylinder  wall  is  less 
than  that  given  up,  to  evaporate  moisture,  by  the  rest  of  the 
wall  which  is  at  relatively  higher  temperature.  The  increase 
in  quality  is  shown  by  tin.  Of  course,  the  condensation  during 
expansion  is  not  all  due  to  the  influence  of  the  cylinder  walls, 
for  heat  must  be  used  in  performing  the  external  work,  as  was 
shown  in  Section  114  (b). 

The  quality  curve  cJifi,  for  the  period  of  expansion,  is  readily 
obtainable  after  the  saturation  curve  has  been  drawn  for  the 
total  weight  of  mixture  in  the  cylinder;  but  that  part  of  the 
quality  curve  which  relates  to  admission  (*i6iCi)  is  indeter- 
minate and  is  therefore  shown  dotted  in  the  figure. 

(g)  Theoretically,  expansion  should  be  continued  to  the 
point  d  on  the  back  pressure  line;  therefore,  in  the  actual  case 
there  is  a  loss  due  to  incomplete  expansioii,*  measured  by  the 
area  rde. 

During  release  (re)  the  steam  is  dried  to  some  extent  by  the 
heat  that  is  given  up  by  the  cylinder  wall  to  the  steam,  which 
is  now  at  a  low  temperature,  and  also  by  the  heat  released  from 
the  steam  itself  while  decreasing  in  pressure. 

(h)  During  exhaust  {ek)  the  confining  walls  are  cooled  by 
the  outflowing  steam,  and  by  the  evaporation  of  the  film  of 
moisture  on  the  walls.  The  greater  the  amount  of  moisture, 
within  limits,  the  cooler  will  the  walls  become  and  the  greater 
will  be  the  amount  of  steam  condensed  during  admisaon  in  the 
•SecSectiomii. 
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next  stroke.  The  exhaust  pressure,  or  back  pressure,  is  some- 
what higher  than  the  theoretical  because  of  the  resistance  to 
steam  Row  offered  by  the  valve  opening  and  passages,  by  the 
inertia  of  the  steam  itself,  and  because  of  the  evaporation  of 
moisture. 

(i)  During  compression  the  quahty  of  the  steam  is  indeter- 
minate. It  is  usually  assumed,  however,  that  the  steam  is  dry 
at  the  beginning  of  compression,  and  this  is  accurate  enough  for 
most  practical  purposes  because  of  the  small  weight  of  steam 
involved.  During  the  first  part  of  compression  the  steam  will 
probably  be  slightly  superheated  owing  to  the  reception  of  heat 
from  the  hotter  walls  of  the  cylinder.     If  the  compres^on  is 

I  high,  the  temperature  from  compression  may  rise 
Lhm*V             above  that  of  the  cylinder  walls,  in  which  case 
\      ^^        condensation  will  follow.     Further  compression 
; of  the  now  saturated  steam  will  be  at  constant 

*'    ^'  pressure,  and  on  the  PV-diagram  the  line  be- 

comes horizontal,  thus  forming  the  "  hook  "  as  in  Fig.  83.* 

(j)  The  cycle  is  further  influenced  by  the  leakage  of  steam 
past  the  valves  and  around  the  piston,  which  would  modify  the 
actual  diagram. 

(k)  The  loss  of  heat  from  the  cylinder  walls  by  radiation, 
conductioii,  and  convectiOD  lowers  the  mean  temperature  of  the 
walls  and  adds  slightly  to  the  condensation. 

117.  Diagranmiatic  Representation  of  the  Heat  Interchange 
in  the  Cylinder,     (a)    In  the  PV-diagnun,  Fig.  84  (a),  the  point 


Fig.  84. 

C  represents  the  total  charge  of  steam  and  water  in  the  cylinder, 

considered  raised  to  the  initial  pressure  and  in  a  dry  saturated 

condition.     CC  is  an  adiabatic  expansion  line  drawn  through 

*A  somewhat  similar  book  occurs  when  there  is  leakage  past  the  piston  or 
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this  point,  and  fCC'g  is  the  ClausEus  diagram  which  this  chaise 
should  theoretically  give.  The  actual  diagram  (omitting  com- 
pression and  clearance)  is  fbcreg.  If  through  c  the  adiabatic 
ciCi  is  drawn,  then  fcic^g  is  the  Clausius  diagram  for  the  vapor 
actually  present  at  cut-off.  Thus  the  loss  of  area  from  initial 
condensation  is  seen  to  be  ciCC'cj,  and  that  due  to  wire  drawing 
is  bcci.  That  the  expansion  line  from  c  to  /  has  greater  slope 
than  cct  shows  that  the  condensation  takes  place  more  rapidly 
than  it  would  with  adiabatic  expansion.  At  /  the  temperature 
of  the  steam  is  the  same  as  that  of  the  cylinder  walls,  and  from 
t  to  r  reevaporation  takes  place,  as  shown  by  the  ex[>ansion  line 
being  more  nearly  horizontal  than  the  adiabatic. 

The  loss  due  to  early  release  is  shown  by  the  area  rde,  in  which 
rd  is  an  adiabatic  line. 

(b)  The  diagram  for  the  compression  of  the  cushion  steam 
is  shown  separately  in  Fig.  84  (6)  by  gkaa\\  and  above  it  is  the 
area  Oioi/  for  admission  at  constant  volume.  By  subtracting 
Fig.  84  (6)  from  Fig.  84  (o)  the  net  diagram  is  obtained,  as  in 
Fig.  84  (c). 

(c)  The  use  of  a  T^-Diagram  to  represent  the  heat  inter- 
changes occurring  in  the  cylinder  is  more  or  less  conventional 
and  is  only  partly  correct  from  the  theoretical  standpoint.     In 


\ 
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Fig.  85. 

Fig.  85,  which  is  lettered  to  correspond  with  Fig.  84,  fCC'g  is 
the  Clausius  diagram  for  the  total  weight  of  charge  used  per 
cycle;  Pxreg  conventionally  represents  the  actual  diagram,  neg- 
lecting clearance  and  compression;  and  fciCig  is  the  Clausius 
cycle  for  the  vapor  actually  present  at  the  time  of  cut-off. 
.  The  loss  of  heat  to  the  cylinder  wall  due  to  initial  condensation 
is  given  by  area  below  ciC  down  to  the  ^axis;  but  as  that 
part  below  otC  could  not  be  utilized,  the  net  loss  of  area  from 
this   cause   is  CiCC'a.    The   wire-drawing   loes  is   represented 
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approximately*  by  the  area  bcci.  That  heat  is  lost  to  the 
cylinder  wall  after  cut-off  is  shown  by  the  sloping  of  the  expan- 
sion line  ct  to  the  left  of  the  adiabatic  cct,  which  indicates  that 
the  quality  decreases  more  rapidly  than  it  would  with  adiabatic 
expansion.  At  t  condensation  ceases;  and  from  t  to  r  re€vapo- 
ration  takes  place,  accompanied  by  an  increase  in  the  quality. 
The  loss  due  to  early  release  is  represented  approximately  by  the 
area  erd. 

(d)  The  T^iagram  for  compression  of  the  small  weight  of 
cushion  steam  is  shown  in  Fig.  85  (6)  by  the  negative  area  kaaig 
drawn  to  the  same  scale  as  before,  except  that  the  width  has 
been  reduced  in  proportion  to  the  weight  of  working  substance 
involved.  Here  it  is  assumed  that  the  steam  is  dry  at  the  be- 
ginning of  compression,  in  which  case  the  saturation  curve  S 
would  pass  through  the  point  k.  The  heat  lost  to  the  cylinder 
walls  during  compression  is  shown  by  the  area  under  ka,  and 
the  qualities  during  compression  can  be  readily  determined  in 
the  usual  manner  on  such  diagrams. 

In  Fig.  85  (c)  the  intercepts  between  a'g  and  ak  are  the  same 
as  those  between  the  similar  lines  in  Fig.  85  (6) ;  ab  is  the  line  for 
the  constant  volume  during  admission  (corresponding  to  ab  in 
Fig.  84),  and  fbcreg  is  the  same  as  in  Fig.  85  (o).  The  area  abcrek 
evidently  approximately  represents  the  work  done  during  the 
actual  cycle. 

(e)  Obviously,  cr  is  the  only  part  of  the  digram  that  shows 
the  true  behavior  of  all  the  steam  used  per  cycle;  for,  during  the 
other  parts  of  the  cycle,  only  a  part  of  the  steam  is  within  the 
cylinder.  As  the  T^iagram  is  ordinarily  used  in  connection 
with  the  actual  steam  engine,  it  is  assumed  that  if  x  parts  of  dry 
steam  are  present,  the  associated  heat  is  the  same  as  that  of 
all  the  steam  when  at  quality  x,  and  the  state  point  is  located 
on  the  diagram  accordingly.  This  is  fallacious,  since  x{r  +  q) 
is  not  the  equivalent  of  (xr  +  q).  Thus,  the  T^iagram  is 
correct  only  for  the  expansion  process  (the  weight  of  material 
being  constant);  it  is  erroneous  to  use  it  quantitatively  for  the 
other  processes,  but  it  shows  in  a  general  way  what  interchanges 
occur  in  these  other  cases.  As  the  T^iagram  is  ordinarily 
interpreted,  it  would  be  said  that  while  tracing  the  line  from 
i  to  c  the  quality  would  be  increasing,  but  in  this  case  it  is  the 

*  The  TcasOD  this  is  approximate  will  appear  later. 
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volume  of  the  vapor  that  is  increasing  in  the  cylinder,  while  at 
the  same  time  its  quality  is  usually  decreasing.  Again,  while 
ek  is  being  drawn,  the  volume  of  the  steam  in  the  cylinder  is 
decreasing,  and  the  quality  is  increasing. 

(f)  In  the  foregoing  discussion  the  upper  and  lower  temper- 
atures were  taken  as  those  occurring  in  the  cylinder  itself.  If 
isothermals  corresponding  to  the  boiler  and  condenser  temper- 
atures are  drawn  on  the  diagram,  the  added  areas  would  show 
the  losses  between  the  boiler  and  cylinder  and  between  the 
cylinder  and  condenser. 

ii8.  Derivation  of  a  T^Diagram  from  a  PV-Diagram.  (a) 
first  Method.  On  the  PV-diagram  draw  the  saturation  curve 
for  the  total  weight  of  mixture  (w)  involved;  take  numerous 
points  around  the  diagram;  and  for  each  get  the  temperature 
(7^,  and  the  ratio  {X)  of  the  actual  volume  to  that  of  dry 
saturated  steam  as  given  by  the  saturation  line.  Note  that 
during  expansion  X  will  be  the  quality, 
while  during  other  parts  of  the  cycle  it  is 
simply  a  ratio  of  volumes. 

Prepare  a  T^-chart  as  in  Fig.  86,  by 
drawing  the  water  and  saturation  curves. 
This  may  be  done  conveniently  by  using 
absolute  temperatures  and  entropies  of 
water    and   vapor    given   in    the    Steam  pjg.  86, 

Tables,  the  entropies  being  multiplied  byw 

before  plotting.  For  each  value  of  T  draw  the  isothermal  line  TC. 
Then  the  distance  AC  is  the  entropy  of  vaporization.     Locate 

AB 
the  point  S  on  ^C  in  such  position  as  to  make  -j^  equal  to  the 

value  of  X  obtained  from  PV-diagram.  The  locus  of  points  B 
thus  found  will  be  the  desired  diagram. 

(b)  The  foregoing  applies  only  to  saturated  steam.  If  X 
should  be  greater  than  lOO  per  cent,  the  temperature  (_T,)  of 
the  superheated  steam  must  first  be  found,  and  this  may  be 
done  by  using  Tumlirz's  formula  in  the  manner  explained  in 
Section  114  (c);  then  the  corresponding  point  B,  (Fig.  86)  must 
be  located  in  the  region  of  superheat  on  the  pressure  line  F  at 
the  temperature  elevation  T",. 

(c)  If  a  T^hart  for  one  pound  instead  of  for  (w)  pounds 
is  constructed  like  Plate  I  in  the  Appendix,  it  may  be  used  for 


D.i-.L,.-cX'OOg[Q 


2l8 


HEAT-POWER  ENGINEERING 


the  derivation  of  a  T^iagram  by  plotting  corresponding 
values  of  T  and  X  directly;  and  it  can  be  used  regardless  of 
the  weight  of  steam  involved,  thus  avoiding  the  construction 
of  a  new  chart  for  each  case.  It  must  be  remembered,  however, 
that  the  areas  on  such  dit^rams  represent  the  heat  for  only  one 
pound  of  steam. 

(d)  Second  Method  (Gn^jhical).  In  this  method  it  is  first 
necessary  to  prepare  a  Boulnn  Chart*  such  as  is  shown  in 
Fig.  87,   in  which   there  are  four  quadrants  with  related  co- 


ordinates. The  first  quadrant  (I)  is  for  temperature-entropy 
(T^)  relationships;  the  second  (II)  for  temperature-pressure 
(TP);  the  third  (III)  for  pressure- volume  (PV);  and  the  fourth 
(IV)  for  entropy -volume  (^V). 

"(e)  In  the  PV-quadrant  let  the  saturation  curve  ss',  for  the 
weight  of  steam  w,  be  drawn  with  an>'  convenient  scales  for  the 
pressures  and  volumes.  Then,  in  the  PT-quadrant,  plot  a 
curve  showing  the  pressure- temperature  relation  for  saturated 
steam,  using  the  same  pressure  scale  as  before  and  any  suitable 
one  for  absolute  temjwratures.  Next,  in  the  T^-quadrant, 
using  the  same  temperature  scale  and  any  convenient  one  for 
entrop>',  construct  the  curves  for  water  and  for  saturated  steam. 
Then  for  any  pressure  p,  the  chart  shows  that  the  volume  of 
the  saturated   steam   is  ps\   that   the  temperature  is  pz  =  ol; 

*"  Entrop)'  Diagram,"  by  J.  Boulvin,  published  by  Spon  and  Chamberlain. 
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that  the  entropy  of  the  water  is  (/;  and  that  the  entropy  of 
vaporization  is  fS. 

(f)  While  steam  is  being  generated,  the  entropy  of  vaporization 
increases  uniformly  with  the  volume  of  vapor  formed.  For  the 
particular  pressure,  p,  under  consideration,  this  relation  may  be 
shown  in  the  remaining  fourth  quadrant  (IV)  by  the  straight 
^V-curve  /i5i.  This  curve  is  obtained  by  projecting  downward 
from  the  points/  and  5  on  the  T^iagram  and  by  making  gfi  = 
the  volume  occupied  by  the  water  =  w  X  0,017,*  and  A5i=  ps  = 
(the  volume  of  w  pounds  of  dry  saturated  vapor).  To  complete 
the  chart,  similar  <^V  lines  must  be  drawn  for  each  of  the  other 
pressures  used. 

(g)  On  this  chart  the  actual  PV-diagram  can  now  be  drawn  in 
the  PV-quadrant  (III)  and  from  it  the  corresponding  T^iagram 
can  be  obtained  by  simple  projection.  For  example,  starting 
with  the  points  u  and  U  (at  the  pressure  p)  on  the  PV-diagram, 
project  horizontally  to  the  .^V-curve,  /i5i,  for  that  pressure,  and 
thence  upward  to  intersect  the  corresponding  isothermal  line  at 
ai  and  Ui.  The  points  thus  found  are  on  the  T^)-diagram  desired 
and  other  points  can  be  located  in  a  similar  manner.  By  passing 
curves  through  the  points,  the  complete  diagram  is  obtained. 

(h)  With  superheated  steam,  this  construction  does  not  apply, 
and  in  this  case  the  procedure  would  be  that  outlined  in  (b)  of 
this  section. 

(i)  If  a  Chart  for  One  Pound  of  Steam  is  constructed,  it  maybe 
used  for  any  case  regardless  of  the  weight  (w)  of  steam  involved. 
Then,  however,  the  volumes  to  be  used  on  the  chart  are  {— Jth 
of  the  actual  volumes  occupied  by  the  steam  in  the  cylinder;  and 
the  areas  represent  the  work,  or  heat,  foronlyonp  pound  of  steam, 

119.  Him's  Analysis,  (a)  If  certain  data,  which  can  readily 
be  obtained  during  an  engine  test  and  from  the  indicator  dia- 
gram, are  available,  the  numerical  values  of  the  heat  interchanges 
between  the  cylinder  walls  and  the  steam  can  be  calculated  by 
a  method  originated  by  Hirn  (in  1876)  and  formulated  later  by 
Dwelshauvers-Dery. 

With  such  information  before  him,  the  engineer  can  analyze 

the  distribution  and  extent  of  the  losses  in  each  case,  and,  by 

comparing  these  results  with  those  obtained  with  the  best  engines, 

*Thi3  is  too  small  to  be  scalable,  but  is  shown  exa^erated  in  Fig,  87. 
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he  can  determine  wherein  improvements  can  be  made  in  the 
engine  he  is  considering. 

(b)  With  the  weight  of  steam  per  cycle,  and  the  pressure  and 
quality  of  steam  known  at  any  two  points  {i  and  2)  in  the  cycle, 
the  associated  heat  {Hi  and  Ht)  present  in  the  steam  at  those 
points  can  be  computed.  Then  (Hi  —  Ht),  if  positive,  is  the 
heat  surrendered  by  the  steam  between  the  two  points;  and  if 
negative,  it  is  the  heat  the  steam  receives.  The  B.t.u.  work  (A) 
actually  done  between  points  i  and  2  of  the  cycle  is  shown  on  the 
indicator  diagram  by  the  area  below  the  cycle  line  between  those 
points  and  extending  to  the  line  of  absolute  zero  pressure.  Of 
course,  if  all  the  heat  that  is  available  is  converted  into  work, 
A  will  equal  (Hi  —  Hi).  In  the  actual  case,  however,  there  is 
some  heat  interchange  between  the  cylinder  walls  and  the  steam. 
Thus,  if  A  is  less  than  {Hi  —  Ht),  the  steam  has  lost  heat  to  the 
cylinder  walls  equal  to  the  difference;  and  if  A  is  greater,  heat 
has  been  surrendered  by  the  walls  to  the  steam  and  has  been 
converted  into  work. 

(c)  The  data  needed  for  Him's  analysis  are: 

(i)  The  weight  (w/)  of  "  cylinder  feed  "  per  cycle  and  its 
quality  (x/)  as  it  enters  the  cylinder,  as  determined  by  test  of 
engine.  This  gives  means  of  computing  the  heat  Hf  supplied 
by  the  entering  steam. 

{2)  The  weight  of  "  cushion  steam  "  {wt)  per  cyde  and  its 
quality  {xt)  at  the  beginning  of  compression. 

(3)  An  average  indicator  card,  with  PV-axes,  saturation 
curve,  and  quality  curve,  as  in  Fig.  88  (a)  and  (6). 

(4)  The  B.t.u.  equivalent  of  work  per  cycle  as  determined  from 
the  areas  At,  At,  At,  A,,  and  j4*on  the  diagram,  Fig.  88  (c)  and  {d). 

(5)  The  heat  (Ki)  in  the  water  of  condensation,  and  the  heat 
{Ki)  carried  away  by  the  condensing  water,  supposing  a  surface 
condenser  is  used. 

The  leakage  must  be  practically  zero  and  is  considered  such  in 
this  analysis.  Account  must  also  be  taken  of  the  fact  that 
during  the  reception  of  steam  at  constant  pressure,  the  APu 
quantity  is  abstracted;  thus  throughout  expansion  and  com- 
pression the  heat  in  the  steam_is  (xp  +  g)  instead  of  {xr  +  a)  for 
saturated  steam,  and  is  (X  +  CpD  —APu,),'  instead  of  X  +  CpD, 

•Here  ut  —  (I'«  —  0.017)  =  tl"  increase  in  volume  accompanying  tbe  forma- 
tion of  superheated  steam  from  one  pound  of  water,  i.e.,  it  is  the  increase  of  volume 
during  vaporization  and  during  superheating. 
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for  superheated  steam.  This  also  is  true  of  the  steam  contained 
in  the  cylinder  at  each  point  in  the  cycle,  because  at  some"  time 
before  the  point  is  reached  the  piston  has  moved  out  against 
resistance  to  make  available  the  necessary  volume  and  the  APu 
quantity  has  thus  been  utilized. 

(d)  During  the  first  part  of  ttte  cycle,  heat  {Hi)  is  supplied 
by  the  entering  steam  (cylinder  feed)  and  this  is  added  to  the 
heat  (/fa)  in  the  cushion  steam  at  the  end  of  compression. 

The  heat  associated  with  ("  in  ")  the  entering  "  cylinder  feed  " 
is,  in  the  case  of  saturated  steam, 

H,  =  w,  {xr  +  q)f (242) 

and  for  superheated  steam  is 

H;=Wf{\+C^D)f (243) 

At  k  (Fig.  88)  the  steam  is  assumed  to  have  too  per  cent  quality, 

as  explained  in  Section  113  (b);  hence  the  weight  of  the  cushion 

Vk 
steam  is  w*  =  iT  ,  where  Vk  is  the  absolute  volume  at  k  and  V*  is 

the  specific  volume  for  the  pressure  at  that  point. 


The  weight  of  that  part  of  the  cylinder  content  that  is  in  the 


is  a;b  =  —  and  the  heat  in  the  steam  at  this  point  is 
w* 

Ha  =  w*  {xp  +  q)a (244) 

Then  at  the  end  of  admission  (point  c)  the  heat  in  the  steam  is 

H,  -  (wt  +  w,)  (xp  +  q% (245) 

in  which  x,  is  found  from  the  quality  curve  (Fig.  88  (&)). 
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The  work  in  B.t.u.  per  cycle  actually  done  on  the  piston  during 
admission  is  A^,  as  determined  from  diagram  Fig.  88  (c);  and 
the  heat  given  up  by  the  steam  is  (Hj  +  Ha)  —  He;  henra  the 
heat  interchange  during  admission  is 

t.  =  (jy,  +  Hf)  ~  H.~Aa.     .    .     (246) 

A  positive  result  indicates  that  heat  is  lost  to  the  cylinder  and 
a  negative  one  shows  that  the  steam  has  received  heat  from  the 
cyhnder.  The  same  will  be  true  for  the  other  equations  for  heat 
interchange  that  follow. 

The  proportion  of  heat  that  is  interchanged  is  L,  -;-  {Ha  +  Hf 
—  He),  and  this  is  a  close  measure  of  the  proportion  of  steam 
that  is  condensed,  that  is,  it  is  a  measure  of  the  "  initial  conden- 
sation." 

(e)  At  the  beginning  of  expansion  the  heat  in  steam  (at  c)  is 
/f,  from  Eq.  (245). 

The  heat  in  steam  at  r  is 

Hr  =  (w*  +  wt)  {xp  +  q)r,     ....     (247) 

in  which  Xr  is  obtained  from  the  quality  curve  in  Fig.  88  (6). 

The  work  in  B.t.u.  actually  done  during  expansion  is  deter- 
mined from  area  Ae  on  the  diagram. 

Then  the  net  heat  transfer  from  steam  to  cylinder  wall  during 
expansion  is 

Le  ~  {He  -   Hr)  -  Ae (248) 

A  negative  result  indicates  that  the  steam  receives  heat  from  the 
cylinder  wall. 

Note  that  the  loss  between  cut-off  and  any  oth«"  point  on  the 
expansion  line  can  be  computed  in  a  similar  manner;  thus  it  is 
possible  to  determine  the  interchanges  between  cut-off  and  all 
points  throughout  expansion. 

(f)  If  the  «z]uu8t  steam  is  condensed  in  a  surface  condenser, 
the  condensate  (of-  temperature  /,)  per  cycle  will  contain  heat 
above  32  degrees, 

Ki  =  Wf  {le  —  32°),  or  more  accurately  =  Wjq.;  .     (249) 

and  the  condensing  water  (of  weight  w,  per  cycle,  with  initial 
temperature  la  and  discharge  temperature  td)  will  take  away 
heat, 

Ki  =  Wi  ((d  —  to),  or  more  accurately,  =  w,  (gj  —  qn).     (250) 
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Between  r  and  k,  the  steam  for  a  while  does  work,  as  shown 
by  j4r  on  the  indicator  diagram;  afterwards  work  is  done  upon 
it,  as  shown  by  A,.  At  r  the  heat  in  the  steam  is  if,  (from 
Eq.  {247)),  and  at  k  there  is  left  in  the  steam  Hk  =  w*  (p  +q)k, 
since  xi,  is  taken  as  unity. 

Hence  the  heat  interchange  during  exhaust  is 

L.  =  (Hr  -  H,)  -  (K,  +  Kt)  -  {Ar  -  A.),  .  {251) 
in  which  positive  and  negative  results  have  the  same  meanings 
as  explained  in  connection  with  Eq.  (246). 

(g)  If  the  steam  is  exhausted  to  the  atmosphere,  the  heat 
discharged  is  indeterminate.  An  approximation  can  be  made  if 
the  mean  quality  of  the  exhaust  steam  is  known,  but  it  cannot 
be  computed  accurately  because  the  weight,  pressure,  and 
quality  of  steam  are  variable  throughout  the  exhaust  period. 

(h)    During  compresaon  the  change  of  associated  heat  is 

"^'^'"^  Hk=v>Up+gh (252) 

^"^  H,=Wkixp+q). (253) 

The  work  actually  done  upon  the  steam  per  cycle  is  shown 
by  At.     Hence  the  heat  interchange  during  compression  is 

Lk  =  Hk-  H.  +  Ak (254) 

in  which  the  sign  of  Lt  has  the  same  meaning  as  before. 

(i)  Ideally,  the  heat  given  to  the  cylinder  walls  should  equal 
that  given  up  by  them  to  the  steam.  Actually,  in  the  case  of  an 
ordinary  engine,  the  heat  given  up  is  less  than  that  received, 
and  this  is  because  of  conduction  and  radiation.  Evidently, 
the  coaductioii  and  radiation  loss  in  B.t.u.  per  cycle  is 

R=L,  +  L.  +  Lr+Lk.      .     .     .         (255) 

(j)  If  the  steam  is  initially  superheated,  the  analysis  would 
be  carried  through  in  a  manner  similar  to  that  just  given.  If 
the  engine  is  steam-jacketed  (Section  129),  or  is  a  compound 
engine  with  reheating  receivers  {Section  130),  account  must  be 
taken  of  the  heat  furnished  by  the  jacket  steam. 

120.  Experimental  DeteriQination  of  the  Actual  Performance 
of  Steam  Engines,  (a)  The  indicated  horse  power  of  an  engine 
can  be  determined  from  the  indicator  diagram,  if  the  diameter 
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of  cylinder,  length  of  stroke,  and  r.p.m.  of  the  engine  are  known. 
The  delivered  horse  power  can  be  measured  by  a  Prony  brake 
or  other  form  of  dynamometer  and  in  other  ways  which  need 
not  be  considered  here.  The  mechanical  efficiency  of  the 
engine  and  power  lost  in  engine  friction  can  then  be  calculated. 
The  total  amount  of  steam  used  per  hour  may  be  determined 
by  weighing  the  water  pumped  to  the  boiler  which  supplies  the 
■  engine,  making  proper  allowance  for  loss  or  withdrawal  of 
working  substance  between  the  pump  and  the  engine;  or  it 
may  be  found  by  weighing  the  condensate,  if  a  surface  conden- 
ser is  used,  and  making  correction  for  leakage.  The  wdght  of 
steam  used  per  h.p.-hr.,  or  Water  Rate,  can  then  be  obtained 
as  in  Section  io6. 

(b)  If  these  measurements  are  made  for  a  range  of  loads  on 
the  engine,  the  resulting  data  can  be  used  in  plotting  curves  of 
Total  Consumption  of  Steam  (TC)  and  of  Rate  of  Consumption 
(R),  as  in  Fig.  71.  These  curves  show  the  performance  of  the 
engine  under  all  conditions  of  loading,  and  determine  the  power 
output  at  which  the  engine  operates  most  economically.  The 
curve  of  total  consumption  is  usually  nearly  straight.  If  the 
abscissas  are  d. h.p.-hr.,  the  Y-intercept  shows  the  steam  used 
in  overcoming  the  friction  of  the  engine  alone. 

(c)  If  two  engines  receive  steam  of  the  same  pressure  and 
quality,  their  relative  performance  is  shown  by  comparing  their 
Water  Rates.  In  other  cases  the  only  true  measure  of  econ- 
omy is  on  the  basts  of  heat  used  per  unit  of  power,  and  in  order 
to  determine  the  heat  in  the  steam  as  it  enters  the  engine  the 
quality,  or  superheat,  must  be  known. 

The  quality  of  the  steam  can  be  determined  by  using  instru- 
ments which  will  be  described  in  the  next  section. 

131.  Steam  Calorimeters.*  (a)  The  apparatus  used  to  de- 
termine the  quality  of  steam  is  called  a  "  steam  calorimeter." 
There  are  several  kinds  of  calorimeters,  which  will  be  considered 
very  briefly. 

The  Barrel  Calorimeter. 

(b)  If  into  a  barrel  containing  water,  of  known  weight  (HO 
and  temperature  ih),  a  sample  of  the  steam  is  piped,  and  con- 

*For  more  detailed  discussion  see  Carpenter  and  Diederichs'  "  Experimental 

Ensioeering,"  published  by  John  Wiley  &  Sons. 
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densed,  and  if  the  increase  (ic)  in  weight  of  water  and  the  result- 
ing temperature  (k)  are  measured  simultaneously,  there  are  suf- 
ficient data  for  determining  the  quality  of  the  sample  of  steam, 
provided  the  steam  pressure  is  known. 
The  heat  given  up  by  the  steam  is 

and  that  received  by  water  is 

assuming  Cp  of  the  liquid  as  unity.  Evidently  AQi  =  ^Qt,  from 
which  the  quality  is  found  to  be 

Correction  should  also  be  made  for  conduction 
and  radiation  losses  in  accurate  work. 

The  Separating  Calorimeter. 
(c)  In  using  the  Separating  Calorimeter  (Fig. 
89),  a  sample  of  steam  is  first  led  to  the  sepa- 
rating chamber  C,  where  the  moisture  is  thrown 
out  and  collected  (the  amount  w  being  shown 
by  the  gauge  glass  G),  then  the  resulting  dry 
steam  passes  into  the  jacket  J  and  out  through  '^'  ^' 

the  orifice  O  to  a  can  of  water  in  which  it  is  condensed  and  its 
w«ght  W  determined.  Using  simultaneous  values  of  w  and  W, 
the  quality  evidently  is 


W 
'w  +  W 


(257) 


.  The  Throttling  Calorimeter. 

(d)  In  this  case  a  sample  of  wet  steam  is  passed  through  the 
device  shown  in  Fig.  90,  and  is  superheated  by  being  throttled 
through  the  valve  V  while  expanding  into  the  cup  C,  where  the 
pressure  is  low. 

This  pressure  is  usually  nearly  atmospheric  when  high-pressure 
steam  is  being  sampled.  If  the  sample  of  steam  is  at  pressure 
near  or  below  that  of  the  atmosphere,  the  cup  may  be  connected 
with  a  condenser  to  obtain  a  sufficiently  low  pressure  therein. 

The  temperature  t,  of  the  superheated  steam  in  this  cup  C  is 


jcbyGoogIc 


2j6  beat-power  engineering 

measured  by  the  thermometer  T;  and  the  degrees  of  superheat  D 
are  found  by  subtracting  from  t,  the  saturation  tempehiture  k 
corresponding  to  the  cup  pressure  shown  by  the  manometer. 
The  expansion  through  the  valve  causes  the  jet  of  steam  to 
acquire  a  high  velocity  at  that  point,  hence  some  of  the  associated 
heat  is  converted  into  kinetic  enei^y.  In  the  cup,  the  vdocity 
of  steam  is  reduced  and  this  kinetic  enei^  is  reconverted  into 
associated  heat.  If  the  velocity  in  the  cup,  where  the  tempera- 
ture I,  is  measured,  is  the  same  as  that  in  the  main  steam  pipe 
(which  is  usually  approximately  true),  and  if  there  are  no  radia- 


Fig.  90. 

tion  or  conduction  losses  (and  these  are  usually  almost  negligible), 
the  associated  heat  is  the  same  before  and  after  the  steam  passes 
the  expansion  valve. 

Before  throttling,  the  amount  of  heat  per  pound  is 
^Qi  "  xiTi  -t-ffi; 
afterward,  it  is 

Aft  =  Xi  +Cp  (H)  -  X,  +  0.48*  (t.  -  k). 
Then  ance 

A01  =  Aft, 
the  quality  is  found  to  be 

^^.X.+  0.48'(<.-W-g, (^5,) 

Ti 

*  For  cup  pressures  other  than  atmospheric  substitute  the  proper  value  of  Cp 
for  0.48. 
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The  Electric  Calorimeter, 
(e)  In  using  this  calorimeter  the  sample  of  wet  steam  is  dried 
by  letting  it  flow  over  coils  of  wire  which  are  heated  by  an  elec- 
tric current,  the  energy  input  being  measured  by  a  wattmeter. 
The  watts  are  gradually  increased  until  a  value  E  is  reached  at 
which  the  thermometer  in  the  calorimeter  outlet  starts  to  rise,, 
which  is  supposed  to  show  that  all  moisture  has  been  dried  b^ 
the  heat  from  the  coils,  by  expending  an  amount  of  heat  corre- 
sponding to  E.  If  the  quantity  of  mixture  {w)  flowing  through 
the  calorimeter  in  a  given  time  is  weighed,  or  otherwise  deter- 
mined, the  heat  (A)  added  to  dry  one  pound  of  the  steam  can  be 
computed  from  the  electrical  input.     Then 

r-k  ,      , 

*=— T" (259) 


The  Degrees  of  Stqwrheat. 

(f)  This  is  determined  by  subtracdng  the  saturation  tempera- 
ture, for  the  existing  pressure  (as  shown  by  a  pressure  gauge), 
from  the  actual  temperature  of  the  steam,  as  shown  by  a  ther- 
mometer placed  in  the  steam. 

122.  Weight  of  Steam  Accounted  for  by  the  Indicator 
IMagram.  (a)  Not  only  is  it  possible  to  draw  a  theoretical  PV- 
diagram  for  a  given  weight  of  steam  per  cycle,  as  has  already 
been  done,  but  obviously,  if  a  diagram  is  given  and  the  scale  of 
vdumes  is  known,  it  is  possible  to  determine  the  theoretical 
weight  of  steam  that  the  given  cycle  would  use.  This  not  only 
applies  to  theoretical  diagrams,  but  also  to  actual  ones.  The 
theoretical  weight  of  dry  steam  per  actwd  cycle  can  be  found  in 
exactly  the  same  way  as  for  the  theoretical  cycle.  The  ratio  of 
what  is  called  the  "  Steam  Accounted  for  by  the  Diagram," 
"  Indicated  Steam  Consumption,"  or  "  Diagram  Steam,"  to  the 
steam  actually  used  by  the  engines  is  useful  in  showing  the  per- 
fection of  performance  within  an  engine  cylinder.  This  ratio  can 
be  easily  obtained,  and  the  difference  between  the  weight  of  dry 
steam  actually  used  and  the  theoretical  is  the  amount  liquefied 
by  cylinder  condensation. 

In  the  actual  case  it  is  convenient  to  consider  the  working  sub- 
stance within  the  cylinder  as  a  mixture  of  dry  steam  and  water. 
The  indicator  diagram  shows  the  behavior  of  the  vapor  only. 
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(b)  Suppose  the  clearance  line  and  zero-pressure  line,  that  is, 
the  PV-axes,  have  been  drawn  on  an  actual  diagram.  Fig.  91. 

Then  let  V,  be  the  volume  as  scaled 
to  some  point  2  on  the  expandon 
line,  between  cut-off  and  release, 
and  let  V,  be  the  specific  volume  at 
the  corresponding  pressure.  Then 
the  total  indicated  weight  of  dry 
vapor  in  the  cylinder  at  that  time  is 

V 
Fig-  91-  w,  =  ^ .    .     .       (260) 

Similarly,  at  any  point  k  on  the  compression  line  the  weight  of 
dry  "  cushion  "  steam  is 

^wt  =  Y^ (261) 

in  wliich  Ft  is  the  actual  volume  as  scaled  to  point  k  and  V*  is 
the  specific  volume  for  that  pressure. 

Subtracting  the  cushion  steam  from  the  total  in  the  cylinder 
g^ves  the  indicated  c^tnder  feed  [w/)  per  cycle;  thus 
V      Vt 

W/'    =    (W,   -  W*)    =  y^  -  y (262) 

As  the  quality  changes  during  expansion  and  compres^on,  the 
value  of  ic/'  will  depend  on  the  locations  of  points  z  and  k.  It 
is  customary  to  take  z  either  near  the  beginning  or  near  the  end 
of  expansion,  and  k  is  usually  assumed  near  the  beginning  of 
compression. 

(c)  Now  let  ye  —  clearance  volume  -;-  piston  displacement  per 

stroke  =  7  in  Fig,  91 

y,  =  fraction  of  stroke  completed  corresponding 

to  any  point  on  the  diagraml-rj- 

a  =  area  of  piston  in  square  inches. 
pm  =  m.e.p. 
L  =  stroke  in  feet. 
«  =  number  of  cycles  per  minute. 

Then  the  piston  displacement  in  cubic  feet  per  stroke  is( — ) 

\»44/ 
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and  the  volume  of  vapor  when  any  fraction  y,  of  the  stroke  is 
completed  is 

V..<y.+y.)x{^} 

Substituting  this  and  a  similar  value  for  the  volume  V*  in 
Eq.  (262)  gives  for  the  number  of  pounds  of  Indicated  Cylinder 
Feed,  per  cycle, 

Multiplying  this  by  (60  X  «)  cycles  per  hour  and  dividing  by 

{— 1,  gives  the  number  of  pounds  of  steam  per  i,h.p.-hr., 

or  "  Diagram  Water  Rate,"  as 

If  points  z  and  k  are  taken  at  the  same  pressure  level,  p,  then 
V.  -  V.  -  V,  and 

If- -  ^—^  1  (J.  +  J.)  -  ()■.  +  y.) !  -  ^If^  (J.  -  ?.):  (265) 

If  the  pressure  is  taken  as  that  at  the  end  of  compression, 
then  >»  =  o  and 

^'-^^.'"■- <'*> 

(d)  If  W  =  Xi  X  cylinder  feed,  represents  the  dry  steam 
actually  supplied  per  i.h.p.-hr.  and  Wd  is  the  indicated  water 
rate  corresponding  to  the  point  2  located  at  the  cut-off,  the 
"  Cylinder  Condensation,"  or  weight  of  steam  condensed  by 
the  cylinder  walls  and  that  lost  by  leakage,  is  approximately 
(W—  Wj)  per  i.h.p.-hr.;  and  the  proportion  of  the  whole  that  is 
condensed,  or  "  Condensation  Fraction,"  is 

CF  =  {W  -  Wd) -i- W.       ....     (267) 

If  the  Condensation  Fraction,  or  "  Per  cent  Cylinder  Con- 
densation," is  known  for  a  certain  type  of  engine  under  certain 
operating  conditions,  then,  in  considering  a  prospective  engine 
of  this  class,  the  probable  water  rate  under  the  same  conditions 
can  be  estimated  by  dividing  the  theoretical  diagram  water  ratei 
found  from  the  probable  diagram,  by  (1  —  CF). 
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CHAPTER   XVI. 

METHODS  OF  DECREASING  CTLHTOER  COHDENSATIOIf. 

123.  Condensation  and  Leakage,  (a)  It  has  already  been 
shown  that  the  cylinder  condensation  causes  the  largest  loss  in 
the  steam  engine,  with  the  exception  of  that  inherent  in  the 
theoretical  cycle.  Condensation  is  evidently  dependent  on, 
but  not  necessarily  proportional  to,  (i)  the  ratio  between  the 
condensing  surface  (5),  to  which  the  steam  is  exposed,  and  the 
volume  of  steam  used  pw  cycle;  (2)  the  temperature  differ- 
ent {T)  between  the  entering  ste£un  and  the  surfaces;  and  (3) 
the  time  (0  of  exposure,  which  is  inversely  proportional  to  the 

■  number  (n)  of  cycles  (i.e.,  to  -).  For  computing  the  probable 
steam  consumption  many  formulas  have  been  proposed  in- 
volving functions  of  S,  T,  t,  or  - ,  and  numerical  coefficients 
determined  from  experimental  data.  Such  formulas  are  suffi- 
ciently accurate  for  ordinary  purposes,  when  there  is  no  leakage 
past  piston  and  valves.' 

(b)  Unfortunately,  while  it  is  possible  to  determine  experi- 
mentally whether  or  not  leakage  does  occur,  the  amount  of 
leakage  per  cycle  cannot  be  closely  evaluated ;  thus  it  is  impossible 
to  separate  the  loss  due  to  leakage  from  that  due  to  condensa- 
tion. Hence  cylinder  condensation  and  leakage  must  be  con- 
sidered together. 

Formulas  for  cylinder  condensation  should  be  derived  from 
a  study  of  data  from  engines  that  are  known  to  have  little  or  no 
leakage.  Unfortunately,  most  of  the  data  available  are  from 
engines  which  were  not  tested  for  tightness  of  valves  and  pistons 
and  hence  are  unsuitable  for  the  purpose. 

124.  Size  and  Proportions  of  Cylinder,  (a)  The  size  of 
cylinder  has  an  important  influence  on  the  cylinder  condensa- 
tion.    It  can  be  shown  by   computation  that  large  cylinders 

'For  formulas  and  data  see  Heck's  "Slcam  Engine," and  Thurston's  "Manual 

of  the  Steam  Engine." 
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have  a  smaller  ratio  of  surface  to  volume  inclosed  than  have 
small  cylinders  of  the  same  proportions.  It  is  therefore  to  be 
expected  that  large  engines  will  have  less  cylinder  condensation 
and  consequently  will  give  better  economy  than  small  ones; 
and  that  is  actually  the  case.  Very  small  engines  may  use 
twice  as  much  as,  or  even  more,  steam  per  i.h.p.-hr.  than  very 
large  ones  of  the  same  (ffoportions  and  same  conditions  of 
operation. 

(b)  The  amount  of  surface  in  the  clearance  ^ace  (including 
that  of  the  steam  passages  between  valves  and  cylinder)  has 
a  predominating  influence  on  the  amount  of  cylinder  condensa- 
tion that  takes  place;  for,  just  after  admission,  the  piston  is 
moving  so  slowly  that  the  time  of  exposure  of  the  steam  to  these 
surfaces  is  comparatively  long,  hence  the  amount  of  condensation 
that  occurs  is  large.  Probably  the  greater  part  of  the  cylinder 
condensation  occurs  in  the  clearance  space.  The  cylinder 
passages  and  clearance  space  should  therefore  be  designed  to 
present  the  minimum  amount  of  surface  consistent  with  the 
other  considerations  involved. 

(c)  The  cylinder  condensation  is  also  dependent  on  the 
length  of  stroke  of  the  engine.  If  long  and  short  cylinders  are 
of  the  same  diameter  and  have  their  passages  and  clearance  space 
identically  the  same,  and  cut-ofF  steam  at  the  same  per  cent  of 
stroke,  obviously  the  ratio  of  clearance  surface  to  the  total 
surface  exposed  p^  stroke  of  the  engine  is  smaller  in  the  long- 
stroke  engine  than  in  the  one  with  shorter  stroke.  Neglecting 
the  time  element,  the  long-stroke  engine  should  give  better 
economy  than  the  short-stroke  one;  and  in  general  that  is  the 
case,  though  this  is  in  part  due  to  the  fact  that  the  long-stroke 
engines  are  usually  also  larger,  have  cylinders  that  are  better 
designed,  and  have  better  valve  gear  than  those  with  shorter 
stroke. 

The  time  element  may  have  an  important  infiuence,  however; 
for  example,  due  to  the  fact  that  most  of  the  condensation 
occurs  in  the  clearance  space  and  because  of  the  shorter  time  of 
exposure,  some  of  the  short -stroke  "  high-speed  "  Corliss  engines 
give  as  good  or  even  better  economy  than  the  long-stroke  low- 
speed  Corliss  engines. 

(d)  In  many  engines  the  exhaust  steam  flows  over  the  outer 
surface  of  the  cylinder  wall,  on  its  way  to  the  exhaust  pipe. 
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Because  of  the  high  velocity  of  flow,  this  steam  carries  away 
heat  more  rapidly  than  would  stagnant  air  in  contact  with  the 
same  surface.  This  lowers  the  mean  temperature  of  the  cylinder 
walls  and  increases  the  cylinder  condensation.  In  the  better 
designed  engines  the  exhaust  steam  is  not  brought  in  contact 
with  the  cylinder  walls  after  it  leaves  the  exhaust  valve. 

125.  Influence   of  Point   of  Cut-off.     (a)  As  most  of  the 
cylinder  condensation  occurs  in  the  clearance  space,  the  later 
^  the  cut-off  (or  the  greater  the  vol- 
ume of  steam  admitted  per  cycle), 
the  less  will  be  the  percentage  of 
steam   condensed,  although  the 
amount  may  be  greater,     (i)  The 
percentage  of  steam  not  condensed 
is  shown  in  Fig.  92  (a),*  by  the  or- 
dinates,  the  abscissas  being  percent- 
11  w  _-c^vS^'  ^^  °*  stroke  at  cut-off.     {2)  The 

Jj  H .  if^J^^*^  ^^     work  theoretically  done  per  pound 

of  steam  decreases  as  the  cut-o£F  is 
advanced  in  the  stroke  (because  of 
the  reduction  of  expansion),  hence 
I       \  ^--fc.  '■^^  theoretical  steam  consumption 

1+  ^■•~^^^f^^'  ,  I  per  unit  of  work  is  greater  the  later 
3 1  the  cut-off  occurs,  as  shown  by  the 

\  ordinates  of  the  curve  in  Fig.  92  (6). 

it  U   i»  »  V        (3)  Evidently,  dividing   the  theo- 
jcwan  retical  water  rate  per  h.p.-hr..  Fig. 

''■K-  9'-  92  (i),  by  the  percentage  of  steam 

not  condensed.  Fig.  92  (fl),  will  give  the  true  consumption  at  the 
various  cut-offs.  TTie  values  of  the  actual  "water  rate,"  ob- 
tained in  this  way,  are  shown  by  the  lower  curve  in  Fig.  92  (c). 
Similar  "water-rate"  curves  can  be  drawn  by  using  data 
obtained  by  direct  engine  test,  in  which  the  water  per  i.h.p.-hr. 
is  measured  with  engine  operating  under  different  loads  (i.e., 
different  cut-offs).  Usually  the  water  rates  are  plotted  with 
resi>ect  to  power  output  instead  of  cut-offs. 

(b)    Inspection  of  the  water-rate  curve  makes  it  evident  that, 
'This  \i  for  large  foi)r-vslve  engines  having  little  leakage.      See  "Engine 
Teste,"  by  G.  H.  Bamu. 
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to  give  the  best  economy,  tke  engine  should  be  operated  with  cut-off 
corresponding  to  the  lowest  point  on  this  curve. 

The  most  economical  cut-off  for  noncondensing  »mple  ^ide- 
valve  engines  is  about  \  stroke,  and  for  simple  Corliss  engines 
it  is  between  ^  and  }  stroke.  In  practice  these  are  the  cut-offs 
which  predominate. 

(c)  Usually  the  "  water-rate  curve  "  is  more  nearly  horizontal 
to  the  right  of  the  lowest  point  than  it  is  to  the  left  (as  in  Fig.  93), 
hence  it  is  better  to  "  overload  "  an  engine  than  to  "  underload  "  it. 

136.  Compounding  of  Cylinders,  (a)  By  using  earlier  cut-off 
the  amount  of  steam  used  per  h.p.-hr.  is  reduced  theoreticaUy 
because  of  the  greater  expansion  of  the  steam.  But  it  was  seen 
in  the  case  of  the  simple  engine  that  cylinder  condensation 
becomes  excessive  with  very  early  cut-offs  because  of  the  greater 
temperature  range  and  thus  defeats  the  advantage  which  should 
be  gained  theoretically.  Therefore,  to  economically  use  larger 
expansions  than  ^are  possible  with  the  ordinary  simple  engine, 
the  cylinder  condensation  must  be  reduced  in  some  way.  It 
was  shown  in  Section  123  that  cylinder  condensation  can  be 
reduced  by  decreasing  the  amount  of  cylinder  surface  (especially 
that  of  the  clearance  space)  to  which  the  steam  is  exposed  and 
by  reducing  the  temperature  range  in  the  cylinder.  Both  of 
these  methods  can  be  combined  in  the  following  manner. 

(b)   Suppose  a  small  amount  of  steam  is  admitted  to  a  small 
cylinder  (say  with  i  the  piston  area  of  the  simple  engine)  and 
that  it  is  expanded  only  enough  to 
bring  the  temperature  Tr  (Fig.  93)    1 
of  the  exhaust  steam  part  way  to 
that   of   the   simple-engine  exhaust 
(say  Tr  is  halfway  between  Ti  and 
T%  on  the  temperature  scale).     Let 
the  indicator  diagram  labelled  H.P. 
in  Fig.  93  represent  this  cycle.   Then, 
owing  to  the  smaller  cylinder  surface 
(especially  that    in   the   clearance).  Fig.  gj. 

there  is  very  much  less  initial  and 

cylinder  condensation  in  this  case  than  if  the  same  weight  of 
steam  had  been  expanded  the  same  amount  in  the  cylinder  of 
the  large  simple  engine. 
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Now  let  the  steam  exhausted  from  the  small  cylinder  enter  one 
of  the  same  dze  as  that  of  the  simple  engine,  and  let  it  be  further 
expanded  in  this  cylinder  until  the  back  pressure  of  the  simple 
et^ne  is  reached.  The  indicated  diagram  for  this  case  is  shown 
by  L.P.  in  Fig.  93.  During  this  expansion  the  temperature  range 
( Tit  to  T%)  is  low,  hence  cylinder  condensation  is  also  small  here. 

(c)  It  is  evident  that  an  engine  operating  in  this  manner  will 
use  much  less  steam  per  h.p.-hr.  than  will  a  simple  engine; 
roughly,  it  uses  only  about  §  to  f  as  much.  The  best  economy 
with  the  simple  engine  is  obtained  when  the  steam  is  expanded 
in  the  cylinder  to  four  or  five  times  its  initial  volume.  In  an 
arrangement  such  as  has  just  been  described,  the  expansion 
giving  the  best  results  is  from  7  to  16  or  more,  dependiI^r  upon 
the  conditions  of  operation. 

(d)  When  an  engine  with  two  cylinders  is  arranged  to  operate 
in  the  manner  just  discussed,  it  is  called  a  "  Compound  Engine  " 
or  "  2X  Engine."  The  small  cylinder  is  named  the  "  high- 
pressure  (H.P.)  cylinder  "  and  the  large  one  is  the  "  low-pressure 
{L.P.)  cylinder." 

Other  engines  are  arranged  to  expand  the  steam  in  three  steps, 
or  stages,  using  in  succession  three  cylinders  that  pr<^ress  in 
size.  These  are  called  Triple-Expansion  Engines  ("  3X  "),  and 
the  cylinders  are  termed  respectively  the  "  high-pressure," 
"  intermediate-pressure  {I. P.),"  and  the  "  low-pressure."  Triple- 
expansion  engines  use  considerably  less  steam  per  i.h.p.-hr. 
than  do  the  compound  engines. 

In  the  Quadruple-Expansion  Engine  ("4X"),  four  cylinders 
are  used  in  succession.  They  are  termed  the  H.P.  cylinder,  the 
"first  intermediate  (I.Pi.),  the  second  intermediate  (LPj.),  and  the 
L.P.  cylinder.  Quintuple  en^es  have  been  made,  but  their 
number  is  very  small. 

Strictly  speaking,  the  term  "Compound  Engine"  includes  all 
multiple-e^ansion  steam  engines,  but  it  has  become  customary 
to  apply  it  only  to  those  with  two  cylinders. 

Multiple-expansion  engines  will  be  discussed  more  in  detail  in 
a  later  chapter. 

A  comparison  of  the  performance  of  simple,  compound,  and 
triple  engines  operating  under  the  same  conditions  is  shown  •  in 

•See  report  ot  test.  Carpenter,  Trans.  A.  S.  M.  E.,  Vol.  XVT.  Also  Thurston. 
A.  S.  M.  E.,  XVIII. 
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Fig.  94.  The  triple-expansion  Corliss  engine  in  the  laboratories 
of  Sibley  College  was  tested  with  high-pressure  cylinder  operat- 
ing alone  as  a  simple  engine,  then  with  the  high  and  intermediate 
cylinders  acting  as  a  compound  engine,  and  finally  with  all  three 
cylinders  as  a  triple-expansion  engine.     The  results  are  shown  in 


Fig.  94. 

this  figure.  Lai^er  engines  and  those  with  jacketing,  super- 
heating, etc.,  would  give  better  results,  but  this  figure  shows  the 
relative  value  of  using  the  different  exp>ansions. 

(e)  Him's  Analysis  can  be  applied  to  the  multiple-expanaon 
engine,  each  cylinder  being  conadered  independently.  The  data 
needed  for  such  an  analysis  (in  addition  to  those  required  in  the 
case  of  a  simple  engine)  include  the  quality  and  pressure  of  the 
steam  entering  and  leaving  each  cylinder,  the  weight  of  con- 
densate "trapped  off"  from  each  receiver  and  the  weight  and 
condition  of  the  steam  condensed  in  the  reheating  coils  of  the 
receiver,  if  such  are  used.  1 1  is  then  possible  to  compute  the  heat 
in  the  steam  entering  and  leaving  each  cylinder  and  each  receiver. 
Thus  beades  being  able  to  analyze  the  heat  interchanges  and 
losses  of  each  cylinder  considered  separately,  the  same  thing 
can  also  be  done  for  each  receiver,  and  for  the  engine  as  a  whole. 

127.  Gain  Due  to  Condensing  the  Exhaust  Steam.  If  an 
engine  when  operating  "  noncondensing  "  {i.e.,  exhausting  to  the 
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atmosphere)  gives  the  indicator  diagram  shown  by  the  full  lines 

in  Fig.  95,  with  mean  effective  pressure  equal  to  p^,  then,  if  the 

back  pressure  line  is  lowered  (as  shown  dotted)  an  amount  equal 

to  pt  pounds,  the  area  of  the  indicator  dia- 

•.,,,^^  gram  will  be  increased  as  shown,  the  mean 

^v  effective    pressure   will    be   raised   to   p^  = 

' — V      (P-t  +  pt),  and  the  ratio  of  the  power  of  the 

^ \    engine  to  its  value  when  operating  non-con- 

Vj 1    Sensing  will   be   (p^  +  pt)  -i-  />„.     Theoreti- 

-   cally,  however,  there   will  be   no   change  in 

Fig.  95.  the  amount  of  steam   required   nor   in   the 

quantity  of  heat  it  brings  to  the  engine. 

By  condensing  the  exhaust  steam  in  a  "  condenser  "  (which, 

being  supplied  constantly  with  cold  water,   acts  as  a   "  cold 

body  "  in  maintaining  a  low  temperature),  the  pressure  of  the 

exhaust  steam  can  be  reduced, —  and  its  value  will  be  that 

corresponding  to   the  condenser   temperature.     The   reduction 

in  pressure  below  atmospheric  may  be  from  10  to  14  pounds,  or 

even  more. 

Evidently,  in  developing  the  same  power,  a  "  condensing 
engine  "  would  be  much  smaller  than  one  operating  noncondens- 
ing,  other  things  being  equal.  However,  owing  to  the  additional 
cost,  operating  expense,  increased  cylinder  condensation,  and 
attention  involved  with  a  condensing  outfit,  it  is  seldom  used 
with  simple  engines.  Multiple-expansion  engines,  however,  are 
more  commonly  operated  condensing  than  not. 

128.  Effect  of  Superheated  Steam,  (a)  The  cooling  of  the 
cylinder  walls  during  exhaust  is  largely  due  to  their  surrender  of 
the  heat  used  in  evaporating  the  moisture  on  their  surfaces.  As 
the  latent  heat  of  vaporization  corresponding  to  the  exhaust  pres- 
sure is  very  large,  roughly  1000  B.t.u.  per  pound,  the  evaporaticm 
of  a  small  amount  of  water  results  in  a  very  considerable  reduc- 
tion of  the  mean  temperature  of  the  cylinder  walls  and  conse- 
quently in  an  increase  in  the  cylinder  condensation  when  the 
steam  is  admitted. 

When  superheated  steam  is  used  there  is  less  moisture  in  the 
exhaust  steam,  and  partly  because  of  this,  partly  because  of  the 
slow  rate  of  heat  transfer  between  superheated  steam  and  metal, 
and  partly  because  the  incoming  superheated  steam  can  give 
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Up  heat  without  condensing,  the  cylinder  condensation  is  reduced^ 
and  the  economy  of  the  engine  is  improved.  Thus  by  sacri- 
ficing superheat  to  heat  the  cylinder  walls,  less  heat  is  required 
at  the  boiler  for  evaporating  the  water  and  for  superheating 
the  steam  used.  It  is  even  possible  to  superheat  sufficiently 
high  to  prevent  all  initial  condensation.  In  general,  however, 
it  seems  probable  that  superheat  should  not  be  so  high  that  the 
exhaust  steam  is  superheated;  although  there  is  some  doubt  as 
to  this,  for  one  engine  test  showed  better  results  with  exhaust 
slightly  superheated  than  when  just  dry.* 

In  experiments  by  Ripper  t  on  a  small  steam  en^ne,  it  was 
found  that  yj"  F.  of  superheat  would  prevent  one  per  cent  of 
cylinder  condensation.  The  specific  heat  of  superheated  steam 
under  the  test  conditions  is  about  0.53,  hence  the  B.t.u.  used 
in  preventing  one  per  cent  of  condensation  was  (7J  X  0.53)  =  4.0 
per  pound  of  steam.  For  larger  engines  and  other  conditions 
from  15°  to  35°  F.  and  from  8  B.t.u.  to  12  B.t.u.  per  pound  are 
used  per  percent  of  saving  of  condensation.  { 

(b)  The  saving  effected  by  superheating  can  best  be  shown 
by  an  example: 

Let  the  pressure  of  steam  used  by  an  engine  be  135  pounds 
absolute,  for  which  the  latent  heat  is  870  B.t.u.  Then,  if  it  is 
assumed  that  8  B.t.u.  superheat  will  effect  a  reduction  of  one 
per  cent  in  the  cylinder  condensation,  it  will  save  (870  X  o.oi) 
=  8.7  B.t.u.  that  would  otherwise  be  wasted  by  cylinder  con- 
densation; thus  the  saving  is  1.09  times  the  expenditure. 

If  the  cylinder  condensation  is  30  per  cent,  it  could  be  entirely 
eliminated  if  (8  X  30)  =  240  B.t.u.  superheat  were  added  per 
pound  of  steam.  Using  0.52  as  the  specific  heat  of  superheat, 
the  temperature  increase  would  be  240  +  0.52  =  461°  F.  to 
effect  this  result.  {Note  that  this  is  a  much  higher  degree  of 
superheat  than  is  commonly  employed.) 

Assume  that  the  boiler  furnishes  1000  B.t.u.  of  heat  for  each 
pound  of  steam  generated  and  that  30  pounds  of  steam  (or 
30,000  B.t.u.)  are  furnished  per  i.h.p.-hr.  Then,  since  the 
assumed  condensation  is  30  per  cent,  the  diagram  water  rate  is 

•  Caipenter.  Trans.  A.  S.  M.  E.,  Vol.  XXVni. 

tSi^ierhealed  Steam  Engine  Trials,  P(oc.  Inat.  C.  E.  (London),  Vol.  CXXVIII. 
t  For  data  and  Teferentxs  see  Kent's  "  Pocket  Book  "  and  Gebhardt'i  "  Steam 
Power  Plant  EngineeriDg,"  both  published  by  Wiley  &  Sons. 
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(30  X  0.70)  =>  21  pounds  of  steam  per  i.h.p,-hr.  If  the  steam 
is  sufficiently  superheated  to  eliminate  all  cylinder  condensation, 
it  will  furnish  (1000  +  240)  B.t.u.  per  pound;  or  21  X  1240 
=  26,040    B.t.u.    will    be    furnished    per    i.h.p.-hr.     Then    the 

economy  of  the  engine  is  improved  in  the  ratio[~ 1  =  1.15, 

while  the  water  rates  are  in  the  ratio  (Jt)  =  1.43.  Thus  it  is 
seen  that  Ihe  reduction  of  water  rate  is  not  an  accurate  measure  of 
the  saving  effected  in  the  heat  used.  This  example  is  intended 
only  to  show  in  a  very  general  way  the  effect  of  superheat. 
The  numerical  quantities  for  other  cases  may  be  very  different 
from  those  used  here. 

1  (c)  The  saving  to  be  expected  by  superheating  is  dependent 
upon  the  amount  of  cylinder  condensation  that  would  occur  in 
the  same  engine  if  no  superheat  is  used.  Evidently  the  greater 
this  condensation,  the  larger  is  the  saving  possible.  Ordinarily 
the  steam  consumption  is  reduced  about  6  per  cent  with  50°  F. 
and  about  9  per  cent  with  100°  F,  superheat.  A  reduction  of 
15  per  cent  is  frequent  and  as  much  as  40  per  cent  has  been 
attained. 

(d)  It  is  found  that  with  high  temperatures  of  superheat 
there  is  difficulty  from  warping  of  .cylinder  and  valves  and  from 
failure  of  lubricants  unless  they  are  of  the  highest  grade.  A 
total  temperature  of  500"  F.  is  about  as  high  as  can  be  used  to 
advantage  in  ordinary  steam  engines.  Cylinders  and  valves  for 
higher  temperatures  should  be  specially  designed  for  the  service. 
Above  750°  F.  there  is  difficulty  in  finding  materials  that  will 
endure  the  temperature  for  long  periods  of  time. 

129.  Use  <A  Steam  Jackets,  (a)  Some  cylinders  are  so 
designed  as  to  be  surrounded  by  "  live  "  steam  (usually  at 
high  and  constant  temperature).  Such  cylinders  are  said  to 
be  "  steam-jacketed."  Their  walls  are  maintained  at  higher 
mean  temperature  and  have  less  temperature  fluctuation  than 
in  the  ordinary  cylinder,  consequently  there  is  less  cylinder 
condensation.  The  heat  received  by  the  cylinder  wall  from 
the  "  jacket  steam  "  is  the  latent  heat  freed  by  the  condensa- 
tion of  a  portion  of  this  steam.  If  the  jacket  steam  is  at  the 
same  temperature  as  the  steam  entering  the  cylinder,  the  mean 
temperature  of  the  walls  will  be  but  little  below  that  of  the 
entering  steam,  hence  the  condensation  will  be  small. 
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At  first  it  may  appear  that  the  weight  of  cylinder  condensa- 
tion thus  avoided  cannot  be  more  than  the  steam  simultaneously 
condensed  in  the  jacket,  in  cases  where  the  condition  of  the 
steam  entering  both  the  cylinder  and  the  jacket  is  the  same. 
Because  of  this,  and  because  the  jacket  has  radiating  surface 
which  is  larger,  and  which  is  maintained  at  a  higher  mean 
temperature,  than  in  the  case  of  the  ordinary  cylinder,  it  would 
seem  that  no  advantage  is  possible  from  the  use  of  a  steam 
jacket. 

(b)  That  the  steam  jacket  is  beneficial  is  largely  due  to  the 
fact  that,  with  its  use,  the  amount  of  moisture  evaporated  from 
the  inner  walls  of  the  cylinder  during  exhaust  is  greatly  reduced, 
thus  less  heat  is  abstracted  from  these  walls  by  the  exhaust 
steam  and  less  steam  is  used  in  the  cylinder.  It  has  been  seen 
that  one  pound  of  moisture  evaporated  from  the  cylinder  walls 
carries  away  roughly  1000  B.t.u.  from  which  there  is  no  return. 
In  the  case  of  the  jacket,  however,  the  condensate  formed  in 
the  jacket  can  be  returned  directly  to  the  boiler,  and,  as  it  is  at 
boiler  pressure  and  temperature,  it  will  carry  back  from  250  to 
300  B.t.u.  per  pound.  Thus  the  net  result  with  the  steam 
jacket  may  be  a  gain  in  economy. 

In  considering  the  performance  of  a  jacketed  engine  the  heat 
supplied  to  the  jacket  steam  must  be  considered  and  the  water 
rate  must  be  modified  accordingly.  If  the  weight  of  steam 
condensed  in  the  jacket  per  h.p.-hr.  is  Wf,  the  heat  used  per 
h-p,-hr.  by  the  jacket  is  WfTj;  and  if  (AQi  —  gj)  is  the  heat 
added  per  pound  of  steam  supplied  to  the  cylinder,  then  the 
true  water  rate,  supposing  the  jacket  condensate  'is  returned 
to  the  boiler  without  loss  of  heat,  is 

in  which  We  is  the  weight  of  steam  delivered  to  the  cylinder 
per  h.p.-hr. 

(c)  As  most  of  the  cylinder  condensation  occurs  in  the  clear- 
ance space,  this  is  the  most  important  part  of  the  cylinder  to 
jacket.  It  is  usually  only  on  large  engines,  however,  that  the 
cylinder  heads  are  jacketed,  in  addition  to  the  cylindrical  w^ls. 
It  would  be  desirable  to  jacket  the  piston,  that  is,  fill  it  with 
steam,  but  practical  difficulties  prevent  this.     As  there  is  prob- 
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ably  no  advantage  from  having  the  exhaust  steam  superheated, 
the  temperature  of  the  jacket  steam  should  usually  not  be  much 
higher  than  that  of  the  steam  entering  the  cylinder.  This  applies 
especially  in  the  case  of  the  low-pressure  cylinders  in  multiple- 
expansion  engines. 

(d)  Steam  jackets  are  not  always  sources  of  heat  economy. 
There  may  be  a  net  loss  (i)  if  they  are  used  with  superheated 
steam,  (2)  if  the  cylinder  condensation  is  so  small  that  the  jacket- 
ing results  in  superheating  the  exhaust  steam,  and  (3)  if  their 
condensate  is  not  returned  to  the  boiler  with  little  loss  of  heat. 
They  apparently  give  smaller  returns  on  large  engines  than  on 
small  ones. 

The  gain  in  economy  is  from  30  per  cent  down  to  a  negative 
quantity.  Many  engineers  are  skeptical  as  to  their  advantage, 
as  the  data  from  various  engine  tests  are  somewhat  contradictory, 
and  as  somewhat  greater  expense  is  involved  in  supplying  the 
jacket  equipment. 

130.  Reheating  Receivers,  (a)  In  multiple-expansion  engines, 
it  is  sometimes  the  practice  to  place  coils  of  pipe,  containing 
"  live  "  steam,  in  the  "  receivers  "  through  which  the  steam 
passes  on  its  way  from  one  cylinder  to  the  next.  As  the  steam 
in  the  coils  is  at  relatively  high  temperature,  it  superheats  (or 
reheats)  the  receiver  steam,  provided  the  moisture  has  been 
properly  separated  from  this  latter. 

The  presence  of  moisture  in  the  working  substance  defeats 
the  purpose  of  the  reheating  receiver.  This  moisture  should  be 
removed  before  the  steam  reaches  the  reheating  coils,  for  it  can 
be  evaporated  to  better  advantage  in  the  boiler. 

(b)  The  action  of  the  reheating  coils  is  similar  to  that  of  the 
steam  jacket;  and  the  heat  surrendered  by  the  condensation  of 
steam  in  the  coils  of  pipe  is  to  be  charged  against  the  engine. 

131.  Other  Methods  of  Reducing  Cylinder  Condensation. 
(a)  Cylinders  are  always  "  lagged  "  with  some  nonconducting 
material  such  as  asbestos,  mineral  wool,  magnesia,  etc.,  to  reduce 
the  radiation.  Some  small  compound  "  Lokomobile  "*  engines, 
which  have  phenomenal  economy,  are  so  arranged  that  the  cylin- 
ders are  surrounded  by  the  furnace  gases  as  they  pass  to  the  stack. 

•  Hetr  E.  Josse  in  Zeitschrift  des  Vereins  deutscher  Ingenieure,  Sept.  11,  1908. 
Also  see  report  of  test  of  a  Wolf  engine,  (London)  Engineering,  Oct.  8,  1909. 
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(b)  It  is  of  course  evident  that  the  higher  the  rotative  Bpeedi 
(or  the  greater  the  frequency  of  cycles),  the  less  will  be  the 
cylinder  condensation,  because  the  entering  steam  is  exposed  a 
shorter  time  to  the  cylinder  walls.  For  example  the  high-speed 
Corliss  engines  use  less  steam  than  the  low-speed  engines  of 
that  type,  under  the  same  conditions.  There  are  practical  con- 
siderations, however,  which  place  limits  on  the  speeds  of  rotation 
that  can  be  used. 

(c)  It  has  been  seen  that  theoretically  the  larger  the  temperature 
range  in  the  cylinder,  the  greater  is  the  cycle  efficiency.  In  the 
actual  engine  these  greater  temperature  ranges  may  be  obtained 
by  using  higher  pressures,  and  it  has  been  shown  by  experi- 
ments* that,  within  limits,  there  is  an  increase  in  economy 
accompanying  their  use,  even  though  the  cylinder  condensation 
is  also  increased  somewhat. 

The  gauge  pressures  (lbs.  sq.  in.)  usual  in  practice  are  about 
as  follows : 

Usual  Gauge  Pressures.    Table  IV. 

Simple  ei^ines 80  to  125 

Compound  high-speed  engines  .  lOo  to  170 

Compound  low-speed  engines   ....      125  to  200 
Triple-  and  quadruple-expansion  engines  .      125  to  225 

(d)  It  has  already  been  shown  that  the  heat  economy  of  the 
steam  engine  can  be  improved  by  approximating  the  Regenera- 
tive cycle  (Section  109).  It  can  also  be  bettered  by  selecting  the 
proper  compriession  and  the  best  pressure  drop  at  release,  and 
by  reduction  of  wire-drawing  through  the  throttle  valve,  the 
admission  and  exhaust  valves,  and  the  cylinder  passages.  In 
some  cases,  however,  the  throttling  of  the  steam  has  been  bene- 
ficial, probably  because  the  steam  at  the  reduced  pressure  is 
superheated  a  little  by  the  process. 

(e)  By  the  use  of  a  Binary  Engine  it  is  possible  to  use  some 
of  the  heat  in  the  exhaust  steam  to  vaporize  a  second  and  more 
volatile  fluid  (such  as  sulphur  dioxide)  and  to  use  the  resulting 
vapor  in  another  cylinder  from  which  it  is  exhausted  to  a  con- 
denser.    In  this  way  a  considerable  increase  in  power  can  be 

'Gebhardt's  "Steam  Power  Plant  Engineering,"  p.  286,  published  by  John 
WQey&Sons. 
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obtained  with  the  same  amount  of  heat  furnished,  but  at  extra 
expense  for  equipment,  attention,  etc.* 

(f)  If  the  arrangement  of  engine  is  such  that  as  the  piston 
moves  it  uncovers  new  portions  of  the  cylinder  wall  which  are 
at  temperatures  equal  to  that  which  the  steam  has  reached  by 
its  expansion,  the  condensation  will  be  less  than  in  the  usual  case, 
in  which  the  steam  is  brought  in  contact  with  walls  the  whole 
of  which  have  been  exposed,  during  a  considerable  period  of 
time,  to  the  temperature  of  the  exhaust  steam.     Fig,  96  shows 


Fig.  96.  — Unidirectional-Flow  Engine. 

diagrammatically  the  "  Straight-Flow  "  or  "  Unidirectional- 
Flow  "  engine  which  has  recently  been  introduced  and  which 
operates  on  the  principle  just  mentioned.  Steam  is  admitted 
by  the  Inlet  Valve  at  the  end  and  is  discharged  at  the  middle  of 
the  cylinder,  when  the  piston  uncovers  the  Exhaust  Ports.  As  the 
piston  moves  from  the  beginning  of  its  stroke  the  newly  exposed 
portions  of  the  cylinder  wall  tend  to  assume  the  temperature 
of  the  steam  with  which  it  is  brought  into  contact;  thus  there 
is  a  gradation  of  wall  temperature  from  the  inlet  valve  to  the 
exhaust  ports.  During  compression,  which  comprises  practi- 
caliy  the  whole  of  the  return  stroke,  the  temperature  of  the 
steam  is  raised  as  the  process  progresses,  and  as  the  volume 
becomes  less  the  steam  is  in  contact  with  decreasing  surface 
with  increasing  mean  temjwrature. 

As  the  expansion  proceeds,  the  steam  in  contact  with  the 
steam-jacketed  cylinder  head  becomes  superheated  and  that  in 

*See  Peabody'g  "Thermodynamics,"  p.  :8o,  published  by  John  Wiley  &  Sons 
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contact  with  the  piston  face  is  the  coldest  and  contains  the  most 
moisture.  When  rdease  occurs  the  wettest  steam  is  exhausted 
and  there  is  little  chance  for  reSvaporation  of  moisture  on  the 
cylinder  walls.  Exhaust  closure  entraps  the  hottest  vapor, 
which,  when  compressed,  attains  very  high  temperature  and 
improves  the  quality  of,  or  superheats,  the  entering  steam. 

Engines  operating  in  this  manner  have  given  remarkably 
good  economies,  even  equalling  those  obtained  with  multiple- 
expansion  engines.  As  great  a  ratio  of  expansion  is  used  in  the 
^ngle-cylinder  as  is  employed  in  the  multiple-expansion  engine. 

(g)  When  the  heat  in  all  the  steam  exhausted  by  the  engine 
can  be  used  in  drying  kilns,  in  heating  systems  for  houses  and 
factories  in  winter,  or  for  other  purposes,  the  engine  economy 
is  not  important,  for  the  heat  not  utilized  by  the  engine  is  not 
wasted.  Radiation,  conduction,  and  mechanical  friction  ^re 
always  losses,  except  in  cold  weather,  when  they  may  furnish 
the  proper  amount  of  heat  to  maintain  the  right  temperature  in 
the  engine  room;  therefore  at  such  times  they  are  not  wastes. 
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.  STEAM  ENGINES. 


132.  Steam-Engine  Parts,  (a)  Fig.  97  shows  diagrammatically 
one  of  the  simplest  forms  of  double-acting  steam  engine.  TTie 
various  parts  of  the  engine  are  generally  grouped  as  follows: 

(i)  Stationai;  parts,  — which  include  the  cylinder,  cylinder 
heads  (bonnets),  steam-chest  cover,  stuffing  boxes,  engine  frame, 
outer  bearing,  and  subbase,  if  used. 

{2)  Rotating  parts,  —  consisting  of  the  shaft,  crank  (disk),  fly- 
wheel, and  eccentric. 

{3)  Reciprocating  parts,  —  the  piston,  piston  rod,  crosshead, 
and  connecting  rod. 

(4)  Valve  gear,  —  valve,  valve  stem  (rod),  vaive-rod  guide  (or 
rocker  arm),  eccentric  rod,  eccentric  strap,  and  eccentric  sheave 
(or  "eccentric"). 

(b)  The  steadiness  of  the  rotative  speed  of  the  engine  during 
the  revolution,  that  is,  during  the  completion  of  one  cycle  on 
each  side  of  the  piston,  is  controlled  by  the  flywheel.  Flywheels 
will  be  considered  in  a  later  chapter.  The  number  of  revolutions, 
or  number  of  cycles,  per  minute  —  which  is  usually  called  the 
engine  "  speed  "  —  is  controlled  by  the  self-acting  governor, 
which  in  Fig.  97  is  of  the  "  throttling,"  fly-ball  type. 

The  starting  and  stopping  of  the  engine  is  controlled  by  the 
handnsperated  throttle  valve  which,  in  special  cases,  may  also 
be  used  to  regulate  the  operation  of  the  engine. 

(c)  Engines  usually  have  the  following  fittings;  drain  cocks 
for  cylinder  and  steam  chest;  cocks  for  attaching  indicators; 
lubricating  devices  for  bearings,  guides,  and  cylinders ;  and  shields 
to  collect  oil  thrown  by  the  crank,  the  connecting  rod,  and  the 
eccentric. 

(d)  Engines  are  mounted  on  masonry  or  concrete  foundations 
sufficiently  massive  to  prevent  noticeable  vibration  being  induced 
in  the  surroundings.  They  are  fastened  to  the  foundation  by 
"  anchor,"  or  "  foundation,"  bolts. 


jcbyGoogIc 


STEAM  E!fGIflES 


Fig.  97. 

133.  Classification  and  Types  of  Steam  Engines,  (a)  Owing 
to  the  great  variety  of  designs  and  to  the  diversity  of  uses  to 
which  steam  engines  are  put,  it  is  impossible  to  give  any  one 
classification  that  would  be  satisfactory  in  all  cases.  The  usual 
commercial  t]rpe8  of  stationary  engines  are  often  classified  in 
three  groups, —  "high-speed,"  "medium-speed," and  "low-speed" 
engines.  By  "  speed  "  is  meant  the  rotative  speed,  when  used 
in  this  connection, 

(b)  High-Speed  Engines  are  those  which  have  high  rotative 
speeds  accompanied  by  strokes  which  are  very  short  when  com- 
pared to  the  diameter  of  the  cylinder,  the  piston  speed  being 
generally  in  the  neighborhood  of  600  feet  per  minute.*     The 

*  The  "piston  speed  "  is  the  number  of  feet  the  piston  travels  per  minute- 
Thus,  if  £  is  the  stroke  in  feet  and  n  is  the  T.p.m.,  the  piston  speed  \s  V  —  3  Ln, 
since  the  piston  nukes  two  strokes  per  r.p.m. 
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Stroke  is  usually  about  equal  to  the  diameter  of  the  cylinder. 
These  engines  almost  always  have  a  single  "  balanced  "  valve 
and  a  shaft  governor.  They  are  often  called  "short-stroke 
engines,"  and  are  designed  to  occupy  the  smallest  space,  have 
the  least  weight,  and  "direct  connect"  to  the  smallest  dynamo, 
for  a  given  power,  of  any  of  the  stationary  commercial  types. 
This  class  includes  only  engines  of  comparatively  small  power, 
the  cylinders  usually  not  being  made  larger  than  20  inches  in 
diameter.     Fig.  98  shows  a  center-crank  engine  of  this  type. 


Fig.  98.  —  Center-Crank  Engine  with  Inertia  Type  of  Governor.     (The  engine 
is  mounted  on  a  cast-iron  subbase.) 


(c)  Low-Speed  Engines  have  long  strokes  (from  2  to  4  times 
the  diameter  of  the  cylinder)  and  usually  operate  at  less  than  120 
r.p.m.,  the  speed  being  limited  by  the  valve  gear,  the  action  of 
which  becomes  unreliable  at  higher  speeds.  This  class  includes 
engines  having  the  "  Corliss  "  and  other  types  of  "  trip  cut-off 
gear."  The  governor  is  usually  of  the  "  fly-ball  "  type.  An 
engine  of  this  kind  is  illustrated  in  Fig.  99. 

(d)  Medium-Speed  Engines  have  rotative  speeds  and  strokes 
intermediate  between  the  foregoing.  Positively  driven  multiple 
valves  are  generally  used.  The  cut-off  is  positive  and  is  often 
effected  by  a  separate  valve.  The  governor  is  nearly  always  of 
the  "  shaft  type."  The  piston  speed  is  around  600  feet  per 
minute,  being  higher  on  the  larger  engines.  The  engine  shown 
in  Fig.  100  is  of  this  type. 
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—  Low-Speed  Engine  with  Corliss  Valve  Gear.     Direct  conneaed  to  an 
electiic  generator. 


Fig., 


—  Medium-Speed  Engine  —  Shaft  Governor  —  Positive  Cut-off. 


The  medium-  and  low-speed  engines  are  usually  of  larger 
power  than  the  high-speed. 

There  is  no  sharp  dividing  line  between  these  different  types 
of  engines,  and  it  is  sometimes  difhcult  to  decide  in  which  class 
an  engine  belongs. 

(e)  Vertical  Engines  {Fig.  loi)  occupy  less  floor  space,  have 
snialler  foundations,  have  less  cylinder  wear,  and  have  slightly 
greater  mechanical  efficiency,  than  do  horizontal  engines.     When 
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large,  they  are  more  difficult  to  erect,  and  caring  for  them  in- 
volves more  effort,  as  certain  parts  are  reached  only  by  ladders. 


Fig.  loi.  — Vertical  Corliss  Fig.  loa.  — Vertical  Twin-Cylinder, 

Engine.  Sin^e-Acting  Engine. 

In  some  special  instances  engines  have  been  constructed  with 
axis  inclined  with  the  horizontal. 

(f)  Single-Actiiig  Engines  (Fig.  102)  give  half  as  much  power 
as  do  double-acting  engines  with  the  same  diameter  and  stroke 
of  piston,  consequently  a  larger  engine  is  required  for  a  given 
output.  They  use  pistons  of  the  bucket,  or  trunk,  type,  and 
have  no  piston  rod,  therefore  they  are  shorter  than  double-acting 
engines. 

(g)  Reciprocatuig  Engines  are  so  called  because  they  have 
pistons  that  reciprocate  within  the  cylinder.     They  are  the  type 

that  is  most  common,  although  engines  with 
rotary  piston  would  apparently  be  more  de- 
sirable. Many  unsuccessful  attempts  have 
been  made  to  devise  an  engine  of  the  latter 
form.  The  difficulty  lies  in  the  production 
of  a  rnachine  that  is  economical  in  the  use 
Fig.  103.  —  Rotary  of  steam  after  the  parts  have  become  worn. 
Engine.  Prior  to  1902  there  were  issued  over  2000 

patents  on  Rotary  Engines,  and  none  have  yet  been  able  to  com- 
pete with  the  reciprocating  engine  as  regards  steam  economy. 
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In  some  instances,  where  small  size  is  more  important  than  oper- 
ating cost,  they  may  be  used  to  advantage.  Fig.  103  shows  one 
of  the  simplest  engines  of  this  type. 

In  some  instances  Oscillating  Engines,  such  as  that  shown  in 
Fig,  104,  have  been  used.  The  connecting  rod  and  crosshead 
are  dispensed  with  and  the  shaft  is  thereby 
brought  closer  to  the  cylinder.  Steam  is 
admitted  through  one  trunnion  and  ex- 
hausted through  the  other.  This  causes  a 
side  thrust,  for  which  proper  provision  must 
be  made.  When  the  cylinder  reaches  its 
extreme  position,  its  inertia  causes  great 
pressure  to  exist  between  the  stuffing  box 
and  the  piston  rod,  and  these  parts  must  be 
designed  to  properly  resist  this  force. 

(h)  Fig.  105  shows  two  horizontal  "side- 
crank  engines."    Engines  of  this  type  have     fig.  104.  —  Oscillating 
the    disadvantage    of    having   a    separate  Engine, 

outer  bearing  which  must  he  aligned  with  the  main  bearing. 
They  possess  the  advantage  that  there  are  only  two  bearings  to 


fig.  103.  —  Side-Crank  Engine —  Right  Ha.nd  and  Left  Hand  —  Running  Over 
and  Running  Under. 

be  kept  in  alignment  even  when  the  engine  is  direct-connected 
to  an  electric  generator,  as  in  Fig.  99. 

A  horizontal   side-crank  engine  is  said  to  be  right-hand  in 
arrangement  when  an  observer,   standing  at   the  end   of  the 

D.;.'..c..iCjOOg[e 


ago 


BEAT-POWER  ENGINEERING 


Fig.  !o6.  —  Cenlcr-Crank 


cylinder  (at  S  in  Fig.  105)  and  facing  the  crank,  finds  the  valve 
gear  and  governor  parts  are  to  his  right;  otherwise  the  engine  is 
"  left-hand." 

A  horizontal  engine  is  said  to  be  ruimuig  over  if  the  crank  pin 
is  receding  from  the.  cylinder  when  the  crank  is  above  the  hori- 
zontal center  line  of  the  engine;  otherwise  it  "  runs  under  "  (see 
Fig.  105).  If  a  double-acting  engine  "  runs  over  "  the  crosshead 
will  exert  downward  pressure  on  the  guides  durii^  both  strokes; 
hence  engines  are  usually  operated  in  this  manner. 

(i)  Fig.  106  shows  a  Center-Crank  Engine.  In  this  type  the 
crank  is  located  between  the  two  main  bearings,  BB,  and  the 
belt-  and  flywheels  are  overhung.  If 
small,  these  engines  may  be  shipped 
assembled,  ready  to  be  mounted  on  their 
foundations.  If  direct-connected  to  an 
electric  generator,  this  latter  is  substi- 
tuted for  the  belt  wheel  and  an  out- 
board bearing  is  added.  There  are 
then  three  bearings  to  be  kept  in  line, 
which  is  a  disadvantage,  as  very  accurate  adjustment  of  bearings 
is  required. 

(j)  In  some  engines  the  crank  case  and  crosshead-guide 
chamber  arc  inclosed  so  as  to  be  dustproof  and  prevent  the 
throwing  and  waste  of  oil  (see  Figs.  102  and  109). 

Some  inclosed  engines  are  arranged  to  be  self-oiling  as  regards 
the  crosshead,  connecting  rod,  and  main  bearing.  In  these  cases 
oil  is  maintained  at  such  a  level  in  the  bottom  of  the  crank  case 
that  the  crank  disk  dips  into  it,  and  while  rotating  throws  the 
oil  into  the  crosshead  and  into  collecting  pockets  from  which  it 
is  fed  to  the  bearings.  The  oil  then  automatically  drains  back 
to  the  crank  case  and  is  used  repeatedly  without  being  purified. 
Other  inclosed  engines  are  provided  with  forced  or  gravity 
oil-feeding  systems,  in  which  the  lubricant  is  filtered  each  time 
before  reusing. 

(k)  Compound  engines  have  their  cylinders  arranged  in  many 
different  ways. 

If  the  two  pistons  are  on  the  same  piston  rod,  as  in  Fig.  107, 
the  engine  is  called  a  Tandem  Compound.  Such  an  engine  occu- 
pies no  greater  width  than  a  simple  engine  of  the  same  power 
and  type,  but  has  greater  length.     A  vertical  engine  of  this  type 
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("steeple  compound")  occupies  tHe  same   floor  space  as  the 
equivalent  simple  engine. 

Either  the  high-  or  low-pressure  cylinder  may  be  placed  next 
to  the  frame. 


Fig.  107.  —  Tandem-Compound  Cylinders. 


Fig.  108.  —  Cross-Compound  Engine. 

If  the  cylinders  are  side  by  side,  as  in  Fig.  108,  the  engine  is 
called  a  Cross  Compound.  This  engine  occupies  greater  width 
than  the  tandem  compound,  but  its  length  is  about  the  same  as 
that  of  the  simple  engine.     As  it  has  two  frames,  and  as  other 
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parts  are  duplicated,  it  is  more  expensive  than  the  tandem;  but 
because  the  cranks  may  be  set  at  right  angles  it  is  possible  to 
obtain  greater  uniformity  of  turning  effort  than  with  simple  or 
tandem  engines,  and  therefore  a  smaller  flywheel  can  be  used. 

In  some  cases,  with  this  arrangement  of  cylinders  the  cranks 
are  placed  diametrically  opposite  (180  degrees  apart),  but  the 
turning  effort  is  then  about  as  variable  as  with  the  single-crank 
engine. 

When  the  cylinders  are  immediately  adjacent  to  each  other,  as 
in  Fig.  109,  and  have  their  piston  rods  attached  to  the  same  cross- 
head,  with  single  connecting  rod  and  crank,  the  engine  is  usually 


Fig.  109.  —  Du[dex-Compound  Engine. 

called  a  Duplex  Compotind.  The  engine  occupies  the  same 
amount  of  space  and  has  the  same  crank  effort  as  a  simple  engine. 

The  arrangement  of  engine  known  as  the  Angle  Compound, 
shown  in  Fig.  no,  occupies  the  same  floor  space  as  a  simple  engine, 
has  the  uniformity  of  crank  effort  obtained  with  cranks  at  90 
degrees  (for  in  this  case  connecting  rods  are  at  90  degrees  and  are 
attached  to  the  same  crank  pin),  and  is  easily  counterbalanced. 

In  triple-  and  quadruple-expansion  engines  the  cylinders  are 
arranged  in  various  ways  and,  looking  at  the  end  of  the  shaft, 
there  may  be  various  sequences  with  which  the  cranks  pass  a 
given  point.  The  arrangement  of  cylinders  and  the  sequence 
and  angle  between  cranks  have  a  predominating  influence  on 
the  counterbalancing  of  such  engines,  as  will  be  seen  later  when 
the  subject  of  counterbalancing  is  discussed. 

(I)  Engines  are  used  for  a  great  variety  of  purposes,  and  are 
often  referred  to  by  their  use;  thus  there  are  marine  engines 
(Fig.  Ill),  hoisting  engines,  pumping  engines,  rolling-mill 
engines,  air-compressor  engines,  steam-hammer  engines,  etc. 
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—Angle-Compound  Engine 


Fig.  III.  —  Vertical  Triple-Expansion  Marine  Engine  —  Arrauganenl. 
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Engines  are  also  classified  as  stationary,  portable,  semi- 
portable,  mobile  {marine,  locomotive,  traction,  road  roller,  and 
automobile  en^nes). 

The  uses  to  which  some  engines  are  put  require  that  they  be 
capable  of  being  reversed  by  hand.  This  is  true  of  marine 
engines,  some  rolling-miil  engines,  hoisting  engines,  traction 
engines,  etc.  Such  engines  are  called  "reversing  engines"  and 
have  sj>edal  valve  gears,  either  of  the  "  link  "  or  "  radial  "  types, 
which  will  be  discussed  later. 
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STEAH-ENcmE  GOVERNORS. 

134.  Governing,  (a)  The  term  "governing"  is  applied  to 
the  adjusting  of  the  power  output  or  speed  of  an  engine,  or  both 
of  these,  to  fit  the  variable  demand, 

(b)  An  engine  may  be  governed  in  four  ways:  It  may  be 
(i)  "  hand-goveraed,"  as  in  the  case  of  automobile,  marine,  and 
locomotive  engines;  (2)  "mechanically  regulated"  by  a  "  gov- 
ernor "  that  acts  automatically,  as  in  the  usual  stationary  en- 
pne;  (3)  "  resistance  governed,"  its  operation  being  controlled 
direcdy  by  the  external  resistance;  or  (4)  governed  by  any  com- 
bination of  these  methods. 

(c)  The  ordinary  stationary  engine  is  usually  mechanically 
regulated  to  maintain  approximately  constant  speed  of  rota- 
tion at  all  loads.  An  engine  operating  uniformly  will  develop 
indicated  power  just  sufficient  to  overcome  the  friction  losses  and 
meet  the  external  demand  for  power.  Should  a  decrease  in  the 
external  load  occur,  it  would  result  in  an  excess  of  indicated  power, 
causing  an  acceleration  of  the  moving  parts  of  the  engine,  which 
would  continue  until  the  mechanism  ruptured  under  the  induced 
stresses,  unless  a  governor  should  come  into  action  to  prevent. 
On  the  other  hand,  an  increase  in  load  would  stop  the  engine 
unless  the  indicated  power  were  increased  proportionately. 

Thus,  to  maintain  constant  speed,  a  "  governor  "  must  auto- 
matically adjust  the  indicated  power  to  balance  the  friction  and 
external  load  at  all  times.  Exact  uniformity  of  speed  is  impos- 
sible, as  a  change  in  speed  is  necessary  to  cause  a  governor  to  act. 
This  change,  however,  may  be  made  so  small  as  to  be  negligible 
in  most  cases. 

(d)  Resistance  governing  is  exemplified  by  an  engine  directly 
driving  a  pump  which  discharges  fluid  into  a  closed  reservoir  or 
system  of  piping.  The  pump  will  raise  the  fluid  pressure  in  the 
system  to  the  limit  of  the  engine's  capacity,  when  the  engine 
will  become  ineffective.     Should  fluid  then  be  withdrawn  from 
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the  system,  the  drop  in  pressure  will  cause  the  engine  to  start 
again  and  to  continue  running  until  the  pressure  once  more 
reaches  the  limiting  value.  To  prevent  the  engine  from  over- 
speeding  in  case  of  sudden  withdrawal  of  fluid,  or  rupture  of 
pipe,  a  "  mechanical  governor  "  or  "  safety  stop  "  is  usually  pro- 
vided, so  adjusted  as  to  automatically  come  into  operation  before 
the  safe  speed  is  exceeded.  The  limit  of  fluid  pressure  is  also 
generally  made  adjustable  by  hand. 

135.  GoTeniitig  of  Steam  Engines,  (a)  The  adjusting  of  the 
power  developed  within  the  cylinder  to  meet  the  external  de- 
mand on  the  engine  is  usually  accomplished  in  the  case  of  the 
steam  engine  either  by  throttling  the  steam  supplied  the  cylinder, 
or  by  changing  the  point  in  the  stroke  at  which  cut-off  occurs.  A 
combination  of  both  of  these  methods  is  possible  but  is  rarely 
used. 

.  (b)  When  the  engine  is  governed  by  throttling,  the  cut-off  is 
fixed  by  the  maximum  power  which  the  engine  is  to  develop  with 
steam  at  the  maximum  pressure.  To  obtain  less  power,  the 
steam  is  throttled,  thus  giving  lower  admission  pressure.  Fig. 
112  shows  ideal  indicator  diagrams  for  such  case. 


—  Cut-off  CovcTning. 


Fig.  113. ^Throttle  Governing. 

(c)  When   governed  by  changing  the  cut-off,  the  adm 
pressure  is  constant,  and  the  amount  of  cylinder  feed  is  varied, 
as  shown  by  the  ideal  diagrams  in  Fig.  113. 

136.  Governors,  (a)  In  most  cases  the  demand  is  for  power 
at  constant  rotative  speed,  and  the  governing  device  should  there- 
fore govern  "  isochronously."  Unfortunately,  however,  govern- 
ing devices  are  driven  by  the  engine  and  operate  on  a  simple 
mechanical  principle  which  requires  a  change  in  speed  to  make 
them  act.  They  are  also  connected  to  throttling  or  cut-off 
devices,  each  of  which  must  have  a  different  position,  or  phase 
relation,  for  each  load.     Hence  the  governors  must  change  posi- 


jcbyGoogIc 


STEAM-ENGINE  GOVERNORS 


257 


tion  with  variation  of  load.  As  the  governor  adjustments  are 
brought  about  only  by  chaises  in  speed,  there  is  a  definite  speed 
and  definite  governor  position  corresponding  to  each  load. 

Hence  the  "  constant-speed  "  governor  is  an  anomaly  because 
(i)  the  governor  cannot  act  until  there  is  a  change  of  speed, 
and  (2)  the  governor  cannot  maintain  the  configuration  of  valve 
gear  corresponding  to  different  loads  unless  it  runs  at  different 
speeds  for  different  loads. 

However,  with  well-designed  governors  properly  adjusted, 
the  amount  of  variation  is  small  and  isochronism  is  approached 
sufficiently  close  for  practical  purposes. 

If  ui,  Bj  and  n  are  respectively  the  lowest,  highest  and  mean 
r.p.m.  of  the  engine,  then  the  degree  of  regulation  or  coefficient 


,  which  would  ( 


2  be  zero  with 


of  regulation  is  e  = 

isochronous  governing.* 

(b)  The  four  essentials  of  a  good  governor  are  (i)  "  closeness  " 
of  regulation,  i.e.,  small  coefficient  of  regulation,  (2)  quickness  of 
regulation,  (3)  stability  or  posi-  " 

tiveness,  and  {4)  power  to  move  "'*~f"' 
the  parts  controlled  and  to  re- 
sist disturbing  forces. 

(c)  Engine  governors  may  be 
divided  into  two  classes,  —  the 
"  Pendulum  "  or  "  Fly-ball  " 
Governor,  and  the  "Shaft" 
Governor. 

137.  Pendulum  Governors, 
(a)  The  simple  pendulum,  coni^ 
cal,  fly-ball  or  Watt  gOTemor  is 
shown  in  Fig.  1 14.  Correspond- 
ing to  each  different  speed  at 
which  the  vertical  spindle  and  weights  revolve,  there  is  a  definite 
height  of  cone  (A)  at  which  the  centrifugal  force  (C)  and  weight 

•  It  is  common  practice  to  speak  of  the  "percentage  ot  speed  variation,"  — 
thus  an  engine  speed  may  be  said  not  to  vary  in  excess  of  2)  per  cent.  Such  a 
statement  is  ambiguous, ^by  some  it  is  used  to  refer  to  the  degree  of  regulation 
as  defined  above  and  by  others  to  refer  to  the  percentage  of  variation  above,  or 
below,  the  mean  speed  (i.e.,  to  approximately  one-half  the  degree).  Hetice  the 
g  of  the  term  should  always  be  defined  if  used  at  ait. 


Fig.  114.  — Watt  Governor. 
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of  ball  (W)  will  give  a  resultant  (R)  which  will  be  in  line  with 
the  link  3-2,  which  is  the  condition  for  equilibrium.  For  such 
conditions  the  moments  of  C  and  of  W  about  j  must  evidently 
be  equal ;  thus, 

Wf^Ch (269) 

-   ^^^ 
~  35.200'  ■ 

in  which  co  is  the  angular  velocity  in  radians  per  second,  r  is  the 
radius  in  inches,  and  n  is  the  r.p.m.  Substituting  this  value  of 
C  in  Eq.  (269)  and  solving  gives  for  the  height  of  cone 

4-3^ (27.) 

Therefore  the  height  of  cone  has  the  same  definite  value  for 
each  rotative  speed  regardless  of  the  length  of  arm,  the  method 
of  suspension,  and  the  weight  of  the  ball.     Thus  in  Fig.  115  the 


Il^.^"17]\ 


Fig.  lis. 

heights  of  cones  (to  intersection  of  arms,  produced  if  necessary) 
are  all  equal  when  all  weights  revolve  at  the  same  speed. 

(b)  The  motion  necessary  to  change  the  steam  supply  is 
obtained  from  the  collar  of  the  governor.  By  referring  to  Fig. 
1 14,  it  will  be  evident  that 
for  a  given  change  of  speed 
the  collar  lift  (/)  is  twice 
the  change  in  height  of 
cone  AA,  when  upper  and 
lower  arms  are  equal  in 
length,  that  is,  when  the 
&  governor  is  rhomboidal  in 
form. 

Fig.    i  16    gives    the 

hefehts  of  cone  for  speeds 

be  Veen  60  and  120  r.p.m., 

r.p.m.      It   also    shows    the 

iAj,   ftc),  corresponding  to 


advancing-  by   increments    of    10 
different  changes  in   height   (AAi 
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this  increment.  It  is  evident  that  a  given  amount  of  collar 
movement  may  be  obtained  with  less  variation  in  speed,  i.e., 
with  closer  "  regulation,"  when  the  r.p.m,  is  low  than  when  high  \, 
therefore,  these  governors  are 
usually  operated  at  rather  low 
speeds.  This  results  in  their' 
having  little  "  power  "  to  re- 
sist disturbances  which  tend  to 
move  the  collar,  and  to  over- 
come resistance  offered  at  that 
point.  Such  governors  are 
therefore  ordinarily  used  only 
when  the  parts  to  be  moved  by 
the  collar  are  light  of  weight 
and  practically  frictionless. 
•^  (c)  The  Weighted  Conical  or 
Porter  Governor  is  shown  in 
Fig.  117  and  differs  from  the 
Watt  governor  in  the  addition 
of  the  central  weight  Q  which 
rests  on  the  collar,  and  for  a 
given  speed  causes  the  weights 
to  revolve  in  a  lower  plane  (i-e., 
with  height  of  cone  greater) 
than  in  the  simple  form.    Evi- 


Weighted  Governor. 


dently,  within  limits,  a  given  height  of  cone  can  be  had  at  any 
speed  by  merely  placing  the  right  amount  of  weight  at  Q. 

At  the  collar,  in  the  figure",  is  drawn  the  triangle  giving  the 
component  5  of  ^  along  the  link  i~2.  The  ball  is  subjected  to 
forces  S,  C,  W,  and  a  resultant  tension  L  {in  link  j-s)  which  must 
point  toward  the  pivot  j.  These  forces  are  shown  at  (a)  in  the 
figure,  from  which  it  is  evident  that  the  vertical  component  of 

5 is  —  and  the  horizontal  component  H  is  —tan  ^  —  ~Z'  since 
7  =  tan  0.  For  equilibrium  the  moments  about  J  of  the  horizon- 
tal and  vertical  forces  or  components  must  be  equal,  and  therefore 
(remembering  that  L  passes  through  j). 
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Substituting  the  second  value  of  C  from  Eq.  (270)  and  solving 
for  the  height  of  cone  gives" 

^-V-^w)-^-  ■  ■ 

Comparison  of  this  equation  with  Eq.  (271)  will  show  that  it 
is  possible  for  the  loaded  governor  to  have  the  same  height  of 
cone,  and  same  degree  of  regulation  for  a  given  collar  move- 
ment, with  high  speeds,  that  can  be  obtained  with  the  simple 
conical  governor  with  low  speeds  only.  The  "  loaded  "  governor 
is  much  the  more  powerful  of  the  two  because  of  this  fact. 

(d)  Eqs.  (271)  and  (272)  show  that  to  have 
isochronous  governing  (n  =  constant)  the 
height  of  cone  (A)  must  be  constant.  Thus 
in  Fig.  118  the  path  of  the  ball  must  be  such 
that  the  sub-normal  to  the  curve  is  constant. 
As  this  is  the  property  of  the  parabola,  the 
ball  should  be  guided  over  such  a  path  for  this 
kind  of  governing.  In  such  case,  at  the  given 
speed,  the  ball  would  be  in  equilibrium  at  any 
and  all  points  on  the  guide;  that  is,  the  forces 
would  always  be  in  equilibrium. 
Such  an  arrangement  is,  however,  of  no  commercial  value 
because  (i)  if  a  disturbance  increased  the  speed  slightly  the 
equilibrium  would  be  destroyed,  the  centrifugal  force  would  pre- 
dominate, and  the  ball  would  seek  the  extreme  position  against 
the  outer  "  stop  "  b;  (2)  a  decrease  of  speed  would  cause  the 
weight  to  move  to  the  inner  stop  o;  and  (3)  there  Is  no  definite 
place  for  the  ball  at  the  speed  of  Isochronism  —  it  is  balanced  at 
any  position  on  the  guide;  whereas  to  be  of  practical  value  there 
must  be  a  definite  position  of  ball  corresponding  to  each  differ- 
ent load  to  which  the  engine  is  subjected.  Hence,  while  this 
governor  is  ideal  as  regards  constancy  of  speed,  it  is  unstable 
and  of  no  commercial  value.  It  serves  as  a  limit  which  actual 
governors  may  be  made  to  approach  as  closely  as  is  possible 
without  introducing  instability. 

(e)  Fig.  119  shows  an  arrangement  in  which  the  path  of  the 

ball  is  a  circular  arc  approximating  the  parabolic  path,  but  de- 

*  Note  thai  this  equation  applies  only  when  the  gtn'emor  linkage  is  rbombddal 

in  arrangement.     If  the  arrangement  is  like  tbdt  at  (A)  in  Fig.  117  the  fonnula  must 

be  modified. 
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parting  therefrom  somewhat  in  order  to  have  the  difference 
between  h^  and  hi  sufficient  to  insure  stability.  Such  an  arrange- 
ment is  described  as  a  governor  with  crossed  arms. 

With  the  governor  previously  described,  which  has  the  suspen- 
sion pcnnt  located  on  the  spindle,  the  path  of  the  ball  departs 


Fig.  119. 


widely  from  the  parabola,  hence  such  governors  do  not  give  close 
regulation  except  when  the  collar  movement  is  small. 

(f)  Isochronism  can  be  approached  by  having  the  point  of 
attachment  between  links  offset  from  the  weight  arm,  as  at  a  in 
Fig.  120,  or  using  the  equivalent  bent  arm,  as  at  b.  The  theory 
of  this  type  of  governor  will  not  be  included  here.* 

Fig.  121  shows  another  arrangement  of  governor  with  which 
isochronism  can  be  approached.* 

(g)  Eqs.  (271)  and  (272)  apply  only  in  the  ideal  case  in  which 
there  is  no  resistance  to  be  overcome.  If  the  collar  and  pins  have 
friction,  the  speed  of  the  governor  must  change  a  considerable 
amount,  An,  before  the  centrifugal  force  is  changed  by  a  suffi- 
cient amount  to  enable  it  to  overcome  this  resistance  and  cause 
the  collar  to  start  to  move.  Thus,  if  the  change  in  speed  neces- 
sary to  overcome  the  resistance  when  the  weights  tend  to  move 
out  equals  that  when  the  tendency  is  inward,  there  can  be  a 
change  in  speed  equal  to  2  An  without  movement  of  the  collar. 
Evidently  the  degree  of  total  regulation  is  similarly  affected. 
The  greater  the  collar  friction  the  larger  the  influence,  hence  the 
collar  friction,  the  resistance  of  all  parts  moved  by  the  collar, 
and  the  friction  of  the  governor  parts  must  be  as  small  as  possi- 
ble, if  close  regulation  is  desired. 

*  See  Tolle,  "Die  Regeluug  der  KtaftmaschiDen,"  Julius  Springer,  publisher. 
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138.  Spring-balanced  Fly-ball  Governor.  In  the  fiy-ball  gov- 
ernors so  far  discussed  the  moments  of  the  centrifugal  forces 
acting  on  the  balls  were  balanced  by  the 
moments  of  the  gravity  forces.  Some  gov- 
ernors are  so  arranged  that  the  centrifugal 
forces  (or  their  moments)  arc  practically 
entirely  balanced  by  one  or  more  springs, 
as  in  Fig.  122.  In  other  governors  the  cen- 
trifugal force  is  balanced  by  a  combination 
of  gravity  and  springs. 

The  degree  of  regulation  of  the  governor 
'^'  '^"'  shown  in  Fig.  122  can  be  adjusted  by  means 

of  the  nuts  N,  which  can  be  used  to  change  the  initial  compression 
of  the  spring.  This  governor  operates  on  the  same  principle  as 
the  simple  centrifugal  "shaft"  governor  described  in  the  next 
section.  There  are  many  different  arrangements  of  governors  of 
this  type.  They  may  be  made  to  operate  at  high  speed  and  have 
considerable  power,  and  they  can  be  adjusted  to  give  "  close  " 
regulation. 

"  139.  Elementary  Shaft  GoTemors.  (a)  The  shaft  governor 
is  so  called  because  it  is  mounted  either  in  the  flywheel  or  in 
a  governor  case  carried  by  the  main  shaft  of  the  engine. 

(b)  The  elements  of  the  simplest  form  of  this  governor  are 
shown  in  Figs,  123  to  125.     Referring  to  Eq.  (270),  it  is  seen  that 


(tAAAAA/t'^^l 


Fig.  1.4.  - 

if  the  speed  of  rotation  is  constant  the  centrifugal  force  C  with  a 
given  weight  varies  directly  with  the  radius  r.  Thus  in  Fig.  123, 
with  constant  speed  =  Mi,  the  ordinates  (C)  of  the  line  Owi  show 
the  manner  in  which  the  centrifugal  force  increases  as  the  weight 
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W  is  moved  outward  from  the  center  of  the  shaft.  Oftt  shows 
the  same  thing  for  a  higher  constant  speed  tij,  and  ^milar  lines 
could  be  drawn  for  each  other  speed. 

(c)  In  Fig.  124,  5  is  a  spring  with  end  at  0  when  free.  The 
ordinates  (F)  of  curve  Of  show  the  increase  of  the  spring  force 
with  the  elongation  S.  As  the  curve  is  similar  in  character  to 
those  in  Hg,  123,  it  would  be  possible  to  place  the  spring  in  the 
flywheel,  with  end  0  at  the  center  of  rotation,  and. thus  cause 
Of  to  coincide  with  one  of  the  On- 
curves.  The  centrifugal  force  would 
then  be  balanced  by  the  spring  pull 
in  all  positions  of  the  weight,  for 
that  particular  speed.  Hence  this 
arrangement  would  give  isochro- 
nism.  The  speed  at  which  this 
equilibrium  occurs  depends  of  course 
on  the  strength  of  the  spring. 

(d)  If  a  in  Fig.  J25  is  the  position 
of  the  center  of  the  ball  when  against 
the  inner  stop,  then  when  the  weight 
is  in  the  "  inner  position  "  the  spring  will  have  elongation  equal 
to  Oa.  The  extension  of  the  spring  with  the  weight  in  the  inner 
position  is  called  the  "  initial  elongation."  In  adjusting  the  spring 
to  give  isochronous  governing,  the  initial  elongation  5,  must  be 
equal  to  the  distance  Oa,  which  is  equal  to  n. 

(e)  The  isochronous  shaft  governor  is  an  unstable  one;  any 
change  from  the  speed  of  isochronism  causes  the  weight  to  move 
to  one  or  the  other  extreme  position;  and  at  the  speed  of  isochro- 
nism the  weight  is  in  equilibrium  at  any  position  in  its  path, 
that  is,  has  no  definite  position.  Therefore,  this  governor  is  of 
no  commercial  value,  but  is  the  limit  which  actual  governors  may 
be  made  to  approach  as  closely  as  is  possible  without  introducing 
instability  of  action. 

(f)  In  order  to  have  stable  governing,  there  must  be  definite 
positions  of  the  weight  fV  for  each  different  load  on  the  engine. 
If  the  end  of  the  spring,  when  not  under  tension,  is  at  o',  to  the 
right  of  the  wheel  center  o  in  Fig.  126,  instead  of  at  o,  then  the 
line  o'f  will  cross  the  on-curves ;  point  i  will  correspond  to  a  speed 
equal  to«i,  point  r'toMi,  and  point  2  to  nt;  thus,  when  the  weight 
is  at  a  the  spring  pull  will  be  balanced  by  the  centrifugal  force 
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when  the  speed  is  Mi,  at  x  there  will  be  equilibrium  if  the  speed 
is  «„  and  at  b  the  forces  are  equai  when  the  speed  is  tij. 

With  such  an  arrangement  there  is  a  definite  position  of  the 
weight  at  each  different  speed,  thus  the  arrangement  is  stable. 


Fig.  116.  ■ 

If  the  position  of  W  fixes  the  power  developed  by  the  engine, 
then  there  will  be  a  different  speed  for  each  different  power 
output. 

The  line  1-2  is  sometimes  called  the  Characteristic  Curve 
(C-curve),  as  its  position  with  respect  to  the  constant  speed 
curves,  On,  indicates  the  character  of  the  governing. 

(g)  If  a  is  to  f>e  the  inner  position  of  the  weight,  and  ni  the 
lowest  speed,  then  point  /  is  fixed.  The  speed  corresponding  to 
position  b  is  determined  by  the  slope  of  the  Characteristic  Curve 
1-2  relative  to  the  constant-speed  curves,  and  is  dependent  on 
the  distance  00'  or  on  the  distance  5i.  If  o'  coincides  with  0, 
the  initial  elongation  ii  =  ri,  and  the  governor  would  be  isochro- 
nous, as  the  C-curve  would  coincide  with  on,.  The  greater  the 
distance  00'  is,  i.e.,  the  smaller  the  initial  elongation  5,  (compared 
with  ri)  the  greater  will  be  the  speed  variation  between  limits 
a  and  b,  and  the  greater  will  be  the  stability,  and  vice  versa. 

(h)  The  adjustment  of  a  governor  is  divided  into  two  parts 
as  follows: —  (i)  The  initial  elongation  of  the  governor  spring, 
would  be  increased  (by  means  of  nut  at  N  in  figure)  until  the  best 
degree  of  regulation  that  is  consistent  with  stability  is  obtained. 
Note  that  the  degree  of  regulation  is  dependent  only  on  the 
amount  of  the  initial  elongation,  and  that  it  is  independent  of 
the  strength  of  spring  and  of  the  weight  of  ball. 
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(2)  After  the  spring  has  been  adjusted  to  give  the  proper 
degree  of  regulation,  the  speed  can  be  changed  to  any  desired 
value,  within  reason,  by  changing  the  weight  W.  If  the  weight 
is  reduced  the  speed  will  increase  until  the  centrifugal  force 
balances  the  spring  pull;  if  increased,  the  effect  on  the  speed  will 
be  the  opposite. 

(i)  In  Fig.  127  the  weight  W  is  mounted  on  an  arm  pivoted 
at  J  and  with  spring  S  attached  at  I.  If  it  is  considered  that 
the  arc  ab  here  approximates  path 
ab  in  Fig.  126,  the  spring  S  would 
have  initial  elongation  Si,  the  same 
as  in  that  case.  Evidently  spring 
S  can  be  replaced  by  spring  S'  if  j 
the  latter  is  made  l/l'  times  a 
strong  {W  remaining  the  same)  \ 
and  if  the  initial  dongation  : 
made  equal  to  {l'/l)Si. 

This  arrangement  contains  the 
elements  of  the  more  common 
forms  of  commercial  shaft  gov- 
ernors. It  is  adjusted  in  the  same 
manner  that  was  described  in  (b)  for  the  simple  case. 


140.  Commercial  Types  of  Shaft  Governors,  (a)  In  general, 
the  commercial  shaft  governor  has  one,  or  two,  pivoted  "  weight 
arms,"  the  centrifugal  force  acting  on  which  is  balanced  by  one 
or  more  springs  which  are  so  adjusted  that  there  is  a  differ- 
ent speed  and  a  corresponding  definite  and  distinct  position 
of  the  arm,  or  arms,  for  each  different  load  on  the  engine. 
The  "  weight  arms "  are  connected  either  directly,  or  by 
links,  to  the  eccentric,  so  that  for  each  speed  there  is  a 
definite  and  distinct  position  of  the  eccentric,  a  corresponding 
cut-off,  and  a  definite  amount  of  power  developed.  If  the  load 
changes,  the  speed  of  the  engine  will  also  change  until  a  cut-off 
is  found  which  gives  the  right  amount  of  power  to  meet  the 
demand. 

If  the  governor  is  of  good  design  and  proj>erly  adjusted,  the 
total  amount  of  s[>eed  variation  is  very  small  {being  from  i  to  2J 
per  cent  of  the  "  normal "  or  average  speed) ;  thus  the  speed  is 
practically  constant. 
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There  are  two  general  types  of  shaft  governors, — the  "Centrif- 
ugal" and  the  "Inertia." 

(b)  The  Sweet  governor,  which  was  one  of  the  earliest  of  the 
centrifugal  governors  and  which  is  still  widely  used,  is  shown  in 
Fig.  128.  Pivoted  to  one  of  the  arms  of  the  flywheel,  or  governor 
wheel,  is  a  "weight  arm,"  which  has  a  heavy  head  W.  When 
the  engine  is  not  running,  this  weight  arm  is  held  in  the  "inner" 
position  (that  shown  in  full  lines)  by  the  leaf  spring  5.  After 
steam  is  turned  on,  the  arm  will  remain  in  this  position  until  the 
speed  has  reached  a  certain  point  (for  example,  say  198  r,p.m.), 


Sweet  Type  of  Centrifugal  Governor. 


when  the  centrifugal  force  C  will  just  balance  the  spring  pull. 
If  the  speed  is  raised  further,  the  increased  centrifugal  force  will 
cause  the  arm  to  move  outward  until,  at  some  speed  (say  202 
r.p.m.),  it  reaches  the  extreme  "outer"  position  (that  shown  by  ■ 
the  dotted  lines).  At  the  "  normal  "  speed  (200  r.p.m.)  the 
weight  arm  would  be  about  midway  between  these  extreme 
positions;  and  for  every  other  speed  (between  the  198  and  202 
r.p.m.)  there  are  definite  positions  of  the  arm. 

In  the  example  the  total  variation  in  speed  is  2  per  cent  of  the 
normal  r.p.m.  By  changing  the  adjustment  of  the  spring,  how- 
ever, the  amount  of  variation  can  be  altered,  but  if  it  is  made  too 
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small  the  friction  and  inertia  of  the  valve  gear,  and  the  other 
disturbances,  will  make  the  action  of  the  governor  uncert^n,  — 
so  there  is  a  practical  limit  to  the  closeness  of  regulation. 

Again  referring  to  Fig.  128,  it  is  seen  that  the  arm  carrying  the 
eccentric  is  pivoted  at  P  to  one  of  the  arms  of  the  wheel,  and  is 
connected  by  a  link  L  to  an  extension  of  the  weight  arm.  When 
this  latter  is  in  the  inner  [wsition,  or  is  "in,"  the  center  of  the 
eccentric  is  at  JE,  the  position  for  the  latest  cut-off;  and  when  it  is 
"out,"  the  eccentric  center  is  at  e,  the  position  for  zero  cut-off. 

The  manner  in  which  the  governor  operates  is  as  follows: 
When  the  engine  is  standing  still,  the  governor  holds  the  eccen- 
tric in  the  position  E  for  the  latest  cut-off.  When  steam  is 
turned  on,  the  engine  will  speed  up  until  a  certain  r.p.m.  is 
reached,  at  which  the  governor  arm  will  begin  to  move  out,  thus 
shifting  the  eccentric  towards  e  and  decreasing  the  cut-off.  This 
movement  will  continue  until  a  position  is  reached  at  which  the 
power  developed  just  equals  the  load,  and  as  long  as  this  latter 
remains  constant  the  governor  arm  will  remain  in  this  position. 
Now,  if  the  load  is  reduced,  the  engine  will  speed  up  {tending  to 
run  away),  and  this  causes  the  weight  arm  to  fly  out,  shifting  the 
eccentric  nearer  to  e  and  reducing 
the  power  developed  until  it  be- 
comes again  equal  to  the  demand. 
Similarly,  if  the  load  is  increased,  , 
the  speed  of  the  engine  will  de- 
crease, and,  as  the  weight  arm 
moves  "in,"  the  cut-off  will  be 
increased,  until  at  some  position 
of  the  arm  a  balance  is  again 
reached  between  the  power  and 
the  load. 

Fig.  129  shows  another  "centrif-      ^.^   ^^.-Centrifugal  Governor, 
ugal"  shaft  governor;  but  in  this 

case  there  are  two  weight  arms,  symmetrically  placed,  instead 
of  one.  In  its  action,  this  governor  is  identical  with  that  which 
has  just  been  described. 

(c)  Fig.  130  shows  the  Rites  Inertia  Governor,  which  consists 
of  a  long  weight  arm  {WW),  an  eccentric  pin  E,  and  a  spring. 
The  arm  is  pivoted  at  P,  close  to  the  shaft,  and  its  end  W  is 
heavier  than  W,  so  the  center  of  gravity  is  at  G.     The  position  of 
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the  parts  shown  in  full  lines  is  for  latest  cutnaff,  and  is  the  one 
occupied  when  the  engine  is  not  running;  that  shown  by  the 
broken  lines  is  for  the  earliest  cut-off.  In  the  former  position, 
the  arm  is  said  to  be  "  in,"  and  in  the  latter,  "  out."  The  direc- 
tion of  rotation  is  shown  by  the  arrow.  The  governor  will  not 
operate  satisfctctorily  if  the  direction  of  rotation  is  reversed  with- 
out making  changes  in  the  governor  itself. 

As  the  engine  starts  up,  the  governor  arm  remains  in  the  inner 
position  until  a  certain  speed  is  reached,  when  the  centrifugal 


Fig.  I jO.  —  Inertia  Governor. 


force  C,  acting  on  the  weight  arm,  becomes  sufficiently  great  to 
balance  the  spring  pull.  Then,  with  a  further  increase  in  speed, 
the  weight  arm  will  move  out  {the  eccentric  meanwhile  moving 
toward  e)  until  a  sufficiently  early  cut-off  is  obtained. 

Now,  if  the  load  falls  off  the  engine  will  speed  up,  and  the 
increased  centrifugal  force  will  cause  the  weight  arm  to  move 
out  until  the  cut-off  is  reduced  to  the  proper  amount,  the  action 
being  just  the  same  as  in  the  case  of  the  centrifugal  governor. 
However,  in  addition  to  the  centrifugal  force  acting  on  the  arm, 
there  Js  also  an  inertia  force  which  assists  the  movement. 

The  inertia  of  the  weight  arm  acts  in  this  manner:  As  the 
engine  speeds  up  the  governor  arm  tends  to  continue  to  rotate 
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at  its  old  speed,  because  of  its  inertia,  and  hence  lags  behind  the 
wheel,  moving  with  respect  to  the  latter  in  the  direction  shown 
by  the  arrows  /  and  /  in  the  figure.  It  is  seen  that  this  movement 
is  in  the  same  direction  as  that  caused  by  the  centrifugal  force  C. 
Again,  if  the  load  is  suddenly  increased  the  engine  will  slow  down, 
but,  because  of  its  inertia,  the  weight  arm  will  continue  at  its 
old  speed,  thus  gaining  on  the  flywheel,  and  again  assisting  the 
centrifugal  force  in  changing  the  position  of  the  eccentric  and 
weight  arm  with  respect  to  the  crank. 

It  is  seen  that  the  inertia  governor  is  primarily  a  centrifugal 
governor,  but  that,  in  addition,  the  weight  arm  is  so  pivoted, 
and  has  its  weight  so  distributed,  that  its  inertia  assists  in  mak- 
ing the  adjustment,  and  that  the  more  sudden  the  change  in  the 
load  the  greater  will  be  the  assistance  it  renders. 

In  this  form  of  governor  the  eccentric,  or  eccentric  pin,  is 
usually  mounted  directly  on  the  weight  arm.  Sometimes  the 
eccentric  is  keyed  directly  to  the  fulcrum  pin  on  the  end  opposite 
that  to  which  the  arm  is  fastened.  Wth  these  arrangements, 
in  order  to  have  the  inertia  of  the  weight  arm  act  in  the  right 
direction,  the  fulcrum  pin  must  be  placed  an  the  side  of  the  shaft 
opposite  to  the  crank  pin,  when  an  "external"  valve  b  used,  and 
on  the  same  side  when  the  valve  is  "  internal  "  (Section  143). 

On  "center-crank"  engines  the  governor  is  frequently  placed 
in  the  outer  side  of  the 
wheel,  in  which  case,  since 
the  shaft  does  not  extend 
beyond  the  governor  wheel, 
the  arrangement  can  be 
that  shown  in  Fig.  130.  If, 
however,  the  governor  is 
placed  on  the  side  of  the 
wheel  next  to  the  engine 
frame,  both  the  governor 
arm  and  the  eccentric  must 
be  made  to  surround  the 
shaft  in  the  manner  shown 
at  a,  Fig.  130. 

Fig.  131  shows  the  Arm- 


Fig,  131.  —  Arm  a  tong  Governor. 


Strong  governor,  which  is  of  the  inertia  type.     The  weight  W  is 
mounted  on  the  end  of  the  leaf  spring  S,  and  is  subjected  to  cen- 
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trifugal  force  C,  and  also  to  inertia  force  /  or  /'  when  sudden 

change  occurs. 

(d)  For  both  forms  of  shaft  governors  it  has  been  seen : 

(i)  That  there  is  a  definite  speed,  cut-off,  and  power  for  each 

position  of  the  weight  arm. 

(2)  That  when  the  arm  is  "  in,"  the  speed  is  the  lowest  and 
the  cut-off  is  the  latest;  whereas,  if  the  weight  arm  is  "out,"  the 
reverse  is  the  case. 

(3)  That  an  increase  in  load  decreases  the  speed  and  causes 
the  arm  to  move  "  in,"  which  gives  a  later  cut-off;  whereas,  the 
effect  of  a  decrease  in  load  is  the  reverse. 

{4)  That,  for  close  regulation,  the  friction  and  inertia  of  the 
valve-gear  parts  must  be  small,  and  especially  is  this  necessary 
when  the  inertia  form  of  governor  is  used. 

,  (5)  The  adjustments  of  spring  to  obtain  the  desired  degree  of 
regulation,  and  of  weight  to  obtain  the  speed  wanted,  are  made 
in  the  manner  outlined  in  Section  139  (h]  for  the  elementary 
governor. 

There  are  almost  an  unlimited  number  of  forms  of  shaft 
governors,  but  all  of  them  are  merely  modifications  of  those 
which  have  been  described. 
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CHAPTER  XIX. 

THE  VALVE  GEARS  OF  STEAM  ENGINES.     — 

141.  Introduction.  It  is  assumed  that  the  reader  is  already 
familiar  with  the  arrangement  and  operation  of  the  simple  steam 
engine  having  the  plain  slide  valve,  and  that  he  is  able  to  use 
at  least  one  kind  of  "  valve-gear  diagram  "  for  the  analysis  or 
design  of  a  simple  "  D-valve."  The  purpose  of  this  chapter  is 
mainly  to  review  certain  definitions,  to  bring  out  certain  con- 
ceptions which  will  be  useful  in  the  later  discussions,  and  to  give 
a  brief  discussion  of  the  different  types  of  valve  gears  used  on 
steam  engines. 

143.  The  Engine.  Definitions,  (.a.)  The  cmnk  end  {C.  E.) ,  or 
front  end,  of  the  cylinder,  or  valve,  is  the  one  nearest  the  crank. 


Fig.  131. 

or  next  to  the  engine  frame.     The  opposite  end  is  the  head  end 
(H.  E.),  or  back  end. 

(b)  The  forward  (Fd.)  stroke  of  the  piston  or  valve  is  that 
towards  the  crank.     The. return  stroke  is  the  back  (Bk.)  stroke. _ 
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(c)  Fig.  132  shows  a  model  of  a  simple  single-acting  engine 
with  piston  and  valve  driven  by  crank  and  eccentric  pins  opera- 
ting in  Scotch  yokes,  or  slotted  crosskeads.  It  is  evident  that 
with  this  arrangement  the  valve  and  piston  will  have  simple 
harmonic  motions,  and  In  consequence  the  analysis  of  the  valve 
action  is  a  simple  matter. 

The  motions,  with  this  arrangement,  are  exactly  the  same  as 
would  occur  if  the  engine  had  connecting  and  eccentric  rods  of 
infinite  length. 

(d)  Steam  engines,  of  course,  have  connecting  rods  and  eccen- 
tric rods  of  finite  length,  and  the  "  angularity  "  of  these  rods 
causes  the  motions  of  piston  and  valve  to  depart  slightly  from 
the  true  harmonic.  The  eccentric  rods  are  usually  so  long,  how- 
ever, when  compared  to  the  radius  of  the  eccentric  crank,  that 
the  departure  in  the  case  of  the  valve  is  negligible.  If  the 
analj^is  of  motions  is  to  be  only  closely  approximate,  the  motion 
of  the  piston  may  also  be  taken  as  true  harmonic,  which  amplifies 
the  problem. 

(e)  The  crank  is  on  dead  center  when  the  piston  is  at  the  end 
of  the  stroke,  and  is  then  horizontal  on  horizontal  engines. 
When  the  piston  is  at  the  head  end  of  the  cylinder,  the  crank  is 
on  the  "  head-end  dead  center  ";  when  at  the  other  end,  it  is  on 
the  "  crank-end  dead  center," 

,(f)  The  eccentric  (ecc.  or  E)  is  really  a  crank  with  pin  of  such 
large  diameter  as  to  surround  the  shaft.  In  the  following  dis- 
cussion the  term  "eccentric"  will  be  used  as  applying  to  the 
center  of  this  pin.  Like  other  cranks,  the  eccentric  has  dead- 
center  positions. 

(g)  The  throw  of  the  eccentric  is  the  "  eccentricity  "  or  length 
of  the  crank.  (There  is  a  lack  of  agreement  in  the  use  of  the 
term  "  throw,"  some  using  it  in  the  sense  given  and  others  as 
meaning  the  total  movement  of  the  valve  or  "  travel.") 

143.  The  Valve.  Definitioos.  (a)  Fig.  133  shows  the  longi- 
tudinal section  of  a  simple  D-va!ve  suitable  for  a  single-acting 
engine  which  takes  steam  at  only  the  head  end  of  the  cylinder. 
This  valve  is  arranged  to  admit  steam  to  the  cylinder  past  the 
left  outer  edge  (when  steam  edge  s  of  the  valve  passes  to  the 
right  of  the  steam  edge  S  of  the  port),  and  to  exhaust  the  steam 
from  the  cylinder  past  the  left  inner  edge  (when  the  exhaust 
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edge  u  of  the  valve  moves  to  the  left  of  the  exhaust  edge  U  of 
the  port). 

(b)  The  width  of  the  port  is  the  distance  SU  in  the  hgure, 

(c)  The  valve  shown  is 
called  an  external  valve.  If 
the  valve  admitted  steam  to 
the  cylinder  past  its  inner 
edge  and  exhausted  at  the 
end,  it  would  be  an  internal 
valve,  and  would  have  to  be 
of  different  design  from  that 
shown  here.  Unless  other- 
wise stated,  the  valve  will  be  Fig.  133. 
assumed  to  be  external. 

(d)  The  terms  "  steam  chest"  "exhaust  cavity"  and  "  valve  seal" 
should  not  need  explanation  (see  Fig.  133). 

(e)  The  valve  is  central  (or  in  mid-travel),  with  index  at  0  in 
Figs.  132  and  133,  when  the  eccentric  is  vertical,  either  up  or 
down. 

(f)  The  lap  of  the  valve  is  the  distance  between  the  valve  edge 
and  the  port  edge  with  which  it  operates,  when  the  valve  is 
central.  The  outside  lap  (or  outer  lap)  is  that  of  the  outer  edge, 
and  the  inside  lap  is  the  lap  of  the  inner  edge  of  the  valve.  The 
steam  lap  (S.  L.),  see  Fig.  133,  and  the  exhaust  lap  (Ex.  L.)  are 
respectively  those  of  the  steam  and  ^diaust  edges  of  the  valve. 
The  lap  is  pwsitive  if  the  port  is  closed  when  the  valve  is  cen- 
tral and  negative  if  open.  (Negative  lap  is  sometimes  called 
"  clearance.") 

(g)  The  valve  opening  is  variable  and  is  dependent  on  the  dis- 
placement of  the  valve;  but  the  term  is  usually  understood  as 
referring  to  the  maximum  width  of  the  opening  unless  otherwise 
stated. 

(h)  The  travel  of  the  valve  is  the  stroke  or  total  amplitude  of 
its  motion.  If  the  valve  is  direct-driven,  the  travel  is  equal  to 
the  diameter  of  the  eccentric  circle. 

(i)  The  term  "displacement,"  when  applied  to  the  valve,  will  be 
understood  to  mean  the  distance  the  center  of  that  part  has  been 
moved  from  its  central  position;  and  in  the  case  of  the  eccentric 
on  a  horizontal  engine  it  will  be  the  horizontal  distance  from  the 
center  to  the  vertical  center  line  of  the  shaft. 
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(j)  The  four  {>eriO(l8  of  operation  of  the  valve  are  admission, 
expansion,  exhaust,  and  compression. 

(k)  The  four  principal  valve  events  are  admission  (A),  cut-off 
(O,  release  (R),  and  compression  (K).  The  four  minor  events 
are  maximum  displacement  of  the  valve  to  the  right  (AT),  same 
to  the  left  (m),  valve  central  and  moving  to  the  left  (Q),  and 
central  but  moving  to  the  right  (q). 

The  letters  given  in  the  parentheses  in  the  above  list  will  be 
used  to  indicate  the  respective  events  on  the  diagrams  which  are 
to  follow. 

(1)  Unless  it  is  specifically  stated  to  the  contrary,  it  will  always 
be  assumed  in  the  following  discussion  that  the  engine  is  horizoitial, 
with  cylinder  to  the  left  of  the  crank  shaft,  that  an  "  external  valve  " 
is  used,  and  that  the  crank  rotates  in  a  clockwise  direction. 

144.  Action  of  the  D-Valve  and  Eccentric,  (a)  When  the 
valve  is  driven  by  a  Scotch  yoke,  it  is  seen,  by  referring  to  Fig, 
132,  that  (i)  the  valve  is  central  when  the  eccentric  is  on  the 
vertical  center  line  OY  through  the  center  of  the  shaft,  (2) 
the  valve  will  be  in  this  position  whether  the  eccentric  OE  is 
vertical  upward  or  downward,  and  {3)  that  at  all  times  the  dis- 
placement *  of  the  eccentric  E  equals  the  displacement  x  of  the 
valve. 

(b)  In  Fig.  133  it  is  seen  that  the  vatve  must  be  displaced  to 
the  right  a  distance  equal  to  the  steam  lap  before  opening  to 
steam  occurs,  and  that  any  further  displace- 
ment represents  opening.  In  Fig.  134,  in 
which  theradius  of  the  circle  equals  theeccen- 
tric  throw,  the  distance  from  the  eccentric 
center  (anywhere  on  this  circle)  to  the  axis 
qQ  is  the  valve  displacement.  On  this  figure 
the  "  steam-lap  line  "  AC  has  been  drawn  at 
a  distance  equal  to  the  steam  lap  to  the  right 
of  gQ.  Hence  the  steam  edge  is  open  an 
amount  equal  to  the  horizontal  distance  the  eccentric  is  to  the 
right  of  line  AC.  In  Fig.  133  it  is  seen  that  the  valve  must 
be  displaced  to  the  left  a  distance  equal  to  the  exhaust  lap 
before  exhaust  opening  occurs,  and  that  further  displacement 
in  that  direction  represents  the  amount  of  opening,  In  Fig. 
134  the  exhaust-lap  line  KR  is  at  a  distance  which  equals  the 


Fig-  134- 
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exhaust  lap  to  the  left  of  Qq.  Hence  the  exhaust  edge  of  the 
valve  is  open  an  amount  equal  to  the  horizontal  distance  that  the 
eccentric  is  from  KR,  if  it  is  to  the  left  of  that  line.  If  the  ex- 
haust lap  is  negative,  KR  will  be  to  the  riglit  of  qQ. 

(c)  Starting  with  the  eccentric  center  at  g  in  Fig.  134,  the  valve 
is  evidently  central  and  moving  to  the  right,  since  the  rotation  is 
clockwise.  When  the  eccentric  reaches  A,  the  valve  displace- 
ment equals  the  steam  lap,  and  admission  occurs;  when  at  B,  the 
valve  is  displaced  a  distance  BO  to  the  right  and  its  steam  edge 
is  open  an  amount  equal  to  BD\  at  M  the  valve  has  maximum 
displacement  and  maximum  steam  opening;  at  C  the  valve, 
now  moving  to  the  left,  has  displacement  equal  to  the  steam  lap, 
and  cttZ-oJ?"  is  occurring;  at  Q  the  valve  is  central  and  its  edges  are 
overlapping  by  amounts  equal  to  the  respective  laps;  at  R  the 
valve  is  displaced  to  the  left  an  amount  equal  to  the  exhaust  lap, 
and  is  opening  to  release;  at  m  the  valve  displacement  is  maximum 
to  the  left,  and  maximum  exhaust  opening  is  reached;  and  at  K 
the  displacement  is  equal  to  the  exhaust  lap,  so  that  exhaust 
closure  or  compression  is  beginning.  The  amounts  of  openings 
to  steam  and  exhaust  are  shown  by  the  lengths  of  the  horizontal 
section  lines.  Fig.  134  may  be  called  a  rectilinear  diagram  of 
valve  displacements. 

(d)  Note  that  admission  and  cut-off  are  controlled  by  the 
same  valve  edge  (steam  edge)  but  with  valve  motions  opposite. 
This  is  apparent  not  only  from  Fig.  133,  but  can  be  seen  from 
line  AC  \n  Fig.  134.  Similarly,  compression  and  release  are 
controlled  by  the  same  edge  (exhaust 

edge).  Valve  events  controlled  by  the 
same  edge  may  be  called  conjugate 
eventS)  and  it  is  important  to  note 
that  changing  the  lap  affects  in  opposite 
manner  the  two  conjugate  events  which 
the  edge  controls. 
-  ^(e)  Fig.  135  shows  a  polar  diagram 
of  valve  displacements,  corresponding 
to  the  different  eccentric  positions. 
This  diagram  is  not  necessary  here,  but 

it  will  be  of  use  in  connection  with  a  valve  diagram  which  will 
be  discussed  later.  Given  any  eccentric  position  OE,  the  valve 
displacement  x  =  OB'  is  laid  off  as  OB  along  OE.     The  locus 
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of  point  B  is  OAMCORmK,  which  is  composed  of  two  circles. 
The  locus  for  displacements  to  the  right  is  shown  by  the  heavy 
line,  and  that  for  displacements  to  the  left  by  the  light  Hne. 
Given  any  eccentric  position  such  as  OE,  the  intercept  OB  is 
the  valve  displacement  (here  to  the  right). 

Arc  ^  C  is  the  steam-lap  line,  and  is  struck  with  the  steam 
lap  as  radius.  Arc  RK  is  the  exhaust-lap  line,  with  radius 
equal  to  the  ochaust  lap. 

When  the  eccentric  is  at  Oq,  the  valve  is  central;  when  it  ex- 
tends through  OA,  the  valve  displacement  equals  the  steam  lap, 
and  admission  occurs;  when  at  OM,  the  displacement  and  steam 
opening  are  maximum;  when  through  OC,  cut-off  occurs;  at  OQ, 
the  valve  is  central;  when  throughOJ!,  release  takes  place;  at  Om, 
the  displacement  and  exhaust  opening  are  maximum;  and  at  OK, 
compression  begins.  The  lengths  of  the  radial  section  lines  show 
the  amounts  of  opening  of  the  steam  and  exhaust  edges. 


Fig.  ij6. 


(f)  Fig.  136  shows  a  double-end  D-valve 
such  as  is  used  on  double-acting  engines. 
The  crank-end  displacement  diagram  will 
be  similar  to  the  head-end  diagram  ro- 
tated through  180  degrees. 

145.  Relative  Valve  and  Piston  Posi- 
tions, (a)  Consider  the  piston  driven  by 
a  Scotch  yoke,  as  in  Fig.  132.  When  the 
crank  is  on  head-end  dead  center,  as  in 
Fig-  I37i  the  valve  should  have  opened  a 
slight  amount,  called  the  lead,  principally 
in  order  to  furnish  steam  to  fill  the  clearance  space  and  replace  the 
vapor  lost  by  initial  condensation  before  the  stroke  starts.    Hence 


Fig-  137- 
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the  eccentric  at  this  time  must  be  at  OB,  with  displacement  equal 
to  lap  plus  lead.  The  angle  a  =  gOB  is  called  the  angle  of 
advance,  and  it  is  seen  that,  for  the  valve  to  have  lead  and  the 


Fig.  138. 

proper  direction  of  motion  when  the  crank  is  on  dead  center,  the 
eccentric  must  precede  the  crank  by  an  angle  equal  to  90  degrees  plus 
angle  of  advance.  Thus  if  rotation 
were  counter-clockwise  the  eccentric 
would  be  at  OB'  when  crank  is 
at  OP. 

(b)  Fig,  138  shows  the  successive 
critical  crank  positions  during  one 
complete  revolution  of  the  crank. 
These  crank  positions  are  located 
90°  +  or  behind  the  corresponding 
eccentric  positions.  The  figure  also 
shows  the  development  of  the  indi- 
cator diagram  during  the  revolution. 

146.  EUqttical  Diagram.  To  show 
at  a  glance  the  simultaneous  dis- 
placements of  the  valve  and  piston 
throughout  the  complete  revolution 

of  the  engine,  the  displacements  of     ^'^-  i39- -  ElUptiral  Diagram, 
the  valve  may  be  plotted  as  ordinates  on  the  corresponding 
positions  of  the  piston  as  abscissas.     These  coordinates  can  be 
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obtained  directly  from  the  corresponding  crank-pin  and  eccentric 
positions,  as  shown  in  Fig.  139  (a),  or  may  be  obtained  from  other 
valve  diagrams  which  will  be  discussed  later.  The  resulting 
figure  is  an  ellipse,  as  shown  in  Fig.  139  (6),  in  which  valve  dis- 
placements to  the  right  are  positive  ordinates  and  those  to  the 
left  negative. 

Lines  A  C  and  RK  are  the  head-end  steam  and  exhaust  lines 
and  are  drawn  at  distances  from  qQ  equal  to  these  respective 
laps.  (If  the  exhaust  lap  is  negative,  RK  will  be  above  ^.) 
The  valve  events  are  lettered  in  accordance  with  the  notation 
adopted  in  Section  143  (k).  The  valve  openings  are  shown  by 
the  lengths  of  the  section  lines.  The  opening  at  the  beginning 
of  the  stroke  is  the  lead. 

If  an  indicator  diagram  for  the  head  end  were  drawn  just 
below  Fig.  139,  the  piston  positions  for  the  valve  events  could  be 
found  by  vertical  projection. 

As  both  ends  of  the  valve  have  the  same  displacement,  the 
same  ellipse  would  be  used  for  the  crank  end,  but  the  steam  lap 
would  be  located  below  and  the  exhaust  lap  above  jQ  (if  positive). 

The  elliptical  diagram  shows  at  a  glance  the  complete  action 
of  the  valve,  and  shows  how  the  valve  opening  varies  with  the 
piston  positions.  The  part  of  the  diagram  above  the  steam-lap 
line  may  be  considered  as  a  Diagram  of  Steam  Openings.  Simi- 
larly, that  part  lying  below  RK  is  a  Diagram  of  Exhaust  Open- 
ings. 


-  Sweet  Diagram. 
In  Fig.  140  (a)  is  shown  a  diagram 
of  valve  and  eccentric  displacements  similar  to  Fig.   134,  and 


Fig.  140.- 
147.  The  Sweet  Diagram. 
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Fig.  140  (b)  shows  the  diagram  rotated  backward  (counter- 
clockwise) through  an  angle  of  90°  +  a,  which  is  the  angle  at 
which  the  crank  follows  the  eccentric.  When  the  crank  is  at  any 
location  OP  in  Fig.  140  (a)  and  eccentric  at  corresponding  posi- 
tion OB,  the  valve  displacement  is  oB  and  its  opening  is  DB. 
In  Fig.  140  (b),  with  crank  in  same  position  OP,  the  distance  oB, 
measured  perpendicularly  to  gQ,  gives  the  valve  displacement, 
and  DB  is  the  valve  opening.  Thus  the  valve  displacement  and 
opening  for  any  crank  position  can  be  obtained  directly  from 
Fig.  140  (b),  which  is  called  the  "  Sweet  Diagram,"  and  there  is 
no  necessity  of  findjng  the  corresponding  eccentric  position. 

In  constructing  the  Sweet  diagram  a  circle  is  drawn  with 
radius  equal  to  the  eccentric  throw;  the  axis  qQ  is  at  angle  a 
with  OX ;  and  lap  lines  A  C  and  RK  are  drawn  at  distances  from 
gQ  equal  to  the  laps.  OP  a  is  the  crank  position  for  admission; 
OM,  for  maximum  displacement;  OPc,  for  cut-off;  OQ,  for  valve 
central;  OPr,  for  release;  OPr,  for  compression.  The  openings 
are  shown  by  the  lengths  of  the  section  lines,  and  when  the  crank 
is  on  head  dead  center  the  o[>ening  is  the  lead.  The  foregoing  is 
for  the  head  end  of  a  valve  having  positive  exhaust  lap.  If  the 
exhaust  lap  is  negative  RK  would  be  above  gQ.  For  the  crank 
end  of  the  valve  the  steam  lap  would  be  located  below  1^,  and 
the  exhaust  lap,  if  positive,  above  that  line.  The  little  "  Pilot 
Diagrams  "  show  the  relation  of  crank  and  eccentric  for  all  valve 
events. 

The  elliptical  diagram  can  be  obtained  from  Fig.  140  (b)  by 
using  distances  oB  as  ordinates  on  the  horizontal  projection  of 
the  crank  pin  P. 

y^^Jt^S.  Zeoner  Diagram.  In  Fig.  141  (a)  is  shown  a  polar  dia- 
gram of  valve  and  eccentric  displacements  similar  to  Fig.  135, 
and  Fig.  141  (i)  shows  the  same  diagram  rotated  backward 
through  the  angle  90°  -\-  a.  In  Fig.  141  (a),  when  the  crank  is 
at  OP  and  eccentric  at  OE,  the  valve  displacement  is  OB  and 
its  opening  is  DB.  In  the  Zeuner  diagram,  Fig,  141  (b),  with 
crank  in  the  same  position  OP,  OB  is  the  displacement  and  DB 
is  the  opening.  The  crank  positions  for  all  events  (major  and 
minor)  are  shown  and  lettered  on  the  figure,  and  the  lengths  of 
the  radial  section  lines  show  the  valve  openings  for  the  different 
crank  positions.     The  lead  is  the  opening  when  the  crank  is  on 
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dead  center.     The  Zeuner  diagram  for  the  crank  end  is  similar 
to  that  for  the  head  end  rotated  through  l8o  degrees.     In  Fig. 


Fig.  141.  —  Zeuner  Diagram. 

141   (b)  the  "  Pilot  Dif^ams  "  show  the  relative   positions  of 
crank  and  eccentric  at  all  valve  events. 

The    elliptical    diagram    can    be   easily   obtained   from    the 
Zeuner  diagram. 

149.  Bilgram  Diagram,     (a)  The  foregoing  diagrams  are  useful 

for  analysing  the  action  of  a  valve  when  its  dimensions  and  those 

of  the  eccentric  are  known.     They  are  difficult  to  use,  however, 

in  designing  a  new  valve  gear,  that  is,  in  determining  the  valve 

laps   and    the   eccentric  throw  and 

y       E  angle  of  advance,  which  will  give  a 

^^^^'Jgy^  a  p^  proposed  steam  distribution  in  the 

'  ■    ^™*  cylinder,  with   specified   widths    of 

openings.       The    Bilgram   diagram 

has  the  advantage  that  it  can   be 

readily  used    either  for  analysis  or 

for  design. 


Bilgram  Diagram. 


(b)  Figi  142  shows  the  principle  of  the  Bilgram  diagram. 
On  it  the  line  OQ  is  made  equal  to  the  eccentric  throw  and  is  at 
angle  a  (the  angle  of  advance)  with  OX.  ^  is  a  fixed  point  on 
this  diagram  and  is  called  the  Lap-Circle  Center.  The  Funda- 
mental Principle  on  which  the  construction  and  use  of  the  Bil- 
gram diagram  is  based  may  be  stated  thus:  The  length  of  ike  per- 
pendicular (QD  in  Fig.  142)  from  Ike  lap-circle  center  (Q)  to  the  crank 
(OP) ,  produced  if  necessary,  is  the  valve  displacement  corresponding 
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to  thai  crank  position.  Proof.  —  When  the  crank  is  on  dead 
center  (at  OP'  in  Fig.  142)  the  eccentric  is  at  OB  and  angle 
EOY  =  a.  Now  if  the  crank  rotates  through  angle  ^  to  OP, 
the  eccentric  moves  through  the  same  angle  to  B,  and  the  valve 
then  has  displacement  equal  to  D'B.  Now  angle  QOX  =  a 
and  XOD  =  j9.  Then  if  QD  is  drawn  perpendicular  to  OP 
(produced),  it  is  evident  that  triangles  OQD  and  OBD'  are  equal 
and  that  QD  =  D'B;  hence  the  perpendicular  QZ?  gives  the  valve 
displacement  when  crank  is  at  OP,  which  proves  the  "  funda- 
mental principle." 

The  term  "  per[>endicular  "  used  in  connection  with  the  Bil- 
gram  diagram  will  hereafter  be  understood  to  refer  to  the  length 
of  perpendicular  dropped   from  Q  to   the  crank,   produced   if 


The  elliptical  diagram  can  of  course  be  constructed  by  using 
these  perpendiculars  as  ordinates  on  piston  positions  as  abscissas. 

(c)  Evidently  the  feet  of  the  perpendiculars  will  be  on  a  circle 
with  OQ  as  diameter,  as  in  Fig.  143.  By  subtracting  the  lap 
from  the  displacement  perpendiculars,  the  openings  of  the  valve 
are  obtained. 

In  Fig.  143,  with  Q  as  center  and  radius  equal  to  the  steam 
lap,    the  steam-lap  circle  BF  is  drawn;   hence   the  lengths  of 


Fig,  143' 

the  section  lines  (drawn  radially  from  0  in  this  figure  give  the 
steam  openings  for  the  head  end  of  the  valve.  Then  OA  (whose 
extension  is  tangent  to  the  lap  circle)  is  the  crank  position  for 
admission,  as  the  valve  displacement  (as  shown  by  the  length  of 
perpendicular)  just  equals  the  steam  lap.     At  OP  the  opening 
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is  FD  and  displacement  is  QD ;  at  OJlf  the  opening  is  maximum  and 
equal  to  OB;  at  OC  the  opening  is  zero  and  cut-off  occurs.  When 
the  crank  is  on  head-end  dead  center  the  opening  L  is  the  lead, 
(d)  Fig.  144  shows  the  completed  Bilgram  diagram  for  the 
head  end  of  the  valve.  Compared  with  Fig,  143,  it  is  seen  that 
the  smaller  circle  about  Q,  and 
the  crank  positions  for  the  ex- 
haust events,  have  been  added. 
The  small  circle  is  the  Exhaust- 
Lap  Circle,  with  radius  equal 
to  the  exhaust  lap.  If  release 
is  to  occur  when  the  crank  is 
in  position  OR,  the  exhaust-lap 
circle  must  be  tangent  to  this 
line,  for  then  the  valve  displace- 
ment (as  shown  by  the  length 


Fig.  144. 


of  the  [>erpendicular)  is  equal  to  the  exhaust  lap. 

When  the  crank  coincided  with  OQ  the  valve  was  central,  and, 
since  in  this  case  the  valve  does  not  open  until  the  crank  has 
rotated  clockwise  past  OQ,  the  valve  is  closed  when  central, 
therefore  the  exhaust  lap  is  positive. 

(e)  The  portions  of  the  perpendiculars  beyond  the  exhaust- 
lap  circle  represent  exhaust  openings.  Evidently  exhaust  closure, 
or  compression,  takes  place  when  the  extension  of  the  crank  is 
tangent  to  the  upper  side  of  the  lap  circle;  thus  OK  is  the  crank 
position  for  compressipn.  When  the  crank  coincides  with  Oq  the 
valve  is  central;  and,  since  in  this  case  the  exhaust  lap  is  posi- 
tive, the  exhaust  closure  must  take  place  before  the  vahe 
reaches  central  position ;  hence  OK  is  below  Oq  in  this  case,  as 
the  rotation  is  clockwise. 

If  the  exhaust  edge  has  negative  lap,  the  crank  position  OR 
would  be  tangent  to  the  upper  side  of  the  exhaust-lap  circle, 
and  the  extension  of  OK  would  be  tangent  to  the  under  side. 

(f)  The  applicatioa  to  design  problems  when  certain  definite 
cut-off,  lead  opening,  and  maximum  valve  opening  to  steam  are 
required,  is  as  follows:  In  Fig.  145,  for  the  HE.  of  the  valve, 
starting  with  the  X  and  Y  axes,  draw  the  desired  crank  position 
OC  for  cut-off;  draw  a  line  (L)  parallel  to  OX  and  above  it  at  a 
distance  equal  to  the  specified  lead ;  and  with  0  as  center  and 
radius  equal  to  the  desired  maximum  valve  opening  strike  an 
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arc  B  in  the  position  shown.  From  what  has  gone  before,  it  is 
evident  that  the  steam-lap  circle  must  be  tangent  to  these  three 
iines.  The  location  of  its 
center  Q  can  usually  be 
found  as  quickly  and  as 
accurately  by  trial  as 
by  geometrical  construction. 
Having  the  point  Q  deter- 
mined and  the  steam-lap  cir- 
cle drawn,  the  diagram  then 
shows  the  steam  lap  and  the 
throw  and  angle  of  advance 
of  the  eccentric,  which  must 
be  used  to  obtain  the  de- 
sired results. 

If  OK  in  Fig.  145  is  the 
desired  crank  position  for 
compression,  the  exhaust-lap  circle  would  be  drawn  tangent  to 
the  extension  of  this  line,  with  center  at  Q  just  found,  and  its 
radius  will  equal  the  exhaust  lap.  Whether  the  exhaust  lap  is 
positive  or  negative  can  be  determined  in  accordance  with  (e) 
in  the  foregoing  discussion. 

(g)  For  the  crank  end  of  the  valve,  the  Bilgram  diagram  would 
be  amilarly  constructed  but  rotated  180  degrees  with  respect 
to  the  diagram  for  the  head 
end.  Q  and  2  must  of  course 
be  diametrically  opposite 
each  other.  Fig.  146  shows 
the  crank-end  Bilgram  dia- 
gram separately;  it  is  usu- 
ally, however,  drawn  super- 
imposed on  the  diagram  of 
the  head  end. 

150.  Distordoa  Due  to 
Angularity  of  the  Connecting 
Rod.  In  Fig.  147  o  is  the 
middle  of  the  stroke  and  the  distance  oO  is  equal  to  the 
length  of  the  rod  aP.  If  an  infinite  rod  is  used,  the  displace- 
ment of  the  piston  oa  will  of  course  be  equal  to  the  diaplace- 
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Fig-  M7- 


ment  of  the  pin  P,  which  is  equal  to  OA .  If,  however,  a  finite 
rod  is  used  these  displacements  will  not  be  equal.  For,  if  the 
end  of  the  rod  a  is  kept  stationary  and  the  other  end  F  is 
uncoupled  and  swung  to  A', 
then  oa  will  be  equal  toOj4', 
which  is  seen  to  be  greater 
than  OA.  It  will  be  found 
that  no  matter  where  the 
crank  is.  A'  will  always  be 
to  the  right  of  ^ .  It  is  evi- 
dent that,  owing  to  the 
*' aagtilarity  "  of  the  connecting  rod,  if  one  of  finite  length  is 
used,  the  piston  is  always  nearer  the  crank  end  of  the  stroke  than 
it  would  be  ideally,  except  of  course  when  it  is  at  the  end  of  its 
stroke. 

It  follows  that :  The  valve  events  occur  later  with  respect  to  piston 
positions  during  the  forward  stroke  and  earlier  in  the  return  stroke 
than  they  would  with  the  Scotch  yoke,  but  their  mean  is  the 
same  as  this  latter  gives  if  the  laps  are  equal. 

The  distance  AA'  is  the  "  distortion  due  to  the  angularity  of 
the  rod  "  and  is  equal  to  the  difference  between  the  length  of 
the  rod  and  its  horizontal  projection.  This  distortion  is  greatest 
when  the  crank  is  at  right  angles  to  the  center  line  of  the  engine, 
and  decreases  to  zero  at  the  ends  of  the  stroke.  The  shorter  the 
length  of  the  rod  when  compared  to  the  crank  radius,  the  greater 
is  this  relative  distortion. 

If  the  diameter  of  the  crank  circle  XX'  represents  the  stroke 
of  the  piston,  then,  having  any  position,  such  as  A',  the  corre- 
sponding position  of  the  crank  pin  P  may  of  course  be  found  by 
drawing  the  "connecting-rod  arc"  A'P;  or  if  P  is  known  at 
the  start.  A'  may  be  found  from  it  in  a  similar  manner. 

The  angularly  of  the  eccentric  rod  can  be  neglected  in  most 
cases,  as  the  rod  is  usually  very  long  when  compared  with  the 
eccentric  throw. 

151.  Valve  Diagrams  Considering  "  Angularity  "  of  the  Con- 
necting  Rod.  (a)  All  the  valve  diagrams  discussed  show  the 
true  positions  of  the  crank;  therefore  if  the  positions  of  the  pis- 
ton are  not  being  considered,  but  only  those  of  the  crank,  the 
angularity  of  the  connecting  rod  would  not  affect  the  diagram. 
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If,  however,  after  the  crank  positions  have  been  found,  the  true 
positions  of  the  piston  are  desired,  it  will  then  be  necessary  to 
consider  the  angularity.  Having  already  determined  the  crank 
positions,  the  corresponding  true  position  of  the  piston  would 
be  found  by  drawing  the  connecting-rod  arcs  in  the  manner 
shown  in  Fig.  148  (a),  (b),  (c)  for  the  Sweet,  Zeuner,  and  Bilgram 
diagrams.  Should  the  piston  positions  be  known  at  the  outset, 
then  by  drawing  similar  arcs  the  true  crank  positions  can  be 
found,  and  these  would  be  used  in  constructing  the  rest  of  the 
diagram. 

In  the  elliptical  diagram,  Fig.  148  (tf),  it  is  evident  that  the 
angularity  causes  all  points  on  the  ellipse  to  be  displaced  toward 


Fig.  148. 


the  crank  end  of  the  stroke.  The  resulting  figure  is  of  oval 
shape,  in  consequence  of  which  the  diagram  is  sometimes  called 
the  "  Oval  Diagram." 

(b)  Owing  to  the  effect  of  the  angularity  of  the  connecting 
rod,  the  piston  displacement  for  similar  events  in  the  two  strokes 
of  a  double-acting  engine  will  not  be  equal  if  the  laps  on  the 
two  ends  of  the  valves  are  the  same.  It  is  possible  to  "  equal- 
ize" the  cut-offs  by  using  unequal  steam  laps,  but  in  that  case 
the  conjugate  events  (admissions)  are  unequal.  Similarly,  the 
compressions  can  be  "  equalized  "  by  using  unequal  exhaust 
laps,  but  then  the  releases  will  be  unequal.*  Equalization  may 
also  be  accomplished  by  using  special  arrangements  of  rockers 
between  eccentric  rod  and  valve  rod.  This  matter  is  discussed 
fully  in  most  books  especially  devoted  to  valve  gears,  and  will 
not  be  considered  further  here.  :     ,  , 

152.  Valve  and  Port  Openings.  For  the  rate  at  which  the 
steam  is  supplied  to  the  cylinder  to  be  always  equal  to  the  rate 

*  Except  in  the  special  case  in  wblch  the  exhaust  lap  would  be  zero  if  the 
"  angularity  "  of  the  connectjag  rod  were  neglected. 
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at  which  volume  is  made  available  by  the  piston,  the  following 
expression  must  be  satisfied : 

av  =  AV, {273) 

in  which 

a  =  area  of  passage  (sq.  in.,  usually); 

A  =  area  of  piston  (same  unit) ; 

V  =  velocity  of  steam  (ft./min.,  usually); 

V  =  velocity  of  piston  (same  unit). 
Then 

a  =  AV-i-v (274) 

Valves  are  usually  designed  to  have  a  maximum  area  of 
opening  which  corresponds  to  a  velocity  (v)  of  steam  which  has 
been  found  by  experience  to  give  satisfactory  results.  The 
mflTimiim  Tslve  Opening  (a)  is  computed  by  using  Eq.  (274),  in 
which  V  is  the  mean  piston  velocity  (equal  to  2  X  stroke  in 
feet  X  r.p.m,),  and  v  has  a  value  which  in  practice  varies  from 
6000  to  10,000  feet  per  minute,  but  is  usually  about  8000  feet 
per  minute  in  simple  engines. 

In  designing  the  gear  with  single  valve,  it  is  generally  only 
necessary  to  see  that  the  steam  opening  of  the  valve  is  sufficiently 
large,  for  the  exhaust  opening  will  always  be  more  than  is  re- 
quired because  the  exhaust  lap  is  very  much  smaller  than  the 
steam  lap. 

The  width  of  the  valve  opening  (used  in  constructing  the  valve 
diagrams)  is  of  course  equal  to  the  area  of  opening  divided  by 
its  length.  This  length  is  nearly  always  equal  to  the  length  of 
port  across  the  cylinder. 

In  case  a  simple  valve  is  used,  the  area  of  the  port  in  the 
cylinder  should  be  sufficient  for  accommodating  the  exhaust 
steam,  as  the  same  passage  is  used  for  both  the  entering  and 
the  outgoing  vapor.  Its  area  may  be  determined  from  Eq. 
(274),  using  for  the  steam  velocity  (i^)  from  4500  to  7000  feet 
per  minute,  but  about  6000  is  usual  in  simple  engines.  This 
area  is  then  more  than  is  needed  for  the  admission  of  steam. 

If  the  exhaust  passage  is  separate  from  the  steam  pas.sage, 
this  latter  can  have  area  about  equal  to  the  maximum  valve 
opening  to  steam. 

153.  Cushioning  the  Reciprocating  Parts,  (a)  First  suppose 
there  is  no  compression.  Then  when  the  piston  approaches  the 
end  of  its  stroke  the  effective  steam  pressure  and  the  inertia  of 
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the  reciprocating  parts  are  both  acting  towards  that  end  of  the 
strokC)  taking  up  the  slack  in  the  bearings  of  the  reciprocating 
parts.  Now,  when  the  steam  is  admitted  on  the  other  side  of 
the  piston,  the  pressure  on  the  bearings  is  reversed  more  or  less 
suddenly.  With  reciprocating  parts  of  small  weight,  and  with 
high  steam  pressure,  this  reversal  will  be  very  sudden,  and  if 
there  is  much  "  play  "  in  the  bearings  (and  there  must  always 
be  a  little)  the  consequent  impact  or  "  hammering  "  will  cause 
excessive  stresses  in  the  impinging  parts,  and  will  render  the 
operation  of  the  engine  noisy. 

(b)  One  method  of  preventing  the  occurrence  of  these  unde- 
sirable features  is  to  make  the  weight  of  the  reciprocating  parts 
so  great  that  their  inertia  will  oppose  the  pressure  of  the  enter- 
ing steam  sufficiently  to  cause  the  play  in  the  bearings  to  be 
taken  up  gradually,  thus  preventing  impact-  But  as  the  inertia 
forces  are  free  forces  which  tend  to  move  the  engine  on  its  founda- 
tion, it  is  usually  desirable  to  have  them  small,  even  when  counter- 
balancing is  attempted ;  so  this  method  is  usually  unsatisfactory. 

(c)  Another  method  is  to  arrange  the  valve  to  open  grad- 
ually, but  this  is  accompanied  by  a  more  gradual  cut-off,  which  is 
undesirable. 

(dy  The  best  method  is  to  gradually  reverse  the  pressure  on 
the  bearings  by  introducing  compression;  then,  when  admission 
takes  place,  there  is  no  play  to  be  taken  up  and  consequently  no 
impact. 

It  is  possible  to  compute  the  inertia  force  of  the  redprocating 
parts  at  the  end  of  the  stroke.  Then  in  order  to  reverse  the 
pressure  on  the  bearings  the  steam  pressure  at  the  end  of  com- 
pression should  equal  or  be  greater  than  this  inertia  force  plus 
the  steam  pressure  on  the  other  side  of  the  piston. 

154.  Early  Valve  Opening,  (a)  If  steam  is  admitted  just  as 
the  new  stroke  begins,  the  pressure  will  not  rise  immediately  to 
the  value  in  the  steam  pipe  because  (i)  the  valve  opens  grad- 
ually, (2)  the  clearance  space  must  be  filled,  and  {3)  a  large 
proportion  of  the  entering  steam  is  liquefied  by  cylinder  conden- 
sation. Hence  it  is  necessary  to  have  the  valve  open  before  the 
commencement  of  the  stroke;  that  is,  the  valve  is  given  "lead." 
As  the  clearance  volume  is  constant,  the  lead  and  crank  angle  at 
which  opening  occurs  should  be  constant  regardless  of  variations 
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in  cut-off,  if  the  speed  of  the  engine  is  uniform.  The  higher  the 
speed  and  the  less  the  compression,  the  earher  should  the  opening 
of  the  valve  occur. 

(b)  In  order  to  have  the  steam  pressure  drop  to  that  of  ex- 
haust by  the  time  the  end  of  the  stroke  is  reached,  the  exhaust 
edge  of  the  valve  is  given  lead,  causing  "  early  release."  As  re- 
lease and  compression  are  conjugate  events,  the  fixing  of  one  of 
these  events  determines  the  other.  Often  it  is  not  possible  to 
have  both  occur  as  desired,  in  which  case  a  compromise  must 
be  made. 

155.  Limitations  of  the  Simple  Valve.  It  is  impracticable  to 
have  cut-oif  occur  early  in  the  stroke  with  the  simple  D-valve 
because,  in  order  to  obtain  a  satisfactory 
width  of  opening  in  such  cases,  it  is  found 
(i)  that  the  valve  and  eccentric  are  ex- 
cessively large  (and  consequently  the 
valve  gear  must  work  against  great  fric- 
tion and  inertia  forces),  and  (2)  that  the 
release  and  compression  occur  too  early 
in  the  stroke. 

Fig.  149  is  a  Bilgram  diagram  for  a 
valve  cutting  off  at  one-fourth  stroke. 
If  the  scale  is  such  that  the  maximum 
opening  to  steam  is  one  inch,  it  is  seen 
that  all  of  the  foregoing  statements  are  true.  The  simple  D-valve 
is  not  used  with  cut-offs  much  earlier  than  five-eighths  stroke. 

Ordinarily,  the  best  economy  in  a  simple  engine  is  obtained 
when  cut-off  is  at  about  one-fourth  stroke;  hence  the  simple 
slide  valve  should  not  be  used  when  economy  is  important. 

-  156.  Special  Types  of  Single  Valves,  (a)  By  increasing  the 
length  of  the  steam  edge  of  the  valve  a  reduction  can  be  made 
in  the  port  width,  laps,  travel,  and  eccentric  throw;  but  there  are 
practical  limitations  to  increasing  the  length  of  this  edge  in  the 
simple  flat  valve. 

(b)  Piston  Valves,  Fig.  150,  which  may  be  looked  upon  as 
flat  valves  rolled  into  cylindrical  shape,  may  have  greater  length 
of  edge  (equal  to  the  circumference)  than  the  simple  flat  valve, 
without  having  prohibitive  size.  Fig.  150(0)  shows  an  "exter- 
nal "  piston  valve;  Fig.  150  {b)  shows  an  "  internal  "  one. 


Fig.  149. 
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(a)  (i) 

-EKteinal  and  Internal  Piston  Valves. 
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THROUGH  X-X 

Fig.  150.- 


<c)  Multiported  Valves,  in  which  there  are  two  or  more  work- 
ing edges,  are  frequently  used.     Fig.   151   shows  a  "Double- 


Fig.  15. 


SECTION  B-B;  SECT  16 

-  Double-ported  Marine  Valves. 


ported  Maiine  Valve,"  each  end  of  which  has  two  steam  edges 
and  two  exhaust  edges. 

(d)  Some  valves  have  auziliar;  ports  in  them  so  arranged  as 
to  give  multiported  action.     An  example  of  this  is  the  Allen  or 
Trick  Valve  shown  in  Fig.  152.    This  valve 
has  an  auxiliary  passage  aa'  and  valve  seat  » 
so  arranged  that,  as  the  valve  moves  to   . 
the  right  in  the  figure,  the  edge /opens    '  '  ^'^^  ~ 

simultaneously  with  themainsteamedgey.      y^f/j        ^^~^^ 
The  exhaust  is  single- ported.  M^^lf  (jj  IJ  'T~^. 

Considering  the  valve  as  moving  to  the  iC^^^^^^^S 

right,  the  phases  of  opening  of  the  steam   r — *  If  [■  .'It 

edge  are:  (i)  "Double-ported"  action  while      '      '-'  (O  ^JLJif 
edges  /  and  y  open   at    the    same  rate.     Fig.  iss.— Allen  Valve. 
This  continues  until  the  auxiliary  port  a 

is  wide  open.     (2}  With  movement  continuing.  Fig.  152  (b),  the 
opening  at  y  increases  but  that  through  a   remains  constant, 
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i.e.,  the  opening  is  "singh-parled  plus  a  constant."  TTiis  con- 
tinues until  a'  in  Fig.  152  (c)  becomes  throttled  by  the  exhaust 
edge  of  the  valve  seat.  (3)  As  the  opening  at  a'  is  then 
decreasing  (as  the  valve  continues  to  the  right)  at  the  same 
rate  as  that  at  edge  y  is  increasing,  the  effective  area  remains 
"  constant."  (4)  If  the  movement  19  sufficient  to  completely 
close  a',  the  valve  becomes  "  singh-ported."  Now  if  the  valve 
returns  to  the  left  to  close,  the  effective  openings  will  decrease 
in  the  reverse  order. 

The  openings  of  the  steam  edge  of  an  ordinary  valve  are 

shown  by  the  sectioned  part  above  the  steam-lap  line  of  the 

elliptical   di^pram   in    Fig.   139. 

This  is  also  shown  (somewhat 

distorted)   by  the   light  line  in 

P^'g-  153-     The   heavy  lines  in 

this  figure   show  the  character 

p-  of  the  openings  when  an  Allen 

valve,  like  that  just  described, 

is  used.     Note  that  the  smaller  openings  are  affected  more  than 

the  larger  ones. 

Piston  valves  similarly  arranged  have  been  used  (Armington- 
Sims  valve). 

(e)  The  Sweet  Valve  shown  in  Fig.  154  is  another  valve  hav- 
ing an  auxiliary  port.  This  valve  is  a  rectangular  piston  valve 
which  slides  between  the  valve  seat  and  a  "balance  plate," 
which  latter  is  supported  by  distance  pieces  so  as  to  just  clear 
the  valve.  The  face  of  the  balance  plate  is  similar  to  the  face 
of  the  valve  seat.  All  sliding  surfaces  are  scraped  to  give 
sufficient  clearance  for  free  movement  of  valve  but  not  enough 
to  permit  of  appreciable  leakage  of  steam.  The  valve  has 
separate  auxiliary  ports  a  at  each  end,  which  causes  double- 
ported  action  through  at  least  part  of  the  opening  of  the 
valve. 

Referring  to  Fig.  155,  it  is  seen  that  as  the  valve  moves  to 
the  right  the  phases  of  opening  of  the  steam  edge  are  the  same 
as  those  of  the  Allen  valve;  thus  there  is  (1)  "  double  opening" 
with  y  and/opening  together;  (z)  "single-ported  plus  a  constant" 
when  /  becomes  greater  than  a;  {3)  "  constant"  when  a  is  being 
closed  by  the  exhaust  edge  of  the  valve  seat  at  same  rate  that  y 
is  opening;  and  (4)  "  single-ported,"  when  a  is  entirely  closed  by 
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the  exhaust  edge.  The  areas  during  closure  decrease  in  the 
reverse  order. 

The  auxiliary  port,  or  another  one,  may  be  so  arranged  as  to 
assist  during  the  exhaust. 

(f)  A  combination  of  the  Allen  and  Sweet  arrangements 
gives  quadruple  openings  (Woodbury  valve),  and  there  are  many 


BALANCE  PLATE 


SWEET  VALVE 


Fig.  154.  —  Cylinder  with  Sweet  Valve. 


f^g-  I5S- 


other  forms  of  such  valves.     For  further  discussion  see  text- 
books on  Valve  Gears. 

-(g)  Valve  FrictioQ  is  undesirable,  not  only  because  of  the 
waste  of  power  it  causes,  but  because  it  may  disturb  the  action 
of  the  governor,  if  one  is  used.  The  whole  back  of  the  simple 
D-valve  is  subject  to  full  steam  pressure,  while  the  larger  part 
of  the  under  side  is  exposed  to  the  exhaust  pressure.  The  un- 
balanced pressure  causes  excessive  wear  and  friction  loss  at  the 
rubbing  surfaces.  To  reduce  this  unbalanced  pressure,  various 
schemes  of  "  balancing  "  are  used.     The  simplest  is  the  use  of 
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a  piston  valve  which  is  perfectly  balanced  except  for  its  waght. 
The  Sweet  type  of  valve  is  practically  the  equivalent  of  the  piston 
valve  in  this  respect.     Some  valves  have  "  balance  or  equilibrium 
rings  "  on  their  backs  (like  that  shown  in  Fig.  156)  so  arranged 
that  the  area  within  the  ring  is  subject  to  exhaust  pressure  and 
is  about  equal  to  the  area  subjected  to  exhaust  pressure  on  the 
under  side.     However,  in  such  cases  there 
should  always  be  enough  unbalanced  pres- 
sure to  maintain  steam-tightness  between 
valve  and  seat. 

(h)  In  case  there  should  be  entrapped 
in  the  cylinder  a  quantity  of  water  more 
than  sufficient  to  fill  the  clearance  space, 
some  part  of  the  engine  would  break  dur- 
ing compression  unless  some  means  of 
relief  were  provided.  Sometimes  "Relief 
Valves,"  which  are  somewhat  similar  to 
boiler  safety  valves,  are  attached  to  the 
Fia  iiie  —Valve  with  cylinder  ends.  Sometimes  the  slide  valve 
Balance  Ring.  itself  offers  this  relief;   for  example,  the 

simple  slide  valve,  with  or  without  balance 
rings,  and  valves  (like  the  Sweet)  with  pressure  plates  can  lift 
from  their  seats  and  thus  give  relief.  In  such  cases  there 
should  be  springs  or  other  devices  to  return  the  valve  and  bal- 
ance ring,  or  plate,  to  its  proper  position  after  the  cylinder  has 
been  relieved  of  the  water.  Piston  valves  offer  no  such  relief 
themselves,  and  en^nes  with  this  type  of  valve  should  be  pro- 
vided with  special  relief  valves  or  other  similar  device. 

157.  Valve  Gears  for  High-Speed  Engines,  (a)  The  high- 
speed engine  was  briefly  described  on  page  245.  It  is  fitted  with 
a  "shaft  governor,"  which  controls  the  point  of  cut-off  by  vary- 
ing the  position  of  the  eccentric  with  respect  to  the  crank. 

(b)  Simple  engines  of  this  type  usually  have  cut-off  occur  at 
about  one-fourth  stroke  when  operating  under  "  normal  load." 
The  "  range  of  cut-off  "  is  generally  from  zero  to  five-righths  or 
three-fourths  stroke,  and  the  "  range  of  load  "  is  from  "  friction 
load  "  to  50  or  even  100  per  cent  overload. 

It  was  shown  on  page  288  that  if  a  simple  slide  valve  is  used 
to  give  cut-off  as  early  as  one-fourth  stroke,  certain  features  will 
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be  introduced  which  are  unde^able  in  the  ordinary  case.     Two 
of  these  are  early  release  and  early  compression. 

(c)  It  so  happens,  however,  that  these  phenomena  are  de- 
sirable in  a  high-speed  engine.  The  early  release  is  advanta- 
geous, as  it  allows  more  perfect  drop  to  back  pressure  in  the 
short  time  available.  The  early  compression  assists  in  causing  a 
gradual  absorption  of  the  inertia  forces;  and  an  excessive  ter- 
minal pressure  can  be  prevented  by  increasing  the  ratio  between 
clearance  volume  and  piston  displacement.  With  a  given 
clearance  volume  and  piston  area,  this  ratio  can  be  made  large 
by  using  a  short  stroke,  and  with  high  rotative  speed  a  short 
stroke  is  desirable  in  order  to  keep  the  piston  speed  down  to 
safe  limits;  hence  what  are  faults  in  the  ordinary  case  make  the 
short-stroke  high-speed  engine  possible. 

(d)  The  excessive  size  of  (he  valve-gear  parts,  which  ordinarily 
occurs  when  a  valve  is  designed  for  an  early  cut-off,  as  was 
shown  in  Section  155,  may  be  overcome  by  increasing  the  length 
of  port,  which  calls  for  a  narrower  valve  opening  and  a  cori 
responding  reduction  of  the  laps,  travel,  and  size  of  the  eccen- 
tric; and  these  in  turn  are  accompanied  by  a  decrease  in  the 
friction  and  wear  of  the  valve  gear.  The  greater  length  of  port 
may  be  obtained  by  using  a  wide  valve,  a  piston  valve,  or  a 
multi ported  valve. 

With  the  type  of  valve  gear  which  is  used  on  this  class  of 
engine,  the  travel  of  the  valve  varies  with  the  cut-offs,  and 
the  earlier  the  cut-offs  the  more  restricted  are  the  openings 
of  the  valve.  The  valves  may  be  designed  to  have  open- 
ings ample  for  the  latest  cut-offs,  and  to  have  auxiliary  ports 
added  in  such  a  manner  as  to  assist  during  the  early  openings 
only,  and  to  have  little  or  no  effect  on  the  wider  openings. 
Examples  of  these  various  types  of  valves  have  already  been 
given. 

Sometimes  special  arrangements  of  linkage  are  employed  to 
give  wide  openings  with  small  travel,  as  in  the  case  of  the 
"High-Speed  Corliss  "  engine  to  be  considered  later. 

(e)  The  friction  of  the  valve  is  undesirable,  not  only  because 
it  decreases  the  mechanical  efficiency  of  the  engine  and  causes 
wear,  but  also  because  it  disturbs  the  action  of  the  shaft  gover- 
nor. This  latter  is  especially  true  if  the  governor  is  of  the 
Inertia  type.     The  governor  is  also  affected  by  the  inertia  of 
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the  valve  gear;  hence  high-speed  engines  use  valves  that   are 
balanced  and  are  of  light  weight. 
"^  (f)  In  Fig.  157,  which  is  a  diagram  of  positions,  i^$  is  one 

~i-  "^  I  path,  with  respect  to  crank  OP,  over  which  the  eccentric  might 
be  shifted  by  a  shaft  governor  in  adjusting  the  cul-ofi  to  meet 
the  power  demanded  of  the  engine.  When,  in  Fig.  157  (a),  the 
eccentric  is  at  i  (with  throw  0-7  and  angle  of  advance  on)  the 
cut-off  is  at  about  three-fourths  stroke,  for  when  the  eccentric 
has  rotated  in  the  direction  of  the  arrow  to  ci   (displacement 
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Fig.  157.  —  Diagram  of  Portions. 
equal  to  steam  lap)  the  crank  pin  is  at  Ci;  when,  in  Fig.  157  (b), 
the  eccentric  is  at  2  (with  throw  O-2  and  angle  of  advance  as) 
the  cut-off  is  about  one-half  stroke,  for  when  the  eccentric  is 
at  cj  the  crank  pin  is  at  d;  and  when  the  eccentric  is  at  j, 
diametrically  opposite  the  crank,  the  cut-off  is  at  Ci-  In  this  case 
the  path  1-3  is  so  selected  that  it  will  coincide  with  Loi  when 
the  crank  is  in  position  OAi;  hence  the  crank-pin  positions 
{At,  Ai,  and  At)  for  the  admissions  corresponding  to  all  cut-ofTs 
will  coincide,  that  is,  the  admission  is  constant. 

With  crank  at  OP,  the  horizontal  distance  between  the  eccen- 
tric and  the  steam-lap  line  a,ci  is  the  lead.  From  the  figure  it 
is  seen  that  Leads  is  less  than  Leadi,  and  that  as  the  eccentric 
is  shifted  to  give  earlier  cut-off  the  lead  becomes  less. 

The  figure  also  shows  that  when  the  eccentric  throw  is  Chi 
the  maximum  valve  opening  is  LMi,  when  the  throw  is  0-z  the 
maximum  opening  is  LMi,  and  with  0-$  this  opening  is  L-J. 
Thus  the  maximum  openings  decrease  as  the  cut-ofi  is  made  to 
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occur  earlier.  The  valves  are  therefore  usually  designed  to 
have  proper  opening  at  latest  cut-off  when  operating  as  a  single- 
ported  valve  and  to  be  multiported  when  early  cut-offs  occur. 

If  the  exhaust-lap  line  is  added  to  the  diagram  of  positions, 
Fig.  157,  and  the  crank  positions  are  determined  for  exhaust 
events  corresponding  to  the  different  points  of  cut-off,  it  will  be 
found  that  as  cut-off  is  made  to  occur  earlier  the  release  and 
<x>inpression  are  also   made  earlier.     Thus   with   early  cut-off 


Fig.  158. 


Fig.  159- 


there  is  greater  compression  than  with  late  cut-off.  Fig.  158 
shows  how  these  events  vary  and  affect  the  form  of  the  ideal 
indicator  diagram,  and  Fig.  159  is  an  actual  diagram  obtained 
from  a  high-speed  engine. 

From  the  foregoing  it  is  seen  that  the  following  general  state- 
ment can  be  made:  As  the  eccentric  is  shifted  from  the  outer  to 
the  inner  position,  cut-off,  release,  and  compression  are  made  to 
occur  earlier  and  the  maximum  opening  is  decreased. 


Fig.  160.  Patlis  of  Swinging  Eccentric.  Fig.  161. 


Instead  of  shifting  the  eccentric  over  a  straight  path,  it  can  be 
swung  about  a  pivot  in  the  governor  case  or  flywheel.  When  an 
inertia  governor  {Fig.  130)  is  used  with  external  valve,  the  eccen- 
tric center  will  be  moved  over  a  circular  path,  as  in  Fig.  160,  with 
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pivot  Opposite  the  crank.  When  the  ordinary  centrifugal  gover- 
nor is  used,  the  eccentric  may  be  pivoted  on  either  side  of  the 
shaft  with  respect  to  crank,  hence  its  path  may  be  that  in  Fig. 
160  or  that  in  Fig.  161.  These  curved  paths  approximate  the 
straight  one  in  Fig.  157.  The  admission  will  vary  as  the  eccen- 
tric position  is  changed,  and  the  character  of  the  variation  depends 
on  the  curvature  of  the  path. 

(g)  The  various  valve-gear  diagrams  can  be  constructed  in 
the  usual  manner,  taking  each  position  of  the  eccentric  inde- 


Fig.  161. 


(c  (d) 

-  Valve  Diagrams  for  Variable  Eccentric  Valve  Gear. 


pendently.  The  diagrams  for  the  different  eccentric  positions 
may  be  drawn  separately,  but  usually  they  are  superimposed  on 
one  another,  as  in  Fig.  162,  which  corresponds  to  Fig.  160. 

(h)  At  any  one  cut-off  the  valve  events  can  be  equalized  in 
the  manner  mentioned  in  Section  151  (b).      In  some  cases  it  is 
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possible  to  approximate  the  equalization  in  all  positions  of  the 
eccentric  by  u^ng  a  special  arrangement  of  rocker  arm  or  guide 
for  the  eccentric-rod  pin. 

-  -T-  158.   General  Characteristics  of  Independent  Cut-off  Gears. 

(a)  If  an  engine  operates  at  a  constant  speed,  as  most  engines  do, 
it  is  desirable  to  have  the  admission,  compression,  and  release 
remain  constant,  no  matter  how  the  cut-off  varies.  It  has  been 
seen  that  the  simple  valve  with  shifting  eccentric  does  not  give 
this  desired  constancy  of  all  these  events,  nor  does  it  give  suf- 
ficient opening  and  sharp  closure  when  cut-off  is  early  in  the 
stroke.  If,  however,  instead  of  a  single  valve,  two  or  more  are 
used,  with  two  independent  sets  of  valve  gear,  it  is  possible  to  . 
avoid  some  or  all  of  these  difficulties.  Owing  to  the  complications 
and  extra  expense  involved  with  such  arrangements,  they  are  not 
often  used  on  the  small  high-speed  types  of  engines.  They  are 
quite  common  on  larger  and  longer  stroke,  medium  speed  engines. 
(b)  In  general  the  gear  having  the  two  valves  may  be  ar- 
ranged in  either  of  two  ways:  (i)  Each  valve  may  control  one 
pair  of  conjugate  events;  thus,  one  valve,  having  a  fixed  eccen- 
tric, may  operate  the  release  and  compression,  while  the  other 
valve  takes  care  of  the  admission  and  cut-off,  the  latter  event 
being  changed  by  shifting  the  eccentric  by  a  shaft  governor,  as 
in  the  case  of  the  valve  gear  used  on  high-speed  engines.  In 
this  case,  separate  valve  diagrams  would  be  drawn  for  each  pair 
of  conjugate  events;  that  for  the  steam  events  would  be  con- 
structed the  same  as  for  the  simple-shifting  eccentric  gear;  that 
for  the  exhaust  events  would  be  constructed  the  same  as  for 
any  case  in  which  the  crank  positions  for  the  opening  and  clos- 
ing of  the  exhaust  edge  are  given,  tc^ether  with  the  maximum 
width  of  opening  desired.  This  arrangement  will  not  be  con- 
sidered further,  (2)  In  the  other  arrangement  of  the  gear,  one 
valve,  which  will  be  termed  the  main  valve,  controls  the  admis- 
sion, compression,  and  release,  and  is  driven  by  a  fixed  eccentric 
("  main  eccentric  ").  The  other  valve  operates  the  cut-off  only, 
and  will  be  called  the  cut-off  valve.  It  is  an  intercepting  valve, 
being  located  between  the  main  valve  and  the  source  of  steam 
supply.  It  may  slide  on  a  separate  valve  seat,  or  it  may  ride  on 
the  back  of  the  main  valve,  in  which  case  it  is  called  a  "  riding  " 
cul-off  valve. 
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The  variation  in  cut-off  may  be  accomplished  in  three  ways: 
(a)  by  changing  the  lap  of  the  cut-off  valve,  (6)  by  changing  the 
position  of  the  cut-off  eccentric  with  respect  to  the  crank,  and 
(c)  by  a  combination  of  (a)  and  {b). 

The  range  of  cut-off  on  medium-speed  engines  is  usually  from 
zero  to  five-eighths  or  three-fourths  stroke.  Under  normal  load 
simple  engines  usually  cut-off  at  about  one-fourth  stroke. 

(c)  In  all  the  gears  having  a  cut-off  valve  of  the  intercepting 
type,  the  main  valve  or  valves  (operated  by  the  main  eccentric) 
control  the  admission,  release,  and  compression. 

Referrii^  to  Fig.  144  it  is  seen  that  the  line  OQ  bisects  the 
angle  formed  between  OR  and  OK  produced;  hence,  in  order  to 
determine  [the  proportions  of  the  main  valve  and  its  eccentric, 
proceed  as  follows; 

The  two  conjugate  events  {R  and  K),  which  can  be  decided 
upon  initially,  fix  the  angle  of  advance  of  the  main  eccentric,  for, 
in  the  Bilgram  diagram.  Fig.  i6;j,  OQi  must  bisect  the  angle 
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Fig.  163.  Fig.  164. 

between  R  and  K  (produced).  After  drawing  the  lead  line  L,  and 
the  arc  W  for  maximum  opening,  the  steam  lap  is  determined 
by  drawing  the  lap  circle  tangent  to  W  and  L  in  the  figure,  the 
center,  Q,  being  on  OQi.  Having  located  Q,  the  exhaust-lap  cir- 
cles can  then  be  drawn.  The  diagram  is  now  complete  and  all 
dimensions  for  the  valve  and  eccentric  have  been  found.  The 
cut-off  of  the  main  valve  is  unimportant,  provided  it  is  at  least 
as  great  as  the  latest  given  by  the  cut-off  valve.  Compression, 
of  course,  can  be  equalized  by  using  unequal  exhaust  laps. 

The  diagram  of  openings  of  the  main  valve,  which  is  that 
part  of  the  elliptical  diagram  which  lies  above  the  steam  lap, 
S.L.,  (for  the  H.E.  of  the  valve),  is  shown  in  Fig.  164. 

(d)  In  all  valve  gears  in  which  there  is  a  separate  cut-off 
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valve  it  is  necessary  that  this  valve  open  before  the  main  valve 
does,  as  the  latter  controls  the  admission.  To  provide  for  this,  it 
is  necessary  in  many  instances  to  have  negative  lap  on  the  cut-off 
valve  and  large  angle  of  advance,  a',  of  the  cut-off  eccentric  (a' 
may  even  be  greater  than  180  degrees  in  some  instances) . 

In  the  general  case  the  constructions  of  the  various  valve 
diagrams  for  negative  lap  and  large  angle  of  advance  are  identical 


Fig.  165. 

with  those  previously  described;  in  each  case  the  angle  of  ad- 
vance is  located  in  exactly  the  same  manner,  and  the  negative 
lap  is  laid  off  opposite  the  positive  lap;  the  openings  are  then 
equal  to  the  displacement  plus  the  negative  lap,  and  the  closures 
equal  the  displacement  minus  this  lap.  With  negative  lap  the 
valve  when  central  is  open,  hence  closure  must  occur  after  the 
central  position  has  been  passed,  and  opening  takes  place  before 
that  position  is  reached.  Figs.  165  (b)  to  (e)  show  the  various 
valve  digrams  for  angle  of  advance  greater  than  90  degrees, 
and  Fig.  165  (a)  gives  the  actual  position  of  the  eccentric  with 
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respect  to  the  crank  when  the  latter  is  on  dead  center.  The 
lengths  of  the  section  lines  show  the  widths  of  valve  openings. 

The  generating  point  in  the  elliptical  diagram  will  move 
around  the  ellipse  in  a  counter-clockwise  direction  if  the  angle 
of  advance  is  greater  than  go  degrees,  as  it  is  in  Fig.  165.  As 
before,  the  part  of  the  elliptical  diagram  lying  above  the  steam- 
lap  line  constitutes  a  diagram  of  openings. 

The  cut-offs  at  one  point  in  the  stroke  can  be  equalized  by 
using  unequal  laps. 

(e)  Referring  to  Fig.  165  (e),  it  b  seen  that  the  cut-off  can  be 
varied  either  (i)  by  altering  the  size  of  the  lap  circle  (which  may 
even  be  made  positive),  or  (2)  by  changing  the  angle  of  advance, 
a'.     Both  methods  are  used  in  practice. 

A  shaft  governor  may  be  used  to  automatically  change  the 
angle  of  advance  by  turning  the  cut-off  eccentric  about  the 
center  of  the  shaft  on  which  it  is  loosely  mounted. 

.^159.  Iadep«ndent  Cut-off  Valve  with  Stationary  Seat.  Fig. 
166  shows  di  a  grammatically  an  arrangement  with  cut-off  valve 
C  riding  on  an  independent  valve  seat 
between  the  main  valve  M  and  the  steam 
pipe.  The  main  valve  is  driven  by  a  fixed 
eccentric.  It  controls  the  admission,  re- 
lease, and  compression,  and  is  designed  in 
the  manner  outlined  in  Section  158  (c). 
ifi.  The  cut-off  valve  is  driven  by  an  inde- 

pendent eccentric  and  controls  only  the 
one  event.  The  cut-off  can  be  changed  in  either  of  two  ways 
already  mentioned. 

Case  I.  —  The  lap  of  the  cut-off  valve  may  be  altered  by  any 
of  the  following  methods; 

(i)  The  valve  may  be  in  two  parts,  mounted  on  the  valve 
stem  with  R.H.  and  L.H.  threads  respectively.  By  turning  the 
stem,  the  distance  between  the  ends,  and  consequently  the  laps, 
can  be  varied.  With  this  arrangement,  as  in  Fig.  167,  the  ad- 
justment is  made  by  hand,  and  the -point  of  cut-off  for  the  setting 
can  be  read  on  the  indicator,  which  is  moved  by  a  nonrotating  nut 
on  the  valve  stem.  It  is  difficult  to  arrange  a  governor  to  make 
the  adjustment  with  this  arrangement,  as  several  revolutions  of  the 
valve  stem  are  required  to  accomplish  the  full  range  of  cut-off. 
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(2)  Fig.  168  shows  the  back  of  another  arrangement  in  which 
the  edges  of  the  valve  and  ports  are  oblique.  On  the  back  of 
the  valve  is  a  rack  with  which  a  pinion,  on  the  valve  stem, 
engages.  By  turning  the  stem  the  valve  may  be  raised  or 
lowered  (as  viewed  in  the  figure),  thus  changing  the  distance  be- 
tween its  edge  and  that  of  the  port. 


Fig.  169. 


Fig.  168. 


(3)  Fig.  169  shows  a  somewhat  similar  arrangement,  except 
that  the  valve  face  and  seat  are  cylindrical  surfaces.  The  valve 
is  fastened  to  the  stem,  so  that  by  turning  the  latter  the  lap  is 
changed. 

The  arrangements  shown  in  Figs.  168  and  169  can  be  controlled 
by  a  fly-ball  governor,  which  can  be  connected  to  an  arm  on  the 
valve  stem. 

Case  II.  —  The  angle  of  advance  may  be  changed,  as  in  Fig. 
170,  in  which  M  is  the  main  eccentric,  o,  \  and  3  are  the  positions 
of  the  cut-ofif  eccentric  for  those  cut-offs,  X  is  the  "  range  angle  " 
through  which  the  governor  has  to  turn  the  eccentric  on  the 
shaft,  an'  is  the  maximum  angle  of  advance  of  the  cut-ofF  eccentric, 
and  a\    is  that  for  three-fourths  cut-ofF. 

Fig,  171  shows  for  this  case  the  diagram  of  openings  of  the 
cut-off  valve  (dotted  lines)  superimposed  on  that  for  the  main 
valve  (heavy  lines),  and  the  sectioning  shows  the  effective  open- 
ing from  the  time  of  admission  of  the  main  valve  to  the  closure 
of  the  cut-off  valve  at  one-fourth  stroke. 

The  arrangement  of  valves  shown  in  Fig.  166  is  not  satisfac- 
tory, as  with  early  cut-offs  the  space  beyond  the  end  of  the  main 
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DIAGRAM  OF  OPENINGS 

valve  is  clearance  space  during  the  part  of  the  expansion  preced- 
ing the  closure  of  the  main  valve. 

V^l6o.  Riding  Cut-off  Valves,  (a)  Instead  of  having  a  separate 
seat  for  the  cut-off  valve,  this  valve  may  ride  directly  on  the 
back  of  the  main  valve  (or  within  it,  if  piston  valves  are  used)  and 
perform  its  functions  with  respect  to  a  port  in  that  valve.  There 
are  several  such  arrangements  possible.  One,  the  Buckeye 
Gear,  is  in  effect  the  exact  equivalent  of  the  arrangement  de- 
scribed as  Case  II  above. 

The  arrangement  of  valves  in  this  gear  is  given  in  Fig.  172, 
both  valves  being  shown  central  with  respect  to  the  ports.     The 


Fig.  17*. 

cut-off  valve  has  negative  lap  equal  to  the  amount  it  is  open  in 
the  figure  with  respect  to  the  main  valve.  The  main  valve  is  a 
box  filled  with  live  steam,  practically  a  reciprocating  steam 
chest.  It  is  an  "  internal  "  valve,  taking  steam  from  the  inside 
and  exhausting  at  the  ends.     The  cut-off  valve  rides  inside  the 
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main  valve  and  ia  "  external " ;  its  negative  lap  is  of  constant 
amount.  Its  valve  stem  passes  through  that  for  the  main  valve, 
the  latter  being  hollow. 

The  main  valve  is  driven  by  a  fixed  eccentric,  and  controls 
admission,  release,  and  compression.  The  cut-off  valve  is  driven 
by  an  eccentric  which  is  controlled  by  a  shaft  governor  which 
turns  the  eccentric  about  the  center  of  the  shaft,  thus  varying 
the  angle  of  advance,  a',  as  in  Fig.  170. 

(b)  The  arrangement  of  the  rockers  which  guide  the  eccentric- 
rod  ends  is  shown  in  Fig.  173.     The  main  rocker  ab  is  pivoted  at  b 


Fig.  173. 

to  the  frame  of  the  engine.  The  cut-off  rocker  cd  is  pivoted  at 
its  middle  e  to  the  middle  of  the  main  rocker.  With  this  special 
arrangement  of  rockers,  it  is  seen  that  the  displacement  {£)  of  the 
center  of  the  cut-off  valve  with  respect  to  the  center  of  the 
main  valve  is  given  by  the  distance  between  a  and  c,  which  is 
the  same  as  that  between  b  and  d.  Evidently,  then,  the  motion 
of  the  cut-off  valve  with  respect  to  the  main  valve  is  the  same 
as  that  of  c  with  respect  to  a,  or  opposite  to  that  of  d  with  re- 
spect to  b.  Since  b  is  a  fixed  point,  it  follows  that  the  motion  of 
the  cut-off  valve  with  respect  to  the  main  valve  is  the  same  as  that 
of  a  simple  valve  vnth  respect  to  a  fixed  seat.  The  distance  the 
cut-off  valve  travels  with  respect  to  the  main  valve  remains 
constant,  no  matter  how  the  cut-off  and  phase  relations  of  the 
two  valves  are  altered  by  changing  the  angle  of  advance  of 
the  cut-off  eccentric. 

Thus  this  arrangement  is  equivalent  to  Case  11  of  Section  159, 
but  avoids  its  faults. 

(c)  In  other  "  riding  cut-off  "  gears,  this  peculiar  arrange- 
ment of  rockers  of  the  Buckeye  gear  is  not  used,  but  both 
valves  receive  motion  direct  from  their  respective  eccentrics. 
The  general  arrangement  of  the  valves  is  shown  in  Fig.  174,  in 
which  both  valves  are  external.     The  main  valve  has  a  false 
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end  B,  the  only  purpose  of  which  is  to  provide  an  edge  F,  with 
respect  to  which  the  cut-off  valve  opens  or  doses.  Each  valve 
is  driven  by  its  own  eccentric,  the  location  of  which  is  shown  in 


Fig-  174. 
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Fig,  175,  The  main  valve  controls  the  admission,  release,  and 
compression,  and  is  designed  as  in  (c)  of  Section  158.  To 
analyze  the  action  of  the  cut-off  valve,  its  motion  with  respect 
to  the  main  valve  must  be  considered. 

(d)  As  the  crank  revolves,  not  only  do  the  eccentrics  rotate 
about  the  center  of  the  shaft,  but  they  rotate  about  each  other. 
That  this  last  statement  is  true  can  be  seen  by  turning  Fig. 
175  about  0,  and  it  will  be  noticed  that,  at  the  same  time,  the 
cut-off  eccentric  rotates  about  the  main  eccentric  and  in  the 
same  direction  as  that  in  which  the  crank  turns.  Evidently, 
then,  the  motion  of  the  cut-off  valve  with  respect  to  the  main  valve 
is  produced  by  the  rotation  of  the  cut-off  eccentric  about  the  main 
eccentric;  hence,  this  motion  is  equivalent  to  that  which  a  simple 
valve  would  have,  with  respect  to  a  fixed  seat,  if  driven  by  an  eccen- 
tric having  throw  equal  to  the  distance  between  the  eccentric  centers 
(Fig.  175)  and  with  angle  of  advance  equal  to  6.  This  imaginary 
eccentric  will  be  called  the  "  relative  eccentric  "  R.  Thus,  to 
analyze  the  action  of  the  cut-off  valve  with  respect  to  the  main 
valve  (its  moving  seat),  the  position  of  the  relative  eccentric 
must  fir.st  be  determined,  after  which  the  valve  diagrams  would 
be  constructed  in  the  usual  manner,  but  using  the  throw  and 
angle  of  advance  of  this  eccentric. 

(e)  The  Meyer  Valve  Gear  has  the  same  arrangement  of 
valves  as  that  shown  in  Fig  174.  The  cut-off  eccentric  usually 
has  a  goKlegree  angle  of  advance,  that  is,  it  is  located  opposite 
the  crank.  The  cut-off  is  varied  by  changing  the  lap  of  the 
valve  by  the  method  shown  in  Fig,  167. 

(f)  The  Russell  Valve  Gear  is  similar  in  character  to  Figs. 
174  and  175,  but  the  cut-off  is  altered  by  changing  the  position 
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of  the  cut-off  eccentric.  This  adjustment  is  made  by  a  shaft 
governor  which  turns  the  eccentric  on  the  shaft  to  vary  the  angle 
of  advance. 


Fig.  177. 

The  valves  are  shown  in  Figs.  176  and  177.  The  main  valve 
operates  the  admission  only.  The  exhaust  is  controlled  by  sepa- 
rate triple-ported  valves  of  the  Corliss  type  shown  in  Fig,  177, 
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The  cut-off  valve  is  made  triple-ported,  as  is  its  seat  on  the  back 
of  the  main  valve.  The  arrangement  of  eccentrics  is  similar  to 
that  shown  in  Fig.  170. 

(g)  The  Mclntosh-Seymour  Gear  has  separate  main,  cut-off, 
and  exhaust  valves,  of  the  "gridiron"  type,  working  across 
the  cylinder,  as  shown  in  the  section  in  Fig.  178.      These  ^x 


Fig.  178- 

valves  are  driven  by  arrangements  of  rockers  and  toggles  in  the 
linkage,  which  distort  the  movements,  so  that  after  the  valves 
are  closed  they  have  little  motion;  hence  the  friction  and  wear 
are  reduced  to  a  minimum. 

The  main  valve  receives  its  motion  from  a  fixed  eccentric, 
and  the  cut-off  valve  is  driven  by  an  eccentric  which  is  turned 
about  the  shaft  by  a  shaft  governor  to  adjust  the  cut-off.  Fig. 
100  (p.  247}  shows  the  general  arrangement  of  the  valve  gear 
and  the  rocker  shafts,  which  latter  are  given  an  oscillatory 
motion  by  the  eccentrics  acting  through  bell  cranks.  The 
arrangement  of  eccentrics  is  similar  to  Fig.  170. 


F^g-  179  is  the  distorted  elliptical  diagram  for  the  main  valve, 
with  the  opening  diagram  shown  by  bold  lines.     Superimposed  on 
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the  latter  are  lines  showing  the  closure  of  the  cut-off  valve.  Fig. 
180  gives  the  distorted  elliptical  diagram  for  the  exhaust  valve. 
It  is  seen  that  the  valve  movements  after  closure  are  much  less 
than  with  ordinary  valve  gears. 

(h)  There  are  many  other   possible  arrangements  of  riding 
cut-off  gears,  a  great  number  of  which  are  in  actual  use, 

---pj6i.  Gears  with  OsdUatmg  Valves,  (a)  Instead  of  having 
the  slide  valve  flat,  it  may  have  a  curved  face,  as  in  Fig.  181,  in 
which  case  the  valve  oscillates  about  center  0'.  The  displace- 
ment X  of  the  eccentric-rod  pin  U  from  the  Y-axis  is  always 
equal  to  that  of  the  eccentric  with  respect  to  the  vertical  axis 
through  the  shaft.  This  valve  is  sutratantially  equivalent  to 
the  ordinary  flat  D- valve,  and  would  be  designed  or  analyzed  in 


Fig.  181. — Oscillating  Valve.  Fig.  i8j. 

the  same  manner,  using  the  same  valve  diagrams.  These  dia- 
grams show  the  true  positions  of  the  crank  for  all  events;  but 
the  laps,  displacements,  and  openings  are  chordal,  that  is,  would 
be  measured  as  chords  instead  of  as  arcs. 

(b)  This  arrangement  of  valve  introduces  very  long  steam 
pass^ies,  extending  from  the  center  to  the  ends  of  the  cylinder, 
and  this  is  not  conducive  to  economical  performance,  as  has 
already  been  seen. 

(c)  A  better  arrangement  is  one  in  which  there  are  four 
oscillating  valves,  as  in  Fig.  182,  each  of  which  performs  the 
single  function  of  one  of  the  four  edges  of  the  single  valve.  In 
the  figure  the  outer  edges  of  the  two  upper  valves  control  the 
steam  events,  and  the  inner  edges  of  the  lower  valves  operate 
the  exhaust  events.  The  other  edges  of  the  valves  perform  no 
function.  The  chordal  laps  would  be  the  same  as  in  the  case  of 
the  single  valve  of  Fig,  181.  The  valves  shown  in  Fig.  182  are 
of  the  "  Corliss  "  type.  With  this  arrangement  the  steam  and 
exhaust  passages  are  very  short  and  direct,  thus  the  clearance 
volume  and  surfaces  are  relatively  small. 
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(d)  All  four  valves  may  be  driven  by  the  single  variable  eccen- 
tric witK  shaft  governor,  as  is  common  with  high-speed  engines. 
It  is  better,  however,  to  connect  the  steam  valves  in  this  manner, 
and  to  drive  the  exhaust  valves  by  a  separate  fixed  eccentric,  so 
that  release  and  compression  will  remain  constant. 

(e)  One  fault  of  most  valve  gears  is  that  the  valve  has  large 
movement  after  it  has  closed.  To  reduce  wear  and  friction,  the 
movement  should  cease  as  soon  as  the  overlapping  is  sufficient 
to  prevent  leakage.  Also,  it  is  desirable  to  have  more  rapid 
movement  of  the  valve  after  it  opens  than  is  obtained  witfi  the 


Fig.  183. 

simple  gear.  Both  results  can  be  effected  by  using  links  and 
rockers  so  arranged  as  to  give  the  valve  the  desired  motion. 
One  such  arrangement  is  shown  in  the  upper  right-hand  corner 
of  Fig.  183.  Engines  using  this  type  of  gear  may  be  called  High- 
Speed  Corliss  Valve  Engines,  or  positive  cut-off  Corliss  engines. 

(f)  At  the  left  of  Fig.  183,  the  edge  j  of  the  steam  valve  is 
shown  even  with  the  port  edge  with  which  it  opens  or  closes. 
Let  g'  be  the  desired  [small)  angular  movement  after  closure, 
and  /'  be  the  {large)  angle  after  opening.  The  steam  arm  o,a', 
which  moves  the  valve,  will  swing  through  the  same  angles  as 
the  valve;  thus  g  and  /  are  respectively  equal  g'  and  /'.     The 
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pin  position  a'  for  admission  (motion  to  right)  of  course  coin- 
cides with  c'  for  cut-off  (motion  to  left). 

Starting  at  the  right  of  the  figure,  £«  is  the  eccentric  position 
for  admission;  £.,  that  for  maximum  opening;  Ee  that  for  cut- 
off; and  En  is  for  extreme  closure.  The  similarly  subscripted 
positions  of  pins  H  and  /  on  the  rocker  arm,  the  posirions  A, 
M,  C,  and  N  qI  the  reach-rod  pin,  and  a,  m,  c,  and  n  of  the  steam 
pin,  all  respectively  correspond  with  these  eccentric  positions. 
In  each  case  the  position  for  admission  (motion  to  the  right) 
coincides  with  the  position  for  cut-off  (motion  to  the  left).  It 
will  be  seen  that  the  angular  movement  am  of  the  steam  pin 
for  opening  is  smaller  than  that  for  closure  en,  which  is  just 
contrary  to  what  is  desired  for  the  valve  movement.  However, 
it  is  possible  to  locate  the  steam  pin  on  the  wrist  plate  in  such 
position,  and  to  use  such  a  length  of  steam  rod,  that  the  steam 
arm  moves  through  angles  -n'c'  and  a'm'  respectively  when  the 
steam  pin  moves  through  angles  nc  and  am,  and  thus  to  ac- 
complish the  desired  result.  With  such  arrangement  the  dis- 
tances ««',  aa',  and  mm'  must  of  course  all  be  equal,  since  they 
represent  the  length  of  the  steam  rod. 

Tfie  exhaust  valve  motion  can  be  similarly  distorted  so  as  to 
be  small  after  closure  and  large  after  release.  The  arrangement 
for  the  crank  end  of  the  cylinder  is  identical  except  reversed. 

(g)  There  are  many  other  arrangements  of  linkage  used  for 
high-speed  Corliss  valve  engines.  Some  involve  the  use  of  a 
■  separate  fixed  eccentric  to  drive  the  exhaust  valves  and  thus 
obtain  constant  release  and  compression. 


Fig.  184-  Fig.  186. 

(h)  In  Fig.  184  is  given  the  distorted  elliptical  diagram  for  the 
steam  valve  of  one  gear  of  this  high-speed  Corliss  type. 

(i)  The  Trq>-Cut-off  Corliss  Engine  with  Single  Eccentric. 
Fig.  185  is  similar  to  the  arrangement  just  discussed,  except  that 
the  eccentric  is  fixed  and  the  cut-off  is  operated  by  a  tripping 
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device  positioned  by  a  governor  of  the  fly-ball  type.  The  type 
of  steam  valve  used  is  shown  in  Fig.  186;  and  the  bonnet  for  the 
head-end  steam  valve,  and  the  part  of  the  gear  which  it  supports, 
are  illustrated  in  Fig.  187  (a) .  The  names  of  these  parts  are  given 
in  Fig.  187  (&).    The  left  arm  .4  of  the  bell  crank  carries  a  hook  C 


(a)  m 

Fig.  187.— Steam  Gear— Corliss  Engine. 

which  engages  with  the  steam  arm  on  the  valve  stem.     If  the 
'  hook  remains  latched,  the  motion  which  the  bell-crank  arm  B 
obtains  from   the  wrist  plate   by  means  of   the  steam  rod   is 
transmitted  directly  to  the  valve,  and  the  case  is  identical  with 
that  discussed  in  (f)  of  this  section.     In  these  engines,  however, 
the  governor  controls  the  position  of  the  knock-off  cam  E,  which 
has  a  definite  position  corresponding  to  each  different  cut-off. 
As  the  bell  crank  is  moved  clockwise,  the  hook  turns  the  steam 
arm  and  opens  the  valve  (as  in  Fig.  183).     This  continues  until 
the  part  D  of  the  hook  comes  in  contact 
with   the  stationary  knock-off  cam   E, 
when  the  hook  becomes  disengaged  from 
the  steam  arm,  which  is  then  returned 
to  its  lowest  position  by  the  dash  pot, 
thus  closing  the  valve. 

(j)  The  simple  elements  of  the  dash  pot 
are  shown  in  Fig.  188.  .  When  the  steam 
valve  is  opened  the  plunger  is  raised  and 
a  vacuum  is  formed  at  V.  After  the  hook 
has  been  tripped  this  vacuum  causes  the 
descent  of  the  plunger  and  closure  of  the  ^'^-  '^^-  ~  ^^^  ^°^- 
steam  valve.  The  fall  is  stopped  by  the  air  cushion  which  is  formed 
between  C  and  C  and  which  is  adjusted  by  the  cushion  valve. 
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(k)  Fig.  189  shows  the  distorted  elliptical  diagram  for  the 
steam  valve.  With  the  trip  occurring  at  t,  the  cut-off  is  at  c. 
As  the  valve  cannot  close  instantaneously,  tc  will  slope  somewhat. 
A  similar  diagram  for  the  exhaust  valve  is  given  in  Fig.  190. 

OvtrTnnlr 


Fig.  :89. 


Tig.  190. 


In  connection  with  Fig.  187,  it  will  be  noticed  that  the  trip  of 
the  head-end  steam  valve  occurs  when  the  hook  end  D  comes, 
in  contact  with  the  stationary  cam  E,  while  the  hook  and  bell 
crank  are  still  moving  to  the  right  (that  is,  before  the  eccentric  has 
reached  the  R.H.  dead  center);  and  that  if,  when  the  eccentric 
arrives  at  this  position,  the  trip  has  not  taken  place  (£  being 
tod  far  to  the  right),  it  will  not  take  place  at  all,  and  cut-off  will 
occur  at  C  in  Fig.  189  instead  of  at  C. 

(1)  The  angle  of  advance  is  fixed  by  the  release  and  com- 
pression, as  in  the  case  of  the  main  valve  of  the  riding  cut-off 
gears  (Fig.  163),  It  is  in  no  way  dependent  on  the  other  events, 
for  with  crank  on  dead  center  the  steam  rod  can  be  adjusted  to 
give  the  valve  the  proper  lead,  and  cut- 
off is  controlled  hy  the  knock-off  cam 
independently  of  the  eccentric. 

If  E  in  Fig.  191  is  the  eccentric  po- 
sition for  latest  trip,  the  crank  pin  is 
then  at  T  and  the  piston  at  C.  As, 
however,  some  time  must  elapse  before 
the  valve  is  closed,  cut-off  will  occur 
^^'  "^''^  when  the  piston  has  reached  some  po- 

sition D,  which  is  usually  at  about  0.4  stroke.  Thus  with  an 
ordinary  single  eccentric  Corliss  gear  the  latest  cut-off  possible  is 
about  0.4  stroke,  and  this  is  accomplished  only  by  using  the 
smallest  angle  of  advance  that  will  give  the  proper  release  and 
compression. 

(m)  There  are  many  other  arrangements  of  valves,  of  trip 
gear,  of  wrist-plate  linkage,  and  of  dash  pot,  but  all  operate  in 
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a  manner  similar  to  that  described.     The  valves  are  frequently 
double-  or  multiple-ported. 

(n)  One  of  the  faults  of  this  gear  is  that  a  failure  of  governor 
belt  stops  the  governor  and  lets  the  weights  drop  to  the  lowest 
position,  thus  advancing  the  cut-off  to  the  latest  point.  The 
power  then  developed  is  greater  than  that  absorbed,  and  the 
engine  will  "run  away"  and  be  demolished,  unless  stopped  by 
hand  or  by  some  safety  device. 

One  safety  device  consists  of  a  "  safety  cam  "  S  in  Fig.  187 
which  prevents  the  hook  engaging  with  the  steam  arm  when 
the  governor  occupies  its  lowest  position.  Some  engines  have 
auxiliary  fly-ball  governors  which  will  close  the  throttle  valve 
when  the  speed  becomes  unsafe.  There  are  many  other  forms 
of  safety  devices  in  use. 
-  -  (o)  The  limitation  of  the  latest  cut-off  can  be  avoided  by 
using  the  Two-Eccentric  Corliss  Gear,  in  which  one  eccentric 
drives  a  wrist  plate  for  the  exhaust 
valves,  and  another  one  actuates  the 
steam  wrist  plate.  Fig.  192  shows  the 
arrangement  of  eccentrics,  with  crank 
on  dead  center.  The  angle  j3  between 
the  crank  and  steam  eccentric  fixes  the 
latest  cut-off,  but  with  this  arrangement, 
since  the  exhaust  valves  are  driven  in- 
dependently, it  may  be  made  any  value 
within  limits.  The  angle  used  in  the 
figure  permits  of  cut-off  as  late  as  three-fourths  stroke  as  is  seen 
from  the  extreme  (dotted)  position. 

Late  cut-off  can  also  be  obtained  by  using  a  moving  knock-off 
cam  which  may  be  oscillated  either  by  a  separate  small  eccentric  at 
about  90  degrees  with  the  main  eccentric,  or  by  the  sidewise  motion 
of  the  eccentric  rod,  which  is  90  degrees  out  of  phase  with  the  longi- 
tudinal movement.  With  such  arrangement  the  knock -off  cam 
overtakes  the  hook  and  releases  it  even  after  the  main  eccentric 
has  rotated  a  considerable  angle  beyond  the  dead-center  position. 

(p)  The  rotative  speed  of  trip-cut-off  Corliss  gears  must  be 
relatively  low,  for  otherwise  the  hook  gear  becomes  uncertain  in 
action.  Speeds  above  120  r.p.m.  are  seldom  used,  and  generally 
they  are  considerably  less.  Hence  engines  using  this  type  of 
gear  are  commonly  classified  as  "  low-speed." 


Fig.  igl. 
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(q)  There  are  several  trip-cut-off  gears  which  have  gridiron 
valves  working  across  the  cylinder  either  horizontally  (some- 
what similar  in  arrangement  to  Fig.  178)  or  vertically,  Trip- 
cutnaff  gears  are  also  used  with  poppet  valves  (Section  164). 

-p- 162.   Link  Gears,     (a)  The  valve  gear  most  commonly  used 

on  engines  which  are  reversed  is  the  Stephenson  Link  Gear,  one 

arrangement  of  which  is  shown 

^1  semi-dtagrammatically  in  Fig. 

193.     TTie  illustration  is  for  a 

vertical   engine  with   cylinder 

i_^       above,  but  the  arrangement  for 

a  horizontal  engine  would  be 

,>k   '    identical  except  for  the  position 

of  the  longitudinal  axis. 

(b)  The  eccentrics  are  ar- 
ranged as  in  Fig.  194,  with  the 
"forward  eccentric,"/,  placed 
90  degrees  plus  angle  of  advance 


1^ 


Fig.  193.  —  Stephenson  Link  Gear. 


Fig.  i()4. 


ahead  of  the  crank  in  the  forward  direction  of  rotation,  and  the 
"backing  eccentric,"  6,  at  the  same  angle  in  the  opposite  direction. 
If  the  valve  receives  all  its  motion  from  eccentric/,  the  rotation 
will  be  forward  (clockwise  in  this  case) ;  if  from  b,  it  will  be  back- 
ward (counter-clockwise). 

In  Fig.  193  it  is  seen  that  the  forks  at  the  ends  of  the  two 
eccentric  rods  are  connected  by  a  "  link  "  (whence  the  name  of 
this  type  of  gear),  different  points  of  which  may  be  brought 
opposite  the  "  link  block  "  on  the  end  of  the  valve  stem,  by 
turning  the  "  reverse  "  shaft.  The  illustration  shows  the  for- 
ward end  opposite  (in  "full  gear"  forward),  hence  the  valve  is 
receiving  all  its  motion  from  the  forward  eccentric  and  conse- 
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qiiently  rotates  forward  with  latest  cut-off  possible.  If  the  other 
end  of  the  link  is  brought  opposite  the  link  block  ("full  gear"  back- 
ing), the  engine  would  operate  backward  at  maximum  cut-off. 

With  the  middle  of  the  link  opposite  ("  mid-gear  "),  the  valve 
receives  motion  equally  from  both  eccentrics;  and  the  valve 
will  open  an  amount  equal  to  the  lead  and  close  immediately, 
the  cut-off  being  practically  at  zero  stroke. 

If  the  link  is  shifted  from  mid-gear  toward  the  forward  end, 
the  valve  will  still  receive  motion  from  both  eccentrics,  but  the 
major  part  will  be  from  the  forward  eccentric.  As  the  forward 
end  of  the  link  is  shifted  nearer  the  link  block,  the  width  of 
valve  opening  is  increased  and  the  cut-off  is  advanced  in  a  man- 
ner quite  similar  to  that  in  the  gear  with  single  variable  eccentric, 
Figs.  160  and  161,  when  the  eccentric  is  moved  from  inner  posi- 
tion $  outward  towards  l.  In  fact,  an  approximate  analysis  of 
the  Stephenson  link  gear  can  be  made  by  considering  the  valve 
as  driven  by  a  single  swinging  eccentric  with  a  radius  of  path  R 
which  can  be  computed  by  McFarlane-Gray's  formula: 

„      distance  between  eccentric  centers  X  length  of  ecc.  rod    /„__\ 
2  X  distance  between  eccentric-rod  pins 

(c)  If,  with  the  crank  P  pointing  away  from  the  cylinder,  the 
rods  are  not  crossed,  as  in  Figs.  193  and  195  (a),  the  arrangement 
is  termed  "  open  rod."  In  this  case  the  path  of  the  equivalent 
single  eccentric  is  feb  with  radius  R.  If,  with  crank  in  the  same 
portion,  the  rods  are  crossed,  as  in  Fig.  195  (6),  it  is  a  "  cross- 
rod  "  linkage,  and  the  path  of  the  equivalent  eccentric  is  feb.* 

For  any  link  position,  the  equivalent  eccentric  occupies  the  same 
relative  position  on  its  path  fb  as  the  link  block  on  the  link  FB. 
It  is  seen  that  the  open-rod  linkage  gives  increasing  lead  as  the 
cut-off  is  decreased,  whereas  the  reverse  occurs  with  crossed 
rods.  From  Eq,  {275)  it  is  seen  that  using  longer  eccentric 
rods  increases  R,  thus  making  the  path  straighter  and  the  lead 
less  variable.  To  have  the  lead  vary  equally  at  the  two  ends  of 
the  valve,  the  radius  of  the  link  arc  must  equal  the  length  from 
eccentric  center  to  eccentric-rod  pin,  in  the  arrangement  shown. 

*  Note  that  when  the  crank  has  rotated  iSo  degrees  the  rods  are  ctoased  in  the 
"open-rod"  arrangement  and  open  in  the  "  crossed-rod  "  gear.  In  classifying  the 
ananganent  the  ciauk  must  point  away  from  the  cylinder. 


jcbyGoogIc 


3i6 


HEAT-POWER  ElfGiy BERING 


Fig.  195. 

(d)  The  link  shown  in  Fig,  193  is  of  the  "  double-bar  "  type. 
There  are  many  other  arrangements:  some  hav'e  the  eccentric- 
rod  pins  offset  from  the  link;  on  some  the  suspension -rod  pjn  is 
located  at  the  middle  of  the  link  arc;  on  others,  between  the 
middle  and  the  end.  The  modifications  introduced  in  such  cases 
cannot  be  considered  here. 

(e)  For  the  method  of  making  an  exact  analysis  of  the  action 
of  the  valve  operated  by  a  Stephenson  link  sec  textbooks  on 
valve  gears. 

(f)  In  the  Gooch  Link  Gear,  Fig.  196,  the  "radius  rod," 
instead  of  the  link,  is  shifted  to  change  the  cut-off.  As  the  link 
radius  equals  the  length  of  the  radius  rod,  there  is  no  move- 
ment of  the  valve  if  the  adjustment  is  made  when  the  crank  is 
on  dead  center,  as  in  the  figure;  hence  the  lead  Is  constant. 
Line  b'f  is  the  path  of  the  equivalent  single  variable  eccentric, 
and  b'bO  is  a  right  angle. 

(g)  The  Allan  Link  Gear  shown  in  Fig.  197  has  a  strsught 
link.  The  link  and  the  radius  rod  are  shifted  in  opposite  direc- 
tions in  such  manner  that  the  valve  is  not  moved  when  crank 
is  on  dead  center,  hence  the  lead  is  constant.     The  path  of  the 
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Fig.  196. — Gooch  Link  Gear. 


Fig.  11)7.  —  AQaD  lank  Gear. 


equivalent  single  eccentric  is  similar  to  that  in  the  Gooch  Unk- 


(h)  The  Portei-Allen  Gear  shown  in  Fig.  198  has  a  link  which 
is  consolidated  with  the  eccentric  strap  and  is  guided  at  A  along 


(o) 
Fig.  198.— PtMter-Allen  Gear. 

the  center  line  of  the  engine.  The  throw  OM  of  the  eccentric 
equals  lap  plus  lead,  thus,  in  the  position  shown,  the  head  end  of 
the  valve  is  open  to  lead.  As  the  eccentric  rotates  from  this 
position  the  tilting  of  the  link  increases  the  opening,  which  later 
is  decreased  by  the  translatory  motion  of  the  link.  At  (a)  in 
the  figure,  with  link  block  at  V,  maximum  opening  occurs  at 
crank  position  2  and  cut-off  at  j.  With  link  block  in  a  lower 
position,  there  would  be  less  opening  and  earlier  closure,  the 
lead  remaining  the  same,  however. 

Motion  satisfactory  for  exhaust  valves  can  be  obtained  from 
some  point  such  as  E. 

163.   Radial  Valve  Gears,     (a)  In  vertical  multicylinder  ma- 
rine engines  using  link  gears,  the  valves  are  usually  located  per- 
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pendicularly  over  the  shaft,  and  some  or  all  of  them  lie  between 
the  cylinders  and  thus  lengthen  the  engine.  It  is  true  that  by 
using  rocker  arms  the  valves  might  be  placed  at  the  side,  but  that 
arrangement  of  mechanism  has  certain  disadvantages,  and  even 
then  the  eccentrics  prevent,  to  a  certain  extent,  the  shortening  of 
the  engine. 

Using  the  type  of  valve  gears  known  as  "  radial  gears  "  necessi- 
tates placing  the  valves  on  the  side  of  the  engine.  In  most  of  the 
gears  of  this  type  a  single  eccentric  is  used  and  in  some  the  eccen- 
trics are  dispensed  with  altogether.  With  this  type  of  gear  the 
engine  can  be  made  to  occupy  less  space  than  with  link  gears. 

There  are  a  great  many  kinds  of  radial  gears;  only  the  most 
important  will  be  described. 

(b)  The  Marshall  Type  of  Gear,  which  is  shown  in  Fig.  199, 
uses  a  single  eccentric,  either  at  0°  or   180°  with  the  crank. 


Fig.  199.  —  MarshaQ  Type  of  Radial  Gear. 

The  point  a  on  the  eccentric  rod  Eab  is  guided  along  path  Gg* 
The  end  b  traces  the  oval  hgure  shown,  and  its  positions  are 
numbered  to  correspond  with  those  of  the  eccentric  and  crank. 
The  motion  which  the  valve  receives  through  the  rod  be  is  prac- 
tically the  same  as  that  obtained  from  an  eccentric.  By  chang- 
ing the  inclination  of  the  guide  Gg  the  oval  is  changed,  the 
*  The  Hacknorth  gear  has  a  straight  guide. 
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amount  of  opening  ia  altered,  and  the  cut-off  is  varied.  A  re- 
versal of  the  inclination,  as  Cg*  reverses  the  engine.  The  pin  b 
may  either  be  located  as  shown  or  it  may  be  between  E  and  a. 

(c)  If  any  point  in  a  linkage  moves  in  phase  with  the  crank 
and  describes  a  path  that  is  approximately  circular,  a  pin  located 
at  that  point  can  be  used  instead  of  the  eccentric  to  give  the 
valve  the  motion  equivalent  to  that  obtained  with  the  Marshall 


Rg.  aoo,  —  Joy  Radiil.GeM 

In  the  Joy  Gear,  shown  in  Fig.  200,  ac 
U  a  link  with  one  end  attached  to  the  con- 
necting rod  and  the  other  end  to  the  sus- 
pension link  fc.  The  point  E  moves  in 
a  path  which  may  be  substituted  for  the  p 
eccentric  circle.  The  rest  of  the  linkage 
resembles  the  Marshall  in  character  and 
performance. 

(d)  If,  in  Fig.  201,  the  harmonic  motion 
received  from  an  eccentric  H  opposite  the 
crank  is  combined  with  that  from  another 
eccentric  V  at  right  angles  to  the  6rst,  the  resultant  motion  is 
equivalent  to  that  which  would  be  obtained  from  an  eccentric 
located  at  £0  (found  by  constructing  the  parallelogram  OVEoff), 
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and  a  valve  receiving  this  combined  motion  would  operate  satis- 
factorily. OH  is  made  equal  to  the  lap  plus  lead,  and  OV  may 
be  varied  to  change  the  angle  of  advance  and  throw  of  the  equiv- 
alent eccentric  £»,  which  has  HEa  as  its  path  and  resembles  the 
single  variable  eccentric  previously  discussed. 

The  Walschaert  Valve  Gear  shown  in  Fig.  202  uses  this  prin- 
ciple. If  the  link  block  d  is  shifted  to  the  middle  e  of  the  link, 
point  c  will  remain  practically  stationary.     Then  the  lever  ab. 


Walschaert  Radial  G«ar. 


which  is  fuvoted  at  c  and  receives  motion  at  a  from  the  cross- 
head,  will  vibrate  in  such  manner  that  the  end  b  will  displace 
the  valve  a  distance  equal  to  lap  plus  lead  when  the  crosshead 
reaches  the  end  of  its  stroke,  and  that  the  valve  motion  will 
equal  that  received  from  eccentric  OJf  In  Fig.  201.  The  Imkfg 
receives  motion  from  an  eccentric  E,  which  is  90  degrees  out  of 
phase  with  the  other  motion.  With  link  block  in  any  position 
d  (other  than  central)  on  the  link,  point  c,  and  consequently  b, 
will  receive  this  motion,  which  is  equivalent  to  that  obtained 
from  eccentric  OV  in  Fig.  201,  The  resultant  motion  of  the 
valve  is  that  which  would  be  given  by  the  eccentric  0£o. 

By  shifting  the  link  block  d  the  amplitude  of  its  motion  can 
be  varied,  and  this  is  accompanied  with  corresponding  change 
in  the  width  of  valve  opening  and  time  of  cut-off.  If  shifted 
above  the  pivot  e,  the  engine  would  be  reversed. 

The  Walschaert  gear  is  widely  used  on  locomotives  of  the 
largest  sizes.  Being  located  on  the  outer  side  of  the  engine,  it 
places  no  limitation  on  the  size  of  the  boiler,  as  does  the  Stephen- 
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son  link  gear,  which  is  located  directly  below  the  boiler  and  re- 
quires considerable  room  for  shifting  from  one  full-gear  position 
to  the  other. 

164.  Poppet  Valves  and  Their  Gears,    (a)  Poppet-lift  valves 
(FHgs.   203  and  204)  have  no  friction   nor  wear  from  sliding. 


Fig.  toj  Fig.  104- 

They  require  no  lubrication,  and  being  symmetrical  do  not  warp 
with  tem[>erature  changes;  hence  they  are  suitable  for  use  with 


highly    superheated    steam.     The    ordinary    single    poppet   or 
mushroom  valve.  Fig.  203,  is  hard  to  open  because  of  the  un- 
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balanced  pressure  on  its  back;  therefore,  the  double-seated  type 
of  valve,  one  form  of  which  is  shown  in  Fig.  204,  is  commonly 
used  instead,  since  the  steam  pressures  on  upper  and  lower  sides 
are  about  equal.* 

There  is  a  great  variety  of  arrangements  of  such  valves  and 
of  their  gears. 

(b)  The  valve  may  be  operated  by  a  continuously  rotating 
cam;  and  there  may  be  a  sleeve  with  variable  cam  surface  which 
may  be  moved  endways  to  change  the  valve  events. 

(c)  An  oscillating  cam,  as  a  in  Fig.  205,  may  be  used,  and  it 
may  be  driven  by  an  eccentric  which  is  shifted  by  a  shaft  type 
of  governor,  as  in  the  figure;  or  it  may  be  driven  by  a  fixed  eccen- 
tric, in  which  case  the  cut-off  may  be  operated  by  trip  or  by 
shifting  the  cam,  or  by  changing  some  intermediate  link^e  to 
distort  the  motion;  or  closure  may  be  brought  about  by  some 
other  means. 

(d)  The  valve  may  be  operated  by  a  floating  lever  which  ful- 
crums  on  a  cam  surface,  as  6  in  Fig.  205,  and  which  is  driven  by 
an  eccentric,  which  may  be  variable  or  stationary.  The  cut-off 
can  be  changed  by  any  of  the  methods  given  in  (c). 

(e)  Cams  are  also  used  to  operate  other  types  of  valves,  such 
as  piston  valves  and  gridiron  valves. 

*  AHomiiR  must  be  ouuk  (or  the  area  ot  the  valve  stem. 
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,  CONVBHTIONAL  IKDICATOR  DIAGRAM.  -=  — 

165.  Conventional  Diagram  for  Simple  Engines,  (a)  If  the 
actual  indicator  diagram  has  been  obtained  from  an  engine,  the 
m.e.p.  may  be  determined  by  any  of  the  methods  discussed  in 
Section  102,  and  the  i.h.p.  of  the  engine  may  be  obtained  by 
using  Eq.  2io.  In  making  such  computation  for  a  double-act- 
ing engine,  however,  the  area  of  the  piston  rod  must  be  deducted 
from  the  area  of  the  piston  on  one  side,  and  the  average  of  the 
areas  on  the  two  sides  of  the  piston  must  be  used  in  the  formula; 
or  else  the  i.h.p.  for  each  side  of  the  piston  must  be  computed 
separately. 

(b)  When  actual  indicator  diagrams  are  not  available,  it  is. 
customary  to  use  a  conventional  diagram,  with  proper  correc- 
tion factor,  for  estimating  the  probable  m.e.p. 

(c)  Before  the  conventional  diagrams  can  be  drawn,  however, 
the  clearance  volume  in  the  cylinder  must  be  known.  This  vol- 
ume can  be  determined  by  pouring 
a  measured  quantity  of  water  into 
the  clearance  space.  It  can  also  be 
found  approximately  from  the  actual 
indicator  diagram  in  the  following 
manner  (shown  in  Fig.  206) :  Select 
two  points  1  and  2  on  the  expansion  °  Fii  06 
line  and  draw  a  rectangle  with  these 
pcrints  as  comers  and  with  the  sides  p>arallel  to  the  respective 
PV-axes.  Then,  the  diagonal  through  the  other  corners  will  cut 
the  V-axis  at  the  origin  0,  assuming  that  the  expansion  equation 
is  PV  =  constant.  Then  CI  in  the  figure  is  the  clearance  vol- 
ume to  scale.  The  compression  curve  may  be  used  in  a  similar 
manner  to  find  0.  This  makes  application  of  the  construction 
shown  in  Fig.  11, 

The  clearance  volumes  used  in  practice  are  about  as  follows: 

Single-valve  engine 5  to  15% 

Multi- valve  engines 2  to    8% 
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(d)  In  constructing  conventional  diagrams  for  estimating  the 
probable  power  of  an  engine,  it  is  customary  to  assume  that 
expansion  follows  the  equation  PV  =  PiVi  =  PtVt  =  constant, 
instead  of  being  adiabatic,  This  is  because  the  "  equilateral 
hyperbola  "  is  easier  to  construct  than  the  adiabatic  curve,  and 
because  the  actual  expansion  line  follows  it  as  closely  as  it  does 
the  latter.  The  expansion  line  may  be  constructed  by  the 
methods  shown  in  Figs,  ii  and  12. 

The  foot-pounds  of  work  {A)  represented  by  the  area  (Fig. 
207)  under  such  an  expansion  line  is  found  in  the  manner  already 
discussed  in  Section  29  (c)  to  be 


(276) 
(277) 


-P.KiIog.^=PiF,log.r,-. 

/Vt\  V. 

where  r  is  the  ratio  of  expansion  I  p:-)-     In  Fig.  20S  r  is  p-- 

(e)  In  the  case  of  an  engine  without  deanutce  the  conven- 
tional diagram  is  abcde  of  Fig.  208.     The  work  shown  by  area 


p  ■ 

jr.» 

T 

hi 

■>>,, 

'        t 

i_ 

4 

Fig.  307. 


Fig.  ao8. 


Ai  is  PiVi  foot-pounds,  and  that  represented  by  At  is  PiVi 
log.  r.  Hence  if  the  back  pressure  is  Pi,  the  work  shown  by 
the  conventional  diagram  abcde  is 

PiVi  +  PiVi  log,  r  -  PiVi  =-P„7„ 


in  which  P„  is  the  r 
tion  for  Pm  gives 


in  effective  pressure.     Solving  this  equa- 

■  f.['+|''g-'-]-P.. 


3  generally  used  i 

•  Log, -2. 


pounds  per  square  inch,  it  is 

)J  logw.     ■ 
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more  convenient  to  divide  both  sides  of  this  equation  by  144, 
giving 

*.-*,[i±^]-f, (.78) 

The  values  of  the  bracketed  quantity  for  different  values  of 
r  are  given  in  Table  V, 

TABLE  V. 
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(f)  The  actual  indicator  diagram  of  course  differs  from  the 
computed  one  drawn  by  this  method.  The  ratio  of  the  area 
of  the  actual  to  that  of  the  conventional  diagram  is  called  the 
"  Diagram  Factor  "  (DF).  Then  if  the  diagram  factor  is  known 
for  engines  similar  to  that  which  is  being  considered,  the  prob- 
able m.e.p.  for  the  new  engine  is 

pj  =  DFxp„ (279) 

It  is  a  common  practice  to  use  Eq.  (278)  even  for  engines 

which  have  clearance,  and  to  substitute  f  — : — 5: — 7^  ]  for  r,  thus 

\cut-off  ratio/ 

ignoring  the  clearance. 

The  diagram  factors  to  be  used  for  different  types  of  engines 
in  such  cases  are  given  in  the  following  table: 

TABLE  VL  — DIAGRAM  FACTORS. 

Simple  slide-vaJve  engine. 55  to  90% 

Simple  Corliss  engine 85  to  go 

Compounfi  slide-valve  engine SS  to  80 

Compound  Corliss  engine 75  to  8s 

Triple-expansion  engines. SS  W  7* 

(g)  The  conventional  diagram  for  an  engine  with  clearance 
is  shown  by  abcde  in  Fig.  209.     Here  the  ratio  of  expansion  is 

r-(L  +  t)^(/  +  «, {280) 

using  scalar  distances  to  represent  volumes. 
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The  net  work  shown  by  the  area  is 

A  =  Ai  +  At-At 

=  Pil  +  Pi  (/,  +  I)  log.  f  -  PtL.    .     .     .     (281) 

Dividing  by  L  and  by  144  gives  the  mean  effective  pressure  for 
this  case  as  follows:     . 


_     A  (i  +  a,  +  J)log.r) 

■-TSX-'^I L \-f 


(282) 


To  simplify  this  expression,  let  C  =  ■=-  =  cut-off  ratio,  and  y  =  c 
=  clearance  ratio;  then 

P^=pv\C+(fi  +  C)\og.r\-pt.      .     .     .     {283) 

The  diagram  factors  for  this  case  are  3  or  4  per  cent  lai^r 
than  those  given  in  Table  VI. 


Fig.  209. 

(b)  With  compression,  the  diagram  of  Ftg.  209  ts  reduced  by 
the  area  D  in  Fig.  210. 

If  p/  is  the  pressure  at  the  end  of  compression,  the  reduction 
of  the  m.e.p.  caused  by  this  small  area  is  evidently 

/^A.„_  A  +  ^A    M. 


^  //A,     A  +  /A    p,it 


p-j)  = 

from  which,  since  pf  = 

p^  =  p.[-^^)\os,-^~^ 


P2(h  +  L) 


Subtracting  this  from  Eq.  282  and   letting  k  represent  the 


,  gives  the  m.e.p.  of  diagram  abcdef  as 


compression  ratio  ( 

?--/>.  |C+(C+c)log.r|-#,!l-i+(4+c) log. ^M.     (284) 
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In  this  case  the  diagram  factors  are  4  to  6  per  cent  larger 
than  the  values  given  in  Table  VI. 

(i)  A  conventional  diagram  that  approaches  closer  to  the 
actual  diagram  than  any  that  have  been  discussed  is  shown  in 
Fig.  211.  This  has  the  sloping  admission  line.  The  area  is 
made  up  of  the  triangle  A  and  the  area  B,  similar  to  that  for 


K.- 

— +— ^ 

r. 

which  Eq.  284  was  developed,  and  much  less  correction  is  nec- 
essary for  obtaining  the  probable  m.e.p.  than  in  the  previous 
cases. 

0)  For  noncondensing  simple  slide-valve  engines  operating 
under  ordinary  conditions,  with  steam  pressure  about  100  pounds 
gauge,  the  m.e.p.  at  the  most  economical  cut-off  is  about  one- 
half  the  initial  gauge  pressure.  For  simple  Corliss  engines  the 
m.e.p.  is  about  four-tenths  the  initial  gauge  pressure,  under  the 
same  conditions. 

These  values  may  be  used  only  when  the  estimates  are  very 
approximate. 

166.  Conventional  Diagrams  for  Multiple-Expansion  En- 
gines, (a)  By  referring  to  Fig.  93,  on  which  diagrams  of  both 
the  high-pressure  and  the  low-pressure  cylinders  of  a  compound 
engine  are  drawn  to  the  same  scale,  it  will  be  seen  that  if 
the  dividing  line  at  Tr  is  omitted,  there  results  a  single  indi- 
cator diagram  of  area  equal  to  the  sum  of  the  areas  H.P.  and 
L.P.;  thus,  theoretically,  a  simple  engine  of  the  same  size  as 
the  lower-pressure  cylinder  (total  volume  =  V^  would  give  the 
same  amount  of  power  with  this  single  diagram  as  is  obtained 
with  the  two  cylinders  of  the  compound  engine. 

Evidently,  then,  to  calculate  the  i.h.p.  of  the  compound  en- 
gine, it  is  only  necessary  to  consider  the  m.e.p.  of  this  simple 
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(or  "combined  ")  diagram  as  acting  on  the  low-pressure  piston. 
The  i.h.p.  of  triple-  and  quadruple-expansion  engines  can  be 
computed  in  a  similar  manner. 

The  m.e.p.  of  the  combined  diagram  is  usually  called  the 
"m.e.p.  referred  to  the  low-pressure  cylinder,"  or  more  briefly 
the  "referred  m.e.p."  Its  theoretical  value  can  be  computed 
by  Eqs.  (278),  (283),  or  {284),  and  the  probable  m.e.p.  is  found 
by  correcting  with  the  diagram  factor.  Values  of  the  latter  are 
given  in  Table  VI  for  use  with  Eq.  (278).  Modified  values 
should  be  used  with  Eqs.  (283)  and  (284). 

(b)  If  it  is  desired  to  estimate  the  size  of  a  compound  engine 
that  will  give  a  specified  amount  of  power,  the  referred  m.e.p. 
is  first  computed;  then  with  the  stroke,  L  (feet),  and  number  n 
of  cycles  per  minute  selected,  the  area  of  the  low-pressure  piston 
(square  inches)  to  give  any  i.h.p.  can  be  computed  from 

i.h.p.  X  33.000  ,,QO 

in  which  DF  is  the  diagram  factor  (see  Table  VI). 

Then  with  the  ratio  R  of  low-pressure  cylinder  volume  to 
that  of  the  high-pressure  cylinder  known,  the  area  of  Ike  higk- 
pressure  piston  is  of  course  l/R  th  of  the  low-pressure  area  if  the 
strokes  are  equal. 

The  size  of  the  cylinders  in  triple-  and  quadruple-expansion 
engines  is  found  in  similar  manner.  The  cylinder  ratios  to  be 
used  are  found  in  Section  170. 

(c)  The  diagrams  of  multiple-expansion  engines  will  now  be 
considered  more  in  detail,  and  to  facilitate  the  discussion  the 
engines  will  be  divided  into  two  groups:  (1)  the  Woolf  type, 
without  receivers;  and  (2)  engines  with  receivers. 

^167.  Diagrams  of  Woolf  Type  of  Engine,  (a)  The  com- 
pound engine  was  patented  in  1781  by  Jonathan  Hornbiower, 
but  Watt's  broad  patents  on  exfjansion  steam  engines  delayed 
its  use.  In  1804,  Woolf  reintroduced  the  compound  engine  and 
used  an  arrangement  in  which  the  steam  was  exhausted  from 
the  high-pressure  cylinder,  directly  through  very  short  passages 
to  the  low-pressure  cylinder.  Because  there  is  little  or  no  re- 
ceiver volume  or  storage  volume  between  the  cylinders  in  such 
an  engine,  it  is  necessary  for  the  pistons  to  start  and  finish  their 
strokes  together,  and  the  law-pressure  cylinder  must  receive  steam 
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throughout  its  entire  stroke  from  the  high-pressure  cylinder.  If  the 
Bteam  were  cut  off  in  the  low-pressure  cylinder,  there  would  be 
no  place  into  which  the  high-pressure  steam  could  be  exhausted 
during  the  remainder  of  the  stroke  after  this  cut-off  had  occurred. 
The  pistons  may  move  together  or  in  opposite  directions. 

(b)  Fig.  212  (a)  shows  a  Woolf  engine  whose  pistons  move 
synchronously  and  in  the  same  direction.  This  motion  would 
result  if  both  piston  rods  were  connected  to  the  same  end  of  a 
"  walking  beam  "  or  to  cranks  set  together.  In  ¥%g.  212  (i) 
the  indicator  diagram  H  is  for 
the  headend  of  thehigh-pressure 
cylinder  and  L  is  for  the  crank 
end  of  the  low-pressure  cylin- 
der, clearance  volume  being 
neglected  in  both  cases.  In 
operation,  steam  is  admitted  to 
the  high-pressure  cylinder  ac- 
cording to  line  ahc;  it  is  cut  off 
at  c;  is  expanded  along  cd;  and 
it  is  exhausted  from  the  high- 
pressure  cylinder  along  line  da. 
This  steam  exhausted  from  the 
high-pressure  cylinder  is  re- 
ceived by  the  low-press.ure  Fig.  Jit. 
cylinder  along  the  line  ^^Cand 

is  then  exhausted  along  line  CD  A.  BC  and  da  will  be  called 
hereafter  the  line  of  transference  or  receiver  line.  In  Fig.  212 
(&)  the  indicator  cards  of  both  cylinders  have  the  same  length, 
that  is,  the  abscissas  are  piston  positions,  and  are  numbered  to 
correspond  with  the  positions  shown  in  Fig-  212  (a). 

In  Fig.  212  (c)  the  diagrams  have  been  "  combined,"  with 
abscissas  representing  the  respective  volumes  in  the  two  cyl- 
inders. In  Fig.  212  (<f)  the  diagrams  have  been  combined  in 
such  a  way  that  the  volume  of  the  steam  during  transference 
from  the  first  to  the  second  cylinder  can  be  scaled  directly. 
Thus,  when  the  pistons  have  reached  simultaneous  positions  a 
and  2'  the  distance  o'-2'  ( =  ox)  is  the  volume  of  steam  in  the 
high-pressure  cylinder,  the  distance  4-2  { =  oX)  is  the  volume  it 
occupies  in  the  low-pressure  cylinder,  and  distance  2'-2  (=  Xx) 
is  the  total  volume  of  the  steam  between  the  two  pistons  for 
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this  position  in  the  stroke.  Obviously,  the  distances  between 
piston  positions  bearing  like  numbers  in  this  figure  represent 
the  volumes  of  steam  during  the  period  of  transference.  After 
these  volumes  have  been  determined  (by  scaling),  the  pressures 
at  the  corresponding  piston  positions  can  be  found  if  the  expan- 
sion is  assumed  to  be  hyperbolic,  for  during  expansions  cd,  da, 
and  BC  the  product  PV  remains  constant,  since  there  is  no 
change  in  the  quantity  of  steam  involved  during  these  processes. 
Thus  the  high-  and  low-pressure  PV-diagrams  can  be  readily 
constructed. 


~'  i68.  Diagrams  for  Engines  with  Infinite  Receivers  and  No 
Clearance  (General),  (a)  If  a  receiver  of  infinite  volume  is 
placed  between  the  cylinders  of  the  Woolf  engine  the  curves  da 
and  BC,  in  Fig.  212,  would  become  horizontal  straight  lines,  and 
the  low-pressure  indicator  diagram  would  be  a  rectangle.  Evi- 
'  dently,  with  finite  receiver,  the  larger  the  receiver  volume  the 
more  nearly  horizontal  and  straight  will  the  line  of  transference 
become. 

With  a  receiver  of  considerable  volume  into  which  the  high- 
pressure  cylinder  can  exhaust,  it  is  possible  to  "  cut  off  "  in 
the  low-pressure  cylinder  and  thus  to  expand  the  steam  inde- 
pendently in  this  cylinder.  The  pressure  of  the  receiver  will 
vary,  because  part  of  the  time  steam  is  being  received  from  the 
high-pressure  cylinder,  at  other  times  steam  is  being  delivered 
to  the  low-pressure  cylinder,  and  during  part  of  the  cycle  both 
of  these  operations  may  occur  simultaneously.  Consequently 
the  back-pressure  line  on  the  H.P.  indicator  diagram  and  the 
admission  line  of  the  L.P.  diagram  will  be  irregular.  The 
character  of  the  line  of  transference  will  be  discussed  in  detail 
later. 

(b)  When  a  receiver  of  considerable  volume  is  used  it  is  pos- 
sible to  have  any  angle  between  the 
cranks  of  the  two  cylinders,  whereas  in 
the  Woolf  engine  this  angle  is  limited  to 
zero  degrees  or  1 80  degrees  in  cases  where 
there  is  a  separate  crank  for  each  cylinder. 
(c)  In  Fig.2i3,.46cI>isaconventional 
Fig.  3I3.  "  combined  "  diagram  for  a  compound 

engine  with  receiver  of  infinite  volume.    In  it,  .<4Z>  is  the  volume 
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of  the  low-pressure  cylinder,  ad  is  that  of  the  high-pressure  cyl- 
inder, be  is  the  volume  of  steam  admitted  to  the  high-pressure 
cylinder,  and  BC  is  that  at  the  time  of  cutnsff  in  the  low-pressure 
cylinder.     Then 

ad 

■f-  =~''H  "  ratio  of  expansion  in  the  high-pressure  cylinder; 

'„-^  =^rL=  ratio  of  expansion  in  the  low-pressure  cylinder ; 


be 

Since,  if  hyperbolic  expansion  is  assumed, 
pAbc)'p^iad), 
the  recover  pressure  is  evidently 

*'-p-{^)-^-h <=»« 

for  the  case  in  which  the  expansion  is  complete  in  both  cylinders. 

(d)  It  is  evident  that  the  horizontal  transfer  line  obtained 
with  a  receiver  of  infinite  volume  would  correspond  to  the  mean 
transfer  pressure  if  a  receiver  of  finite  volume  is  used,  and  that 
indicator  diagrams  drawn  with  this  horizontal  transfer  line  would 
have  practically  the  same  areas  as  with  the  variable  line  of  the 
small  receiver.  Hence  these  diagrams  may  not  only  be  used 
for  the  engine  as  a  whole  but  also  when  each  cylinder  is  con- 
sidered separately. 

(e)  Changing  the  h>w-pressure  cut-off  to  make  it  occur  earlier 
results  (i)  in  raising  the  receiver  line,  as  shown  dotted  in  Fig.  213; 
it  also  results  {2)  in  a  redaction  of  the  area  of  the  high-pressure 
diagram  and  (3)  an  increase  in  the  area  of  the  low-pressure  dia- 
gram. Making  the  low-pressure  cut-off  later  reverses  these  re- 
sults. Thus  the  cut-off  in  the  low-pressure  cylinder  influences  the 
receiver  pressure  and  distribution  of  work  between  the  cylinders, 
but  does  not  affect  the  total  work  done  by  the  engine. 

(t)  The  selection  of  the  receiver  pressure  is  based  on  the  fol- 
lowing considerations: 

(i)  For  greatest  economy  in  the  use  of  steam  the  temperature 
ranges  in  the  two  cylinders  should  probably  be  equal,  although 
this  is  not  certain.  Hence  the  receiver  pressure  should  probably 
be  such  that  the  corresponding  temperature  of  the  steam  is 


-c.^iCoogle 


333  BEAT-POWER  ENGINEERING 

midway  between  the  initial  and  iinal  temperatures  of  the  work- 
ing fluid.  Other  considerations  may  be  more  important  than 
thb,  however. 

(2)  It  is  sometimes  desirable  to  have  the  same  cut-off  (that  is, 
the  same  expansion  ratios)  in  both  cylinders.  For  example, 
in  the  tandem  compound  engine  shown  in  Fig.  107,  the  two 
valves  are  on  the  same  rod,  hence  the  cujt-offs  in  the  two  cylin- 
ders must  change  together. 

(3)  Usually  it  is  desirable  to  have  equal  work  done  in  the  two 
cylinders.  In  this  case  the  receiver  line  should  be  so  drawn 
that  the  areas  of  the  high-pressure  and  low-pressure  diagrams 
are  equal.  This  is  especially  desirable  when  the  engine  is  a 
cross  compound. 

(4)  In  some  special  cases,  equal  maximum  thrusts  on  the 
piston  rods  are  desirable,  and  these  thrusts  are  dependent  on  the 
receiver  pressure. 

(5)  The  uniformity  of  turning  effort  is  dependent  on  the  shape 
and  relative  proportions  of  the  indicator  diagrams  of  the  two 
cylinders,  and  hence  is  dependent  on  the  receiver  pressure. 

Usually  comjxiund  engines  are  operated  to  perform  equal  work 
in  the  two  cylinders,  and  this  gives  about  as  uniform  a  crank  effort 
as  is  possible,  and  hence,  con^derations  (3)  and  (5)  are  satisfied 
together  with  suHicient  accuracy  for  ordinary  purposes. 

169.  Receiver  Pressures  in  Compound  Engines  with  Infinite 
Receivers  and  No  Clearance,  (a)  It  has  just  been  seen  that 
the  distribution  of  work  among  the  cylinders  depends  on  the 
receiver  pressures,  hence  the  problem  is  one  of  determining  the 
mean  receiver  pressures  which  will  give  the  desired  distribution. 
The  receiver  pressure  may  be  determined  either  graphically  or 
analytically,  using  the  conventional  diagram.  The  receiver  vol- 
ume will  be  considered  infinite  and  the  clearance  zero. 

(b)  The  graphical  method  will  be  considered  first. 

Let  Pi,  pt,  and  Vi  in  Fig.  214  be  given,  and  assume  a  terminal 
pressure  po  such  as  will  give  the  drop  {DE)  in  pressure  in  ac- 
cordance with  Section  iii.  With  this  data  available,  the  com- 
bined PV-diagram,  AbcDE,  can  be  easily  drawn  and  its  work 
area  can  be  determined.  If  the  high-pressure  cylinder  is  to  do 
l/»th  of  the  total  work,  the  area  H  will  be  l/»th  0/  the  total 
area.    The  problem  then  is  to  find  the  location  of  Une  ad  which 
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'win  give  this  distribution  of  work.  The  line  ad  can  be  drawn 
tentatively  and  then  the  area  above  it  can  be  int^^ated  by 
I^animeter  to  see  if  it  has  the  proper  value.  If  it  is  not  correct^ 
another  position  of  ad  can  be  tested,  and  by  repeated  trials  a 
proper  receiver  line  can  be  obtained  by  this  "  cut  and  try  " 
method.  This  same  method  can  be  used  when  the  H.P.  expan- 
sion is  incomplete  (i.e.,  when  the  toe  of  the  H.P.  diagram  is 
removed)  as  in  Fig.  215,  and  can  also  be  applied  to  multiple- 
expansion  engines  with  any  number  of  expansion  cylinders. 


Fig.  314. 


Fig.  115. 


In  Figs.  214  and  215,  Ve  is  the  volume  of  the  high-pressure 
cylinder;  and  the  corresponding  mean  effective  pressure  acting 
in  the  high-pressure  cylinder  is 

^"^  "  le!^h  Vh  ^  ^'^  °^  ordinates.  .     .     .     {287) 
Similarly  the  L.P.  mean  effective  pressure  is 
area  L 


P^  = 


-  X  scale  of  ordinates. 


(28f 


PmS  = 


-  X  scale  of  ordinates. . 


(289) 


"  length  Vl 
The  total  m.e.p.  "  referred  "  to  the  low-pressure  cylinder  is 
_area(g-f-I,)^ 
length  Vl 

(c)  By  removing  the  toe  from  the  H.P.  diagram,  as  in  Fig. 
215,  the  high-pressure  cylinder  is  decreased  in  volume  in  the 

ratio  o^  and  the  cost  of  the  engine  is  consequently  reduced. 

On  account  of  this  saving,  and  because  the  expansion  should  not 
be  to  a  pressure  lower  than  that  which  is  sufficient  to  overcome 
the  engine  friction,  most  compound  engines  are  operated  with 
the  drop  de  at  release  in  the  high-pressure  cylinder. 
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Hence,  only  that  case  will  be  considered  in  the  analytical 
method  which  follows: 

It  will  be  assumed  that  the  expansion  is  hyperbolic,  that  the 
recdver  volume  is  infinite,  and  that  the  clearance  volumes  are 
zero. 

(d)  In  Fig.  215,  let 
Pi  —  Initial  pressure  (lbs.  sq.  in.) ; 
pi  =  L.P.  back  pressure  {lbs.  sq.  in.); 
pB=  Receiver  pressure  (lbs.  sq.  in.) ; 
pD=  Release  pressure  in  low-pressure  cylinder; 
R  =  Cylinder  ratio  =  (vol.   low-pressure   cylinder)  -s-  (vol. 
high-pressure  cylinder)  =  Vi,/Vb 
=  (area  low-pressure  piston)  -^  (area  high-pressure  piston) 
«^  when  the  piston  strokes  are  equal,  as  they  usually  are. 

~Pd    vr 

Vb. 


Tj.  =  Total  ratio  of  expansion  = 

Tg  —  Ratio  of  expansion  in  high-pressure  cylinder  = 


Vl, 


r^  =  Ratioofexpansioninthelow-pressurecylinder  =  f^; 

pmH  =  M.e.p.  of  the  steam  in  high-pressure  cylinder  (pounds 

square  inch) ; 
pmi.  =  M.e.p.  of  the  steam  in  low-pressure  cylinder  (pounds 

square  inch) ; 
f „B  ™  Total  m.e.p.  "referred"  to   the  low-pressure   cylinder 

(pounds  square  inch). 

Since 

_Vh_Vl^Vm 


m<^> 


Vl 


=  fj.  and   -p-  =  R, 


it  is  evident  that  the  ratio  of  expansion  in  the  high-pressure 
cylinder  is 

ris  =  rj.^  R (290) 

(e)  As  the  L.P.  piston  is  J?  times  as  lai^  as  the  H.P.  piston 
(the  strokes  being  assumed  equal),  the  intensity  of  pressure  on 
the  L.P.  piston  that  would  do  work  equal  that  due  to  the  H.P. 
mean  effective  pressure  is  evidently  p^u/R-     Then  if  the  high- 
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pressure  cylinder  is  to  do  l/n  th  of  the  total  work,  it  must  follow 
that  the  H.P.  m.e.p.  referred  to  the  L,P.  piston  will  be  equal  to 


R    ^    n   ' 


Now,  from  Eq.  (278), 


^.^(i+j^)_,,. 


PtiR  - 


H-^^] 


XK. 


(291) 
(292) 
(293) 


in  which  X  is  a  factor  introduced  to  correct  for  the  loss  due  to 
the  omission  of  the  toe  of  the  H.P.-diagram.  ft  ranges  from 
0.9  to  i.o,  the  latter  value  being  for  the  complete  expansion  in 
the  high-pressure  cylinder. 

Substituting  for  />„»  and  p^g  in  Eq,  (291)  and  solving  for  pg, 
results  in  the  following  expression  for  the  recewer  pressure  which 
will  give  the  desired  distribution  of  work: 

,,  =  4(i±i^)_^«|(i±i^)_||j].  ,,, 

(f)  With  Ps  known  the  ratio  of  expansion  in  the  low-pressure 


cylinder  can  then  be  found.     Since  r^ 
and  since  ^d  =  — ,  it  follows  that 


Vo      pD 


[see  Fig.  215) 


-a 


rj.. 


C295) 


(g)  This  analytical  method  not  only  applies 
to  two-stage  compound  engines  but  also  to 
multiple-ezpansion  engines  having  any 
number  of  expansion  cylinders.  Thus,  if 
the  work  is  equally  distributed  among  x 
cylinders  (for  example,  i  =  3  in  Fig.  216), 
the  work  in  the  first  cylinder  is  l/x  th  of 
the  total.  Then  the  pressure  ipn^  in  the  first 
receiver  can  be  found  from  Eq.  (294),  with  x  substituted  for  n. 

The  second  cylinder  receives  steam  at  this  same  receiver  pres- 
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sure  {Pr)  ;  and  this  cylinder  and  the  succeeding  ones  can  be 
considered  as  constituting  another  engine  with  initial  pressure 
equal  to  Pr^  and  with  {x  —  1)  cylinders.     This  engine  will  do 

^ parts  of  the  work  of  the  whole  engine,  and  this  second 

cylinder  (considered  now  as  a  high-pressure  cylinder)  will  do 

-. — ^"Yjth  of  this  work.     Then  the  pressure  (pit^  in  the  second 

receiver  can  be  found  by  again  using  Eq.  (294)  with  (x  —  1)  sub- 
stituted for  n  and  by  making  such  other  changes  as  will  be 
apparent.  Pressures  in  succeeding  receivers  (if  any)  can  be 
found  in  like  manner. 

(h)  In  a  triple-expansion  engine,  after  the  ratio  R  of  low- 
pressure  cylinder  to  high-pressure  and  ratio  Rih  of  I. P.  to  H.P. 
have  been  selected, it  is  evident  (since  VL=VnR&ndVi'=VERiH) 
that  the  cylinder  ratio  Rli  of  L.P.  to  I. P.  is 


Vi      Rih  ■ 


(296) 


(i)  Following  (f)  of  this  section,  the  ratio  of  expansion  in  the 
low-pressure  cylinder  is 

'^-(t)'-'- (">7) 

Also,  by  analogy,  r,  =  [■— )  r^ ,  in  which  fj.  is  the  total  expansion 

\Pr,/  ' 

in  the  intermediate-pressure  and  the  low-pressure  cylinders  com- 
bined.   After  n,  is  known,  rj-,  can  be  computed  from  rj.,=  ''l  (r^'J- 

Then  by  comparison  with  Eq.  (290)  it  is  seen  that  the  ratio 
of  expansion  in  the  intermediate-pressure  cylinder  is 

"  =  '''*^"  =  e;(s) <''« 

The  ratios  of  expansion  in  a  quadruple-expansion  engine  would 
be  determined  in  a  similar  manner. 

170.  Cylinder  and  Expansion  Ratios  Used  in  Multiple-Ex- 
pansion Engines,  (a)  In  general  the  greater  the  total  range  of 
pressures  in  the  engine  the  larger  should  be  the  cylinder  ratio 
'  and    the   expansion    ratio.     Thus    high-pressure   engines    have 
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lat^r  ratios  than  low-pressure  engines,  and  those  condensing 
have  greater  ratios  than  those  which  operate  noncondensing. 
Practice  varies  widely  and  only  the  average  values  can  be 
given  here. 

(b)  Modem  compound^  engines  usually  operate  with  steam 
pressures  between  125  pounds  and  150  pounds  gauge.  In  many 
instances,  however,  much  higher  and  lower  values  have  been 
used.  Stationary  engines  of  this  type  usually  have  cut-offs  in 
the  high-pressure  cylinders  between  0.25  and  0.4  of  the  stroke 
under  normal  load.  With  late  cut-ofF  a  smaller  engine  can  be 
used  for  a  given  power  than  with  early  cut-off;  but  the  conse- 
quent saving  in  "  first  cost "  of  engine  may  be  more  than 
balanced  by  loss  in  efficiency  and  greater  cost  of  operation. 
Cylinder  ratios  customarily  used  are  about  as  follows; 

CYUNDER   RATIOS   FOR   COMPOUND   ENGINES. 

Cylinder  ratio. ij        jt         4  4* 

Gauge  pressure,  noQcondensmg loo       no        

Gauge  pressure,  condensing 100        110       150 

Dividing  the  cylinder  ratio  by  the  H.P.  cut-off  fraction  (0.25 
to  0.4)  gives  the  total  ratio  of  expansion.  What'the  best  cyl- 
inder and  expansion  ratios  .are,  is  still  under  discussion.  Some 
advocate  cylinder  ^-atios  even  as  large  as  6  or  7  and  remarkable 
economies  have  been  obtained  with  such.*  . 

(c)  The  ratio  of  expansion  is  sometimes  fixed  by  first  assum- 
ing the  pressure  drop  at  release.  If  this  drop  is  added  to  the 
L.P.  exhaust  pressure,  the  pressure  (po  in  Fig.  215)  at  release 
is  obtained.  Then,  considering  the  expansion  to  be  hyperbolic, 
the  total  ratio  of  expansion  on  the  conventional  diagram  is 

rr  =  f ^299) 

Pd 

which  is  approximated  more  or  less  closely  in  the  actual  case. 

If  the  expansion  ratio  (rn)  in  the  high-pressure  cylinder  is  then 

selected,  the  cylinder  ratio  is 

i?  =  ^ {300) 

*  r     —  6.25  Cross  Compound  Corliss.     Aa.  Eltclrkian,  June,  1Q03. 
'r  ~  7-3    Fleming  Four-valve.     Trans.  A.  S.  M.  E.,  Vol.  XXV,  page  3ij. 
Tj-  =  6 .4   Tandem  Compound  Corliss  —  Bartua'  Engine  Tests,  page  185. 
f  J.  =  6,»    Edison  Waterside  Station,  New  York.  Power,  July,  1904,  page  424, 
Also  see  papers  in  Trans.  A.  S.  M.  E. 
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After  the  receiver  pressure,  which  will  give  the  proper  distri- 
bution of  work  between  the  cylinders,  has  been  determined,  the 
drop  in  pressure  at  H.P.  release  should  be  checked. 

(d)  Modern  triple-expansion  engines  usually  operate  with 
steam  pressures  from  150  pounds  to  180  pounds  gauge  or  even 
higher.  TTie  pressure  at  L.P.  release  in  condensing  marine  en- 
gines is  commonly  about  15  pounds  per  square  inch  absolute  under 
normal  load,  and  in  stationary  engines  it  is  about  half  this  value. 
As  before,  the  total  expansion  ratio  (rj.)  can  be  found  approx- 
imately by  dividing  the  initial  pressure  by  the  L.P,  release  pres- 
sure (considering  the  expansion  to  be  hyperbolic) ;  or  it  can  be 
obtained  from  economy  curves  of  similar  engines  operating  under 
similar  conditions,  when  ratios  have  been  used  as  abscissas. 

The  H.P.  cut-off  in  marine  engines  is  usually  from  0.55  to  0.7 
of  the  stroke  and  in  stationary  engines  is  much  earlier.  The 
H.P.  expansion  ratio  {th)  is  the  reciprocal  of  this  cut-off  ratio 
(n^Iecting  clearance).       With  fy  and  tr  known,  the  volume 

ratio  of  high-pressure  to  low-pressure  cylinder  is  i?  =  — .     If 

the  strokes  ace  equal,  as  is  almost  invariably  the  case,  the  ratio 
of  piston  areas  will  be  the  same  as  the  volume  ratio. 

If  the  conventional  diagrams  of  the  various  cylinders  have 
sharp  toes,  the  work  will  be  equally  distributed  among  the  cylin- 
ders if  the  cylinder  volumes   (or  piston  areas)  are  such  that 

■y  =  y  (in  which  the  letters  refer  to  the  high-,  intermediate, 

and  low-pressure  cylinder  volumes,  or  areas).  In  such  a  case  the 
intermediate  cylinder  volume  (or  piston  area)  is  found  from 
/  =  VHxL. 
In  the  actual  case,  because  of  departure  of  the  real  indicator 
diagrams  from  the  theoretical  and  because  of  cylinder  conden- 
sation, cushion  steam,  etc.,  the  intermediate-pressure  cylinder  is 
made  a  little  smaller  than  this  equation  would  give.  Seaton  * 
states  that  in  marine  practice  the  intermediate  cylinder  volume 
{or  piston  area)  is  about  as  given  by  the  following  equation : 

^  =  — fj— (301) 

•Seaton's  "Manual  of  Marine  Engineeiing";  or  Seaton  and  Rounthwaite's 
"P«cket  Book  of  Marine  Engineering." 
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Marine   triple-expansion  engines   are   proportioned   about  as 
follows: 

Initial  pressure,  abs. 165  17s                195 

R»tio/to£f i.si  "■*  *S4 

tMloLtoH. 6,6  7,0  7.8 

Total  e: 


(e)  Quadruple-expansion  engines  usually  operate  with  pressures 
from  175  to  225  pounds  gauge.  TTie  L.P.  terminal  pressures  , 
and  H.P.  cut-off  percentages  are  about  the  same  as  for  triple- 
expansion  engines.  Thus  the  total  expansion  ratios  are  some- 
what larger  than  in  the  latter  engines.  If  the  ratios  of  adjacent 
cylinders  are  made  equal,  then 


H     I,      I,      ^' 


in  which  /i  and  /]  refer  to  the  first  and  second  intermediate 
cylinders.    From  which  it  follows  that 

h-RM (302) 

/.  -  &/,  -  R.'H (303) 

L-  RJ,.  RtH (304) 

Hence  the  ratio  of  adjacent  cylinders  (assumingTvknown)  is 


R, 


-v'l •   ■   ■    (305) 


or  the  ratio  of  low-pressure  to  htgh-pressure  cylinder  (assuming 
Ra  known)  is 

R=^=R* (306) 

After  Rt,  H,  and  L  are  known,  /t  and  /i  follow  from  Eqs. 
(302),  C303).  These  values  of  /i  and  /jshould  be  reduced  some- 
what, for  the  same  reasons  that  were  given  in  the  case  of  the 
triple-expansion  engine. 

In  quadruple-expansion  marine  engines  the  cylinders  are  about 
in  the  following  proportions: —  r  :  1.8  :  3.6  :  7.8.  A  study*  of 
14  different  quadruple-expansion  engines,  with  pressures  about 

•  H.  H.  Suplee.    Trans.  A.  S.  M.  E.,  Vol.  X,  page  383. 
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l8o  pounds  per  square  inch,  showed  the  average  cylinder  propor- 
tions to  be  1 :  2  :  3.78  :  7.70;  or  nearly  i  :  2  :  4  :  8.* 

171.  The  Theoretical  Indicator  Diagram  of  Muttqile-Ezpan- 
sion    Engines    with    Clearance.       In    the    foregoing  discussion 
clearance  was   neglected.     If  clearance   is 

yki 1  considered,   the    results    will    be   changed 

'"  somewhat.     In   such   cases   the  analytical 

method  is  a  little  complicated,  hence   the 


J — (r — i\..,     graphical  method  is  generally  the  best  one 

'V— t-.—^ 


This  method  needs  no  explanation. 
In   the  theoretical   cards  of  a  compound 


engine  with  clearance,  as  shown  in  Fig. 
the  total  ratio  of  expansion  is 


'^      Ih+CIh' 
the  H.P.  ratio  of  expansion  Is 

L„  +  Cl„ 
"^Ih  +  CIh' 
the  cylinder  ratio  is 

172.  Effects  of  Changing  the  Cut-offs  in  the  Respective 
Cylinders  of  Multiple-Expansion  Engines,  (a)  In  "  regulating  " 
the  engine  to  make  the  power  output  equal  to  the  demand,  the 
steam  distribution  to  the  cylinders  can  be  varied  in  several  ways. 

(b)  It  has  already  been  shown  that  Ike  effect  of  making  Ike 
L.P.  cut-off  occur  later  in  the  stroke  (other  things  remaining  the 
same)  is  (i)  to  lower  the  receiver  pressure,  (2)  to  increase  the 
H.P.  work,  (3)  to  decrease  the  L.P.  work;  and  vice  versa.  But 
(4)  such  change  does  not  affect  the  total  work  of  the  engine  if 
the  toes  of  the  diagrams  are  not  lost,  hence  the  engine  cannot 
be  regulated  by  changing  merely  the  L.P.  cut-off. 

(c)  If  the  L.P.  cut-off  is  fixed,  and  the  H.P.  cut-off  is  made  to 

•  For  data  relating  to  multiple-expansion  marine  engines,  see  Seaton's  "  Manual 
of  Marine  Engineering,"  Robertson's  "  Translation  of  Bauer's  Marine  Engines  and 
Boilers."  For  all  types  of  multiple-expansion  engines,  see  Heck's  "The  Steam 
Engine,"  Vol.  11,  pages  506-9,  and  Gebhardt's  "  Steam  Power  Plant  Engineering." 
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occur  later,  there  results  (i)  an  increase  in  the  receiver  pressure 
(Fig.  218),  (2)  a  greater  increase  in  the  L.P.  work  than  in 
the  H.P.  work.  Making  H.P.  cut-off  occur 
earlier  produces  the  reverse  effects.  Com- 
pound engines  can  be  regulated  by  having  an 
automatic  governor  control  only  the  cut-off 
in  the  high-pressure  cylinder.  But  in  such 
case,  if  there  is  much  change  in  the  load  on 
the  engine,  the  L.P.  cut-off  should  be  ad- 
justed by  hand  to  equalize  the  distribution 
of  the  load  between  the  cylinders. 

(d)  If  the  initial,  receiver,  and  exhaust  pressure  lines  on  a 
PV-diagram  for  a  compound  engine  are  extended  from  one  hy- 
perbolic expansion  line  to  another,  as  from  cD  to  c'D'  in  Fig.  219 
(a),  it  will  be  found  (r)  that  the  expansion  ratios  in  the  cylinders 


Fig.  3i3. 


Fig.  119. 


I  unchanged;  and  that,  in  consequence,  (2)  the  propor- 
tionate distribution  of  work  between  the  cylinders  also  remains 
the  same. 

In  Fig.  219  (6)  it  is  seen  that  the  high  and  low  cylinder  volumes 
{Vb  and  Kt)  are  such  that  the  expansion  lines  cd  and  CD  in 
the  two  cylinders  are  complete  and  continuous.  If  the  cylinder 
volumes  are  related  thus,  and  if  the  cut-offs  are  advanced  pro- 
portionately (so  that  c'd'  and  C'D'  in  Fig.  219  (b)  are  on  the  same 
hyperbola),  the  distribution  of  work  can  be  shown  to  be  in  the 
same  proportion  as  in  the  case  of  complete  expansion  just  dis- 
cussed; and  further  (from  this),  that  (3)  the  toe  areas  (Xb  and 
Xi)  lost  will  be  in  this  same  proportion.  These  same  state- 
ments are  also  true  in  case  the  cut-offs  are  decreased  propor- 
tionately as  in  Fig,  220.  In  this  figure,  however,  it  is  seen  that 
the  diagrams  have  "  loops  "  Xg  and  Xl,  which  represent  nega- 
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live  work.     Evidently  the  cut-off  should  not  be  earlier  than  c, 
if  good  economy  is  important. 

With  such  arrangement  the  automatic  governor  can  be  made 
to  change  the  cut-off  equally  in  the  two  cylinders  and  the  proper 
balance  of  work  will  be  always  auto- 
matically maintained.  The  tandem  com- 
pound engine  in  Fig.  107  is  an  example 
of  this  case. 

If  the  L.P.  toe  loss  is  greater  than  the 
similar  H.P.  loss,  it  can  be  shown  that 
to  maintain  the  same  relative  balance  of 
power  between  the  cylinders,  the  L.P. 
cut-off  must  vary  more  rapidly  than  the 
H.P.  cut-off;  thus  as  the  power  is  in- 
creased the  receiver  pressure  must  be  raised. 

(e)  If  the  cut-offs  {or  expansion  ratios)  in  the  two  cylinders 
remain  constant,  the  power  of  the  engine  may  be  decreased 
by  throttling  the  steam,  and  in  this  case  the  distribution  of 
power  between  the  cylinders  remains  in  substantially  the 
same  proportion.  That  this  is  true  may  be  seen  from  inspec- 
tion of  Eq.  {294),  in  which  Pr  is  seen  to  be  practically  propor- 
tional to  Pi  (since  all  other  quantities  are  constants  in  this 
case,  except  the  ratio  Pt/Pi,  which  is  so  small  a  quantity  that 
its  change  is  negligible).  This  shows  that  the  effect  of  throt- 
tling is  substantially  equivalent  to  changing  the  pressure  scale 
of  the  diagram. 

(f)  Because  of  the  effect  of  clearance,  "  wire  drawing,"  cyl- 
inder condensation,  etc.,  the  real 
diagrams  differ  greatly  from  the 
theoretical  ones,  hence  the  conclu- 
sions just  given  can  be  used  only 
in  a  very  general  sense  in  actual 


173.   Theoretical    PV-Diagrams 
of  a  Tandem  Compound   Engine  ."Icii.     nu^  -i  j- 
with  Receiver  of   Finite  Volume,     '   '       '^^" 
and  having    Clearance,     (a)    Fig.  ^^' '"' 

221   shows  the    PV-diagrams   for  a    tandem   compound   engine 
which  has  clearance  volume  and  finite  receiver  volume.     The 
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s  of  both  the  H.P,  and  L,P.  diagrams  are  the  strokes 
(same  for  both  cylinders),  OY  is  the  line  of  absolute  zero  for 
volumes  in  the  low-pressure  cylinder,  and  oy  is  the  similar  line 
for  the  high-pressure  cylinder.  In  the  latter  cylinder  abc  is 
the  admission  line,  cd  is  the  expansion  line  (with  respect  to  axes 
oy  and  oO),  dtk  is  the  drop  in  pressure  when  the  H.P.  steam 
is  released  to  the  receiver,  d\e\  is  the  period  when  the  high-pres- 
sure cylinder  is  exhausting  into  the  receiver  alone,  and  cic/is 
the  period  during  which  the  high-pressure  cylinder  is  exhausting 
into  both  the  receiver  and  the  low-pressure  cylinder;  Jg  shows 
the  period  when  the  high-pressure  cylinder  is  exhausting  into 
the  receiver,  after  cut-ofi  has  taken  place  (at  C)  in  the  low-pressure 
cylinder;  and  ga  is  the  compression  into  the  H.P.  clearance 
space  (and  is  therefore  asymptotic  to  oy).  Evidently  if  O'F'  is 
drawn  to  the  right  of  oy  at  a  distance  {Vg}  equal  to  the  receiver 
volume  (measured  to  the  same  scale  that  is  used  for  the  H.P. 
volumes),  fg  will  be  a  hyperbola  with  axes  C/Y'  and  CfO.  Dur- 
ing the  period  ef  of  the  H.P.  exhaust  the  low-pressure  cylinder 
is  receiving  steam  along  the  coincident  line  BC.  After  L.P. 
cut-off  at  C,  the  steam  in  the  low-pressure  cylinder  expands 
according  to  CD,  is  exhausted  along  DEF,  compressed  along 
FA,  and  admitted  along  ABC  from  the  high-pressure  cylinder 
and  from  the  receiver.  Evidently  CD  and  FA  are  hyperbolas 
with  respect  to  axes  Oo  and  OY. 

(b)  These  diagrams  can  also  be  constructed  by  the  method 
given  in  the  next  section. 

174.  Theoretical  PV-Diagrams  of  a  Cross  Compound  Engine 
with  Receiver  of  Finite  Volume,  and  having  Clearance,  (a)  In 
Fig.  222  (o)  the  H.P.  and  L.P.  diagrams  of  opposite  strokes  are 
shown  with  true  volumes  as  abscissas,  and  with  the  clearance 
and  receiver  volumes  in  proper  proportion  and  relation  for  a 
single-acting  cross  compound  engine  with  L.P.  cut-off  less  than 
one-half  stroke.  It  will  be  seen  that  the  arrangement  of  dia- 
grams is  similar  to  that  in  Fig.  212  (d),  but  with  clearance  and 
receiver  volumes  added. 

If  the  points  in  the  stroke  at  which  the  valve  events  occur  are 
known,  the  lines  abed  and  EFA  are  easily  drawn,  but  the  points 
on  the  H.P.  exhaust  line  and  L.P.  admission  line  are  harder  to 
find.     The  method  ,of  determining  these  will  now  be  considered. 
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(b)  It  will  be  convenient  to  have  an  auxiliary  diagram,  such 
as  Fig.  322  (b),  called  a  steam-distribotion  chart,  which  will 


show  for  each  crank  angle  (ordinate)  the  volumes  (abscissas)  of 
steam  in  both  the  cylinders  and  in  the  receiver.  If  the  motion 
of  the  piston  is  harmonic  (as  it  is  approximately),  the  curves  of 
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volumes  displaced  by  the  pistons  are  of  course  sinusoids,  and 
can  be  easily  constructed  in  the  manner  shown  in  the  lower 
part  of  the  figure.  In  the  case  under  consideration,  as  the 
cranks  are  at  right  angles  these  sinusoids  must  differ  in  phfkse  by 
90°.  The  clearance  lines  (oy'  and  OY')  are  added  to  the  chart; 
thus  the  distance  from  a  point  on  a  sinusoid  to  the  clearance 
line  gives  the  volume  of  steam  in  the  cylinder  for  the  corre- 
sponding crank  angle. 

The  percentages  of  stroke  for  all  "  valve  events  "  are  sup- 
[x>sed  to  be  known,  thus  the  abscissas  of  all  events  can  be  laid 
off  on  the  PV-diagrams  in  Fig.  222  (c).  Lines  abed  and  EFA 
can  be  drawn  at  once,  and  efgha  and  BBiC  can  be  drawn  ten- 
tatively to  show  roughly  the  general  shape  of  the  diagrams. 
The  exact  lines  will  be  found  later.  Then  on  the  sinusoids,  in 
Fig.  222  (b),  the  points  for  the  valve  events  can  be  found  by 
projecting  downward  from  the  PV-diagrams,  or  may  be  located 
more  accurately  by  using  the  crank  angles  corresponding  to  the 
valve  events.  The  points  thus  found  are  lettered  the  same  as 
the  corresponding  points  on  the  PV-diagrams,  but  are  primed. 

(c)  From  b'  to  c'  in  Fig.  222  (b)  is  H.P.  admission,  and  from 
c'  to  d'  is  H.P.  expansion,  with  volumes  varying  according  to 
the  heavy  abscissas  to  the  right  of  the  sinusoid  between  these 
points.  The  product  PV  is  constant  during  this  expansion 
(and  its  value  can  be  found  since  Pt  and  Vc  are  known),  hence 
the  "  PV-qu«ntity  "  (PIO«  may  be  taken  as  representing  the 
whole  process  of  expansion.  Evidently  the  following  broad 
statement  can  be  made: 

General  Propositioii  A:  Between  valve  events  (not  neces- 
sarily in  the  same  cylinders)  controlling  the  weight  of  steam 
involved,  the  "  PV-quantity  "  is  constant;  and  when  its  value  is 
known  the  expansion  curve  can  be  constructed.  Thus,  in  this 
instance,  dividing  the  PV-quantity  {PV)t  by  different  values 
of  V  gives  the  pressures  to  be  used  in  plotting  the  expansion 
curves  cd. 

(d)  At  d  (and  d')  the  steam  with  PV-quantity  equal  to  {PV), 
is  released  from  the  high-pressure  cylinder  and  mixes  with  the 
receiver  steam  which  has  a  PV-value  equal  to  mn{PV)a,  in 
which  m  and  n  are  unknown  coefficients,  the  value  of  which  will 
be  determined  later.  In  such  cases  the  following  assumption  is 
made: 


jcbyGoogIc 


346  HEAT-POWER  ENGINEERING 

General  Proposition  B:  The  PV~guantity  resulting  from  a 
mixture  is 

[PVU  -  2  iPV) (307) 

Thus,  after  point  e  is  passed 

[PV].  =  (-PF),  +  mn  [PV\„  .  .  .  (308) 
from  which  [Pl^.  can  be  found  when  mn  [PV],  has  been  deter- 
mined, since  (PV),  is  already  known. 

(e)  The  L.P.  compression  occurs  from  F  to  A  (and  F"  to  A') 
with  PV-quantity  constant  and  equal  to  {PV)p,  —  the  value  of 
which  can  be  easily  found,  since  Pp  and  V>,  are  given, — and 
with  volumes  varying  as  shown  by  the  heavy  dotted  abscissas 
to  the  left  of  sinusoidal  arc  F'A'.  At  A  (and  at  A'  and  /) 
this  L.P.  cushion  steam  mixes  with  that  in  the  receiver  and  high- 
pressure  cylinder;  hence  the  PV-value  of  the  mixture  is,  from 
Proposition  B, 

[PV],  =  [PV],  +  (PV)r (309) 

Thus  during  phase  gk  and  BBi  the  pressures  may  be  found  by 
dividing  [PF],  by  the  volumes  which  are  shown  by  the  dotted 
abscissas  between  arcs  g'h'  and  A'3\ . 

(f)  After  the  H.P.  exhaust  valve  has  closed  at  h  there  remain 
in  the  receiver  and  low-pressure  cylinder  «  parts  of  the  steam  that 
has  been  represented  by  [-PV],,  and  the  rest,  (i  —  »)  parts,  is 
used  for  compression  in  the  high-pressure  cylinder.  Between  Bi 
and  C  (and  B\  and  C)  the  PV-quantity  of  the  steam  in  the 
low-pressure  cylinder  and  receiver  is  n  [PV\  in  accordance  with 
the  following  assumption: 

General  Proposition  C;  //  a  weight  of  stmm,  having  a  cer- 
tain PV-quantity,  is  divided  without  change  in  pressure,  the  PV- 
quantity  of  the  part  is  the  same  fraction  of  the  original  PV-quantity 
that  its  weight  is  of  the  original  weight.  For  example,  if  one-half 
the  steam  involved  is  left  in  the  cylinder  and  receiver,  when  the 
H.P,  exhaust  closure  occurs  at  h  or  Bi  (h'  or  B/),  then  «  =  J,  and 
the  PV-quantity  of  this  remaining  steam  has  the  value  i  [Pf  I,, 
Thus,  between  points  B|  and  C  the  PV-value  is  n  [PV],  and  the 
volumes  are  shown  by  the  abscissas  to  the  left  of  the  sinusoidal 
arc  between  points  B/  and  C. 

After  the  L.P.  valve  has  cut  off  at  C  (and  C)  there  are  left 
in  the  receiver  m  parts  of  the  steam  which  was  represented  by 
n  [PV],;  hence,  this  receiver  steam  has  a  PV-value  of  mn  [PV],, 
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which  continues  constant  until   point  a  in  the  next  cycle  is 
reached, 

(g)  In  the  simultaneous  equations  {308)  and  {309)  all  quan- 
tities are  either  known  or  can  be  determinable  directly,  except 
the  bracketed  quantities  [PV],  and  [-P V], ;  but  these  latter  can  be 
found  by  elimination.  When  these  are  known,  the  PV-diagrams 
can  easily  be  completed. 

(h)  If  the  engine  is  double-acting,  and  if  it  has  equal  PV-dia- 
grams at  both  ends  of  the  cylinders,  the  solution  of  only  one  end  is 
necessary.  But  if  the  diagrams  are  not  equal,  it  is  necessary  to 
draw  the  steam-distribution  chart  for  both  ends  of  the  cylinders. 
Then  there  will  be  four  unknown  PV-quantities,  but  there  will 
be  the  following  four  simultaneous  equations,  from  which  the 
unknowns  can  be  determined: 

[PV].=  {PV),+m'n'[PV\',.     .     .     {310) 

[PV\,  =  [PV].  ->t{PY)f    ....    (311) 

[PV\,~{PV)-.^mn{PV\,      .     .     .     (312) 

{pv];  =  [pv]'.  +  {pv)'^  ....   (313) 

in  which  the  primed  quantities  are  those  for  the  cylinder  ends 
not  considered  in  the  previous  discussion. 


Effect  of  Early  Release. 


(i)  In  the  foregoing  it  has  been  assumed  that  release  and 
admission  occur  at  the  ends  of  the  stroke.  If  the  engine  is 
double-actia^  and  if  the  steam  is  released  before  the  end  of  the 
stroke  in  the  high-pressure  cylinder,  the  L.P.  admission  line  will 
suddenly  rise,  in  case  the  L.P.  cut-off  has  not  already  occurred; 
for  this  release  suddenly  increases  the  steam  pressure  in  the  re- 
ceiver from  which  steam  is  still  being  supplied  to  one  end  of  the 
low-pressure  cylinder.     This  is  shown  in  Fig.  223,  from  which  it 
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is  seen  that,  when  the  steam  is  released  at  di,  there  is  a  drop  of 
pressure  in  the  high-pressure  cylinder  accompanied  by  a  simul- 
taneous rise  at  X  in  the  low-pressure  cylinder,  until  the  pres- 
sures at  X'  and  d'l  are  equal.  This  case  can  be  analyzed  by 
the  method  already  given. 

(j)  The  case  with  cut-off  later  than  half-stroke  is  somewhat 
similar  to  that  discussed  in  (i)  of  this  section  and  is  illustrated 
in  Fig.  224,  Even  if  the  H.P.  release  occurs  at  the  end  of  the 
stroke  (at  rfi),  there  will  be  the  sudden  rise  XX'  on  the  L.P. 
admission  line,  as  the  low-pressure  cylinder  has  not  previously 


Fig.  214.  —  Low-pressure  Cut-ofI  later  than  Half-stroke. 

been  cut  off  from  the  receiver.  From  X'  to  cut-off  at  C  the  low- 
pressure  cylinder  continues  to  receive  steam  from  the  receiver, 
while  simultaneously  the  high-pressure  cylinder  is  discharging 
steam  into  the  receiver  according  to  line  ci«i'.  Evidently  the 
pressures  at  points  Ci  and  X'  are  equal ;  and  the  same  is  true  of 
points  ei  and  C  This  case  can  be  analyzed  with  the  aid  of  a 
steam-distribution  chart,  in  the  same  manner  as  that  which  has 
just  been  discussed  in  connection  with  the  other  cases. 

'  175.  Theoretical  PV-Diagrams  of  Multiple-Expansion  En- 
gines with  Finite  Receiver  and  Clearance  Volumes,  with  An; 
Number  of  Cylinders  and  with  Any  Angles  between  Cranks 
(General  Case).  The  methods  just  discussed  in  connection  with 
the  construction  of  PV-diagrams  for  compound  engines  can  be 
extended  to  this  perfectly  general  case.  It  is  assumed  that  the 
initial  and  exhaust  pressures  are  known,  together  with  the  vol- 
ume ratios  of  cylinders,  receivers,  and  clearances,  and  that  the 
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percentages  of  stroke  (or  crank  angles)  of   the  various  valve 
events  are  given.     The  procedure  is  as  follows: 

(i )  Draw  the  cylinder, clearance,  and  receiver  volumes  in  proper 
relative  positions  on  the  PV-diagrams. 

(2)  Sketch  as  much  of  the  H.P.  and  L.P.  PV-diagrams  as 
can  be  done  initially. 

(3)  Draw  the  sinusoids  on  the  steam-distribution  chart  in  a 
proper  phase  relation  (considering  the  crank  angles  and  "  se- 
quence" of  cranks);  locate  the  valve  events;  and  by  a  system 
of  section  lining  show  the  volumes  connected  between  events 
(remembering  that  these  volumes  are  not  necessarily  confined 
to  those  in  one  cylinder). 

(4)  On  the  distribution  chart: —  (a)  give  the  PV-quantities 
initially  known,  such  as  iPV)c  and  iPV)p  in  the  previous  cases; 
(i)  in  accordance  with  General  Proposition  C  state  the  PV- 
quantities  resulting  from  a  separation  of  volumes  (when  not 
accompanied  by  change  in  pressure)  as  fractional  parts  of  the 
quantity  which  is  divided,  as  mn(PV)f;  and  (c)  in  accordance 
with  General  Proposition  B,  write  equations  for  the  PV-quan- 
tities resulting  from  mixtures. 

(5)  Obtain  the  values  of  the  fractional  coefficients,  m,  n,  etc. 

(6)  Find  the  unknown  PV-quantities  by  solving  the  simul- 
taneous equations,  of  which  there  should  be  the  same  number  as 
there  are  unknowns. 

(7)  Complete  the  construction  of  the  PV-diagram,  which  can 
be  done  now  that  the  PV-quantities  are  all  known. 

The  heavy  lines  in  iMg.  225 
show  the  PV-diagrams  for  a 
triple-expansion  engine.  The  in- 
dividual diagrams  were  tirst  ob- 
tained in  the  manner  just  outlined 
and  then  were  combined  with 
respect  to  a  common  axis  of 
volumes  as  shown  in  this  figure. 

-^176.  The  Actual  Combined  In- 
dicator   Diagrams    of    Multiple-   < 
E^ansion  Engines,     (a)  In  Fig.  _. 

225  it  is  seen  that  the  theoretical 
PV-diagrams    (in    heavy  lines)   overlap,   that    their  expansion 
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lines  do  not  fall  on  the  same  hyperbola,  and  that  the  sum 
of  their  areas  is  much  less  than  that  of  the  simple  diagram 
abate.  The  overlapping  parts  of  the  diagrams  do  not  occur 
simultaneously.  The  lack  of  continuity  of  the  expansion  lines 
is  lai^ely  due  to  the  difference  in  the  amounts  of  cushion  steam 
in  the  various  cylinders;  it  is  also  due  to  the  sloping  and  irregu- 
larity of  the  LP.  and  L.P.  admission  lines,  and  to  earliness  of 
the  I.P.  and  L.P.  cut-offs  compared  with  that  in  the  high- 
pressure  cylinder.  The  ratio  of  the  sum  of  areas  H,  I,  and  L 
to  area  abcde  is  the  theoretical  diagram  factor  in  this  case,  and 
it  is  evidently  much  less  than  unity. 

(b)  The  actual  indicator  diagrams  depart  considerably  from 
the  theoretical.  This  is  partly  because  of  wire  drawing  during 
flow  of  steam  through  valves,  receivers,  and  piping,  partly  be- 
cause of  condensation  or  refivaporation  in  cylinders,  receiver, 
and  piping,  partly  from  radiation  and  similar  losses,  partly  be- 
cause the  real  expansion  line  is  not  hyperbolic,  and  may  also  be 
partly  due  to  the  withdrawal  of  the  condensate  collecting  in 
"  separating  "  receivers.  In  Fig.  225  the  probable  diagrams  are 
shown  dotted. 

(c)  Given  the  actual  indicator  cards  obtained  from  the  en- 


gine, as  h  and  /  in  Fig.  226,  they  can  be  readily  "  combined," 
as  shown  by  H  and  L,  if  the  cylinder  and  clearance  volumes  are 
known. 
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The  areas  of  diagrams  H  and  L  can  then  be  found  and  the 
"  referred- m.e.p."  determined  in  the  usual  manner. 

After  this,  the  actual  diagram  factor  can  be  obtained  by 
getting  the  ratio  of  these  quantities  to  the  area  of  the  conven- 
tional diagram.* 

(d)  On  F^.  226  the  satm-ation  curves,  55  and  ^S',  have 
been  drawn.  As  the. weights  of  cushion  steam  in  the  two  cyl- 
inders are  not  the  same,  and  because  the  condensate  has  been 
removed  from  the  receiver  in  this  case,  there  are  unequal  weights 
of  steam  in  the  two  cylinders  during  the  respective  expansions, 
consequently  saturation  line  S'S'  lies  to  the  left  of  SS. 

Fig.  226  also  shows  the  quality  curves  x»  and  xi,  which  are 
obtained,  after  the  saturation  lines  have  been  drawn,  by  the  same 
method  that  was  described  for  simple  engines. 

*  niere  are  several  differeat  kiads  of  diagnun  factors,  each  of  whicfi  may  be 
used  to  best  advantage  for  some  particidBr  purpose.  When  the  engine  is  consid- 
ered by  itself,  the  definition  previously  used  in  the  text  is  the  one  most  commonly 
given.  The  A.  S.  M.  E.  Report  of  Committee  on  Standardizing  Engine  Tests 
defines  the  card  factor  in  such  manner  as  to  include  the  cylinder-feed  losses  be- 
tween eogine  and  boiler.    See  Trans.  A.  S.  M.  E.,  Vol.  XXIV,  page  75<- 
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CHAPTER  XXI. 

PESFORUANCE  OF  STBAH  ENomSS. 

^  177.  Steam  Consun^ition.  (a)  Steam  engines  are  governed 
by  (i)  throttling  the  steam,  (2)  by  varying  the  cut-off,  and 
(3)  by  combining  (1)  and  (2). 

When  the  engine  is  governed  by  throttling   (the  cut-off  re- 
maining constant),  the  available  energy  kE  per  pound  of  steam 
theoretically  decreases  as  the  pressure  is  reduced.     This  is  shown 
in  the  MoUier  diagram.  Fig.  227,     Starting  with  initial  pressure 
p\,  the  associated  heat  AQi,  and  back 
^\^^  MOLUER  CHART  pfessufe  pi,  thc  available  energy  is 

^~t^^?^^^  A£i.    In  throttling  to  pressure  Pt  the 

'■f^^.  e,,--^..,^^^^^  associated  heat  remains  unchanged, 

^N^--     &E,         -*s,„_^^^^      [jm  jjjg  available  energy  per  pound 
-  "^'^^  ^ is  reduced  to  A£j,  and  consequently 

{^■' 

be  used  to  develop  one  i.h.p.-hour.  Evidently  the  actual  throt- 
tling engine  gives  the  best  economy  only  under  maximum  load, 
hence  the  water-rate  curve  will  resemble  cd  in  Fig.  228. 

It  is  found  that  with  this  type  of  governing,  the  curve  of 
total  consumption  {ab)  is  practically  a  straight  line,  and  this 
relation  is  commonly  called  Wlllans'  Law.  When  two  points 
on  this  tine;  or  one  point  and  the  slope,  are  given,  the  line  can 
at  once  be  drawn.  Then  dividing  ordinates  by  corresponding 
abscissas  gives  the  simultaneous  values  of  the  water  rate,  and 
these  values  can  be  used  for  plotting  the  water  curve. 

With  greater  ratio  of  expansion,  less  steam  is  used  for  a  given 
output,  hence  for  such  cases  the  curves  a'b'  and  c'd'  in  Fig.  228 
would  lie  below  the  others. 

(b)  When  the  engine  is  governed  by  vaiying  the  cut-off,  the 
water-rate  curve  resembles  efg  in  Fig.  229,  the  reasons  for  which 
were  made  clear  in  Section  125.     To  this  figure  has  been  added 
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the  curve  cd  of  Fig.  228,  the  point  d  of  course  coinciding  with  g. 
Thus  it  is  seen  that  cut-off  governing  gives  better  results  than 
throttle  governing  except  at  the  maximum  load. 

The  product  of  abscissas  by  ordinates  gives  the  total  steam 
consumption,  plotting  which  gives  the  curved  line  hij  as  the 
Curve  of  Total  Water  Consumption  for  cut-off  governing.  Evi- 
dently point  i,  where  a  line  drawn  from  O  becomes  tangent  to 
hij,  determines  the  abscissa  for,  the  lowest  water  rate,  for  that 
point  has  the  smallest  ratio  of  ordinate  to  abscissa. 

(c)  The  y  intercept  Oy  of  theT.C.  curve  represents  the  weight 
of  steam  used  when  no  i.h.p.  is  being  developed.  It  is  the  weight 
which  furnishes  heat  equivalent  to  the  losses  from  condensation, 
leakage,  and  radiation. 

Curves  similar  to  Figs.  228  and  229  might  have  B.t.u.  as  ordi- 
nates; and  m.e.p*s,  cut-offs,  ratios  of  expansion,  or  d.h.p's  may  be 


'  o'    '■"■"    fe  fe" — x^ 


Fig.  318. 


Fig.  229. 


used  as  abscissas.  When  abscissas  are  d.h.p.,  then  the  y  inter- 
cept represents  the  consumption  due  to  engine  friction  in  addi- 
tion to  the  other  losses  mentioned  in  the  preceding  paragraph. 

(d)  If,  in  Fig.  229,  OCf  is  the  i.h.p.  used  in  overcoming  the 
engine  friction,  then  C/Y'  is  the  axis  from  which  the  d.h.p.  are 
measured.  If  the  engine  friction  is  assumed  constant  for  all 
loads  (which  is  not  strictly  true),  the  curve  TC  in  the  figure, 
with  origin  at  (/,  gives  the  total  consumption  for  the  d.h.p.  de- 
veloped. The  curve  e'fg'  of  water  rate  per  d.h.p.-hour  will  of 
course  lie  above  tfg,  and  the  lowest  point  /'  will  lie  farther  from 
0  than  /.  Evidently,  on  the  basis  of  delivered  power,  the  best 
economy  in  this  case  occurs  when  the  i.h.p.  equals  Ok'  (corre- 
sponding to  a  d.h.p.  of  O'k'),  and  this  should  be  the  power  which 
the  engine  normally  develops  ("  Normal  Power  ")  if  steam  econ- 
omy is  of  prime  importance.     This  should  then  be  the  "  rated 
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power,"  or  power  at  which  the  engine  is  rated  to  operate  nor- 
mally. When  the  i.h.p.  developed  is  either  more  or  less  than 
this,  the  engine  has  poorer  economy. 

(e)  The  load  factor  is  the  ratio  of  the  actual  load  to  the 
rated  load.  There  are  instantaneous  load  factors,  and  average 
load  factors.  For  best  steam  economy  the  load  factor  should  be 
unity;  and,  since  it  is  better  to  overload  than  to  underload  a 
steam  engine  (see  Fig.  229),  a  load  factor  a  certain  amount  above 
unity  is  preferable  to  one  the  same  amount  below.  There  are, 
however,  other  considerations  which  may  make  it  financially  more 
profitable  to  rate  the  engine  at  output  other  than  that  giving 
best  steam  economy,  and  to  operate  with  some  load  factor  other 
than  unity. 

In  many  instances,  the  average  load  factor  of  the  power  plant 
as  a  whole  is  low,  but  in  such  cases  it  is  customary,  when  pos- 
sible, to  have  several  engines  and  to  place  in  operation  such  a 
number  as  will  cause  those  in  service  to  operate  under  the  most 
economical  conditions;  that  is,  the  load  factors  of  the  individual 
engines  are  maintained  near  unity. 

The  instantaneous  load  factor  may  vary  widely,  as  in  a  street- 
railroad  power  plant,  and  the  fluctuations  may  be  of  such  rapid 
character  as  to  prohibit  changing  the  number  of  engines.  In 
such  a  case  a  small  average  load  factor  may  be  unavoidable. 

(f)  Curves  of  steam  consumption  for  an  engine  are  useful  in 
determining  the  best  conditions  of  operation  for  that  particular 
engine  and  for  comparing  it  with  others  that  operate  under 
similar  conditions.  When  the  a)nditions  are  widely  different 
the  water  rates  should  not  be  compared  directly. 

To  reduce  water  rates  to  a  comparable  basis,  when  the  differ- 
ence in  conditions  of  operation  is  not  great,  the  following  cor- 
rections may  be  made :  * 

0.4  to  0.6  per  cent  per  i  inch  change  in  vacuum  (between  25 
and  28  inches). 

I  per  cent  per  8  to  11  degrees  of  superheat  (at  from  50  to 
100  degrees). 

o.i  to  0.2  per  cent  per  pound  of  initial  pressure. 

I  per  cent  per  i  per  cent  of  moisture. 

The  only  true  comparison  is  on  the  basis  of  B.t.u.  per  h.p. 

per  unit  of  time  (minute)  or  on  the  basis  of  thermal  efficiency 

•  Moycr's  Steam  Turbines,  page  s8S:  —  Wiley  &  Sons. 
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on  the  d.h.p.  The  engine  having  the  lowest  water  rate  and  tiic 
highest  cylinder  efficiency  does  not  always  use  the  least  h  eat  per 
unit  of  power,  nor  have  the  highest  thermal  efficiency. 
^"^-178.  Steam-Engine  Peiformance:  Data.  —  (a)  The  perfor- 
mance of  engines  is  dependent  on  many  things,  of  whi  di  the 
more  important  ones  are:  (i)  initial  pressure,  (2)  back  pres- 
sure (condensing,  noncondensing),  (3)  cut-off,  or  expansion  ratio, 
(4)  number  of  expansion  cylinders,  (g)  quality,  or  superheat, 
(6)  use  of  jackets,  (7)  use  of  reheating  receivers,  (8)  speed,  and 
C9)  the  proportions,  size,  and  arrangement  of  cylinders,  clear- 
ance spaces,  and  passages.  These  items  must  be  considered  in 
comparing  economies. 


U.t.u.  per  I.H.P.  per  Uin. 

Fig.  230. 

Table  VII  is  a  brief  summary  of  Gebhardt's  more  extensive 

tables,*  with  a  few  additions  and  omissions.     It  will  serve  as  a" 

•  See  Gehhardt's  "Steam  Power  Plant  Engineering,"  pages  296,  306,  and  314. 

Wiley  &  Son,  publishers. 

Also  Heck's  "The  Steam  Engine,"  Vol.  II,  pages  600-653. 
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rough  comparison  of  some  of  the  beat  performances  that  have 
been  obtained  with  the  principal  types  of  engines.  The  condens- 
ing, multiple-expansion  engines  are  in  most  cases  steam- jacketed 
unless  the  steam  is  superheated. 

Although  the  tabulation  as  here  given  does  not  bring  out  this 
point,  it  should  be  remembered  that  while  the  lowest  B.t.u. 
per  i.h.p.-min.  corresponds  to  the  highest  thermal  efficiency,  it 
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Thernul  Ell.  on  tba  I.H.P 
Fig,  231. 

does  not  follow  that  it  is  accompanied  by  low  water  rate  and 
high  cylinder  efficiency. 

(b)  Figs.  230  and  231  show  respectively  the  variations  of 
B.t.u.  per  i.h.p.-min.  and  the  thermal  efficiency  on  the  i.h.p,, 
with  initial  and  exhaust  pressure,  with  superheat,  with  type  of 
engine,  etc.  Reference  to  these  figures  shows  that,  as  compared 
with  the  Clausius  cycle  with  28-inch  vacuum,  the  losses  of 
various  types  of  real  engines  are  about  as  follows  in  the  best 
condensing  practice: 


jcbyGoogIc 


358  HEAT-POWER  ENGINEERING 

Quadruple 20% 

Triple 25% 

Compound 33% 

Simple 50% 

(c)  Table  VIII  gives  a  brief  summary  of  steam-engine  efficient 
cies,  including  some  of  the  best.  Table  IX  gives  the  pounds  of 
steam  consumed  per  i.h.p.-hour  by  ordinary  engines  which  op- 
erate under  the  usual  commercial  conditions  and  in  which  no 
special  provision  is  made  for  improving  economy  — such  as  super- 
heating, jacketing,  etc.  Larger  engines,  of  course,  give  better 
results  than  smaller  ones. 

TABLE  Vlir.  — SUMMARY  OF  EETiaENaES  OF  STEAM  ENGINES. 

Camot  cycle  effidency  * 10     to  i»% 

CUu«iiu  cycle  efficiency  • 8     to  a8% 

'   Indicated  efficiency 40      to  88. i% 

Theinul  efficiency  on  iJi.p. 5      to  JS.-os% 

Mechanical  efficiency. 85      to  97% 

Tbeimal  ^denigr  on  d.h.p 4     to  13 .9% 

Over-all  effidency 35     to  84% 

Heat  used  per  i.b.p.-min 169.3  ^  7^^  B.t.u. 

TABLE  rx.  — STEAM  CONSUMPTION. 

TVpe  of  EofliM.  U».  IJi^i.^our 

-  Simple  "  high-speed ."  engines  (noncondensing) aS  to  36 

Simple  Corliss  engines  (noncmdmsing) 35  to  iS 

Compound  slide-valve  engine  (noncondensing) 14  to  a6 

Compound  slide-valve  mgine  (condenaing) 15  to  11 

Compound  Corliss  engine  (condensing) 14  to  16 

Triple-expansioD  (condensing) iit  to  13 

*  Obtained  from  Figs.  73  and  75  reflectively  with  the  following  asaumptioas: 
The  lower  h'mit  of  pi  is  assumed  at  50  pounds  pressure  and  h  —  m'  F.  Ibe 
upper  limit  of  ^1  is  assumed  at  150  pounds  pressure  and  It  —  100°  F. 
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CHAPTER   XXII. 

~>fiTEAU  TDKBIHES. 

179.  Introductoiy.  (a)  The  earliest  steam-driven  prime  mover 
recorded  in  history  is  Hero's  steam  turbine  (about  200  B.C.),  which 
is  shown  in  Fig.  232.  It  was  a  "reaction  turbine,"  driven  by  the 
repulsive  force  produced  by  a  jet  of  steam  issuing  rearwards  as 
regards  the  direction  of  rotation.     Branca's  "impulse  turbine" 


Fig.  332.  Fig.  233. 

(1629),  shown  in  principle  in  Fig.  233,  is  the  next  historical  refer- 
ence to  the  use  of  steam  in  a  turbine.  The  lirst  patents  in 
foreign  countries  appeared  about  1820  and  the  primary  patent 
in  the  United  States  was  issued  in  1831.  Although  many  steam 
turbines  were  invented  in  the  succeeding  years,  it  was  not  until 
the  latter  8o's  of  the  last  century  that  the  modem  commercially 
successful  types  began  to  be  developed. 

(b)  A  steam  turbine  may  be  defined  as  a  device  in  which  one 
or  more  jets  of  the  working  substance  moving  at  high  velocity 
(and  therefore  possessing  kinetic  energy)  act  or  react  on  vanes 
or  buckets  on  one  or  more  wheels,  or  drums,  in  such  manner  as 
to  cause  them  to  rotate  and  transmit  power  by  means  of  the 
shaft  on  which  they  are  mounted. 

The  shaft,  the  wheels  or  drums,  and  their  attachments  con- 
stitute the  "rotor."  The  working  substance  is  steam,  which 
may  have  moisture  entrained  in  it.  The  velocity  of  the  jet  is 
acquired  by  the  expansion  of  the  steam  through  a  nozzle,  or  its 
equivalent,  during  whtch  process  some  of  the  heat  energy  of 
the  steam  is  converted  into  the  kinetic  energy  of  the  issuing  jet. 
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In  "impulse  turbines"  the  nozzles  are  stationary  and  the  jets 
act  on  the  turbine  vanes;  in  the  "reaction"  type,  the  nozzles, 
or  their  equivalents,  are  mounted  on  the  rotor,  which  is  driven 
by  the  reaction  of  the  jet.  In  some  turbines  the  rotors  are 
driven  by  both  impulse  and  reaction. 

(c)  The  velocity  diagrams  used  in  designing  the  buckets  of 
the  steam  turbine  are  similar  in  many  respects  to  those  used 
for  water  turbines.  But,  despite  this  resemblance,  the  problems 
of  design  and  construction  in  the  former  differ  greatly  from  those 
in  the  latter.  This  is  principally  because,  in  the  steam  turbine, 
(1)  the  jet  velocities  are  enormously  greater  (in  some  cases  this 
velocity  exceeds  3600  feet  per  second,  or  41  miles  per  minute), 
{2)  the  bucket  velocities  are  very  much  higher,  (3)  the  working 
substance  is  elastic  and  tends  to  expand  as  fully  as  the  surround- 
ing media  will  allow,  and  {4)  because  the  Idnetic  energy  of  the 
jet  is  obtained  from  keat  conveyed  by  the  wortdng  substance 
and  not  from  "hydraulic"  head, 

(d)  The  steam  turbine  differs  as  much  from  the  steam  engine 
as  to  its  mechanism  and  method  of  operation  as  does  the  water 
turbine.  Although  both  of  these  steam-actuated  prime  movers 
use  the  available  heat  of  the  steam,  the  turbine  utiU^s  it  in 
increasing  the  velocity  (kinetic  energy)  of  the  jet  of  working  sub- 
stance, whereas  this  heat  in  the  steam  engine  produces  certain 
pressure-volume  changes  within  a  cylinder. 

(e)  The  thermodynamic  problems  encountered  in  the  steam  tur- 
bine are  centered  in  the  nozzle,  where  (theoretically)  all  the  heat- 
energy  transformations  occur.  After  the  jet  has  issued  from  the 
nozzle  end  the  problem  becomes  a  dynamic  ofte,  namely,  to  con- 
vert the  jet's  kinetic  energy  into  power  which  can  be  delivered 
by  the  shaft. 

The  problem  of  nozzle  design  and  the  thermodynamic  theory 
involved  will  be  considered  tn  detail  in  a  later  chapter.  For 
present  purposes  it  is  only  necessary  to  know  that  high  veloc- 
ity can  be  attained  at  the  expense  of  associated  heat  and  that 
this  transformation  occurs  entirely  within  the  nozzles  or  their 
equivalent. 

(f )  In  turbines,  there  is  a  certain  definite  ratio  of  bucket  velocity 
to  jet  velocity  that  will  theoretically  give  the  best  economy.  In 
practice,  however,  if  the  full  expansion  from  initial  to  final  pres- 
sure takes  place  in  a  singk  set  of  nozzles,  the  bucket  velocity  for 
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best  economy  is  usually  greater  than  the  structure  of  the  rotor 
will  stand,  because  of  the  enormous  centrifugal  force  produced. 
Also,  the  high  rotative  speed  involved  with  high  bucket  speeds 
usually  prohibits  the  direct  connection  of  the  driven  machinery 
to  the  turbine  shaft.  Hence,  if  the  expansion  occurs  in  a  single 
set  of  nozzles,  it  is  usually  necessary  to  use  lower  bucket  veloci- 
ties than  those  which  would  give  the  highest  economy,  and  also 
to  use  gearing  of  some  kind  between  the  turbine  and  the  machine 
it  drives. 

In  order  to  obtain  lower  jet  and  bucket  velocities,  most 
turbines  are  of  the  "  multi-stage  "  type.  Fig.  234  shows  dia- 
grammatically  an  impulse  turbine  of  this  type.  In  such  tur- 
bines each  stage  by  itself  constitutes  a  simple  turbine,  in  the 
nozzle  of  which  the  steam  expands  through  a  small  range  and 
therefore  acquires  relatively  low  velocity.  The  stages  are  usu- 
ally arranged  in  series  with  diaphragms  between  and  with  all 
rotors  mounted  on  the  same  shaft. 

In  Fig.  234,  the  sections  of  the  turbine  casing  and  the  dia- 
phragms are  shown  by  crosshatching,  and  the  nozzle  and  tur- 
bine wheel  sections  are  black. 

Steam  enters  at,  the  left,  ex-  «  /k\ 

pands  through  the  first  nozzle  BrW 

(or   ring   of   nozzles)   Ni,  in  Mi 

which  it  acquires  a  relatively  sJ 

low  velocity,  and   discharges  I  B^^ 

against    the   buckets   on  the  ^     H 

wheel  in  the  first-stage  casing, 

in  which  the  pressure  is  but  Fig.  134. 

little   lower   than  the  initial. 

The  steam  then  expands  through  the  nozzle  (or  ring  of  nozzles) 
Ni,  in  the  diaphragm  between  the  first  and  second  stages,  and 
acts  on  the  buckets  of  the  wheel  in  the  second  chamber,  where 
the  steam  pressure  is  somewhat  lower  than  it  is  in  the  first  stage. 
In  similar  manner  the  process  is  continued  in  a  third  stage,  and 
in  many  instances  in  from  twenty  to  forty  stages,  until  the 
exhaust  pressure  is  reached  in  the  last  stage. 

The  nozzles  in  all  the  stages  must  all  deliver  the  same  weight 
of  working  substance  per  second.  They  may  be  designed  to  do 
this  with  equal  velocities,  in  which  case  the  bucket  velocities  in 
all  stages  would  be  the  same  and  the  mean  diameters  of  the 
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wheels  would  be  equal;  or  the  jet  velocities  may  be  varied  and  the 
bucket  velocities  and  wheel  diameters  be  made  to  correspond. 

As  the  steam  trav^-ses  the  turbine  it  expands  by  increments 
in  the  successive  nozzles,  and  increases  in  volume,  hence  the 
nozzle  areas  must  increase  in  like  manner  through  the  series, 
as  is  illustrated  in  Fig.  254. 

By  properly  proportioning  the  cross-sectional  areas  of  the 
inlet  and  outlet  nozzles  of  any  stage,  the  designer  can  fix  at 
any  desired  value  the  pressure  that  will  be  maintained  in  that 


180.  Thermodyiumics  of  the  Ideal  Steam  Turbine,     (a)  In 
all  types  of  steam  turbine  the  steam  is  expanded  through  noz- 
zles, or  their  equivalent,  and  the  velocity  of  the  working  sub- 
stance itself  is  increased  by  the  conversion  of  some  of  its  own 
associated  heat  into  available  mechanical  energy,  which  appears 
as   the   kinetic    (velocity)   energy  of  the   issuing  jet.     As   the 
nozzles,  or  their  equivalent,  are  relatively  small,  and   as  the 
velocity  of  the  steam  through  them  is  enormous,  there  is  little 
I  opportunity  for  loss  of  heat,  as 
,'^  such,  to  the  surrounding  media, 
or  for  the  reception  of  heat,  as 
such;  hence,  the  conversion  of 
heat  energy  into  kinetic  energy 
must    in    practice     be     almost 
strictly  adiabatic,  and  it  will  be 
shown   in  a  later  chapter  that 
the  expansion  may  be  considered 
equivalent  to  an  isentropic  pro- 
cess in  the  ideal  case. 

(b)  Assuming  that  the  steam 

is  initially  wet,  and  that  its  state 

is  represented  by  point  1  on  the 

T*-diagram  in  Fig.  235,  the  heat 

(^Qi)   supplied  per  pound    of 

steam  delivered  to  the  turbine  is 

■  represented  by  the  area  bounded 

by  the  bold  line.     Let  point  2  represent  the  state  of  the  working 

substance  after  isentropic  expansion  to  the  exhaust  pressure  and 

temperature.    Then  the  hatched  area  represents  the  heat  (ift) 
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remaintng  in  the  steam  at  the  end  of  the  process.     Thus  the  heat 
theoretically  available  for  the  turbine  to  delivM-  as  useful  work  is 
AE  =  AQi  -  AQt, 

and  this  is  shown  by  the  stippled  area,  abl2,  which  is  seen  to  have 
the  same  boundary  lines  as  those  of  a  Clausius  cycle,  with  the 
same  conditions  of  expansion.  The  isentropic  process  from  1  to 
2  may  occur  in  one  nozzle,  converting  AE  into  kinetic  energy,  or 
it  may  occur  in  any  number  (n)  of  nozzles  in  series,  each  con- 
verting part  of  AE,  but  with  cumulative  effect  equal  to  that 
produced  by  A.E  in  the  single  nozzle.  Thus,  regardless  of  the 
number  of  stages,  it  may  be  said  that  the  heat  energy  available 
for  doing  work  in  Ike  steam  turbine  is  equivalent  to  the  AE  avail- 
able with  the  Clausius  cycle  having  the  same  expansion  line  and 
same  weight  of  steam.  The  value  of  AE  per  pound  may  be 
computed  by  the  method  given  on  page  173;  or  it  can  be  ob- 
tained from  the  area  on  the  T*-diagram;  or  it  can  be  more 
conveniently  found  from  the  MoUier  chart   (Appendix), 

(c)  Having  determined  the  number  of  B.t.u.  represented  by 
AE,  the  steam  consumption  per  h.p.-hour,  or  water  rate,  in  the 
ideal  turbine  is 

«'--'-B (s--) 

and  if  the  turbine  drives  an  electric  generator  the  theoretical 
water  rate  per  Idlowatt-hour  b 

"^^^     0746    AE        AE ^^'5-' 

(d)  The  actual  turbine  of  course  has  a  poorer  (larger)  water 
rate  than  the  ideal.  If  Wj  is  the  actual  water  rate  per  h.p.- 
hour  delivered  by  the  turbine  shaft,  and  Wjx  is  that  per  kilo- 
watt-hour delivered  by  the  generator,  then  the  over-all  efficiency 
of  the  turbine  (alone)  is 

0£/,-^ (316) 

and  the  OT«r-all  efficiency  of  turbine  and  generator  is 

0£/..-^ (317) 

The  OEfd  corresponds  to  the  0£/of  the  steam  engine  (p.  190). 


D.;.'..c..iCjOOglc 


3^4 


HEAT-POWER  ENGINEERING 


If  it  is  desired  to  estimate  the  probable  performance  of  a 
turbine,  and  the  OEf  is  known  for  similar  turbines  under  similar 
conditions  of  operation,  the  probable  water  rate  per  d.h.p.-hour 
is,  from  Eqs.  (314)  to  (317). 

H'-  =  2545+(A£xO£/*).  ■     ■     .     ■     (318) 
and  per  kilowatt  hour  it  is 

H^4K  =  34ii -^(i£xO£/jt) (319) 

In  very  large  turbo-generator  outfits  the  value  of  OEfK  should 
be  0.65  or  more.  In  general  the  smaller  the  turbine  the  poorer 
the  efficiency,  as  is  shown  in  a  very  general  way  in  Fig.  236. 


Kt.  (FuU  Load) 
Fig.  236. 
(e)  The  ultimate  comparison  of  the  performances  of  turbines 
with  each  other  and  with  steam  engines  is  either  on  the  basis  of 
B.t.u.'s  supplied  per  minute  per  unit  of  output,  or  on  the  basis 
of  thermal  efficiencies.  In  the  ideal  turbine  the  B.t.u.  supplied 
per  h.p.  per  minute  are 

Bi  =  Ws  (qi  +  X,ri  +  TpO.  -  qt)  -i-  60, 
in  which  §»  is  the  heat  remaining  in  the  condensate,  which  heat 
is  considered  as  beii^  returnable  to  the  boiler  with   the  feed 
water  (as  in  Seci.  115  (d)).     In  the  actual  case  the  B.t.u.  sup- 
plied per  d.li.p.  per  minute  are 

Bi  =  Bi/OEfd  =  W^i  +  x,rt  +  C^i  -  3,)  -i-  60.     (320) 
The  B.t.u.  supplied  per  kilowatt  per  minute  in  the  ideal  case  are 
BiK=  WrKiqi  + Xlr^  +  ^J)^-qt) -i- 60,.     .      (321) 
and  in  the  actual  case 

BjK  =  Bik/OE/k  -  WjKi^i  +  ar,f  1  +  CpDi  -  g,)  -^  60.  (322) 
The  values  of  BdK  vary  from  250  to  800  B.t.u.  per  minute. 
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(()  The  ratio  of  the  heat  delivered  as  useful  energy  to  that 
supplied  in  the  steam  b  the  thenoal  efflcienqr>  The  thermal 
efficiency  on  the  d.h.p.,  as  in  the  case  of  the  steam  engine 
(page  210),  is 

2545 2545 

"  60  X  S,      w^  {31  +  *,r,  +  ?piJ,  -  g,)' 
and  based  on  the  kilowatt  output  it  is 

34" Mi? 


TDEf  = 


(323) 


TDE/k  ' 


(324) 


60  XBjK      WdK  (21  +  Xifi  +  CpDi  -  aO 
(g)  Fig,  237  shows  typical  curves  for  a  large  turbine-gener- 
ator outfit.      It  is  seen  that  the  curve  of  total  steam  consump- 


Kllowatte  at  Switchboard 


Fig.  J37. 
lion  (T.C.  curve)  is  practically  a  straight  line;  and  this  is  a  char- 
acteristic of  such  curves  for  nearly  all  types  of  turbines.  If,  in 
the  figure,  the  T.C.  curve  is  extended  to  intersect  the  Y-axis,  the 
intersept  (Fo)  represents  the  steam  required  to  operate  the 
turbine  when  delivering  no  power.  It  is  the  amount  needed  to 
overcome  the  friction  of  the  turbine  and  the  "  windage  "  (or 
friction  between  the  turbine  disks  and  the  vapor  in  which  they 
rotate),  that  required  for  driving  the  governor,  oil  pumps,  etc.. 
and  that  for  meeting  the  losses  due  to  leakage  and  radiation. 

The  water-rate  curve  (W.R.),  or  curve  of  steam  used  per  kilo- 
watt hour,  is  also  shown  in  Fig.  237.  The  water  rates  at  the 
different  loads  are  obtained  by  dividing  each  total  consumption 
by  the  corresponding  kilowatts  as  found  by  test,  i.e.,  by  dividing 
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the  ordinates  of  the  T.C.  curve  by_  the  corresponding  abs 
If  the  T.C.  curve  passed  through  the  origin,  as  it  would  in  the 
ideal  case,  the  W.R.  curve  would  be  a  horizontal  straight  line, 
and  the  economy  of  the  turbine  would  be  the  same  at  all  loads. 
The  greater  the  Y  intercept  of  the  T.C.  curve  the  more  curva- 
ture does  the  W.R.  curve  have,  and  the  greater  are  the  consump- 
tions of  steam  under  light  loads  as  compared  with  those  under 
heavy  loads.  It  will  therefore  be  noticed  that  the  best  economy 
is  obtained  when  the  turbine  is  operated  at  its  maximum  power. 
As  a  turbine  when  operating  under  its  usual  load  should  have 
some  reserve  power  (or  "  overload  capacity  "),  it  must  normally 
operate  at  a  load  and  an  efficiency  less  than  the  maximum.  On 
this  account,  and  because  wide  fluctuations  of  load  may  occur, 
a  flat  water-rate  curve  is  desirable. 

Many  turbines  have  an  auxiliary  "  overload  valve "  which 
admits  live  steam  to  the  low-pressure  stages  of  the  turbine  when 
it  is  considerably  overloaded.     At  such  load  the  T.C,  curve  and 

,  W.R.  curve  change  character,  as  in  Fig.  237  at  0  and  (/. 

'•*  In  Fig.  237  is  also  shown  the  curve  of  over-all  efficiency  of 
turbine  and  generator  (OEfg).  In  this  case  A£  has  been  taken 
as  the  available  heat  in  the  steam  just  before  it  reaches  the 
throttle  valve.  Thus  OE/k  includes  the  losses  entailed  by  the 
governor  valve  throttling  the  steam,  which  is  the  principal 
reason  for  the  decrease  of  this  efficiency  when  the  turbine  output 
is  diminished.  Why  this  loss  occurs  is  explained  in  (k)  of  this 
section. 

(h)  Fig.  238  shows  on  a  Mollier  chart  an  expansion  line 
starting  with  dry  saturated  steam  at  p  pounds  pressure  and 


extending  to  various  lines  of  terminal  pressure.  It  is  seen  that  ex- 
pansion to  15  pounds  pressure  theoretically  makes  available  heat 
represented  by  a,  and  that  further  expansion  to  one-half  pound 
absolute  back  pressure  would  add  to  this  an  amount  of  heat 
represented  by  g.  Thus,  if  steam  from  an  ideal  noncondensing 
engine  or  turbine  is  expanded  in  a  second  ideal  turbine  to  one- 
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half  pound  absolute  pressure,  the  total  power  obtainable  would 
evidently  be  nearly  twice  (in  this  instance)  that  derived  from  the 
noncondensing unit.  Many  "low-pressure "or" ezhaust-steain" 
turbines  are  operated  with  steam  received  from  an  engine  at 
about  atmoepheric  {M'essure,  and  these  in  many  instances  give 
as  much  power  as  do  the  engines  which  furnish  the  steam. 

^ain  referring  to  the  expansion  line  in  Fig.  238,  and  starting 
with  ternunal  pressure  2^  lbs.,  it  is  seen  that  the  succeeding  half- 
pound  drops  are  accompanied  by  the  heat  increments  lettered 
c,  d,  e,  and  /,  the  amounts  of  which,  in  this  particular  case,  in- 
crease the  available  energy  respectively  in  the  percentages  4.7, 
5.6, 6.3,  and  10.  It  is  apparent  that  these  heat  increments  rapidly 
become  larger  as  the  back  pressure  is  lowered,  hence  a  one-inch 
change  in  vacuum  from  28  to  29  ins.  is  much  more  effective  than 
one  from  26  to  27  ins.  The  actual  case  would,  of  course,  differ 
somewhat  from  the  ideal,  but  the  real  gains  from  improving  the 
vacuum  are  about  proportional  to  the  theoretical;  hence,  with 
steam  turbines,  it  is  desirable  to  use  as  low  back  pressures  as  the 
other  considerations  will  permit. 

(i)  In  the  T*-diagram  in  Fig.  239  the  Claudus  cycle  is  super- 
imposed on  the  Ranldne,  ge  being  the  constant  volume  line  at 
release  in  the  latter.  Now,  by  de- 
creasing the  back  pressure,  with  tem- 
perature reduction  from  Tt  to  Tt,  the 
increased  amount  of  heat  made  avail- 
able in  the  idea!  turbine  is  shown  by 
area  abed,  whereas  in  the  engine  it  is 
only  aefd.  Actually  there  is  still 
greater  difference  between  the  gains, 
for  in  the  engine  the  increased  range 
of  temperature  augments  the  loss  due  p. 

to  cylinder  condensation,  whereas  in 

the  turbine  there  is  no  equivalent  to  such  condensation  since 
the  steam  flows  continuously  in  the  same  direction,  and  there^ 
fore  constantly  comes  in  contact  with  parts  which  have  pre- 
viously become  heated  to  its  own  temperature.  Evidently, 
then,  the  turbine  can  use  very  low  back  pressures  to  better 
advantage  than  the  engine,  other  things  being  equal. 

(j)  The  gain  due  to  using  superheated  steam  is  illustrated  on 
the  Mollier  chart  in  Fig.  240.     In  expanding  from  dry  satu- 
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rated  steam  at  p  pounds  pressure  to  1  pound  pressure,  B.t.u. 

represented  by  A£  are  seen  to  become  theoretically  available, 

whereas  in  expanding  throutrh  the 

MOLUER  "^  "  ,  "       . 

.       CHART        ^  same  pressure   range  but  startmg 

\T^^1*I''     /  A  '    vvV*         *'***   st*^™   superheated    150   de- 

kljjl  v^T ^\  Jt   grees,  B.t.u,  represented  by  A£'  are 

>^^^  jC     made  available.     If  p  is  165  pounds 

I    *         absolute,  a  gain  of  nearly  1 1  per  cent 

"*"  ""  is  effected  per  pound  of  steam,  and 

Fig.  340.  only  about  0.9  as  much  steam  would 

be  used  as  with  saturated  mate- 
rial. The  gain  in  fuel  economy  is  not  in  this  proportion,  how- 
ever, as  additional  heat  was  supplied  per  pound  of  steam  in 
superheating  it.  The  heat  (above  32  degrees)  of  1  pound  of  the 
superheated  steam  is  seen  to  be  1277  B.t.u.,  and  in  the  case 
of  the  saturated  steam  it  is  1195.  If  the  feed  water  is  at  72°?., 
it  contains  about  40  B.t.u.  above  32  degrees.  The  fuel  used  per  ■ 
pound  in  the  two  cases  will  then  be  in  the  ratio  {1277  —  40)  •¥ 
('195  —  40)  =  '-o?-  Thus  the  heat  supplied  by  the  fuel  per  unit 
of  work  when  superheated  steam  is  used  is  0.9  X  1.07  «  0.96 
times  that  needed  with  saturated  steam,  and  the  theoretical  saving 
in  fuel  is  4  per  cent  in  this  instance.  The  actual  saving  may  be 
greater  than  this,  for  superheating  results  in  the  steam  havii^ 
less  moisture  after  the  adiabatic  expansion,  and  the  presence  of 
moisture  somewhat  increases  the  friction  that  the  steam  en- 
counters in  passing  over  nozzle  and  blade  surfaces. 

In  the  steam  engine,  superheating  may  effect  greater  improve- 
ment in  economy  than  occurs  in  the  turbine,  because  of  its  influ- 
ence in  preventing  cylinder  condensation. 

(k)  It  is  quite  common  practice  to  decrease  the  power  output 
of  a  turbine  by  throttling  the  steam  supply.  This  process  not 
only  reduces  the  amount  of  steam,  but 
lowers  its  pressure  and  changes  its 
entropy  in  such  manner  that  the  heat  , 
available  per  pound  with  any  fixed 
terminal  pressure  is  reduced  despite 
the  fact  that  the  total  heat  of  the  steam 
remains  the  same.  This  is  illustrated  in  Fig.  241,  in  which  A£  is 
the  heat  available  per  pound  of  steam  before  throttling,  and 
A£'  is  that  after  throttling,  the  total  heat  AQi  of  the  steam  being 
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initially  the  same  in  both  cases.  It  is  therefore  evident  that  the 
throttling  process  must  theoretically  decrease  the  economy  of  the 
turbine. 

181.  Thennodpiainics  of  Actual  Turbines.  In  the  energy 
stream  of  Fig.  242,  AE  is  the  heat  that  would  be  made  available 
for  doing  work  when  there  is  complete  expansion  of  I  pound  of 


Fig.  J4J. 

steam  through  the  nozzle,  or  nozzles,  of  a  single  stage  of  an 
ideal  turbine,  and  AQt  is  the  unavailable,  or  waste,  heat, 

(a)  In  the  actual  case,  some  of  the  steam  may  not  pass  through 
the  nozzle,  for  there  may  be  leakage  to  the  exhaust.  For  ex- 
ample, in  Fig.  254  some  of  the  steam  may  leak  from  chamber  2 
to  chamber  j  through  the  clearance  space  a  between  the  third 
diaphragm  and  the  shaft.  This  leakage  loss  (which  may  repre- 
sent from  zero  to  5  per  cent,  or  more,  of  the  total  energy)  is  shown 
by  stream  line  a  in  Fig.  242,  and  the  enei^  still  available  for 
doing  work  is  represented  by  A. 

(b)  Because  of  the  frictional  resistance  offered  by  the  nozzle 
walls,  and  because  of  eddy  currents,  etc.,  all  of  the  heat  theo- 
retically made  available  by  the  steam  expanded  through  the 
nozzles  is  not  converted  into  kinetic  energy  of  the  jet.  The 
portion  of  AE  not  utilized  remains  in  the  steam  as  heat;  hence 
in  the  figure  the  nozzle  loss  b  is  shown  as  subtracted  from  the 
available  energy  and  added  to  that  wasted.     This  loss  may  be 
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from  3  to  15  per  cent  of  the  total  available  energy.    The  energy 
still  available  is  shown  in  the  figure  by  B. 

(c)  Similarly,  not  all  of  the  kinetic  energy  of  the  jet  is  ab- 
stracted by  the  turbine  buckets.  The  remainder,  or  bucket 
loss,  which  may  be  from  10  to  30  per  cent,  is  reconverted  into 
heat  by  eddy  currents  and  by  the  reduction  of  velocity  in  the 
turbine  chamber,  and  this  heat  is  added  to  that  already  in  the 
steam  before  it  reaches  that  point.  This  loss  is  represented  by 
c  in  the  figure,  and  the  energy  still  available,  by  C. 

(d)  Further,  because  of  the  "  windage,"  or  friction  between  the 
rotor  and  the  enveloping  vapor,  not  all  of  the  enei^y  absorbed 
by  the  buckets  is  transmitted  to  the  turbine  shaft.  This  loss 
may  be  from  2  to  8  per  cent  with  the  high  velocities  of  rotation 
prevailing.  This  frictional  energy  is  converted  into  heat  by 
the  eddy  currents  set  up  in  the  vapor,  and  this  heat  is  added 
to  that  already  stored  in  the  vapor,  as  shown  at  d  in  the  figure. 
The  energy  still  available  for  doing  work  is  shown  by  D. 

(e)  The  heat  not  utilized  remains  in  the  steam  and  is  shown 
by  H  in  the  figure.  If  the  steam  from  this  ca^ng  is  used  in 
another  turbine,  or  as  another  stage  of  the  same  turbine,  the 
diagram  of  energy  flow  for  this  second  element  would  also  resem- 
ble Fig.  242,  but  the  initial  width  of  the  steam  line  would  be  H. 

(f)  In  addition  to  the  foregoing,  there  are  the  radiation  loss 
and  the  mechanical  losses  from  bearing  friction  and  (possibly) 
from  the  driving  of  oil  pumps,  governor,  etc.  These  are  shown 
at  e,  f,  and  g.  G  represents  the  energy  finally  delivered  by  the 
shaft.  The  ratio  of  G  to  A£  is  the  over-all  efficient  of  the 
turbine  •  (not  including  the  generator). 

(g)  Losses  a,  b,  c,  d,  and  e  constitute  the  equivalent  of  the 
cylinder  losses  in  the  steam  engine;,  hence,  the  ratio  of  the  heat 
shown  at  E  to  A£  may  be  called  the  cylinder  effidency  (lEJ). 

(h)  Fig.  242  will  also  apply  qualitatively  to  multistage  tur- 
bines considered  as  a  whole,  in  which  case  a,  b,  c,  d,  and  e  show 
the  combined  losses  of  all  stages. 
"  (i)  On  the  MoUier  chart  in  Fig.  243,  let  the  initial  state  of 
the  steam  be  shown  by  point  1,  with  pressure  pi,  entropy  ^1, 
quality  xi,  and  associated  heat  AQi  per  pound.  In  the  ideal 
case,  after  expansion  through  the  nozzle  to  a  pressure  of  fi 
pounds  per  square  inch,  the  slate  point  would  be  at  2,  with 
*  This  is  sometimes  called  the  "shaft  efficiency." 
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entropy  ^,  quality  xt,  and  associated  heat  AQt-  The  heat  theo- 
retically made  available  is  shown  by  A£.  In  the  real  case, 
as  has   been  seen,  only  a  part  of  AE  is  actually  delivered  to 


Fig.  143. 

the  shaft  by  the  wheels  or  drums.  This  amount  is  shown  by 
AEf  =  (lEf  X  AE)  in  the  figure.  Evidently  the  heat  remaining 
in  the  exhaust  steam  is  shown  by  AQt   =  (AQi  —  AE'). 

With  this  amount  of  heat  in  the  exhaust  steam  and  with  the 
terminal  pressure  Ft  as  before,  the  state  point  showing  the  con- 
dition of  steam  in  the  actual  case  must  be  at  2',  the  point  on 
the  pressure  line  having  heat  value  equal  to  AQt'.    Thus  the 
actual  condition  of  the  exhaust  steam  is  such 
that  the  quality  is  xt',  the  entropy  is  *,,  and 
the  heat  above  32  degrees  is  AQt'.    This  is 
the  condition  of  the  steam  exhausted  to  the  , 

condenser  or  to  the  atmosphere,  or  to  the 
next  stage,  as  the  case  may  be. 

(j)  Fig.  244  is  a  T*-diagram  correspond- 
ing to  the  Mollier  chart  in  Fig.  243  and  is 
similarly  lettered.  AQi  is  shown  by  the  area 
bounded  by  heavy  lines,  AQt  by  area  0ab2<tii,  pj^ 

and  AQt  by  the  hatched  area.     AE'  is  the 
difference  between  the  areas  AQi  and  AQt   and  is  not  shown 
directly  by  any  area  on  the  diagram. 

182.  The  Dynamics  of  Impulse  Steam  Turbines,  (a)  In  dis- 
cussing the  dynamics  of  turbines,  it  is  necessary  to  distinguish 
between  the  "  absolute  "  velocity  and  the  "  relative  "  velocity 
of  the  jet  of  steam.  Absolute  velocity  is  the  linear  speed  (v)  of 
the  jet  with  respect  to  things  that  are  stationary;  the  relative 
velocity  (R)  is  the  speed  of  jet  relative  to  the  buckets,  which 
themselves  are  moving  with  a  velocity  u. 
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(b)  The  available  energy  of  w  pounds  of  steam  flowing  through 
the  nozzle  per  second  ia  w  X  778  X  i£,  and  the  kinetic  energy 
which  it  imparts  to  the  jet  is 

^£-17 (3^5) 

in  which  r  is  the  absolute  velocity  of  the  jet  in  feet  per  second. 
Hence,  if  the  nozzle  efficiency  is  £/■, 

_  w^ 

'  2«' 
from  which  the  velocity  of  the  jet  is  found  to  be  (feet  per  second) 


i;  -  223.8  VaE  X  Efn.     .'....     {326) 

(c)  To  completely  utilize  the  kinetic  enei^  of  the  jet  in  an 
impulse  turbine,  the  absolute  velocity  of  the  jet  must  of  course 
be  reduced  to  zero  (regardless  of  the  final  direction  of  motion), 
and  it  is  the  function  of  the  blades  on  the  rotor  to  perform  this 
reduction  and  receive  the  energy.  If,  after  passing  over  the 
blades,  the  jet  still  has  velocity  (vt),  it  is  evident  that  there  is 
loss  of  energy  due  to  the  residual  velocity  equal  in  amount  to 

KE.-'S^ (3.7) 

(d)  If  in  Fig.  245  the  jet  has  an  absolute  velocity  vi  and  the 
bucket  has  an  absolute  velocity  u  =  v,/2  in  the  same  direction, 

the  relative  velocity  of  jet  to  bucket  is 
J!-Pi/2  as  it  enters.  Then  if  the 
bucket  directs  this  jet  rearwards  (op- 
posite and  parallel  tovi),  the  absolute 
velocity  vt  of  the  working  substance  is 
zero,  and  the  entire  energy  has  been 
absorbed. 

Could  the  friction  between  the  jet 
and  the  surface  of  the  bucket,  the  eddying,  and  spilling  of  the 
working  substance,  be  eliminated,  the  efficiency  of  conversion  in 
such  a  case  would  be  100  per  cent. 

(e)  If  in  Figure  246  the  line  /  represents  the  absolute  velocity 
ri  of  the  jet  and  its  direction  of  motion  compared  with  that  of 
the  bucket,  the  direction  and  velocity  of  which  are  shown  by  u, 
the  relative  velocity  of  jet  to  bucket  is  shown  in  amount  and 
direction  by   Ri,  which  is  found  by  constructing  the  triangle 
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abc  with  side  be  ~  u.  If  Rt  is  the  relalWK  velocity  and  direction 
in  which  the  jet  is  discharged  with  re-  ' 
spect  to  the  moving  bucket,  then  vt  is 
the  odfo/ufe  velocity  and  direction  of  the 
jet,  and  its  vector  is  found  by  con- 
structing the  triangle  def  with  side 
ef  =  u.  Evidently  the  presence  of  this 
residual  velocity  Vi  represents  a  loss 
of  energy  which  is  equal  to  wo^f2g. 
Hence  the  bucket  efficiency,  neglecting 
other  losses,  is  Fig.  146. 


\2g         2g)  '    21"       Vx* 


(328) 


It  will  be  apparent  from  Fig.  246  that  Vi  can  never  be  made 
zero  if  t^  and  nj  are  not  both  parallel  to  «,  and  that  unless  this  is 
the  case  the  bucket  efficiency  must  be  less  than  unity.  It  will 
also  be  evident  that  ft  is  a  minimum,  and  the  efficiency  is  maxi- 
mum, when  u  is  of  such  value  as  to  cause  f)  to  be  at  right  angles 
to  u.  This  value  of  v  can  be  determined  either  graphically  or 
mathematically  by  methods  which  need  not  be  considered  here. 
If  angle  abc  =  20°,  which  is  about  as  small  an  angle  as  can  be 
used  when  the  nozzle  is  placed  at  the  side  of  the  buckets,  and  if 
Ri  and  Rt  form  equal  and  opposite  angles  with  the  direction  of 
the  bucket's  motion,  u  will  be  about  47  per  cent  of  ci. 

Further  discussion  of  the  dynamics  of  turbines  will  be  given 
in  connection  with  the  descriptions  of  the  various  types.  ._ 

183.  De  Laval  Type  of  Single-Stage  Turbines.  —This  type  of 
turbine  (developed  about  1888)  is  shown  diagrammatically  at  A 
in  the  chart  given  on  page  374;  and  the  details  of  its  mechanism 
are  shown  in  Fig.  247,  The  velocity  diagram  resembles  Fig.  246, 
but  as  the  velocity  (,V\)  of  jet  issuing  from  the  nozzle  may  be 
from  3000  to  4000  feet  per  second,  it  is  not  usually  possible  to  use 
bucket  velocities  {«)  which  correspond  to  maximum  efficiency, 
for  no  available  materials  or  possible  constructions  will  withstand 
such  speeds.  The  bucket  velocities  are  therefore  made  as  high 
as  is  safe.  The  wheels  of  the  300-horse-power  De  Laval  turbine 
are  about  30  inches  in  diameter  and  rotate  at  about  10,600  r.p.m., 
with   peripheral   speed   of   about    1380   feet   per   second.     The 
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CHART.  —  Principal  Coukercial  Tvpes  of  Steam  Turbines. 


B.  Ratcau-Zoelly  Type. 


NOTES. 

General.  In  each  of  the  above  diagrams  the  upper  portion  shows  a  longi- 
tudinal section  of  the  turbine,  the  middle  oH  the  ligure  icpresents  a  transverse 

tion  through  the  buckets  and  nozzles,  and  below  this  are  curves  which 
show  how  the  pressure  and  velocity  of  the  steam  vary  during  the  passage 
of  the  vapor  through  the  turbine.  The  pressures  and  velocities  are  shown 
respectively  by  the  ordinates  oE  the  heavy  and  of  the  light  curves. 

A.  De  t«T«l  Tjrpe  (see  Sect.  183).  In  this  type  of  turbine  it  is  to  be  par- 
ticularly noted  that  the  full  drop  in  pressure  and  the  entire  increase  in  velocity 
of  the  vapor  are  completed  before  the  jet  issues  from  the  end  of  the  nozzle, 
as  shown  by  the  curves;  thus  there  is  no  expansion  of  the  steam  after  it 
reaches  the  wheel  casing.  The  velocity  curve  also  shows  the  jet's  velocity- 
decrease  resulting  from  the  absorption  of  the  kinetic  energy  by  the  buckets, 
and  further  shows  the  residual  (lost)  velocity  associated  with  the  kinetic  energy 
not  utilized. 

B.  Rateau-Zoellj  Type  (see  Sect.  iSs).  Each  pressure  stage  is  seen  to 
resemble  a  singlC'Stage  turbine  of  the  De  Laval  type. 
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CBART ^(CaniuMieSi.  —  Pwnopai.  Coumercial  Types  of  Steam  Tuibines. 


C.  Curtis  Type. 


D.   Parsons  Type. 


NOTES  iConUnued). 

':  Curtia  Type  (see  Sect.  186).  The  diagram  shows  a  turbine  having  two 
prtssurc  stages,  each  of  which  has  two  velocity  stages.  It  is  seen  by  the  curves 
that  the  presBureKirops  and  velocity-increases  occur  entirely  within  the  noz- 
zles Ni  and  A\  (i.e..  there  is  no  expansion  of  the  vapor  in  the  wheel  casings). 
In  each  pressure  stage  the  jet  first  passes  over  the  moving  blades  Afi  to  which 
it  surrenders  part  of  its  kinetic  ener^  (thereby  losing  some  of  its  velocity), 
and  is  then  guided  by  the  stationary  blades  5  to  act  on  the  second  set  of  mov- 
ing blades  M,,  which  absorb  still  more  of  the  energy  by  further  decreasing  the 
velocity  of  the  jet.  Thus  the  (kinetic)  velocity  energy  is  absorbed  in  two 
steps,  or  stages,  in  each  pressure  stage. 

>.  Pirsons  Type  (see  Sect.  188).  Expansion  takes  place  in  io/A  the  station- 
ary and  the  moving  blades,  as  is  shown  by  the  steam- pressure  line  in  the  dia- 
gram. The  steam  is  accelerated  in  passing  through  the  first  row  of  stationary 
buckets;  the  issuing  jets  are  then  retarded  by  coming  in  contact  with  the  first 
moving  buckets,  to  which  they  surrender  part  of  their  kinetic  energy;  and 
while  passing  between  these  latter  buckets  the  stream  is  further  expanded  and 

les  from  them  with  a  reaction.  Thus  the  moving  blades  receive  energy 
by  both  impulse  and  reaction.  This  process  is  continued  in  each  of  the  suc- 
ceeding pairs  of  stationary  and  moving  sets  of  blades. 
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S-horse-power  turbine  has  a  wheel  about  4  inches  in  diameter, 
the  r.p.m.  are  30,ocw,  and  the  rim  speed  is  515  feet  per  second. 

To  provide  the  maximum  theoretical  strength,  the  smaller 
wheels  have  sections  resembling  that  in  Fig.  247  at  (o);  while 
the  larger  wheels  are  without  central  hole,  the  shaft  being  made 
in  two  parts,  each  fastened  to  the  side  of  the  wheel  by  flanges. 
The  buckets  and  the  method  of  attaching  them  to  the  wheel 
are  shown  at  (6)  in  the  figure.'  The  flanges  on  the  bucket  tips 
form  a  continuous  "shroud  ring,"  and  this  prevents  the  jets 
from  flattening  and  "  spilling  "  over  the  ends  of  the  blades. 

Although  the  wheels  are  balanced  with  the  greatest  care,  the 
gravity  axis  never  exactly  coincides  with  the  geometrical  axis 
of  the  shaft.  To  prevent  difficulty  which  might  arise  with  such 
high  speeds  from  this  lack  of  balance,  the  shaft  is  made  slender 
and  flexible  so  that  the  wheel  can  "  gyrate  "  about  its  gravity 
axis.  Owing  to  the  high  speed  the  "  torque  "  on  the  shaft  is 
small  and  a  small  diameter  is  therefore  permissible. 

In  most  instances  the  rotative  speeds  are  too  great  to  permit 
of  "  direct  connection  "  to  the  generator,  pump,  or  other  machine 
which  is  to  be  driven,  hence  reducing  gears  of  ratio  about  10  :  i 
are  used. 

To  obtain  continuity  of  action  and  noiselessness,  the  gears  are 
of  the  opposed  "  herring-bone "  type,  with  very  narrow  teeth, 
which  are  cut  and  adjusted  with  extreme  accuracy.  The  pinion 
may  drive  either  one  or  two  pairs  of  large  gears,  each  of  the 
pairs  delivering  power  independently.  The  power  is  delivered 
from  the  gear  shaft  through  a  flexible  coupling,  the  bushings 
shown  black  in  the  figure  being  made  of  rubber. 

'Hie  governor  shown  at  e  is  of  the  centrifugal  fly-ball  type. 
As  the  weights  W,  W,  (pivoting  on  knife-edges  at  P)  fly  out  due 
to  centrifugal  force,  the  rod  R  is  moved  longitudinally,  thus 
moving  the  bell  crank  L  (in  view  (c))  and  regulating  the  amount 
of  opening  of  the  governor  valve  .S  (which  is  vertical  on  actual  tur- 
bines). Thus  the  turbine  is  throttle-governed.  There  generally 
are  several  nozzles  like  d  around  the  periphery  of  the  wheel,  and 
these  are  provided  with  hand-shut-off  valves.  If  the  load  on  the 
turbine  is  very  small,  it  is  better  to  close  some  of  these  valves, 
so  that  the  nozzles  remaining  in  action  may  operate  at  or  near 
their  maximum  capacity  (the  most  efficient  condition)  rather 
than  have  all  the  valves  in  operation  with  steam  greatly  throt- 
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tied  (with  the  'accompanying  loss).  Sometimes  there  are  two 
sets  of  nozzles,  one  to  be  used  when  operating  condensing,  and 
the  other  when  noncondensing. 

184.  Pelton  Type  of  Steam  Turbine.  Single-stage  impulse 
steam  turbines,  with  buckets  like  those  used  on  Pelton  water 
wheels,  may  be  built;  but  the  same  difficulties  are  encountered 
in  them  that  appear  in  the  De  Laval  type  of  single-stage  turbine. 

By  making  the  turbine  mulUslage,  and  using  a  sufficient 
number  of  stages,  these  difficulties  may  be  avoided,  the  jet 
velocities  may  be  reduced  to  twice  the  bucket  speeds  that  can 
be  used  safely,  — thereby  obtaining  the  highest  bucket  efficiency 
(see  Section  182  (d)), — and  the  rotative  speeds  may  be  made  such 
as  to  permit  the  direct  driving  of  electric  generators,  centrifugal 
pumps,  blowers,  etc.,  without  the  use  of  gearing. 

Fig.  248  shows  the  elements  of  the  Keir  turUne,  which  is  of 
this  type.  In  this  figure  (a)  shows  one  wheel,  the  nozzles  (one 
in  section),  the  section  of  the  casing  of  the  adjacent  stage  of 
higher  pressure,  and  the  bucket.  The  longitudinal  section  of 
the  turbine  is  shown  in  (J>).  The  steam  passes  from  A  to  the 
chamber  5,  thence  through  nozzles  N  to  the  first  stage,  1,  where 
the  jet  impinges  on  the  buckets  on  the  wheel,  the  section  of 
which  is  shown  black.  From  the  first  stage  the  steam  passes  in 
like  manner  through  the  nozzles  N  in  the  diaphragm,  to  act  on 
the  buckets  of  the  second  wheel;  and  so  on  through  the  turbine 
until  the  steam  is  exhausted  at  E.  To  prevent  the  [>ossibility  of 
any  leakage  of  air  through  the  stuffing  boxes  at  B  (which 
would  affect  the  vacuum),  a  chamber  is  provided  which  can  be 
filled  with  water  (forming  a  "  water  seal ")  or  with  steam  at 
pressure  slightly  above  atmospheric.  The  governor  and  gov- 
ernor valve  are  somewhat  similar  in  construction  and  opera- 
tion to  those  of  the  De  Laval  turbine.  Kerr  turbines  are  built 
only  in  small  powers. 

185.  Rateau  Type  of  Steam  Turbine.  —  Turbines  having  from 
20  to  40  stages  arranged  somewhat  as  in  Fig,  234  were  developed 
by  Professor  Rateau  of  Paris  in  1897.  The  nozzles,  instead  of 
bang  of  circular  cross-section,  are  rectangular,  and  are  grouped 
closely  together  so  that  the  intervening  walls  are  thin  plates  of 
uniform  thickness.     The  buckets  on  all  wheels,  except  the  last 
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few,  are  of  the  same  length.  The  group  of  nozzles^in  the  first 
diaphragm  extends  over  a  short  arc,  that  in  the  next  diaphragm 
is  a  little  longer,  and  so  on;  thus  as  the  steam  passes  through  the 
turbine  the  circular  arc  covered  by  the  nozzles  and  the  passage 
areas  ihcrease  in  size.    (See  B  in  chart  on  page  374.) 

The  Zoelly  turbine  is  similar  to  the  Rateau,  except  that  (i) 
about  half  as  many  stages,  and  higher  nozzle  and  bucket  speeds, 
are  used;  (3)  in  all  the  diaphragms  the  nozzle  bands  extend 
farther  around  the  peripheries;  and  (3)  the  radial  widths  of  the 
nozzle  groups,  and  the  lengths  of  Uades  on  the  wheels,  increase 
from  one  end  of  the  turbine  to  the  other. 

186.  Curtis  Type  of  Steam  Turbine.  —  Referring  to  Fig.  246, 
it  is  seen  that  the  energy  loss  from  the  residual  velocity,  nj,  is 
quite  large.  Curtis  (in  1896)  patented  the  arrangement  whereby 
the  jet,  with  this  residual  energy,  is  directed  to  act  on  other  sets 
of  rotating  blades,  from  which  it  departs  with  residual  velocity 
much  less  than  in  the  previous  case.  This  process  is  termed 
''velocity  compounding." 

Theoretically,  this  process  may  be  continued  indefinitely,  and 
the  final  residual  velocity  may  be  reduced  to  any  desired  value. 


Fig.  i4c>. 

In  practice,  however,  the  bucket  fric- 
tion and  other  losses  make  it  inexpedi- 
ent to  use  more  than  two  or  three  roivs 
of  rotating  blades  per  stage.  Fig.  249 
shows  the  arrangement  of  a  single 
stage  having  two  rows  of  moving 
blades  (Jf),with  one  set  of  stationary 
ones  (5)  between,  alt  receiving  steam 
from  a  set  of  nozzles  (N),  each  nozzle  being  controlled  by  a  sepa- 
rate valve.  Fig.  250  is  the  corresponding  ideal  velocity  diagram. 
The  velocities  Ri,  Rt,  and  ft  are  found  in  the  same  manner  as  in 


Fig.  250. 
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Fig.  246,    The  stationary  blade  5  turns  the  discharge  jet  K  to  the 
direction  y  so  as  to  cause  it  to  act  on  the  bucket  Mj  with  ve- 
locity Vt  =  Vi  (neglecting  losses).     The  velocity  diagram  vtRaRif* 
is  coi^stnicted  in  the  same  manner  as  in  Fig.  246,  and  v,  is  the  final 
velocity,  the  corresponding  residual  energy  (loss)  being  wVi*/2  g. 
As  the  steam  expands  fully  in  passing  through  the  nozzle,  the 
pressure  throughout  the  casing  of  the  stage  is  uniform.     This 
and  the  velocity  variation  are  shown  in  diagram  C  on  p.  375. 
The  smaller  turbines  of  this  type  usually  have  but  one  stage, 
while  the  larger  ones  have  from  two  to  five  "  pressure  stages  " 
separated     by    diaphragms, 
each   diaphragm   containing 
the  nozzles  for  the  following 
stage.     These  turbines  have 
either  horizontal  or  vertical 
shafts.  In  the  latter  arrange- 
ment, which  is  shown  in  Figs, 
251    and   252,  the   shaft   is 


rS- 


Fig.  251. 


Fig.  J5). 


supported  by  a  "  step  bearing,"  to  the  center  of  which  oil  is  sup- 
plied at  sufficient  pressure  to  support  or  float  the  shaft  and  all 
parts  fastened  to  it. 

Fig.  251  shows  diagrammatically  a  four-stage  turbine  in  which 
the  steam  enters  at  the  top  and  exhausts  at  the  bottom.  Such 
turbines  rest  on  a  subbase,  which  is  either  connected  to  the  con- 
r  itself  forms  the  walls  of  a  surface  condenser,  as  in  Fig. 
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252;  the  generator  is  placed  above  the  turbine  and  the  governor 
is  mounted  on  the  upper  end  of  the  shaft.  Fig.  253  shows  one 
arrangement  of  step  bearing,   and  a   portion  of  the  rotating 


Rg.  as3. 

"bucket  segment,"  with  buckets  held  in  place  by  "  dotetails." 
The  buckets  are  separated  by  "  spacing  blocks  "  and  their  tips 
are  riveted  to  shroud  rings. 

On  lat^  turbines  the  governor  usually  moves  a  small  "  pilot 
valve  *'  which  controls  the  position  of  a  hydraulically  operated 
piston,  the  rod  of  which  moves  a  shaft  having  cams  which  open 
or  close  the  nozzles  of  the  first  stage.  Thus  the  power  output 
of  the  turbine  depends  on  the  number  of  first-stage  nozzles  in 
action.  The  governii^  is  by  the  method  of  "  cutting  out  noz- 
zles "  or  cutting  them  in. 

187.  Velocity  Compounding  with  a  Single  Row  of  Rotating 
Buckets.  Instead  of  iising  a  second  set  of  rotating  blades  in 
an  impulse  turbine  to  abstract  some  of  the  energy  remaining  in 
the  jet  when  it  leaves  the  first  set,  as  is  done  in  the  Curtis  type 
of  turbine,  this  enei^  can  be  used  (in  part)  by  causing  the 
same  jet  to  impinge  repeatedly  on  a  single  set  of  blades. 

Fig.  254.  shows  diagrammatically  the  elements  of  the  "  Elec- 
tra  "  turbine  (European),  which  is  of  this  type,  and  has  blades 
perpendicular  to  the  plane  of  the  wheel  disk.  The  full  expansion 
of  the  steam  occurs  entirely  within  the  nozzle  N,  and  the  guide 
passages  G  merely  redirect  the  steam  so  as  to  cause  it  to  im- 
pinge properly  on  the  buckets.  As  the  volume  of  the  steam 
remains  constant  while  passing  through  the  guide  passages,  the 
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cross-sectional  area  of  these  passages  must  increase  as  the  veloc- 
ity (residual)  of  the  steam  decreases. 

The  path  of  the  jet,  instead  of  being  seq>entine  as  in  Fig.  354, 
may  be  helic»idal  as  shown  at  a  in  Fig.  255.     It  may  be  coa- 


Fi«-»S4. 


sidered  that  the  lower  part  of  this  path  is  in  the  semicircular 
buckets  of  the  turbine  wheel  shown  at  b  and  c  in  the  figure,  and 
that  the  upper  part  is  in  the  stationary  guides  of  similar  form. 
With  this  construction  it  is  possible  to  obtain  good  steam  econ* 


^^!^^ 


Fig.  ass- 

otny  with  low  rotative  speeds,  even  though  a  single  wheel  be 
used.  The  same  scheme  is  applicable  to  turbines  having  two 
or  more  pressure  stages.  The  power  that  is  obtainable  with  any 
wheel  is  limited  by  the  number  of  nozzles  and  guide  "blocks" 
that  can  be  placed  around  the  periphery. 

The  forerunner  of  this  type  of  turbine  was  the  "  Rledler- 
Stiunpf  "  turbine  (European),  with  double  semicircular  buclttts 
like  the  Pelton. 

In  Fig,  256  is  shown  a  Terry  turbine  with  casing  opened. 
The  method  of  operation  is  as  shown  in  Fig.  255.  Flange  B 
cou[^es  to  the  facing  B'  when  the  turbine  is  closed,  and  valve 
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Fig.  »s6. 

X  can  be  used  to  shut  off  some  of  the  nozzles  when  the  load  is 
small.     The  casing  is  subjected  to  the  exhaust  steam  only. 

The  Sturtevant  turbine,  Fig.  257,  operates  in  a  similar  man- 
ner, but  is  of  somewhat  different  construction.  The  Dake  and 
the  Bliss  turbines  are  also  of  this  general  type. 

188.  Reaction  Turbines,  (a)  A  simple  reaction  wheel  (sim- 
ilar to  Hero's)  is  shown  in  Fig.  258.  The  pioneer  developers 
(De  Laval  and  Parsons)  of  the  modern  steam  turbine  and  many- 
other  inventors  have  tried  to  produce  a  commercial  form  of 
turbine  based  on  this  principle,  but  without  success.  Experi- 
enced designers  now  recognize  the  fact  that  other  forms  are 
better  for  most  purposes.     The  sectioned  part  a  in   the  figure 
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constitutes  a  rotating  nozzle  of  the  converging  type,  correspond- 
ing to  a  small  pressure  drop  from  Pi  to  Pt- 

(b)  Another  simple  reaction  turbine  is  shown  in  Fig.  259,  with 
blades  mounted  on  the  periphery  of  a  disk,  or  drum,  which  is 
arranged  to  rotate  about  axis  XX.     It  is  seen  that  the  space  be- 


Fig.  258.  F">g-  259. 

tween  the  blades,  as  shown  at  b,  has  the  same  form  as  the  nozzle 
a  in  Fig.  258;  hence  there  are  as  many  rotating  nozzles  as  there 
are  spaces  between  blades. 

In  this  arrangement  there  is  a  "  full  peripheral  dischai^e  "  of 
the  steam  around  the  entire  circumference,  and  it  is  important 
to  note  that  there  is  a  difference  between  the  pressures  Pi  and 
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Pi   on  the  two  sides  of  the  disk,  a  condition  contrary  to  that 
present  in  the  impulse  type  of  turbine, 

(c)  Fig-  260  may  be  used  to  show  certain  features  of  the 
modem  type  of  reaction  turbine.  Between  the  tips  of  the 
blades,  on  the  drum,  and  the  casing  there  is  necessarily  a  radial 
clearance  space,  and  because  of  the  inequality  between  the  pres- 
sures Pi  and  Pi  leakage  occurs  through  this  space.  This  clear- 
ance is  of  course  always  made  the  minimum  practicable.  The 
relative  amount  of  leakage  is  evidently  dependent  on  the  ratio 
of  this  annular  space  to  the  passage  area  between  blades;  thus, 
the  longer  the  blades  are,  the  less  the  leakage,  with  the  same 


clearance.  If  the  peripheral  diameter  is  decreased,  not  only  is 
the  annular  space  reduced,  but  the  blades  must  be  lengthened  to 
maintain  the  same  passage  area  between  them;  hence  there  is  a 
twofold  reduction  in  the  leakage  accompanying  such  change. 

(d)  It  is  apparent  that  the  difference  between  pressures  Pi 
and  Pi  in  Fig.  259  causes  an  end  thrust  on  the  shaft.  The  same 
is  true  of  the  arrangement  in  Fig.  260.  This  thrust  may  be 
resisted  (i)  by  the  thrust  bearing  T  in  this  figure;  or  (2)  by  the 
balance  piston  B,  which  presents  to  the  pressures  Pi  and  Pi 
areas  equal  to  those  exposed  by  the  blades  and  drum  end;  or 
(3)  by  using  a  "  double-flow  "  arrangement  of  drum  wherein 
there  are  two  similar  rows  of  blades  having  discharges  which 
are  equal  but  opposite  in  direction  and  hence  give  opposite  end  ■ 
thrusts.  In  any  case  there  must  be  a  thrust  bearing  to  main- 
tain the  rotor  in  its  proper  position. 

(e)  The  leakage  between  the  piston  B  and  the  shell  is  usually 
reduced  by  employing  mating  collars,  as  in   Fig.  260,  which 
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form  a  "labyrinth  passage"  which  becomes  more  or  less  sealed 
by  the  moisture  present  in  the  vapor. 

(f)  In  Fig.  261-,  Ri  represents  the  velocity  of  the  jet  relative 
to  the  rotating  blades,  u  is  the  blade  velocity,  and  t^  is  the  abso- 
lute residual  velocity  of  the  jet.  In  practice 
the  velocity  u  is  rather  low  (usually  from  150 
to  300  foot-seconds),  hence  the  heat  dropper 
stage  is  relatively  very  small. 

(g)  The  so-called  Parsons'  "  reoctioii  tur- 
bine," besides  having  the  rotating  reaction 
blades  similar  to  those  in  Fig.  260,  has  station- 
ary guide  blades  which  act  as  nozzles,  the  jets 
from  which  impinge  on  the  rotating  blades. 
Hence  such  turbines  combine  the  impulse  and  the  reaction 
principles. 

Fig.  262  shows  such  an  arrangement,  S  and  M  being  respec- 
tively stationary  and  moving  blades.  It  is  seen  that  not  only  is 
there  leakage  at  the  tips  Li  of 
the  moving  blades,  but  also  at 
the  ends  Lj  of  the  stationary 
ones.  These  turbines  are  made 
multistage,  with  stationary  and 
rotating  blades  alternating.  The 
action  of  the  steam  on  the  mov- 
ing blades  is  twofold:  (l)  The 
direction  of  the  jet  is  changed, 
and  if  no  other  action  took  place 
It  would  leave  with  low  velocity — 
thus  there  is  an  impulse  action; 
and  (2)  the  steam  expands  while 
passing  through  the  moving 
blades  and  acquires  velocity  by 
virtue  of  that  expansion,  so  that 
when  dischai^ed  rearwards  there 
IS  a  reaction  effect.  The  residual 
velocity  of  the  jet  leaving  the 
rotating  blade  is  redirected  and 
increased  by  the  next  stationary  blades  and  discharged  against  the 
next  row  of  moving  blades,  and  so  on  from  one  end  of  the  turbine 
to  the  other.     (See  D  in  the  chart  on  page  375.} 
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As  the  bucket  velocities  are  small,  it  is  necessary  to  use  small 
heat  drops  per  stage,  hence  a  great  many  stages  are  used.  As 
the  volume  of  steam  under  high  pressure  is  small,  the  passages 
between  blades  must  be  small,  and  the  blades  themselves  are 
consequently  short.  To  reduce  the  leakage  the  high-pressure 
stages  are  hence  made  small  in  diameter  compared  with  low-pres- 
sure stages,  where  the  volume  of  the  steam  is  large  and  the 
blades  are  long.  The  heat  drops  in  each  of  the  first  stages  are 
about  2  or  3  B.t-u.,  whereas  in  the  last  stages  drops  of  about 
10  B.t.u.  may  be  used. 

(h)  One  arrangement  of  the  Westinghouse-Parsoiis  turbine  is 
shown  in  section  in  Fig.  263.  After  passing  the  governor  valve 
the  steam  enters  at  A  and  flows  between  the  blades  on  three  cyl- 
inders, Ri,  Rt,  and  ffj,  which  progress  in  diameter,  until  it  reaches 
the  exhaust  opening  X.  The  three  balance  pistons.  Pi,  Pj,  and  Pj, 
with  equalizing  pipes  E\,  E^,  and  £s,  balance  the  thrust,  and  the 
thrust  bearing  T  constrains  the  rotor  to  its  proper  position. 
The  governor  moves  the  pilot  valve,  which  in  turn  controls  the 
governor  valve.  The  operation  is  such  as  to  cause  the  latter 
valve  to  constantly  move  up  and  down,  admitting  the  steam 
"  by  puflfs,"  which  vary  in  duration  with  the  load.  If  the 
demand  on  the  turbine  becomes  more  than  can  be  met  by  all 
the  steam  that  can  flow  between  the  first  blades,  the  turbine's 
speed  will  decrease  slightly  and  the  governor  will  then  open  the 
overload  valve,  thus  admitting  steam  to  a  point  (Q  where  the 
passage  area  between  blades  is  greater,  so  more  steam  can  be  used 
to  meet  the  emergency,  although  less  efficiently  than  before. 


^)  Fig,   264  shows   the   general   arrangement   of   the   AUis- 
Cbalmers-ParsonB  turbine,  which  is  of  the  same  general  type  as 
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the  Westinghouse,  but  difTers  somewhat  in  its  arrangement, 
construction,  and  method  of  governing.  The  lai^;est  balance 
piston  Pi  is  placed  at  the  exhaust  end  of  the  rotor  and  the  gov- 
erning is  by  the  throttling  method. 

(j)  In  multistage  turbines  the  elements  in  the  different  stages 
need  not  all  be  of  the  same  type.  It  is  sometimes  desirable  to 
use  in  the  first  stages  that  type  which  operates  best  with  steam 
at  high  pressures,  and  in  the  remaining  stages  the  type  best 
suited  for  low-pressure  conditions. 

189.  Applications  of  the  Steam  Turbine.  Owing  to  the  high 
rotative  speeds  and  to  the  inability  to  vary  these  speeds  sud- 
denly or  to  reverse  the  direction  of  rotation,  there  are  many 
fields  of  "  direct  driving  "  which  the  steam  turbine  cannot 
enter. 

(a)  Driving  electric  generators,  which  furnish  current  for 
almost  an  unlimited  number  of  purposes,  is  the  lai^;est  field  of 
application. 

(b)  Turbines  are  used  with  direct-driven  centrifugal  pumps 
which  discharge  against  low  or  high  heads  (circulating  pumps, 
boiler-feed  pumps,  etc.). 

(c)  They  are  used  for  driving  centrifugal  air  compressors 
(which  are  usually  multistage),  fans,  blowers,  etc. 

(d)  In  some  instances  small  low-speed  turbines  have  been 
used  for  belt  driving.  Ordinarily  it  is  not  feasible  to  reduce  the 
rotative  speeds  by  use  of  gearing  unless  specially  designed  and 
constructed  for  the  purpose. 

(e)  The  torque  on  a  turbine  shaft  is  relatively  very  small, 
hence  turbines  are  not  applicable  where  a  large  starting  effort  is 
involved. 

(f)  In  many  instances  steam  is  available  at  pressures  which 
are  too  low  to  use  in  an  engine,  but  can  be  used  advanta- 
geously in  "  low-pressure  "  or  "  exhaust-steam  "  turbines,  pro- 
vided a  high  vacuum  can  be  maintained  in  the  condenser. 

In  plants  in  which  engines  are  operated  no  neon  den  sing,  there 
can  be  added  turbines  of  this  type  to  receive  exhaust  steam  at 
about  atmospheric  pressure  and  to  exhaust  into  a  condenser 
having  good  vacuum.  In  such  cases  it  is  desirable  to  maintain 
a  pressure  slightly  above  atmospheric  in  the  pipes  between  the 
engine  and  the  turbine  to  avoid  leakage  of  air  into  the  steam 
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witi'  resultant  decrease  of  vacuum.  When  the  steam  is  received 
at  abput  atmospheric  pressure,  the  exhaust  turbine  will  develop 
a  horse  .oower  with  about  30  pounds  of  steam  per  hour,  provided 
the  vacuum  is  good.  The  probable  water  rate  in  any  case  can 
be  computed  by  using  Eq.  (318}.  With  this  and  the  available 
amount  of  steam  known,  the  power  that  can  be  developed  by 
the  exhaust  turbine  can  be  readily  computed. 

Condensing  engines  can  be  operated  noncondensing  with  late 
cut-off,  thus  giving  about  their  normal  power,  and  the  exhaust 
steam  can  be  used  in  a  low-pressure  turbine,  the  combined 
out6t  thus  giving  power  greatly  in  excess  of  (sometimes  double) 
the  normal  power  of  the  engine  alone.  Such  arrangements 
usually  are  more  economical  than  either  the  engine  under  the 
original  conditions  or  a  turbine  which  receives  steam  direct, 
from  the  boiler.  The  less  economical  the  engine,  the  more 
heat  remains  in  its  exhaust  steam  for  use  in  the  turbine. 

(g)  If  the  supply  of  steam  furnished  a  low-pressure  turbine  is 
intermittent,  as  in  a  rolling  milt,  a  regenerator  or  accumubtor 
can  be  used  to  make  up  any  temporary  deficiency  which  may 
occur.  This  device  consists  of  a  closed  vessel  which  contains 
water  over  or  through  which  the  steam  passes  on  its  way  to  the 
turbine.  Thus  this  water  becomes  heated  to  the  temperature 
of  the  steam.  Should  the  supply  of  steam  cease,  the  steam 
pressure  would  decrease  and  as  a  result  some  of  the  water  would 
vaporize  and  supply  the  turbine  with  working  substance  at 
continually  decreasing  pressure  for  a  short  interval  of  time. 
Usually  there  is  also  provision  for  supplying  steam  direct  from 
the  boilers,  through  a  reducing  valve,  in  case  the  normal  supply 
fails  for  a  considerable  length  of  time;  and  sometimes  the  tur- 
bine has  a  high-pressure  stage  which  is  normally  inoperative, 
but  which  is  brought  into  action  in  such  an  emergency. 

(h)  Marine  propulsion  is  another  large  field  for  the  appli- 
cation of  the  steam  turbine.  A  saving  in  the  weight  of  the 
turbine  and  of  space  occupied  can  be  effected  by  using  high  ro- 
tative speeds,  and  the  economy  can  be  improved  by  using  high 
bucket  velocities.  On  the  other  hand,  the  propeller  on  a  slow- 
moving  vessel  is  inefficient  if  operated  at  rotative  speeds  which 
are  high.  Hence  in  applying  the  turbine  to  the  direct  driving  of  a 
propeller,  a  compromise  must  be  effected ;  evidently  the  best  results 
should  be  obtained  on  high-speed  vessels,  and  such  is  the  case. 
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There  have  been  invented  numerous  speed-reducing  devices 
(mechanical,  hydraulic,  and  electric)  to  be  placed  betweeii  the 
turbine  and  propeller  shaft,  but  there  is  still  doubt  as  to  their 
feasibility,  and  until  such  devices  are  used  the  application  of  the 
turbine  will  probably  be  limited  principally  to  vessels  of  high  speed. 

Special  provision  must  be  made  for  backing;  usually  a  small 
"  backing  element  "  is  placed  at  the  end  of  the  turbine.  As 
turbines  are  very  uneconomical  when  operating  below  their 
normal  speeds,  they  should  not  be  used  for  low-speed  cruiang. 
Sometimes  smaller  "  cruising  turbines  "  are  added  for  such  ser- 
vice. Turbines  are  not  satisfactory  when  much  maneuvering 
must  be  done,  and  in  some  instances  a  combination  of  engines 
and  turbines  has  been  used  for  such  service. 

190.  Advantages  and  Disadvantages  of  the  Steam  Turbine. 
<a)  When  operating  under  normal  load  (i.e.,  with  the  usual  allow- 
ance for  overloading),  a  comparison  of  the  best  performances 
does  not  show  that  the  turbine  has  any  advantage  over  the 
engine  even  when  unusually  good  vacuums  are  used  with  the 
former.  It  is  probable,  however,  that  the  average  large  con- 
densing turbine  with  high  vacuum  gives  better  performance 
than  the  average  large  condensing  engine.  In  general,  non- 
conden^ng  and  small  turbines  do  not  compare  so  favorably. 
In  many  cases  it  is  found  that  from  the  standpoint  of  fuel 
economy  there  is  little  choice  between  the  turbine  and  the 
engine,  in  which  cases  the  selection  must  be  based  on  other 
considerations. 

Comparison  should  be  made  at  ttormal  load  and  should  be  either 
on  the  basis  of  B.t.u.  actually  supplied  per  d.h.p.-minute,  or  of 
the  thermal  efficiencies,  rather  than  on  the  basis  of  the  steam 
used,  unless  the  conditions  of  operation  are  identical. 

(b)  The  water-rate  curve  for  the  turbine  is  usually  flatter  than 
that  of  the  engine,  and  hence  with  widely  fluctuating  load  the 
average  economy  is  nearer  the  best  for  that  machine;  espe- 
cially is  this  the  case  if  the  unit  is  overloaded. 

(c)  The  space  occupied  by  the  turbine  is  much  less  than  by 
the  ordinary  engine,  especially  if  the  latter  is  horizontal.  In 
some  cases,  however,  this  is  partly  offset  by  the  greater  space 
that  may  be  occupied  by  the  larger  size  of  auxiliary  apparatus 
frequently  used  with  turbines. 
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(d)  The  turbines  use  no  oil  iniemaUy,  hence  the  condensate 
is  suitable  for  direct  return  to  the  boilers,  and  the  heat-trans- 
mitting surfaces  of  the  boilers,  condensers,  feed-water  heaters, 
etCi  being  free  from  oily  coating,  operate  under  best  conditions. 

(e)  Turbines  have  the  advantage  of  greater  uniformity  of 
rotation,  and  can  give  close  speed  regulation.  If  properly  "  bal- 
an<^d,"  they  are  practically  free  from  vibration,  hence  do  not 
require  massive  foundations  or  flywheels. 

(f)  Other  considerations  are  the  first  cost  of  turbine  and  gen- 
erator (which  is  generally  less  than  that  of  the  engine-generator 
outfit) ,  and  the  cost  of  auxiliary  apparatus  (which  is  often  greater 
with  high  vacuums).  The  cost  of  ground  occupied,  the  build- 
ing and  foundations,  the  reliability,  the  cost  of  condensing 
water,  supplies,  attendance  and  repairs,  the  allowance  for  de- 
preciation, etc.,  must  also  be  considered.  Such  matters,  how- 
ever, relate  to  the  Economics  of  Power-Plant  Engineering,  which  . 
will  not  be  discussed  here. 

(g)  There  are  many  fields  in  which  it  is  necessary  to  operate 
at  iow  angular  velocity,  at  variable  speed,  with  reversal  of  motion, 
or  with  large  starting  torque,  which  the  steam  turbine  cannot 
enter.  There  are  other  fields  in  which  high  angular  velocity 
is  desirable,  or   not  disad- 

\'antageous,  and  in  many 
of  these  the  turbine  is  as 
satisfactory  as,  or  more  so 
than,  the  engine. 


191.  Steam-Turbine 
Pefformance.  (a)  Fig-  237 
shows  the  general  character 
of  the .  steam-consumption 
curves  for  steam  turbines, 
the  curve  for  total  con- 
sumption being  substan- 
tially straight.  The  water- 
rate  curve  is  usually  flatter 
than  that  of  the  steam 
engine,  which  indicates  less  variation  in  economy  with  fluctua- 
tions of  load.  Inspection  of  this  curve  shows  that  the  best  econ- 
omy is  obtained  at  the  maximum  load  (not  at  the  normal), — 
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unless  there  is  an  "  overload  valve  "  which  reduces  the  efficiency , 
when  open. 

(b)  The  curves  in  Fig.  265  show  the  economies  of  the  larger 
sizes  of  standard  American 
turbines  when  operating 
under  rated  loads  which  are 
used  as  abscissas. 

These  curves  are  based 
on  Prof.  J.  A.  Moyer's 
tables,*  in  which  the  steam 
consumptions  as  obtained 
by  test  are  reduced  to  the 
equivalent  values  which  the 
same  turbines  would  prob- 
ably give  if  operated  under 
Tb(uuuidK.w.KUaipaKu  pressure  of  165  pounds  ab- 

Fig.  166.  solute,  zero  superheat,  and 

28-inch  vacuum.     The  cor- 
rections were  moAe  by  using  the  following  reduction  factors: 
For  ail  types  of  turbine: 

Per  pound  of  initial  pressure,  -^  per  cent. 
Generator  efficiency,  91   per  cent  (300  to  400  kilowatts),  95 
per  cent  {500  kilowatts),  96.5  per  cent  (rooo  to  3000  kilo- 
watts), and  98  per  cent  {5000  to  10,000  kilowatts). 
For  Parsons  type: 

Per  degree  of  superheat,  -^  percent  (300  to  1000  kilowatts) 

and  \  per  cent  (1200  to  7500  kilowatts). 
Per  inch  of  vacuum,  4  per  cent  (300  to  1000  kilowatts)  and 
3  per  cent  (1200  to  7500  kilowatts). 
For  Curtis  type  (may  also  be  used  for  Rateau  and  Zoelly  turbines) ; 
Per  degree  of  superheat,  J  per  cent. 

Per  inch  of  vacuum,  7  per  cent  (26  to  28  inches)  and  9  per 
cent  (28  to  29.5  inches). 
These  correction  factors  should  be  used  only  when  the  changes 
involved  are  slight,  otherwise  the  results  may  not  be  reliable. 

(c)  In  Fig.  265,  the  curve  for  "  steam  per  d.h.p.-hr."  is  based 
on  the  brake  horse  power,  or  power  delivered  by  the  turbine 

*  Page  187,  Mayer's  "The  Steam  Turbine."    Wiley  &  Sons. 
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shaft,  and  does  not  include  the  generator  losses.  The  other 
curve  includes  the  losses  of  both  the  turbine  and  the  generator, 

(d)  Fig,  266  shows  the  B.t.u.  consumptions  and  the  thermal 
efficiencies  corresponding  to  the  water-rate  curves  of  Fig.  265. 
Values  better  than  here  shown  can  be  obtained  by  using  higher 
superheats,  higher  pressures,  and  lower  vacuums  —  especially 
by  using  the  latter. 

Some  of  the  best  results  so  far  obtained  with  large  turbines, 
are  given  in  Table  X  below,' 

TABLE  X.— STEAM-TURBINE  PERFORMANCE. 
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(e)  Small  turbines  are  generally  much  less  economical  in  the 
consumption  of  steam  than  large  ones.  In  most  instances  this 
is  largely  due  to  the  use  of 
bucket  velocities  which  are 
much  less  than  those  cor- 
resfxinding  to  the  best  per- 
formance, and  which  result  ^  60 
from  using  small  wheel  di-  | 
ameters  and  low  rotative  ^ ' 
speeds  which  permit  of  di-  J 
rect  connection  to  genera-  g 
tors,  pumps,  etc.  The  fa 
economy  of  such  turbines 
is  greatly  influenced  by  a 
change  in  bucket  speed.  Fig.  ,5^ 

Fig,  267  shows  curves  of 
steam  consumption  per  brake  horse-power  for  several  types  of 

>  Also  see  Christie, "  Present  Sute  of  Development  of  Large  Steam  Torbines," 
Trans.  A.S.M.E.,  191s. 
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small  turbines.*  It  shows  that  in  general  the  smaller  sizes  have 
poorer  economy. 

(f)  The  results  of  some  tests  of  the  59th  Street  Power  Plant 
erf  the  Interborough  RaiMd  Transit  Co.,  New  York  City,t  can 
be  used  to  compare  the  performances  of  the  same  power  plant 
operating  first  without  and  then  with  exhaust  steam  turbines. 
This  plant  was  originally  equipped  with  condensing  engine-gen- 
erator units  each  developing  5000  kw.  at  normal  (economical) 
load,  and  having  a  maximum  rating  of  7500  kw.  Subsequently, 
exhaust  steam  turbines  of  7500  kw.  maximum  capacity  were 
added,  and  these  were  arranged  to  operate  with  high  vacuums 
on  steam  received  at  about  atmospheric  pressure  from  the 
engines,  which  latter  were  changed  to  have  later  cut-offs  than 
before.  The  addition  of  the  turbine  to  one  of  the  engine  units 
gave  the  following  results:  — 

(i)    The  maximum  capacity  was  doubled. 

(2)  The  load  giving  the  best  steam  [>erformance  (or  load 
under  which  the  unit  should  normally  operate)  was  increased  to 
about  2|  times  its  former  value. 

(3)  The  average  steam  economy  (between  7000  and  15,000 
kw.)  was  25  per  cent  better  than  that  of  the  old  engine  unit. 

(4)  It  was  estimated  that  the  average  steam  economy  was 
13  per  cent  better  than  would  have  resulted  by  using  a  high- 
pressure  turbine  of  the  best  design  in  place  of  the  combined  unit. 

(5)  The  average  thermal  efficiency  of  the  combined  unit  was 
20.6  per  cent  (between  6500  and  15,500  kw.). 

•  See  Orrok,  "Small  Steam  Turbines,"  Trans.  A.  S.  M.  E.,  igog. 
t  Trans.  A.  S,  M.  E.,  1910,  page  78. 
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CHAPTER   XXIII. 

EZTamAL-COHBUSnON  GAS  ENGINES. 

192.  Defimtion.  (a)  The  name  gaS  engine  is  applied  to 
prime  movers  in  which  the  working  substance  is  material  in 
gaseous  form  comparatively  far  removed  from  the  conditions  of 
liquefaction.  Hence  the  working  substances  may  be  assumed  to 
obey  the  laws  of  ideal  gases,  and  each  gas  engine  follows  approxi- 
mately one  of  the  gas  cycles  discussed  in  Chapter  VIII. 

(b)  At  present  gaseous  working  substances  consist  of  air  mixed 
with  other  materials  such  as  carbon  monoxide,  hydrocarbon 
vapors  and  gases,  water  vapor,  and  carbon  dioxide. 

(c)  The  "  hot  body  "  is  approximated  in  real  engines  by  the 
burning  of  fuel  in  some  chamber  at  a  rate  which  maintains  the 
required  high  temperature.  In  some  types  of  gas  engines  the 
fuel,  and  resulting  hot  "products  of  combustion,"  are  separated 
from  the  working  substance  by  metallic  walls  through  which 
the  heat  received  by  the  working  substance  must  pass.  Such 
engines  are  known  as  extenial-combustioQ  gas  engmes. 

In  other  gas  engines  the  fuel  and  the  air  for  its  combustion 
are  burned  inside  the  cylinder  of  the  engine,  and  the  hot  products 
of  combustion  form  the  expanding  working  substance.  Such 
engines  are  called  iatemal-combustioii  gas  engioes,  or  simply 
internal-combustion  engines. 

193.  The  Hot-Air  Engine,  (a)  Many  attempts  have  been 
made  to  utilize  air  as  a  working  medium  in  external-combustion 
engines,  but  only  two  such  engines  survive  to-day  in  this  country, 
and  they  are  built  only  in  small  sizes  and  for  special  service. 
Inventors  have  long  tried  to  produce  an  actual  gas  engine  to 
work  with  close  approximation  to  the  Carnot  cycle.  Even  if 
this  were  possible,  it  would  be  unwise  commercially  because  of 
the  excessive  cylinder  volume  necessary  for  a  given  output  of 
power. 

This  may  be  made  clear  by  drawing,  as  in  Fig.  26S,  3  Carnot 
cycle,  an  Ericsson  cycle,  and  a  Stirling  cycle  for  comparable 
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conditions  so  as  to  show  the  greatest  volume  occupied  by  the 
gas  in  each  case.  This  is  best  done  by  imagining  one  pound  of 
g:is  (air  in  the  figure)  to  receive  the  same  amount  of  heat  and  to 
work  between  the  same  temperature  limits  in  each  case.  The 
efficiency  and  work  done  will  then  be  the  same  in  each  case,  and 
will  be 

Ef-{Ti-  Tt)/Tu 
and 

A£  =  AQi  X  £f  =  Aft  (r,  -  Tt)/Ti. 
The  figure  shows  that  the  maximum  volume  occupied  by  the 
working  substance,  and  hence  the  necessary  cylinder  volume,  is 
much  greater  in  the  case  of  the 
Camot  engine  than  for  either  of 
the  others. 

(b)  The  cylinder  volume,  how- 
ever, determines  to  a  consider- 
able extent  the  size  and  cost  of  the 
engine.  As  will  be  brought  out 
later,  the  real  external-combus- 
tion gas  engines  operating  on  the 
Stirling  and  Ericsson  cycles  are 
almost  prohibitively  lai^e,  and 
it  is  therefore  obvious  that  the 
Carnot  gas  engine  with  external 
combustion  must  be  commer- 
cially impossible. 

(c)  The  two  external-combus- 
tion gas  engines  now  in  use  in 
this  country  are  the  Rider  hot- 
air  engine  and  the  Ericsson 
hot-air  engine.  The  former 
approximates  the  Stirling  cycle 
and  the  latter  the  Ericsson  cycle. 

Both  of  these  engines  are  direct-connected  to  small  water  pumps 
which  utilize  the  net  work  of  the  engine.  They  are  simple  and  sat- 
isfactory pumping  engines,  particularly  for  farm  and  suburban  use. 
(d)  The  capaciiy,  that  is,  the  power  made  available,  is  limited 
by  the  slow  rale  of  keat  transfer  between  the  metallic  walls  and 
the  more  or  less  quiescent  gas;  by  the  slow  rate  of  keat  conduction 
in  the  gas  itself;  by  the  low  specific  keat  and  density  of  the  gas; 
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and  by  the  comparatively  low  maximum  temperature  at  which 
it  is  advisable  to  maintain  metal. 

In  order  that  gas  may  absorb  or  give  up  heat  rapidly,  it  must 
pass  over  the  metallic  surfaces  in  a  thin  stream  and  at  high 
velocity.  This  necessitates  a  lai^e  engine.  The  time  neces- 
sary for  heat  exchanges  is  so  great  that  the  engine  must  run  at 
very  slow  speeds  with  few  cycles  per  minute.  Obviously,  the 
smaller  the  number  of  cycles  the  greater  must  be  the  energy 
made  available  per  cycle,  and  hence  the  greater  the  dze  of  the 
engine  to  deliver  a  given  amount  of  power. 

The  effect  of  low  specific  heat  is  to  increase  the  weight  of  gas 
necessary  for  a  given  heat  change,  and  the  low  density  results 
in  a  iai^e  volume  for  a  given  weight.  Both  effects  increase  the 
size  and  cost  of  engine  for  a  given  power. 

194.   Rider  Hot-Alr  Engine,     (a)  This  engine,  which  approxi- 
mates the  Stirling  cycle  (Section  54) ,  is  shown  in  Fig.  269,  and  by 
comparing  it  with  Fig.  23,  re- 
produced at  (6)  in  the  upper 
right-hand  corner  of  Fig.  269, 

it  is  seen  to  have  all  the  parts       i  Ly 

of  the  ideal  engine  following     L  ■„ 

this  cycle.  In  the  two  figures 
similar  parts  are  designated 
by  the  same  letter.  The  ideal 
hot  body  is  replaced  by  a  fur- 
nace, the  gases  of  which  at 
temperature  Ti  jacket  the  hot 
cylinder  Y.  The  regenerator 
R  is  approximated  by  a  pass- 
age filled  with  closely  spaced 
plates  HH.  The  cold  cylin- 
der Y\  is  jacketed  by  water  X 
from  pump  P  and  is  main- 
tained at  a  practically  con-  , 
stant  temperature    Tj.      The  real  engine 

water  replaces  the  cold  body.  Fig  j6_ 

By  means  of  connecting  rods 

/  and  /'  the  pistons  D  and  C  are  connected  to  cranks  /  and  /' 
which  are  fastened  to  the  shaft,  with  the  crank  for  the  hot  cylinder 
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leading  the  other*  by  about  90  degrees.  The  crank  shaft  carries 
a  flywheel  W  which  maintains  uniformity  of  rotation,  even 
though  the  power,  developed  and  delivered,  varies  widely. 

(b)  In  the  ideal  cycle,  Fig.  22,  and  (a)  in  Fig.  369,  it  is 
assumed  that  during  the  isothermal  reception  of  heat  by  the  gas, 
the  left  piston  remains  stationary  at  the  bottom  of  its  stroke, 
while  the  right  piston  rises;  that  during  the  isothermal  rejection 
of  heat  the  reverse  action  occurs;  and  that  during  the  isovolumic 
changes  the  two  pistons  move  at  such  rates  as  to  keep  the  total 
inclosed  volume  constant  while  the  gas  passes  through  the 
regenerator. 

In  the  actual  case  these  actions  are  roughly  approximated  by 
connecting  the  pistons  to  cranks  which  are  nearly  at  right  angles. 
When  either  piston  is  at  or  near  its  lowest  position,  most  of  the 
working  substance  is  in  the  other  cylinder,  where  the  piston  is 
at  about  half-stroke  (since  the  cranks  are  at  about  right  aisles). 
The  material  meanwhile  is  undergoing  an  isothermal  change, 
which  is  expansion  if  the  gas  is  in  cylinder  Y,  or  compression  if 
in  Ki.  In  two  intermediate  positions  of  the  cranks  the  pistons 
are  moving  with  equal  and  op[x>site  velocities,  while  the  gas 
is  undergoing  isovolumic  transfer  from  one  cylinder  to  the  other. 
Thus  in  the  Rider  engine  the  Stirling  cycle  is  roughly  approxi- 
mated, with  considerable  blending  between  the  various  processes. 

(c)  The  actual  diagram  obtained  from  this  engine  cannot  readily 
be  directly  compared  with  the  theoretical,  and  a  reproduction 
is  therefore  omitted.  The  maximum  and  minimum  temperatures 
are  respectively  lower  and  higher  than  the  theoretical,  and  the 
corners  of  the  diagram  are  very  much  rounded. 

(d)  If  the  furnace  temperature  be  assumed  at  1500°  F.,  a  low 
value,  and  the  jacket  temperature  at  60",  a  rather  high  value, 
the  Stiriing  cycle  efficiency  is 

C^f  H^  =  "^°°+/3^';;^  +  ^^'  =  73.5P»c.„.. 

The  actual  thermal  efficiency  on  the  i.h.p.  (TIEf)  is  seldom 
as  much  as  2  per  cent,  so  that  the  best  indicated  efficiency  is 
about 

lEf  =  2/73.5  =  0.027  -  2.7  per  cent. 

*  That  is,  preceding  it  in  the  direction  of  rotatioo. 
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The  corresponding  efficiency  for  internal  combustioa  gas-en- 
giaes  and  steam  engines  is  generally  50  per  cent  or  more.  The 
poor  economy  of  this  engine  is  thus  very  striking. 

195.  Ericsson  Hot-Air  Engine,  (a)  This  engine,  which  ap- 
proidnnates  roughly  the  Ericsson  cycle  (Section  55),  is  shown  in 
Fig.  270,  in  which  the  parts  are  lettered  to  correspond  with  the 


REAL  ENGINE 
Fig.  »70, 

theoretical  engine  shown  in  Fig.  23.  The  furnace  U  replaces 
the  hot  body;  below  the  "  displacer  "  piston  j  is  the  hot  cylinder 
Y,  jacketed  by  the  furnace  gases,  and  above  it  is  the  cold  cylin- 
der Yi  with  jacket  X  supplied  with  water  from  pump  P.  The 
upper  or  working  piston  2  transmits  the  power.  When  the 
displacer  piston  3  is  up,  most  of  the  gas  is  below  it  in  the  hot 
cylinder.  Upon  descending,  this  piston  transfers  the  gas  to  the 
cold  cylinder  Kj  above,  and  when  ascending,  returns  it  to  the 
hot  cylinder  Y.  The  function  of  the  regenerator  R  is  performed 
by  the  walls  of  the  cylinder  and  of  the  loose-fitting  displacer 
piston,  between  which  the  gas  passes  in  transferring  from  one 
cylinder  to  the  other. 

The  engine  has  an  ingeniously  arranged  mechanism  which 
^ves  such  kinematic  motion  to  the  displacer  and  working  pistons 
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as  to  produce  approximately  the  PV-changes  of  the  thetwedcal 
Ericsson  cycle. 

(b)  The  conditions  of  heat  transfer  are  even  poorer  in  this 
engine  than  they  are  in  the  Rider,  and  as  a  result  the  power 
developed  for  the  same  heat  supply,  and  for  same  size  of  cylinder, 
is  only  about  one-third  of  that  obtained  with  the  other  engine. 

(c)  It  is  worthy  of  note  that  a  very  lai^  hot-air  engine  of  a 
different  type,  which  was  constructed  by  Ericsson,  gave  a  thermal 
efficiency  of  about  lo  per  cent.  It  was,  however,  enormously 
bulky  and  mechanically  unsatbfactory. 
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CHAPTER   XXIV. 

IHTERnAt-COHBUSTION  BHGINBS. 
Meteods  of  Operation. 

196.  Advantages  and  Types,  (a)  Although  external-combus- 
tion engines  with  gaseous  working  substance  are  not  generally 
commercially  successful,  the  i?jtenia/-combustion  engine,  on  the 
other  hand,  is  widely  used,  and  is  capable  of  giving  the  highest 
economies  now  attained  by  any  type  of  heat  engine. 

The  success  of  the  internal-combustion  engine  is  chiefly  due 
to  the  fact  that,  since  the  products  of  combustion  constitute  the 
working  substance,  the  maximum  temperature  is  that  due  to 
combustion;  whereas  in  the  external-combustion  engine  the 
maximum  temperature  of  the  working  substance  is  limited  by 
the  capacity  of  metallic  walls  to  withstand  high  temperature,  and 
to  transmit  heat. 

In  internal-combustion  engines  with  proper  design  the  highest 
temperature  attainable  may  be  used  without  danger  to  metallic 
walls,  and  it  is  thus  possible  to  approach  theoretical  efficiencies 
corresponding  to  temperatures  of  from  2500°  to  3000°  F.  Be- 
cause of  the  high  pressures  that  accompany  high  temperatures,  the 
oigines  are  also  small  for  a  given  capacity. 

(b)  During  the  past  twenty  years  the  use  of  internal-com- 
bustion engines  has  rapidly  increased,  until  now  many  large 
power  plants  depend  entirely  upon  them  for  power.  These 
engines  operate  on  either  the  Otto  cycle  or  the  Diesd  cycle. 
Engines  following  the  latter  cycle  were  until  recently  a  more  or 
less  special  type  adapted  only  to  certain  limited  conditions,  but 
this  limitation  is  rapidly  disappearing. 

(c)  There  are  two  distinct  types  of  engine  following  the 
Otto  cycle;  one  requires  two  piston  strokes,  and  the  other  four, 
to  complete  a  cycle.  They  are  known  as  two-stroke  cycle 
and  four-stroke  cycle  engines,  or  improperly  as  "  two-cycle  " 
and  "four-cycle"  engines.     The  four-stroke  cycle  is  in  more 
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common  use,  though  it  has  several  theoretical  and  practical  disad- 
vantages  as  compared  with  the  other  type. 

197.  Cylinder  Operatioiu  of  Four-Stroke  Otto  Cycle,  (a) 
The  heat  is  evolved  within  the  cylinder  by  the  burning  of  a 
mixture  of  fuel  gas,  (H'  vapor, 
with  fur,  which  supplies  oxygen 
for  combustion.  The  gaseous 
■  products  of  combustion  form 
the  working  substance,  which, 
I  after  expansion,  must  be  ex- 
pelled from  the  cylinder  to 
».  give  place  to  a  fresh  combusti- 
ble charge  for  the  next  cycle. 
The  engine  is  shown  diagram- 
matically  in  Fig.  271. 
(b)  Imagine  a  cylinder  as  shown  in  the  figure,  with  an  inlet 
valve  /  and  an  exhaust  valve  E  located  in  the  head  and  arranged 
to  open  inwardly;  and  assume  that  the  piston  is  in  its  extreme 
left  position,  that  its  motion  can  be  controlled  as  desired,  that  a 
cycle  has  just  been  completed, 
and  that  the  "  clearance  space" 
or  "  combustion  space  "  between 
the  face  of  the  piston  and  the 
cylinder  head  is  filled  with  burnt  p 
gases  at  atmospheric  pressure. 

Now  with  the  valve  E  closed, 
and  with  I  open  to  a  supply  of 
combustible  mixture  at  atmos- 
pheric pressure,  the  first  stroke 
of  the  piston  (to  the  right)  will 
cause  some  of  this  mixture  to  pass 


Fig.  371. 
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Fig.  172. 


into  the  cylinder,  where  it  will  mix  with  the  burnt  gases,  and  thus 
diluted  will  fill  the  available  space  at  approximately  atmospheric 
pressure.  The  line  ed  in  Fig.  272,  at  a  height  of  14.7  pounds 
per  square  inch  above  the  horizontal  axis,  represents  this  process. 
Now  imagine  the  inlet  valve ./  closed  and  the  piston  moved  to 
the  left  performing  the  second  stroke.  During  this  stroke  the 
mixture  will  be  compressed  until,  finally,  its  volume  is  reduced 
to   that   of   the   clearance   space.     This   compression   may  be 
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assumed  to  be  adiabatic,  although  this  would  not  be  absolutely 
trae  in  any  real  case  on  account  of  the  thermal  properties  of  the 
metallic  walls.  The  ideal  process  is  represented  by  the  adiabatic 
compression  line  da,  corresponding  to  the  similar  line  in  Fig.  26, 
page  94. 

At  this  point  a  the  charge  is  ignited  by  an  dectric  s[>ark,  or 
other  means,  and  it  may  be  assumed  to  burn  completely  with 
the  piston  stationary.  This  would  cause  an  increase  in  tem- 
perature and  pressure  corresponding  to  the  ideal  isovolumic 
addition  of  heat,  as  shown  by  the  line  ah.  Fig,  272. 

The  piston  will  then  make  a  third  stroke,  being  driven  out 
by  the  high-pressure  gas  expanding  according  to  the  curve  be, 
which  may  be  considered  an  adiabatic 

In  the  ideal  case  heat  would  be  given  to  the  cold  body  accord* 
ii^[  to  process  cd,  while  the  volume  remained  constant,  but  in 
the  actual  case  the  exhaust  valve  E,  in  Fig.  271,  is  opened, 
allowing  the  high-[»%ssure  gas  to  expand  into  the  atmosphere 
until  the  pressure  in  the  cylinder  falls  to  d. 

During  the  fourth  stroke  the  returning  piston  expells  the  remain- 
ing gas  according  to  the  line  de,  and  at  e  the  starting  conditions 
are  restored,  with  the  clearance  space  filled  with  burnt  gases  at 
atmospheric  pressure. 

(c)  Although  four  strokes  are  required  to  complete  the  prac- 
tical cycle,  the  work  area  under  the  line  ed  cancels  that  under  de; 
thus  the  ultimate  result  is  the  development  of  a  cycle  inclosing 
the  work  area  abcda,  exactly  as  in  the  ideal  Otto  engine  discussed 
in  Section  56,  page  94. 

The  two  strokes  corresponding  to  ed  and  de  are  really  pumping 
strokes,  used  to  draw  in  the  new  charge  of  combustible  and  to 
expel  the  burnt  gases.  They  are,  therefore,  necessitated  by  prac- 
tical considerations,  though  not  essential  to  the  ideal  cycle. 

(d)  A  real  engine  of  this  type  is  shown  semi-diagrammatically 
in  Fig.  273.  The  cylinder  head  has  been  broken  away  to  show 
the  valves,  which  correspond  exactly  to  valves  /  and  E  of  Fig.  271 . 
Instead  of  using  a  mixture  reservoir,  assumed  in  the  ideal  casCi 
the  real  engine  forms  its  own  mixture  during  the  suction  stroke, 
drawing  the  constituents  through  the  pipes  in  the  figure. 

The  cylinder  and  cylinder  head  of  the  real  engine  are  water- 
jacketed  to  prevent  overheating  of  the  metal. 
The  valves  in  this  case  are  positively  operated  by  linkage 
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(not  shown)  moved  by  cams  on  the  "  half-time  shaft,"  or  "  cam 
shaft,"  shown  along  the  side  of  the  engine.  This  shaft  is  driven 
by  gears  from  the  crank  shaft,  the  gears  being  so  propcvtioned 
as  to  give  tbe  cam  shaft  one  revt^ution  for  every  two  revolutioas 
of  the  crank  shaft. 


Fig.  273. 

198.  The  Air  Card,    (a)  The  series  of  operations  just  described 

cannot  be  carried  out  perfectly  in  any  real  engine;  thus  the 

picture  of  what  actually  occurs  in  the  working  cylinder  is  quite 

different  from  Fig.  272, 

(b)  The  losses  in  the  cylinder  are  commonly  determined  by  ■ 
comparing  the  actual  diagram  with  the  diagram  of  an  ideal  Otto 
cycle  with  air  as  the  working  substance.  This  ideal  diagram  is 
also  called  the  "  air  card,"  or"  air  diagram,"  and  it  is  constructed 
for  an  engine  like  that  shown  in  Fig.  271,  operating  as  described 
in  the  last  section,  but  with  air  only  in  the  cylinder. 

Referring  to  Fig.  272,  it  is  assumed  that  at  the  point  d  the 
clearance  and  displacement  volumes  are  filled  with  air  at  atmos- 
pheric pressure  and  temperature;  that  the  compression  da  is 
adiabatic;  that  at  a  heat  is  added  equal  to  that  which  would  be 
liberated  by  complete  burning  of  the  combustible  mixture  used 
per  cycle  in  the  real  engine;  that  from  b  the  expansion  is  adia- 
batic to  c\  and  that  the  heat  is  then  removed,  as  in  the  ideal 
case,  until  the  air  returns  to  starting  conditions  at  d. 

(c)  The  pressure  at  a  can  be  found  from  Eq.  (45b)  and  the 
temperature  can  then  be  computed  from  Eqs.  (51)  and  (52). 
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The  height  of  the  pc»nt  b  is  obtainefj  thus:  Firet  find  the  theo- 
retical temperature  to  which  this  quantity  of  heat  would  raise  the 
charge  of  air,  with  heating  taking  place  at  constant  volume,  and 
with  specific  heat  of  air  constant;  then  determine  the  corre- 

P.V,      PkVx 
spending  pressure  Pi,  from  the  relation  — =—  =  -—-• 

199.  Real  Indicator  Card  for  Four-Strobe  Cycle,  (a)  In 
Fig.  273  is  shown  a  real  engine  with  the  cylinder  surrounded 
by  a  water  jacket  to  prevent  overheating  of 
the  metallic  walls.  Fig.  274  shows  another 
engine  in  which  the  cylinder  is  covered  by 
ribs  presenting  large  radiating  surface  so 
that  air  may  be  the  cooling  medium  instead 
of  water.  The  actual  cards  obtained  from 
such  engines  differ  in  many  respects  from 
the  ideal  air  card  just  discussed,  because 
of  (i)  chemical  and  physical  properties  of 
the  real  working  substances;  (2)  thermal 
properties  of  the  metallic  parts  of  the  en- 
gine; and  (3)  mechanical  faults,  such  as 
leaking  piston  and  valves.     The  variations  Fig.  aj*. 

are  shown  in  Fig.  275,  in  which  the  real 
card  (full  lines)  has  been  superimposed  on  the  ideal  diagram 
(dotted).     Parts  of  the  real  card  have  here  been  overdrawn  to 
accentuate  the  variations. 

(b)  Starting  at  the  end  c  of  the  expansion  line,  in  the  ideal 
case  with  the  mechanism  of  Fig.  271,  the  exhaust  valve  would 
be  opened  to  allow  the  charge  of  the  preceding  cycle  to  escape 
into  the  exhaust  pipe.  In  the  real  case,  however,  this  valve  must 
start  to  open  before  the  end  of  the  stroke,  say  at  c',  which  is 
usually  at  from  85  to  90  per  cent  of  the  out-stroke.  This  is  neces- 
sary so  that  the  valve,  which  cannot  be  opened  instantly  to  its 
full  extent,  may  have  time  to  open  fully  before  the  end  of  the 
stroke  is  reached;  and  because  the  gas  in  the  cylinder,  due  to 
its  inertia,  takes  an  appreciable  time  to  pass  through  the  exhaust 
valve  desfHte  the  fact  that  the  gas  pressure  of  from  15  to  35  pounds 
or  more  above  the  atmosphere  is  available  to  accelerate  it. 

From  c'  the  expansion  line  drops  rapidly  to  the  end  of  the 
stroke,  both  because  additional  space  is  vacated  by  the  piston 
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as  it  continues  outward,  and  because  of  the  exit  of  gas  from  the 
cylinder. 

(c)  The  line  d'e'  is  higher  than  the  idea!  exhaust  line  dt. 
This  is  due  to  the  pressure  difference  necessary  to  cause  the  flow 
of  gas  through  the  exhaust  valve  and  pipe  to  the  atmosphere. 
As  the  area  opened  by  the  valve  is  limited  by  practical  consider- 
ations, a  high  average  velocity  of  gas  flow  through  this  valve  is 
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Fig.  275- 

necessary  in  order  to  empty  the  cylinder  in  the  available  time. 
This  velocity  varies  from  So  to  125  feet  or  more  per  second,  and 
to  produce  it  the  exhaust  pressure  line  d'e'  must  be  from  one  to 
three  pounds  above  atmospheric.  Instead  of  being  straight, 
this  line  is  generally  more  or  less  wavy  because  of  the  inertia  of 
the  gases. 

(d)  At  e',  with  the  piston  at  the  end  of  the  stroke,  the  dear- 
ance  is  filled  with  products  of  combustion  at  a  pressure  slightly 
above  atmospheric  and  at  a  temperature  probably  700°  to  900° 
Fahr.  As  the  piston  starts  on  the  "  suction  stroke,"  these 
gases  expand  to  some  pressure  /,  from  one  to  six  pounds  below 
that  of  the  mixture  supply  (which  is  usually  at  atmospheric 
pressure),  before  the  new  charge  begins  to  flow  through  the  open 
inlet  valve  into  the  cylinder.  This  flow  continues  as  the  pston 
moves  out  until  the  end  of  the  stroke  is  reached  at  g,  when  the 
cylinder  is   fliled  with  a  mixture  of  the  new  charge  and  the 
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burnt  gas  previously  left  in  the  clearance.     This  "  suction  line," 
/g,  is  only  approximately  straight  and  horizontal. 

Evidently  during  both  the  exhaust  and  the  suction  strokes  the 
piston  must  do  work  on  the  gas,  and  this  decreases  the  power  that 
the  engine  can  deliver. 

(e)  The  compression  line  ga'  is  generally  below  da  (i)  because 
compression  begins  at  g  with  pressure  below  atmospheric;  (2) 
because  the  physical  properties  {y,  etc.)  of  the  real  mixture  are 
different  from  those  assumed  for  air  (3)  because  the  process  is 
not  adiabatic,  for  there  is  heat  interchange  between  the  gas  and 
the  walls  of  the  piston,  cylinder,  and  head;  and  (4)  because  of 
leakage  past  piston  and  valves.  This  process  is  generally  inter- 
mediate between  an  adiabatic  and  an  isothermal. 

(f)  At  or  near  a'  ignition  occurs,  and  as  it  actually  takes  an 
appreciable  time  for  the  flame  to  spread  throughout  the  mixture, 
and  as  the  piston  does  not  remain  stationary  at  the  end  of  the 
stroke  during  the  complete  process  of  combustion,  the  sloping 
ignition  line  a'b'  results,  instead  of  the  vertical  line  ab  of  the 
ideal  process.  Combustion  is  seldom  complete,  even  when  the 
highest  pressure  is  reached,  hence  heat  is  still  being  added  when 
expansion  starts. 

(g)  The  pressure  does  not  rise  as  high  as  the  ideal  value  b, 
presumably  because  (i)  the  initial  pressure  a'  is  less  than  the 
ideal  at  a;  (2)  the  movement  of  the  piston  increases  the  volume 
during  combustion;  (3)  the  average  specific  heat  of  the  mixture 
is  different  from  that  assumed  for  air  and  increases  as  the  tem- 
perature rises;  (4)  the  surrounding  metallic  walls  absorb  gome 
of  the  heat  generated;  (5)  the  chemical  reactions  accompanying 
combustion  may  result  in  products  occupying  less  volume  than 
the  original  mixture;  (6)  there  may  be  a  certain  amount  of  dis- 
sociation at  the  higher  temperatures;  and  (7)  there  may  be 
leakage  past  the  piston  and  through  the  valves. 

(h)  The  expansion  line  is  at  first  generally  above  an  ideal 
adiabatic  curve  b'l  because  of  "  after  burning,"  or  the  continu- 
ation of  combustion,  which  usually  adds  heat  in  excess  of  that 
absorbed  by  the  metal  walls  and  that  converted  into  external 
work.  Later,  as  the  motion  of  the  piston  continues,  the  relatively 
cotter  cylinder  walls  are  uncovered  and  they  rapidly  absorb  heat 
from  the  gas,  causing  the  expansion  line  to  drop  below  the  adia- 
batic. 
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(i)  During  part  of  the  compression,  and  all  of  the  combustiMi 
and  expansion,  h^ai  is  absorbed  by  the  inclosing  metallic  miUs, 
from  which  part  of  it  is  carried  away  by  the  water  or  air  jacket. 
This  is  a  direct  loss,  but  it  is  necessary  in  order  to  prevent  over- 
heating the  metal. 

(j)  During  the  suction  stroke  the  incoming  gas  receives  heat 
from  the  confining  walls  and  from  the  exhaust  gas  still  remain- 
ing in  the  clearance  space,  until  at  the  end  of  the  stroke  the  gas 
and  inner  surface  of  the  walls  are  probably  at  nearly  the  same 
temperature.  Because  of  the  expansion  of  the  gas  due  to  this 
temperature  (which  is  often  from  700°  to  900"  Fahr.),  and  because 
of  the  reduction  of  pressure  below  atmospheric  during  the  auc- 
tion stroke,  the  weight  of  fresh  mixture  drawn  in  is  reduced,  and 
hence  less  than  the  theoretical  work  per  cycle  is  done  in  a  given 
cylinder. 

200.  Losses  in  tbe  Four-Stroke-Cycle  Engine,  (a)  A  com- 
plete analysis  of  all  the  losses  in  the  cylinder  of  an  internal-com- 
bustion engine  would  be  very  complicated,  and  is  as  yet  unsat- 
isfactory because  of  the  lack  of  experimental  data.  For  the 
purposes  of  this  book,  it  will  serve  to  indicate  the  principal 
sources  of  loss  and  to  treat  them  qualitatively.rather  than  quanti- 
tatively. 

(b)  The  Otto  cycle  effidency  is  from  Eq.  (81) 

It  is  seen  to  be  dependent  only  on  the  compression  ratio  ( Va'/  V,), 
which  the  designer  can  control,  subject  to  practical  considera- 
tions, by  the  selection  of  proper  clearance  volume,  Va-.  Thus 
theoretically,  nothing  is  lost  by  the  low  pressure  or  high  tem- 
perature at  g. 

(c)  Section  199  (j).  however,  showed  that  the  actual  weight 
of  fresh  charge  drawn  into  the  cylinder  during  the  suction  stroke  - 
is  always  less  than  the  theoretical,  and  this  of  course  reduces  the 
power  developed. 

Let  V,'  be  the  volume  corresponding  to  the  actual  weight  of 
gas  drawn  in,  and  V,  be  that  equivalent  to  the  piston  displace- 
ment per  stroke,  both  volumes  being  measured  at  atmospheric 

pressure  and  temperature.     Then  the  ratio  (-p^)  is  called  the 
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volumetric  efficiency.  In  practice  its  value  may  reach  90  per 
cent  in  well-designed  slow-speed  engines,  or  it  may  be  reduced 
by  high  speed  or  incorrect  design  to  50  per  cent  or  less.  Evi- 
dently, in  a  given  engine  the  amount  of  heat  liberated  per 
cycle  depends  on  the  volumetric  efficiency,  and  hence  for  definite 
power  output  a  lower  volumetric  efficiency  makes  necessary  larger 
cylinder  and  greater  cost  of  engine  unless  operated  so  as  to  give 
more  cycles  per  minute. 

(d)  The  effect  of  the  falling  of  the  real  compressioa  line 
below  the  adiabatic,  upon  the  performance  and  efficiency  of  the 
engine,  is  difficult  to  state  in  any  general  way.  Since  the  line 
lies  between  the  isothermal  and  adiabatic,  the  work  done  is 
slightly  less  than  that  which  corresponds  to  an  adiabatic  process, 
and  this  compensates  more  or  less  fully  for  the  loss  of  heat  which 
makes  this  line  fall  below  the  adiabatic,  and  for  the  correspond- 
ing lowering  of  the  efficiency. 

(e)  The  combustion  line  a'b'  represents  the  most  complicated 
process  in  the  cycle  and  is  the  most  difficult  to  investigate,  as 
the  phenomena  take  place  with  comparative  rapidity  and  vary 
with  the  character  of  the  mixture,  the  method  of  ignition,  the 
surface  form  of  the  combustion  space,  etc.  The  real  loss  during 
this  process  cannot  be  accurately  measured  by  comparison  with 
the  ideal  tur  diagram,  but  could  be  determined  by  comparison 
with  a  card  drawn  for  the  working  substance  actually  used  in 
the  real  engine,  considering  specific  heats  variable  and  accounting 
for  any  other  theoretical  modifying  conditions.  As  this  would 
mean  a  different  standard  for  every  fuel,  and  for  every  different 
mixture  of  fuel  and  air,  the  "  air  standard  "  is  retained  for 
simplicity. 

In  considering  the  sloping  combustion  line  a'b',  it  is  again  a 
case  of  balancing  gains  and  losses.  The  piston  movement 
reduces  the  maximum  pressure  and  temperature,  thus  decreasing 
the  heat  lost  to  the  cylinder  walls,  but  this  is  offset  more  or  less 
completely  by  the  larger  surfaces  exposed  while  the  temperature 
is  high.  The  slope  which  will  give  the  highest  efficiency  cannot 
be  predicted,  but  usually  an  inclination  which  will  bring  the  top 
of  the  combustion  line  at  about  2  per  cent  of  the  stroke  seems  to 
give  the  best  results.  The  loss  of  area  between  the  real  and 
theoretical  combustion  lines  is  partly  compensated  by  the  broad- 
ening of  the  top  of  the  diagram.     This  change  in  form  of  the 
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diagram  improves  the  mechanical  operation  of  the  engine  be- 
cause the  pressure  changes  are  less  sudden  and  less  intense. 

(f)  The  ejqMUisioii  line  b'c'  generally  incloses  slightly  more 
area  than  the  adiabatic  b'l  (Fig.  275),  unless  the  engine  is  of 
such  proportions  as  to  expose  excessive  wall  area. 

By  opening  the  exhaust  valve  at  c',  as  in  Fig.  276  (a),  less  area 
of  diagram  is  usually  lost  than  if  the  opening  is  at  the  end  of 


Rg.  376. 
the  stroke,  as  in  Fig.  276  (5);  and  as  less  hot  gas  remains  in  the 
cylinder  the  tendency  to  overheat  the  meta!  walls  is  reduced. 

The  actual  heat  interchanges  during  exhaust  are  problem- 
atical. The  enormous  rush  of  gas  through  the  exhaust  valve 
consumes  heat  which  is  lost  to  the  atmosphere,  but  there  is  a 
.corresponding  gain  due  to  increased  volumetric  efficiency  result- 
ing from  contact  of  the  new  charge  with  cooler  walls. 

Quite  remarkable  success  has  been  achieved  by  engines  in 
which  cold  air  is  blown  through  the  cylinder  during  part  of  the 
exhaust  period.  This  operation  cools  the  walls  and  tends  to 
remove  the  burnt  gases  from  the  clearance  space,  and  hence  the 
charge  drawn  in  is  cooler  and  purer  than  in  the  ordinary  type  of 
engine.  Such  engines  are  known  as  "scavenging  "  or  "positive 
scavenging  "  engines. 

201.  Requirements  for  High  ^fidency  of  Combustion. 
(a)  There  are  two  antagonistic  requirements  for  high  efficiency 
of  combustion:  (i)  The  final  compression  pressure  and  temper- 
ature (at  a'.  Fig.  275)  must  be  high,  since  this  not  only  gives  high 
efficiency  theoretically  (see  Eq.  {80}),  but  also  because  experience 
shows  that  the  charge  is  often  more  readily  ignited  and  burned 
from  high  pressure.  The  limit  is  reached  when  the  pressure  is 
so  high  as  to  cause  "  preignition,"  that  is,  spontaneous  ignition 
of  the  mixture  during  compression.  With  other  things  equal, 
the  greater  the  pressure  and  temperature  at  the  end  of  compres- 
sion, the  higher  will  be  the  final  temperature  at  b'.  (2)  The 
maximum  temperature  attained  (at  the  point  b')  should  be  as  loiv 
as  possible,  because  the  specific  heats  and  loss  of  heat  to  metallic 
walls  increase  rapidly  at  high  temperatures. 
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(b)- These  two  requirements  for  high  actual  efficiency  can  he 
harmonized  in  practice  by  using  a  mixture  with  large  excess  of 
air.  This  may  be  highly  compressed  without  danger  of  preigni- 
tion;  it  burns  rapidly  enough  at  high  pressures  for  satisfactory 
combustion;  and,  because  of  the  excess  of  air  present,  the  final 
temperature  attained  is  comparatively  low. 

Unfortunately,  however,  the  mixture  which  gives  highest 
actual  efficiency  "  on  the  brake "  does  not  give  maximum 
possible  power  from  a  cylinder  of  given  size  operating  at  given 
speed;  thus  there  b  a  tendency  to  operate  engines  with  mixtures 
"  richer  "  in  combustible  than  those  giving  the  highest  efficiency. 

203.  Indicated  Work  and  Power  of  the  Four-Stroke-Cycle 
Engine,  (a)  In  the  diagram  shown  in  Fig,  277,  with  the  "  lower 
loop  "  fghej  considerably  exaggerated,  j, 

the  arrows  indicate  the  directions  in 
which  the  various  lines  are  traced. 

(b)  If  areas  on  a  PV-diagram  sur- 
rounded by  lines  generated  in  one  di- 
rection (here  clockwise)  represent  work 
done  upon  the  [»ston,  or  positive  work,  „. 
then  areas  inclosed  by  lines  of  reverse 
direction  (here  counter-clockwise)  indicate  work  done  by  the 
{»ston  upon  the  working  substance,  or  negative  work. 

Thus  the  work  represented  by  the  upper  area  or  "  loop," 
abcdea,  is  positive;  the  work  corresponding  to  the  "  lower  loop," 
fgkef,  is  negative;  and  the  net  useful  work  on  the  piston  would 
be  represented  by  the  difference  between  these  areas. 

(c)  The  exact  interpretation  of  "indicated  power"  in  the 
case  of  a  four-stroke-cycle  gas  engine  is  still  unsettled.  All 
things  considered,  it  seems  best  to  calculate  i.h.p.  from  the  upper 
loop  alone.  Then  the  difference  between  the  i.h.p.  and  the  d.h.p. 
is  the  work  lost  in  overcoming  both  the  Jluid  Jriction  and  the 
Jriclion  of  the  mechanism. 

The  fluid-friction  loss  is  measured  by  the  area  of  the  lower 
loop;  it  would  equal  zero  with  frictionless  flow.  The  engine-friction 
loss  is  the  difference  between  the  total  friction  loss  and  that  due 
to  fluid  friction ;  it  would  equal  zero  with  a  frictionless  mechanism. 

(d)  The  mechanical  efficiency  is  the  ratio  .  .  -■  As  applied 
to  gas  engines,  it' includes  both  kinds  of  friction  loss  when  the 
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i.h.p.  is  computed  according  to  the  method  just  given.  It  is 
advisable  to  adhere  to  this  method  because  of  the  difficulty  of 
obtaining  the  correct  area  of  the  lower  loop, 
-:^.  203.  The  Two-Stroke-Cycle  Otto  Engine,  (a)  Comparison 
of  single-cylinder  single-acting  Otto  engines  of  the  four-stroke- 
cycle  and  the  two-stroke-cycle  types  shows  that  in  the  former 
there  is  one  power  stroke  out  of  four,  while  in  the  latter  there  is 
one  power  stroke  out  of  two.  Hence  with  the  same  rotative 
speed  and  cylinder  dimensions  the  two-stroke-cycle  engine  theo- 
retically should  give  twice  the  power  of  the  four-stroke-cycle 
engine,  and  should  require  much  less  flywheel  weight  to  main- 
tain the  same  degree  of  uniformity  in  rotative  speed. 

Moreover,  in  the  four  ^stroke-cycle  engine  the  mechanism,  which 
is  designed  for  very  high  pressures,  is  used  half  the  time  for  pump- 
ing gas  at  low  pressure  (while  forming  the  lower  loop  of  the 
diagram).  And  to  make  matters  still  worse,  the  density  of  the 
mixture,  and  therefore  the  weight  of  gas  drawn  in  per  cycle,  is 
reduced  by  heat  received  from  the  hot  cylinder  walls,  and  this 
increases  the  cylinder  size  for  a  given  power  output.  In  the 
two-stroke-cycle  engine,  on  the  other  hand,  a  separate,  specially 
designed  pump,  with  cool  walls,  may  be  used  more  effectively 
for  this  service, 

(b)  The  two-stroke-cycle  engine  is  represented  dif^rammatic- 
ally  in  Fig.  278,     The  pump  cylinder  has   an  inlet  valve  A,  and 


Fig.  ^78. 
a  discharge  valVe  /,  which  latter  also  serves  as  an  inlet  valve 
to  the  power  cylinder.     This  cylinder  has  a  ring  of  ports,  E,  cut 
through  the  walls  at  such  a  [x>int  that  the  piston,  by  uncovering 
them  near  the  end  of  its  stroke,  acts  as  an  exhaust  valve. 
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(c)  Now  imE^ne  the  ideal  ^de  performed  without  mechani- 
cal or  thermal  loss  as  follows:  Consider  the  power  cylinder 
filled  with  mixture  at  atmospheric  pressure,  the  power  piston 
just  covering  the  exhaust  ports  E.  The  first  stroke  is  to  the  left, 
causing  compression  of  the  charge  according  to  the  line  d'a  in 
Fig.  279  (a).  Combustion  produces  the 
line  ab.  Expansion  during  the  second 
stroke  occurs  according  to  the  line  be; 
and  when  the  piston  passes  the  ports,  E, 
exhaust  occurs  according  to  the  line  c'd, 
thus  nearly  completing  the  cycle  in  the 
power  cylinder.  Meanwhile  the  pump 
piston  has  moved  down  and  drawn  in  — 

from  the  reservoir  a  charge  of  mixture 
sufficient  to  hll  the  power  cylinder,  the  theoretical  process  being 
represented  by  ef  in  Fig.  279  (i).  The  valve  A  is  then  closed, 
and  after  the  pressure  in  the  power  cylinder  has  dropped  to 
atmospheric  at  d  in  Fig.  279  (a),  the  valve  /  is  opened  and  the 
pump  piston  is  quickly  raised,  driving  the  mixture  into  the  power 
cylinder,  according  to  the  theoretical  line  fe.  While  this  is  occur- 
ring the  power  {»ston  moves  from  d  to  d'. 

In  the  ideal  case  the  charge  entering  the  power  cylinder  will 
drive  the  remaining  exhaust  gases  out  through  the  ports  as  it 
moves  down  the  length  of  the  cylinder  in  a  solid  column,  and 
arrive  at  the  exhaust  ports  just  as  the  returning  power  piston 
covers  them.  The  power  cylinder  is  thus  charged  with  a  com- 
bustible mixture,  with  volume  as  shown  at  d',  at  atmospheric 
pressure,  and  with  the  conditions  assumed  at  starting. 

The  theoretical  pumping  work,  represented  by  the  area  uitder 
ef  minus  the  area  under  fe,  is  zero,  as  in  the  case  of  the  ideal 
four-stroke  cycle.  In  the  power  cylinder  the  Otto  cycle  is 
followed  except  at  the  end  cdd',  which  is  modified  for  practical 


(d)  The  differences  between  the  actual-work  diagram  and 
the  ideal  Otto  cycle  are  quite  similar  to  those  occurring  in  the 
four-stroke-cycle  engine,  and  arise  largely  from  the  same  causes. 

The  pump  does  not  actually  operate  in  the  ideal  manner.  It 
is  usually  driven  from  a  crank  on  the  engine  shaft,  and  in  con- 
sequence the  gas  must  be  pumped  to  some  intermediate  reservoir, 
where  it  must  be  maintained  at  a  pressure  of  from  0.5  to  7  pounds 
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above  atmospheric  in  order  to  fill  the  power  cylinder  in  the 
short  time  available  after  the  inlet  valve  opens.  Energy  is  not 
only  lost  in  overcoming  the  pump  friction  and  resistance  to  flow, 
but  is  also  expended  in  compressing  the  mixture  in  the  pump 
cylinder.  The  work  done  on  the  gas  is  shown  by  the  area  of 
the  actual  pump  card. 

Because  of  its  great  velocity,  the  entering  charge  generally 
mixes  more  or  less  with  the  burnt  gases,  and  some  portion  usu- 
ally escapes  through  the  exhaust  ports  before  they  are  covered. 

Although  theoretically  the  two-stroke-cycle  engine  would 
develop  twice  the  power  given  by  a  four-stroke-cycle  engine  of 
the  same  size  and  r.p.m.,  the  actual  ratio  is  usually  from  1.4  to 
1.6,  owing  to  the  losses  due  to  the  method  of  operation. 


(e)  In  some  two-stroke-cycle  engines  the  power  cylinder  is 
first  scavenged  by  admitting  air  under  pressure  ahead  of  the 
mixture  so  thai  none  of  the  fresh  charge  escapes  with  the  ex- 
haust. The  saving  thus  effected  is,  however,  offset  more  or  less 
completely  by  the  necessity  of  using  two  pumps  instead  of  one, 
with  increased  complexity  and  greater  expenditure  of  energy 
in  pumping.  One  engine  of  this  type  is  shown  semi-diagrara- 
matically  in  Fig.  280  and  is  known  as  the  Koerting  design. 

In  some  single-acting  engines  operating  on  the  two-stroke 
cycle,  the  mixture  is  first   admitted  to  the  crank  case,  as  in 
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Fig-  281  (a),  where  it  is  compressed  by  the  under  side  of  the  piston 

acting  as  a  pump  during  the  down  stroke.     The  opening  of 

separate  inlet  and  exhaust  valves 

is  replaced  by  the  uncovering  of 

the  inlet  and  exhaust  ports  by  the 

piston  when  near  the  end  of  its 

stroke,  as  shown  in  Fig.  281  (6). 

The  fresh  charge  entering  through 

the  inlet  port  is  so  baffled  as  to 

assist  in  driving  the  burnt  gases 

toward  the  exhaust  port. 

204.     The     Diesel     Engine.  Fig.  jgi. 

(a)  Engines  commercially  known 

by  this  name  operate  approximately  on  the  cycle  discussed  in 
Section  58,  and  shown  in  Fig.  29.  The  real  cycle  may  be  com- 
pleted in  either  two  or  in  four  strokes. 

(b)  The  mechanical  operations  within  the  power  cylinder  of 
the  real  engines  are  very  similar  to  those  of  the  Otto  engine. 
With  four-stroke  operation  the  suction  stroke  chur^es  the  cylinder 
with  air,  which  on  the  return  stroke  is  compressed  into  a  clear- 
ance volume  so  small  that  the  terminal 
pressure  is  very  high,  equal  to  400  to 
500,  or  more,  pounds  per  square  inch, 
with  correspondingly  high  temperature. 
Just  before,  or  when,  the  piston  reaches 
the  end  of  the  compression  stroke,  a 
small  quantity  of  finely  atomized  liquid 
fuel  is  blown  into  the  clearance  apace 
by  means  of  air  at  very  high  pressure. 
'^' '  ^'  The  fuel   immediately  ignites,  due  to 

the  high  temperature  of  the  air  that  was  compressed  in  the 
clearance  space  by  the  engine  piston.  The  combustion  which 
ensues  continues  a  litUe  longer  than  the  period  of  injection.  As 
the  moving  piston  increases  the  volume  a  little  faster  than  the 
gas  tends  to  expand  under  the  action  of  the  heat  developed,  and 
as  heat  is  lost  in  the  cylinder  walls,  the  upper  line  of  the 
card  slopes  slightly,  as  in  Fig.  282.  In  this  figure  the  ideal  and 
real  diagrams  are  shown  superimposed,  with  the  lower  loop 
exaggerated. 
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(c)  Within  the  past  few  years  several  designs  of  two-stroke- 
cycle  engines  operating  on  this  cycle  have  been  made,  and  some 
of  these  give  considerable  promise  of  success. 

205-  Modifications  to  Suit  Different  Fuels.  Theoretically, 
the  internal  combustion  engines  just  discussed  can  use  any  fuel 
that  can  be  introduced  as  gas  or  vapor  (or  even  as  finely  divided 
solid)  in  a  combustible  mixture.  In  practice  the  fuels  used  are 
the  combustible  commercial  gases,  petroleum  products,  the  by- 
product tars  from  gas  works  and  such,  and  alcohol.  It  is  gen- 
erally necessary  to  make  the  design  of  some  parts  of  the  engines 
and  auxiliaries  sp>ecial  for  each  different  fuel,  and  as  a  result 
commercial  enpnes  are  often  named  after  the  fuel  used;  thus 
there  are  "  producer-gas  engines,"  "gasoline  engines,"  "kerosene 
engines,"  etc.  The  chief  differences  between  types  are  given  in 
the  following  sections. 

206.  Compression  and  Maztmum  Pressures,  (a)  In  prac- 
tice one  of  the  most  important  considerations  is  the  final  com- 
pression pressure.  In  theory  the  thermal  efficiency  will  increase 
with  the  final  compression  pressure,  and  within  limits  this  is 
true  in  the  real  engines  (see  Section  219), 

It  is  found,  however,  that  compression  above  certain  limiting 
pressures  causes  spontaneous  ignition,  or  preignition,  which  tends 
to  stop  the  engine. 

With  some  fuels  the  spontaneous-ignition  temperature  and 
pressure  are  so  .high  that  the  compression  limit  is  not  set  by 
preignition,  but  by  commercial  considerations.  Thus,  with  very 
high  compression  the  "  up-keep  "  may  exceed  the  gain  due  to 
increased  thermal  efficiency.  For  example,  engines  using  blast- 
furnace gas  usually  compress  only  to  about  175  pounds  gauge, 
or  even  less,  although  the  preignition  pressure  is  much  higher, 
and  the  thermal  efficiency  of  engines  compressing  to  200  pounds 
has  been  shown  to  be  better, 

(b)  The  usual  compression  pressures  (terminal)  in  the  differ- 
ent types  of  engines  as  now  designed  are  given  in  TaWe  XI. 
This  shows  that  the  lowest  compression  pressures  are  used  with 
the  fuels  high  in  hydrocarbons,  while  high  pressures  are  used 
with  fuels  low  in  these  constituents. 

High  compression  increases  the  thermal  efficiency,  not  only 
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because  it  improves  the  theoretical  cycle,  but  also  because  it  aids 
ignition  and  makes  combustion  more  rapid.  This  is  particularly 
true  with  the  weaker  fuels,  like  blast-furnace  gas. 

TABLE  XI.  — COMMON  COMPRESSION  PRESSURES. 


Pud. 

^'a^^' 

Pud. 

Atm«, 

Kerosene 

SO  to     7S 
60  to     75 
70  to    90 
100  to  us 

uo  to   150 
140  to  17s 
140  to  180 

Blast-furnace  gas 

Alcohol 

Illuminating  gas 

Natural  gas 

(c)  In  theory,  with  other  things  equal,  the  greater  the  calorific 
value  of  a  charge  and  the  higher  the  temperature  before  igni- 
tion, the  higher  will  be  the  maximum  temperature  and  pressure 
attained  by  the  combustion.  In  practice  this  is  modified  by 
the  considerations  brought  out  in  preceding  sections  of  this 
chapter. 

In  general,  engines  in  which  the  maximum  pressure  is  high 
because  of  rich  mixtures  and  high  compression  must  be  stronger 
and  heavier  than  those  using  "weak"  mixtures  and  low  com- 
pressions. 
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CHAPTER   XXV. 
intqufai^oubdstion  enginbs  (£mi.). 
Mechanical  Features. 
-307.   Cylinder  Airangement     (a)  In  the  theoretical  discus- 
sion of    preceding  chapters,  only  single-cylinder,  single-acting 
engines  were  considered.     In  practice  there  are  three  principal 
reasons   for   making   "  vtulH-cylinder   units "   and    for   maldi^ 
"  double-acting  engines."    These  are: 

(1)  The  turning  effort  at  the  shaft  of  an  internal-combustion 
engine  with  one  single-acting  cylinder  is  very  uneven.  This 
can  be  partly  counteracted  by  the  use  of  a  very  heavy  flywheel, 
but  this  is  objectionable  for  several  reasons.  As  a  result,  both 
multi-cylinder  and  double-acting  constructions  are  used  to  give 
overlapping  cycles  and  therefore  more  even  turning  efforts, 

(2)  The  power  which  can  be  obtained  from  a  given  cylinder 
depends  upon  the  quantity  of  heat  which  can  be  liberated  in 
that  cylinder  by  combustion.  This,  in  turn,  depends  upon  the 
volume  of  mixture  which  can  be  contained  in  the  cylinder,  and 
hence  upon  the  cylinder  dimensions.  Experience  has  shown 
that  a  cylinder  diameter  of  from  42  to  45  inches  is  about  as  lai^ 
as  is  commercially  advisable  with  present  methods  of  construc- 
tion and  with  the  materials  now  in  use.  As  the  length  of  the 
cylinder  cannot  be  increased  without  limit,  it  results  that  the 
tnaximum  power  that  can  be  obtained  per  cylinder  is  limited. 

A  single-acting  cylinder  can  be  constructed  to  develop  from 
500  to  700  horse  power,  and  when  larger  powers  are  required  per 
unit,  double-acting  or  multi-cylinder  constructions  must  be  used. 

(3}  Because  of  the  high  pressure  generated  in  gas-engine 
cylinders,  the  forces  transmitted  by  the  moving  parts  of  the 
engine  are  very  lai^e,  and  these  parts  must  be  made  correspond- 
ingly large.  With  the  single-cylinder  construction,  the  unbal- 
anced forces  are  of  great  magnitude.  These  can  be  decreased 
by  a  proper  arrangement  of  several  cylinders. 
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(b)  The  attainment  of  a  more  even  turning  effort  than  is 
possible  with  a  single  cylinder  is  of  such  great  importance  that 
very  few  single-cylinder  engines  are  now  built  in  sizes  above 
50  horse  power,  and  they  are  seldom  used  in  sizes  above  about 
25  to  30  horse  power  excepting  for  work  where  close  regulation 
is  not  very  important. 

An  idea  of  the  handicap  under  which  internal  combustion 
labors  in  this  respect  can  best  be  obtained  by  a  comparison  with 
a  single-cylinder  double-acting  steam  engine.  To  produce  as 
many  impulses  in  a  given  time  as  an  engine  of  this  type,  a  single- 
acting  four-stroke-cycle  engine,  running  at  the  same  speed,  would 
require  four  cylinders;  if  double-acting,  two  cylinders  would  be 
needed.  The  two-stroke  cycle  construction  gives  the  same  num- 
ber of  Impulses  as  does  a  steam  engine  of  the  same  type,  i.e., 
single-  or  double-acting. 

The  double-acting,  internal-combustion  engine,  however,  offers 
more  difficulties  in  construction  and  operation  than  does  a 
similar  steam  engine.  The  piston  and  piston  rod  must  be  water- 
cooled  in  order  to  prevent  overheating,  and  the  maintenance 
of  a  tight  piston-rod  packing  is  more  difficult  with  hot  gases  than 
with  steam. 

208.  Classiflcation.  (a)  Like  steam  engines,  the  internal- 
combustion  engines  are  classified  in  a  number  of  ways.  The 
principal  designations,  and  a  brief  discussion  of  each,  are  given 
in  the  following  paragraphs.  Such  things  as  center-crank  and 
side-crank  construction,  and  right-  and  left-hand  arrangement  are 
common  to  all  kinds  of  engines  and  need  not  be  further  considered. 

(b)  Interna  I- combustion  engines  are  made  both  vertical  and 
horizontal.  For  sizes  up  to  about  500  to  700  horse  power  either 
construction  is  used,  each  having  certain  advantages  and  certain 
disadvantages.  Above  700  horse-power  commercial  economy 
generally  dictates  double-acting  cylinders.  Very  few  vertical 
engines  have  been  built  double-acting,  as  there  is  considerable 
difficulty  in  accommodating  the  valves  for  the  lower  cylinder  end 
in  this  construction,  hence  the  larger  powers  are  nearly  always 
supplied  by  horizontal  engines.  The  vertical  engine  has  the 
advantage  of  occupying  much  less  floor  space  than  the  hori- 
zontal and  can  be  mounted  on  a  less  massive  foundation.  It 
is  generally  operated  at  a  higher  speed,  particularly  in  the  larger 
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sizes,  and  is  usually  built  with  an  inclosed  crank  case  so  that 
lubrication  can  be  somewhat  simplified. 

(c)  The  cylinders  of  multi-cylin- 
der vertical  engines  are  practically 
always  arranged  side  by  side  and 
as  close  to  one  another  as  possible. 
These  engines  are  designated  as 
two-cylinder  vertical,  three-cylinder 
vertical,  etc.  A  three-cylinder 
vertical  engine  is  shown  in  Figs. 
283  and  284.  With  horizontal 
Pj^  ^g  engines,     however,    the    cylinders 

are  often  widely  separated,  giving 
what   is   called   a   tmn   engine. 

It  is  also  very  common  practice  to  place  two  horizontal  cylin- 
ders with  their  axes  coinciding. 
When  so  arranged,  the  engine 
is  called  a  tandem.  A  com- 
bination known  as  a  twin- 
tandem  double-acting  is  shown 
in  Fig.  285. 

(d)  Internal-combustion  en- 
gines are  sometimes  classified 
according  to  the  use  to  which 
they  are  put.  Thus  there  are 
stationary  engines,  stationary 
electric  lighting  engines,  marine 
engines,  automobile  engines, 
etc.  From  this  classification 
has  sprung  another,  an  engine 
of  one  type  being  designated 
by  its  type  name,  even  when 
used  for  a  different  purpose. 
There  are  thus  "  auto-type 
marine  engines  "  and  "  marine- 
type  stationary  engines." 

(e)  Since    certain    modifica-  „ 
tions,  or  different  fittings,  are 

necessary  with  different  fuels,  internal -combustion  engines  are 
sometimes  classified  according  to  the  fuel  which  they  are  intended 
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to  use.     Thus  there  are  kerosene  engines,  gasoline  engiines,  illumi- 
nating-gas engines,  producer-gas  engines,  etc. 

(f)  These  engines  are  also  occasionally  classified  on  the  basis 
of  the  type  of  governing  used  (see  sec.  212).  Thus  there  are  hit- 
and-miss  engines,  throttling  engines,  etc. 


Fig.  185. 

2og.  Methods  of  Producing  Combustible  Mixtures,  (a)  With 
fuels  initially  gaseous,  a  "  miring  valve  "  is  generally  used  to 
control  the  proportions  of  fuel  and  air,  the  two  gases  being  made 
to  mix  intimately  either  before  or  during  entrance  to  the  cylinder. 
This  mixing  valve  may  be  incorporated  with  the  inlet  valve  or 
it  may  be  separate  and  at  some  distance  from  it.  Examples  of 
both  types  are  given  later. 

(b)  Fuels  initially  liquid  must  either  be  atomized  or  vaporized 
and  mixed  with  air  to  support  combustion.  With  the  more 
volatile  liquid  fuels,  such  as  gasoline  and  alcohol,  the  process 
generally  takes  place  outside  of  the  engine  cylinder  in  a  "  carbu- 
retor " ;  the  mixture  then  passes  to  the  cylinder  as  in  the  case  of 
fuel  initially  gaseous.  With  the  less  volatile  liquid  fuels,  like 
kerosene  or  crude  oil,  vaporization  and  mixing  are  more  difficult, 
and  generally  take  place  within  the  engine  cylinder,  the  fuel 
being  sprayed  in  either  by  pump  or  air  pressure  and  being 
vaporized  by  heat  from  hot  walls  or  gas.  Examples  of  such 
devices  are  given  later. 

210.  Carburetors,  (a)  When  an  engine  uses  a  volatile  liquid 
fuel,  like  gasoline  or  alcohol,  it  is  customary  to  mix  the  fuel  vapor 
and  air  outside  of  the  cylinder  in  a  carburetor,  in  which  air, 
which  may  or  may  not  be  previously  heated,  is  brought  into 
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intimate  contact  with  the  liquid  and  becomes  charged  with  the 
vapor. 

(b)  A  great  variety  of  types  of  carburetors  has  been  per- 
fected and  used.  Thus  there  are  bubbling  carburetors,  in  which 
some  or  all  of  the  air  is  made  to  pass  or  bubble  through  the 
volatile  liquid,  on  its  way  to  the  engine.  There  are  surface 
carburetors,  in  which  the  volatile  liquid  is  spread  over  screens, 
marbles,  or  anything  else  which  will  give  a  large  wetted  surface 
over  which  the  air  may  be  drawn.  Wick  carburetors  have  also 
been  used.  In  these  the  liquid  is  drawn  up  into  wicks  by  capil- 
lary action,  and  the  air  passii^  over  the  surface  of  the  wicks 
vaporizes  part  of  the  exposed  liquid. 

(c)  Practically  the  only  type  now  used  in  this  country  is  the 
jet  carburetor.  This  apparatus  ia  made  in  many  forms,  but  the 
fundamental  principle  of  all  is  the  same.  A  fine  jet  of  gasoline 
is  injected  into  the  air  pipe  and  generally  only  during  the  suction 
stroke.  The  impelling  force  is  usually  either  the  pressure  due  to 
a  slight  head  of  gasoline  or  the  difference  between  suction  pres- 
sure and  atmospheric  pressure,  or  this  difference  augmented  by 
the  suction  effect  of  rapidly  moving  air  upon  a  nozzle  immersed 
in  it. 

(d)  One  of  the  most  common  types  of  jet  carburetor,  known  as 
a  carbureting  valve,  is  shown  in  Fig.  286.  The  valve  is  some- 
times the  inlet  valve  of  the 
cylinder,  but  more  often  it  is  a 
separate  valve  through  which 
air  is  admitted  to  the  mixture 
pipe  leading  to  the  main  inlet 
valve.  A  small  hole  is  drilled 
in  the  seat  of  the  carbureting 
valve  in  such  a  position  that  it 

Fig.  386.  's   closed   when    the   latter   is 

seated.  VVhen  the  valve  rises 
(automatically)  to  admit  air  to  the  engine,  the  liquid  under  slight 
pressure  issues  from  the  hole  in  a  very  small  stream,  which  mixes 
with  the  air  and  is  partly  or  wholly  vaporized  before  the  mixture 
enters  the  cylinder, 

(e)  Another  form  of  jet  carburetor  is  shown  in  Fig.  287.  The 
liquid  is  maintained  at  such  a  height  that  its  surface  almost 
reaches  the  tip  of  the  spray  or  injection  nozzle  when  quiescent. 
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The  air  passing  around  this  nozzle  on  its  way  to  the  engine  creates 
a  partial  vacuum  at  the  nozzle,  which  vacuum  augments  the 
lowering  of  the  pressure  caused  by  suction  in  the  engine.  The 
air  pressure  on  the  surface  of  the  liquid  in  the  small  tank  then 
forces  a  fine  jet  out  of  the  nozzle,  and  this  is  picked  up  by  the 
surrounding  air.  The  throat,  or  Venturi  tube,  increases  the 
velocity  of  the  air  flowing  through  it,  which  materially  assists  in 
picking  up  and  carrying  the  liquid  during  vaporization.  This 
type  is  commonly  used  on  stationary  engines;  the  liquid  level 
being  maintained  by  a  direct-connected  pump  and  overflow  as 
shown. 


Fig.  387.  Fig,  288. 


(f)  In  Fig.  288  is  shown  a  type  of  float-feed  carburetor.  This 
is  similar  in  action  to  that  last  described,  the  principal  difference 
being  the  float  for  maintaining  the  proper  liquid  level.  This 
operates  by  opening  and  closing  the  small  valve  shown  as  the 
liquid  level  sinks  and  rises,  the  liquid  being  supplied  to  this 
valve  under  pressure. 

This  type  of  carburetor  is  most  common  on  automobile  and 
marine  engines,  the  central  float,  which  maintains  approximately 
the  correct  level  despite  tipping  of  the  carburetor,  and  the 
compact  structure  both  recommending  it  for  such  purposes. 

(g)  When  an  engine  is  run  at  widely  varying  speeds,  it  is  a  very 
difficult  matter  to  adjust  a  carburetor  of  the  type  last  shown  to 
give  a  suitable  mixture  under  all  conditions.  If  the  mixture  is 
correct  at  low  speeds,  it  is  apt  to  be  too  rich  at  high  speeds. 
This  is  overcome  by  introducing  an  auxiliary  air  valve  between 
the  spray  nozzle  and  the  engine  This  valve,  operating  auto- 
matically or  under  hand  control,  admits  air,  which,  combining 
with  the  over-rich  mixture,  forms  one  of  correct  proportions. 
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Similar  devices  are  sometimes  necessary  with  the  carburetor 
used  on  engines  which  run  at  a  constant  speed,  being  used  to 
make  the  adjustment  of  the  carburetor  easier  or  more  certain. 

211.  Treatment  of  Heavy  Oils,  (a)  The  use  of  fuels  like 
kerosene,  distillate,  crude  oil,  and  such,  presents  greater  difficulty 
than  the  utilization  of  gasoline  or  alcohol.  Kerosene  can  be 
handled  more  or  less  satisfactorily  with  carburetors  similar  to 
those  described,  but,  being  less  volatile  than  gasoline,  the  action 


Fig.  *89. 

is  not  so  perfect.  It  is  generally  necessary  to  preheat  the  air 
and  to  jacket  the  mixture  pipe  with  hot  jacket  water,  or  with 
exhaust  gases.  Even  with  these  additions,  it  is  often  found 
difficult  to  operate  satisfactorily,  and  most  carbureting  kerosene 
engines  are  arranged  to  spray  water  into  the  cylinder  or  to  satu- 
rate the  mixture  with  water  vapor  on  its  way  to  the  cylinder, 
particularly  when  running  under  heavy  loads.  Just  what  the 
action  of  the  water  vapor  may  be  is  still  undetermined,  but  it 
seems  to  give  more  certain,  quieter,  and  cleaner  combustion. 

(b)  Many  kerosene  and  other  oil  engines  operate  on  what 
is  known  as  the  hot-bulb  or  hot-head  principle.  An  engine  of  this 
type  is  shown  in  Fig.  289. 

The  oil  is  injected  into  the  hot  bulb  during  the  suction  or  com- 
pression strokes  and  is  there  vaporized  by  the  hot  walls.     Air 
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is  compressed  into  the  bulb  during  the  compression  stroke  of  the 
engine,  and,  when  the  mixture  acquires  the  proper  proportions, 
spontaneous  ignition  takes  place.  The  bu)b  is  heated  to  redness 
by  a  blow-torch  before  starting  the  engine,  and  thereafter  is  main- 
tained at  the  proper  temperature  by  the  heat  generated  during 
combustion. 

There  is  always  a  certain  amount  of  carbon  or  lampblack 
deposited  within  the  hot  bulb  by  the  "  cracking  "  of  the  oil 
molecules  during  vaporization,  and  it  is  therefore  necessary  to 
clean  the  bulb  periodically. 

(c)  Practically  the  only  other  distinct  method  of  using  the 
heavier  oil  fuels  in  internal-combustion  engines  is  that  exemplified 
in  the  Diesel  oil  engine  described  in  Section  204.  This  gives  by 
far  the  most  perfect  combustion  with  the  heavier  fuels,  but  is  open 
to  criticism  because  of  the  high  pressures  involved. 

(d)  To  overcome  this  difficulty,  engines  are  now  being  built 
which  may  be  considered  a  compromise  between  the  hot-bulb 
and  the  Diesel  types.  The  pressures  are  lower,  but  the  hot  bulb 
insures  successful  ignition  and  combustion.  These  engines  are 
proving  highly  economical  in  the  use  of  fuel,  and  can  be  kept  in 
good  mechanical  condition  with  greater  ease  than  can  the  high- 
pressure  Diesel  engine. 

213.  Methods'  of  Governing  Intemal-CombuBtion  Engines.  - 
(a)  Stationary  engines  are  generally  mechanically  regulated  to 
maintain  approximately  constant  speed  of  rotation.  Automobile 
and  marine  engines  are  commonly  hand-governed,  although  they 
are  sometimes  fitted  with  a  limit  governor  to  prevent  over- 
speeding,  or  "racing." 

(b)  In  order  to  govern  or  regulate  an  engine,  the  i.h,p.  must 
be  varied  to  suit  the  demand,  as  shown  in  Section  134.  There 
are  three  available  methods  of  doing  this:  (1)  The  amount  of 
energy  made  available  per  cycle  may  remain  constant,  but  the 
number  of  cycles  per  unit  of  time  may  be  changed;  (2)  the  num- 
ber of  cycles  may  remain  constant  and  the  amount  of  enei^y 
made  available  per  cycle  may  be  varied ;  and  {3)  a  combination 
of  the  two  preceding  may  be  used. 

(c)  In  general,  there  are  four  different  ways  of  applying. these 
methods.  They  are  called;  (l)  hit-and-miss  governing,  {2)  quan- 
tity governing,  (3)  quality  governing,  and  (4)  combination  sys- 
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tems.  These  are  each  considered  in  detail  in  the  follomng 
paragraphs. 

(d)  In  hit-and-miss  gOTeming,  the  number  of  working  cycles 
per  unit  of  time  is  varied  so  as  to  adjust  the  average  i.h.p.  to 
the  demand  for  power.  With  this  system,  some  part  of  the 
mechanism  for  opening  the  inlet  valve  is  under  the  control  of 
the  governor,  so  that  when  a  "  working  cycle  "  is  to  occur  it  hits 
another  part  and  opens  the  valve,  but  when  the  cycle  is  to  be 
omitted  it  misses  engagement  and  the  valve  remains  closed. 
When  a  miss  occurs,  not  only  does  the  inlet  valve  remain  closed, 
but  the  exhaust  valve  is  usually  held  open,  so  that,  during  the 
strokes  corresponding  to  the  ordinary  cycle,  the  piston  pumps 
exhaust  gas  into  and  out  of  the  exhaust  pipe  without  waste  of 
enei^,  except  for  the  slight  friction  and  heat  loss. 

In  some  engines,  when  the  working  cycle  is  to  be  omitted,  a 
fuel  valve,  which  is  separate,  is  held  closed  while  the  inlet  and 
exhaust  valves  act  as  usual;  thus  the  piston  draws  in  a  charge 
of  pure  air,  which  it  compresses,  expands,  and  exhausts.  This 
method  is  generally  considered  less  satisfactory  than  the  former, 
because  of  the  cooling  effect  on  the  cylinder  walls. 

With  hit-and-miss  governing  all  working  cycles  are  theoreti- 
cally exactly  alike,  and  are  equal  to  the  maximum  for  the 
particular  engine.  As  all  types  of  internal-combustion  engines 
show  greatest  thermal  efficiency  when  developing  normal  cycles 
of  about  maximum  power,  this  method  of  governing  has  the  theo- 
retical advantage  of  giving  high  thermal  efficiencies  at  all  loads. 
The  cycles  actually  produced,  however,  are  not  all  alike,  because 
of  irregular  cooling  and  heating  effects,  the  varying  mixtures 
resulting  from  intermittent  operation,  etc.  The  veuiations 
become  more  marked  with  increase  of  the  number  of  misses,  and 
the  method  therefore  gives  lower  efficiencies  at  light  loads  than 
would  be  expected.  In  general,  however,  it  is  the  most  economi- 
cal  method  of  governing  yet  devised.  As  considerable  intervals 
of  time  may  intervene  between  "working"  cycles,  a  very  heavy 
flywheel  is  needed  on  engines  governed  by  this  method. 

Hit-and-miss  governing  is  very  satisfactory  for  engines  where 
close  speed  regulation  is  not  necessary,  and  is  commonly  used 
on  the  smaller  sizes,  say  up  to  25  or  50  horse  power.  Where 
close  regulation  is  required,  as  for  the  operation  of  alternators 
in  parallel,  it  is  practically  never  used. 
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(e)  In  quantity  governing,  the  number  of  cycles  and  the  pro- 
portions of  the  mixture  are  maintained  constant,  but  the  amount 
of  mixture  admitted  per  cycle  is  varied  to  suit  the  power  demand. 
This  is  generally  done  in  one  of  two  ways,  —  by  "cut-off  gov- 
erning," or  by  "  throttling  governing." 

In  cut-off  gOTeming,  after  the  amount  of  mixture  necessary  to 
produce  the  required  power  has  been  taken  in,  the  inlet  valve 
is  closed,  and  the  charge  expanded  as  the  out  stroke,  or  suction 
stroke,  continues.  The  cycle  is  then  completed  as  usual,  produc- 
ing under  low  load  a  digram  like  that  of  Fig.  290,  in  which  the 
lower  loop  is  exf^gerated  for  clearness. 


Fig-  290-  Fig,  191. 

In  throttling  governing,  except  at  the  maximum  load,  the 
charge  is  throttled  during  the  entire  suction  stroke  to  reduce 
the  amount  of  mixture  entering  the  cylinder.  This  gives  a  dia- 
gram like  Fig.  291,  in  which  the  lower  loop  is  again  exaggerated. 

In  both  of  these  methods  of  governing,  the  reduction  in  quan- 
tity of  mixture  with  decrease  in  load  is  accompanied  by  a  lower- 
ing of  the  compression  curve.  If  not  carried  too  far,  this  is 
desirable  from  a  mechanical  standpoint,  as  it  tends  to  produce 
more  uniform  turning  effort,  and  reduces  the  necessary  weight 
of  flywheel. 

Of  the  two  methods  the  cut-off  is  the  better  because  it  gives 
a  smaller  lower  loop  and  less  lost  work.  It  also  has  the  advan- 
ti^e  that  the  governor  action  is  delayed  to  the  latest  possible 
instant  in  the  cycle,  and  hence  each  working  cycle  more  nearly 
meets  the  power  demand. 

(f)  In  quaKty  governing  the  number  of  cycles  and  quantity  of 
material  per  cycle  are  maintained  constant,  biit  the  proportion 
of  gas  to  air,  or  quality  of  the  mixture,  is  varied,  so  that  the 
power  developed  in  the  cylinder  just  meets  the  power  demand. 

Since  the  same  volume  of  mixture  is  drawn  in  each  cycle  and 
is  compressed  to  the  same  pressure,  the  efficiency  is  theoretically 
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constant  at  all  loads.  In  practice,  however,  each  fuel  has  an 
air-to-gas  ratio  that  gives  best  results;  thus  it  follows  that  this 
method  of  regulation  gives  maximum  efficiency  only  at  one 
particular  load.  With  some  fuels  it  is  exceedingly  difficult  to 
obtain  satisfactory  ignition  of  the  very  "  weak  "  mixtures  intro- 
duced at  low  loads,  and  such 
mixtures  also  burn  very  slowly, 
the  combustion  continuing  in 
extreme  cases  throughout  the 
entire  expansion  stroke. 

A  group  of  indicator  diagrams 

Fig.  igt.  from  a  quality-governed  engine 

:-  is  given  in  Fig.  292,     The  slow 

turning  of  the  weak  charges  is  shown  by  the  gradual  tilting  of 

the  combustion  line  as  the  load  decreases. 

The  constant  compression  pressure  has  an  undesirable  effect 
on  the  crank  effort  (see  (e)  of  this  section),  as  the  m.e.p.  of  the 
compression  line  does  not  change  with  the  m.e.p.  of  the  expansion 
line. 

(g)  Combined  systems  are  sometimes  used  in  an  effort  to 
obtain  the  advantages  of  the  different  methods  previously 
described  with  as  few  as  possible  of  their  disadvant^es.  Thus 
hit-and-miss  governing  may  be  used  at  low  loads  and  quality 
governing  at  the  higher  loads  which  call  for  sufficient  gas  to 
make  a  readily  ignitable  mixture.  Or  quality  governing  may  be 
used  at  the  higher  loads,  gradually  merging  into  quantity  govern- 
ing as  the  load  decreases. 

All  these  combinations  tend  to  complicate  the  valve  gear  and 
call  for  more  or  less  sensitive  and  intricate  adjustments.  They 
are,  therefore,  commercially  handicapped,  though  theoretically 
desirable. 

(h)  As  the  form  and  area  of  the  card  may  be  changed  by 
altering  the  lime  0/  ignition,  this  might  be  used  for  governing. 
It  is  actually  used  for  that  purpose  to  a  certain  extent  in  marine 
and  auto  engines.  Since  there  is  some  best  time  of  ignition  for 
each  mixture  in  each  engine  running  at  each  speed,  it  is  generally 
better  to  change  the  time  of  ignition  to  suit  the  conditions 
brought  about  by  governing  rather  than  govern  by  changing  the 
time  of  ignition. 

In  some  combination  systems  an  ignition  timing  device  under 
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control  of  the  governor  has  been  incorporated,  but  it  has  gener- 
ally been  found  more  satisfactory  to  trust  to  hand  timing,  ' 

213.  Gas  Valves,  Mixing  Valves,  etc.  (a)  When  gas  is  sup- 
plied an  engine  under  pressure,  as  is  generally  the  case  in  all 
except  "  suction  gas-producer  "  plants  (see  Fig.  5),  a  gas  valve  of 
some  sort  is  necessary  to  shut  off  the  gas  supply  during  all  but 
the  suction  stroke  of  the  engine. 

(b)  This  valve  may  be  combined  with  the  inlet  valve  of  the 
engine,  giving  the  arrangement  shown  diagram matically  in 
Fig.  293.  The  air  and  gas  cocks  shown  are  used  for  proportion- 
ing the  mixture  by  hand,  and  the  gas  cock  is  also  used  as  a 
permanent  shut-ofT  valve.  Such  an  arrangement  can  be  used 
with  hit-and-miss  or  with  quantity  governing,  but  is  obviously 
unsuited  for  quality  governing  because  of  the  hand  regulation 
of  the  proportions. 


Kg.  294. 

(c)  The  gas  valve  is  more  commonly  a  separate  valve,  although 
it  may  be  carried  loosely  on  the  same  stem  as  the  inlet  valve, 
as  a  in  Fig.  294.  When  thus  made  separate  from  the  inl,et  valve, 
it  can  be  put  under  governor  control,  so  that  any  kind  of  govern- 
ing can  be  adopted,  at  the  option  of  the  designer.  In  all  cases 
it  is  common  practice  to  supply  gas  and  air  cocks  or  their  equiva- 
lent so  that  the  proportions  of  the  mixture  can  be  roughly  regu- 
lated by  hand  and  so  that  the  gas  can  be  permanently  shut  off 
from  the  engine. 

(d)  The  terms  mixing  valve  and  proportioning  valve  are  used 
rather  loosely  to  designate  anything  which  has  to  do  with  the 
mixing  of  air  with  gas  already  measured  out,  or  with  the  measur- 
ing and  mixing  of  the  constituents  of  the  charge.     In  the  strictest 
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sense  a  proportioning  valve,  and  to  a  certain  extent  a  tnixii^ 
v^ve,  precedes  the  inlet  valve,  measures  the  combustible  part 
of  the  charge,  and  mixes  it  with  the  air.  A  gas 'valve  under 
governor  control,  combined  with  surfaces,  or  passages,  which  will 
mix  the  gas  with  the  air  before  or  during  passage  through  the 
inlet  port,  is  properly  a  mixing  or  proportioning  valve.  One 
example  of  this  sort  of  arrangement  is  shown  in  Fig.  294, 

The  small  gas  valve  a  is  guided  by  the  sleeve  sliding  on  the  stem 
of  the  inlet  valve  b.  It  is  operated  by  separate  linkage  under 
governor  control,  so  that  the  time,  or  extent,  of  its  opening  can 
be  varied  to  suit  the  load.  In  operation,  the  inlet  valve  opens 
first,  allowing  fresh  air  to  enter  the  cylinder  and  blow  away  hot 
burned  gases.  The  gas  valve  a  then  opens,  admitting  gas, 
which,  traveling  downward,  is  thoroughly  mixed  with  the  air 
as  it  issues  from  the  small  holes  shown..  The  vatve  a  doses 
before  the  inlet  valve  b,  so  that  the  mixing  chamber  becomes 
tilled  with  pure  air  before  being  shut  off  from  the  cylinder. 

Such  a  device  is  commonly  known  as  a  combined  mixing  and 
inlet  valve,  although  the  gas  valve  is  occasionally  designated  as  a 
mixing    Valve    or    a    proportioning 
valve. 

(e)  The  elements  of  another  type 
of  mixing  valve  are  shown  in  Fig. 
295.  The  inner  cylinder  is  supposed 
to  be  under  governor  control,  so  that 
it  can  be  rotated  more  or  less  as  the 
load  varies,  thus  changing  the  effect- 
ive openings  of  the  gas  and  air  ports 
'^'  ^'^'  to  suit  the  demand  for  power.      By 

properly,  proportioning  the  gas  and  air  ports,  their  areas  may  be 
made  to  change  at  the  same  rate  under  the  action  of  the  governor, 
thus  giving  throttling  regulation;  or  the  areas  may  be  made  to 
change  differentially,  giving  quality  governing  or  mixed  quality 
and  quantity  regulation. 

(f)  Experience  has  shown  that  proportioning  valves  of  the  type 
shown  in  Fig.  295,  and  others  using  sliding  surfaces,  are  per- 
fectly satisfactory  when  used  with  such  fuels  as  natural  gas  and 
illuminating  gas.  Producer  gas  and  blast-furnace  gases,  how- 
ever, carry  impurities  which  quickly  foul  such  sliding  surfaces 
and  impair  the  action  of  the  valve.     For  such  gases,  mixing  and 
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proportioning  valves  made  without  sliding  surfaces,  such  as  that 
^own  in  Fig.  294,  must  be  used.  Even  the  valve  shown  in  this 
figure  might  give  trouble  because  of  deposits  on  the  stem  of  the 
main  valve,  and  a  design  eliminating  this  possibility  would  prob- 
ably give  better  results. 

214.  Methods  of  Ignition,  (a)  In  the  early  development  of 
gas  engines  the  charge  was  ignited  by  opening  communication 
at  the  proper  time  between  the  compression  space  of  tne  engine 
and  a  small  chamber  containing  an  open  flame.  This  method 
was  complicated  mechanically,  and  had  so  many  objectionable 
features  that  it  did  not  survive. 

(b)  The  methods  at  present  used  are: 

{a)  Hot-tubeignition; 

(6)  Spontaneous  ignition  by  heat  of  compression  {as- 
sisted, or  not  assisted,  by  the  action  of  a  hot  cham- 
ber, such  as  a  vapwrizer  or  hot  bulb) ; 

(c)  Electric  ignition. 

215.  Hot-Tube  Ignition.  '  (a)  A  simple  type  of  hot-tube  igni- 
tion is  shown  schematically  in  Fig.  296.  The  tube  a,  generally 
made  of  metal,  is  closed  at  one  end,  while 

the  other  end  opens  into  the  cylinder. 
By  moving  the  burner  and  chimney  h, 
the  hot  zone,  which  is  at  about  red  heat, 
can  be  located  anywhere  along  the  tube. 

At  the  end  of  the  exhaust  stroke  the  hot 
tube,  like  the  rest  of  the  clearance  space, 
is  filled  with  burned  gases  at  a  pressure 
slightly  above  atmospheric.     During  the 
suction  stroke  these  gases  are  partly  ex- 
panded,   and     during     the    compression 
stroke  they  are  compressed  into  the  tube 
by  the  combustible  mixture  until  the  lat- 
ter finally  reaches  the  hot  zone,  where  it  ^'^'  '''^" 
is  ignited.     By  moving  the  hot  zone  along  the  tube,  the  time  in 
the  compression  stroke  at  which  the  mixture  is  ignited  can  be 
varied. 

(b)  By  this  method  ignition  is  generally  certain,  but  the  timing 
is  untrustworthy  because  of  variations  in  the  condition  of  the 
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tube  or  of  the  mixture.  Hence,  despite  its  simplidty  and  lack 
of  moving  parts,  hot-tube  ignition  is  not  now  very  widely  used. 
"  Timing  valves  "  have  been  used  to  close  the  cylinder  end  of 
the  tube  and  to  thus  control  ignition,  but  few  have  survived. 

Hot-tube  ignition  involves  a  constant  supply  of  gas  to  the 
burner,  and  this  of  course  adds  to  the  fuel  consumption  of  the 
engine. 

3i6.  Spontaneous  Ignition.  In  many  engines  using  liquid 
fuels  heavier  than  gasoline,  ignition  is  produced  by  the  tem- 
perature attained  during  compression.  In  the  Diesel  engine 
the  compression  pressure  is  so  high  that  the  resulting  temperature 
alone  causes  ignition.  In  other  engines,  like  the  hot-bulb  type 
{Fig,  289),  ignition  results  from  the  combined  action  of  compres- 
sion and  a  hot  vaporizing  chamber. 

This  method  of  igniting  has  not  proved  applicable  to  the  more 
volatile  liquid  fuels  and  to  the  gaseous  fuels  because  of  the  diffi- 
culty of  timing. 

317.  Electric  Ignitioa.  (a)  The  most  satisfactory  method  of 
igniting  is  by  an  electric  spark. 

All  electrical  ignition  systems  in  use,  with  few  exceptions, 
fall  under  either  "  make-and-break  "  or  "jump-spark  "  ignition. 
The  less  descriptive  terms,  "  low-tension  "  ignition  and  "  high- 
tension  "  ignition,  are  often  used  in  place  of  these. 

(b)  In  the  make-and-break  ignition  system,  two  "  electrodes  " 
are  brought  together  within  the  combustion  space  to  "  make,"  or 
close,  the  circuit,  and  are  separated  suddenly  to  "break"  the 
circuit  and  produce  a  spark. 

One  arrangement  of  such  a  system  is  shown  in  Fig,  297,  the 
"  igniter  block,"  or  "p/«x,"entering  the  combustion  space  through 
the  center  of  the  cylinder  head.  The  "  stationary  electrode  " 
is  designated  by  i  and  the  "movable  electrode "  by  j.  The  wir- 
ing diagram  is  shown  in  Fig.  29S.  In  this  hgure,  B  represents 
a  battery  or  other  low-voltage  generator,  Can  "induction  "or 
"  intensifier  coil,"  E  the  stationary  electrode,  which  is  insulated 
from  the  igniter  block  and  engine  frame,  and  S  a  stud  or  other 
convenient  screw  fastening  on  the  engine.  The  movable  elec- 
trode is  in  electrical  contact  with  the  igniter  block  and  engine 
frame,  as  shown  in  Fig.  297. 

(c)  The  operation  is  as  follows:  The  cam  a.  Fig.  297,  pushes 
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the  rod  b  toward  the  igniter  and  the  strike  block  d,  engaging  the 
flipper  e  on  lever  /,  moves  the  latter  toward  the  left.  As  / 
moves,  it  draws  g  after  it  by  means  of  the  one-turn  spring  shown. 
As  g  moves  it  rotates  the  movable  electrode  until  the  arm  j 
inside  of  the  cylinder  is  brought  into  contact  with  the  stationary 


Fig.  297. 

'electrode  ♦,  The  circuit  is  then  made  and  current  flows  until 
the  circuit  is  broken  by  the  block  d  traveling  past  the  edge  of  the 
flipper  e.  When  this  occurs,  the  spring  A  pulls  the  arm  j'  out  of 
contact  with  *,  and  the  circuit  is  broken.  The  spark  results 
from  the  action  of  the  induction  coil  at  the  instant  of  breaking 
the  circuit.     The  rapid  change  in  the  number  of  lines  of  force 

Fig.  298. 

through  the  core  causes  sufficient  self-induction  to  generate  an 
electromotive  force  of  such  intensity  as  to  bridge  the  gap  between 
the  separating  electrodes. 

(d)  The  timing  of  the  spark  is  effected  by  moving  guide  C 
across  the  path  of  the  bar  b  in  Fig.  297,  thus  changing  the  time 
at  which  block  d  releases  flipper  e. 

(e)  The  type  of  igniter  just  described  is  known  as  a  "  hammer 
make-and-break  igniter  "  to  distinguish  it  from  another  known 
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as  a  "  wipe-spark  "  or  "  wipe  make-and-break  igniter,"  in  which  a 
movable  electrode  periodically  wipes  or  slides  across  a  station- 
ary electrode.  The  wipe  spark  automatically  cleans  the  contact 
surfaces  within  the  cylinder,  which  is  in  a  way  advantageous, 
but  it  is  not  so  extensively  used  as  the  hammer  type. 

(f)  The  make-and-break  system  has  the  advantages  of  being 
electrically  simple  and  operating  with  law  e.m.f.,  so  that  short 
circuits  are  not  so  apt  to  occur  as  in  the  systems  described  in 
following  sections.  It  is,  however,  complicated  mechanically,  and 
because  of  friction  and  inertia  of  parts  is  not  generally  used  on 
engines  operating  at  speeds  above  500  to  600  r.p.m.  The 
movable  electrode  is  very  apt  to  stick  or  to  work  loose,  causing 
trouble  because  of  no  spark  or  because 
of  loss  of  compression  by  leakage. 

(g)  In  the  jump-spark  system  there 
are  within  the  cylinder  two  fixed  termi- 
nals, with  short  intervening  gap,  across 
which  a  spark  jumps  when  sufficient 
difference  of  potential  has  been  devel- 
oped. In  its  simplest  form  the  apparatus 
has  two  circuits,  as  shown  in  Fig.  299, 
with  heavy  lines  representing  the  "  low-tension  circuit  "  and  the 
light  lines  the  "high-tension  circuit." 


I — ^ 

Fig.  299. 


In  the  figure,  B  is  the  source  of  electromotive  force,  7*  is  a 
rotating  "timer,"  C  a  "condenser,"  K  a  "coil,"  and  S  a 
"  spark  plug,"  several  examples  of  which  are  shown  in  Fig.  30a 
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(h)  In  operation  the  primary  circuit  is  dosed  by  the  timer  T 
and  then  suddenly  opened,  with  the  result  that  a  spark  jumps 
between  the  terminals  of  the  plug.  The  action  of  the  coil  is 
as  follows:  When  the  primary  circuit  is  closed  by  rotation  of 
the  timer,  the  magnetic  field  induces  an  electromotive  force  in 
the  secondary  circuit.  This  is  not  great  enough,  however,  to 
cause  a  spark  to  pass  between  the  plug  terminals.  But  when 
the  primary  circuit  is  quickly  broken,  the  sudden  collapse  of  the 
magnetic  field  about  the  core  of  the  coil  induces  for  the  instant 
in  the  secondary  circuit  a  very  high  ix>tential  difference,  which 
may  be  made  sufficient  to  cause  the  passage  of  a  spark,  with 
resultant  ignition. 

The  function  of  the  condenser,  which  bridges  the  timer  in  the 
primary  circuit,  is  to  prevent  sparking  at  the  contact  points  of 
that  apparatus.  Such  sparking  would  cause  rapid  deterioration 
of  the  contact  surfaces  and  is  therefore  undesirable. 

(i)  A  more  common  type  of  jump-spark  apparatus  uses  a 
"  trembler  coil "  instead  of  the  plain  induction  coil  shown  in 
Fig.  299.  This  apparatus  is  so  arranged  that  the  trembler  forms 
part  of  the  primary  circuit,  and  is  in  such  position  that  it  is  at- 
tracted to  the  core  of  the  coil  when  this  is  magnetized,  and  thus 
breaks  the  primary  circuit.  This  in  turn  demagnetizes  the  core, 
hence  the  trembler  flies  back  and  makes  the  circuit  once  more; 
thus  the  core  is  again  magnetized  and  attracts  the  trembler, 
breaks  the  circuit,  and  so  on,  as  long  as  the  timer  is  in  position 
to  close  the  primary  circuit.  This  intermittent  making  and 
breaking  of  the  primary  circuit  causes  a  succession  of  sparks 
at  the  spark  plug  in  the  secondary  circuit,  which  action  is  generally 
supposed  to  insure  more  certain  ignition.  The  great  advantf^e 
achieved  is  really  quick  action  and  accurate  timing,  though 
these  are  often  counterbalanced  by  considerable  trouble  with  the 
trembler  which  may  call  for  almost  constant  adjustment. 

(j)  Both  of  these  high-tension  or  jump-spark  systems  are 
easily  timed  by  shifting  the  phase  relation  of  timer,  or  commuta- 
tor, and  engine  crank,  and  they  are  particularly  satisfactory  for 
high  speed.  Recently  there  has  been  a  tendency  to  adopt  these 
systems  for  ordinary  slow-speed  stationary  work;  but  as  the 
spark  does  not  seem  to  have  the  same  igniting  power  as  that  of 
the  make-and-break  system,  most  applications  have  been  limited 
to  the  more  easily  ignitable  fuels  like  natural  and  illuminating 
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gas  and  gasoline.     Few  simple  high-tension  systems  have  yet 
been  used  with  producer  gas  and  "  blast-furnace  gas," 

218.  lotenul-Combustioii  Engine  Valve  Gear,  (a)  The  slide 
valve,  so  common  in  steam-engine  practice,  is  never  used  in  its 
simple  form  on  internal-combustion  engines  for  admission  or 
exhaust.  It  is  sometimes  used  for  mixing  purposes,  as  was 
indicated  in  Sect.  213.  The  high  temperatures  to  which  inlet 
and  exhaust  valves  are  subjected  make  lubrication  difficult  and 
cause  warping  of  the  valVe  and  seat,  and  the  high  pressures  make 
it  difficult  to  keep  the  valve  on  its  seat  to  prevent  leakage.  HTien 
the  fuel  used  contains  sulphur,  which  is  not  an  uncommon 
occurrence,  the  vahe  and  seat  are  often 
quickly  pitted  and  corroded. 

(b)  Some  highly  specialized  slide  valves 
are,  however,  in  use  and  give  good  satis- 
faction. The  control  of  ports  by  the 
piston  of  the  two-stroke-cycle  engine  is 
the  most  common  example.  Recently  a 
number  of  "  sleeiie  motors  "  have  been 
designed  for  use  on  automobiles  and  seem 
\  to  promise  very  satisfactory  operation. 
,        ^_^  ■'  One   example   of   this   type  is  shown 

/       jfOjl,  '  semi-diagrammatically  in  Fig,  301.    The 

/      ,''  ly—A  \        I         two  sleeves,  reciprocating  vM-tically  un- 
S       i    ^^jj/   .'        "       der  the  action  of  eccentrics  or  cranks  on 
\       v,_  _,,-'       /         a  side  shaft,  act  in  conjunction  with  the 
\  y-'  cylinder  head  and  external  cylinder  to 

---- — -'  control  admission  and  exhaust  by  means 

'^"  ^°''  of  the  ports  shown.     The  advantages  of 

this  type  arc  rapid  opening  and  closing  of  valves,  long  period  of 
approximately  maximum  opening,  and  silent  operation. 

(c)  The  success  of  this  type  of  valve  has  caused  the  appear- 
ance of  a  number  of  different  varieties  of  slide-valve  and  piston- 
valve  auto-engine  designs.  Few  of  these  have  been  tested  to 
any  extent,  and  it  is  therefore  too  early  to  draw  conclusions  as 
to  their  ultimate  success. 

(d)  With  the  exception  of  the  cases  cited  above,  the  poppet 
or  mushroom  valve  is  in  practically  universal  use  for  internal- 
combustion    engines.     It    maintains    its    correct    shape    under 
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changing  temperatures  more  perfectly  than  other  types;  it  re- 
quires a  minimum  of  contact  surface  between  valve  and  seat; 
it  opens  inward  and  is  therefore  forced  to  its  seat  by  the  high 
pressures  in  such  engines;  it  requires  no  lubrication;  and  it  and 
its  seat  are  easily  kept  comparatively  true  by  grinding. 

(e)  In  modem  designs,  inlet  valves  are  practically  never 
water-cooled,  as  the  ingoing  charge  cools  them  sufficiently  during 
each  suction  stroke.  Exhaust  valves,  on  the  other  hand,  are 
practically  always  water-cooled  when  larger  than  five  inches 
in  diameter,  and  often  in  smaller  sizes.  This  is  deemed  necessary 
because  of  the  high  temperature  of  the  exhaust  gases  in  which 
the  valve  is  immersed  during  the  entire  exhaust  period,  but  it 
should  be  noted  in  this  connection  that  one  European  builder 
is  obtaining  satisfactory  operation  with  simple  uncooled  cast  iron 
exhaust  valves  in  the  largest  sizes  of  horizontal  engines. 

(()  In  some  four-stroke-cycle  engines  the  operating  condi- 
tions of  the  exhaust  valve  have  been  improved  by  the  use  of 
"  auxiliary  exhaust  ports."  These  are  ports  in  the  cylinder  wall 
which  are  uncovered  by  the  piston  when  near  the  end  of  its 
stroke.  The  first  discharge  of  exhaust  gases  takes  place  through 
these  ports,  so  that  a  smaller  quantity  of  cooler  gases  is  handled 
by  the  exhaust  valve. 

This  construction  necessitates  the  use  of  a  larger  cylinder  for 
a  given  power  than  is  required  without  the  use  of  auxiliary 
ports,  and  it  complicates  the  cylinder  casting.  It  is  practically 
never  used  on  double-acting  engines  because  of  these  reasons,  and 
because  of  the  additional  fact  that  it  would  necessitate  the  use 
of  an  enormously  long  piston,  similar  to  that  shown  in  Fig,  280, 
thus  materially  increasing  the  weight  of  the  reciprocating  parts. 

(g)  Two  types  of  inlet  valve  are  in  use,  —  the  automatic  valve 
and  the  positively  actuated  valve.  The  automatic  valve  is  held  to 
its  seat  by  a  weak  spring,  and  is  raised  by  the  difference  between 
atmospheric  and  suction  pressures  during  the  suction  stroke. 
The  jKJsitively  actuated  valve  is  opened  mechanically  and  gen- 
erally closed  by  spring  pressure. 

Automatic  valves  are  uncertain  in  their  action,  opening  only 
after  a  considerable  pressure  difference  has  been  created,  and 
then  more  or  less  slowly.  After  opening  they  do  not  remain 
wide  open  during  the  remainder  of  the  suction  stroke,  but 
"  chatter "  more  or  less,  thus  materially  decreasing  the  volu- 
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metric  efficiency  of  the  engine.  For  these  reasons  they  are 
seldom  used  on  the  better  types  or  on  the  larger  engines. 

Positively  actuated  valves,  on  the  other  hand,  can  be  made 
to  open  at  the  time  desired,  can  be  given  an  amount  of  opening 
approximately  equal  to  that  theoretically  required  at  each  piston 
position,  and  can  be  made  to  close  very  nearly  at  the  right  time. 

(h)  The  valves  of  internal-combustion  engines  are  generally 
operated  by  means  of  cams,  or  eccentrics,  on  a  side  shaft,  or 
auxiliary  shaft,  driven  by  gearing  from  the  crank  shaft.  On 
the  smaller  engines  cams  are  most  often  used,  but  on  the  larger 
engines  the  eccentrics  seem  to  be  preferred,  particularly  in  this 
country.  Closure  practically  always  occurs  by  spring  pressure, 
the  valve  being  released  by  the  opening  mechanism. 

The  cam  can  be  manufactured  more  cheaply  than  the  eccentric, 
and  when  properly  designed  it  is  not  very  noisy  in  operation  and 
wears  slowly.  In  general,  however,  it  is  rather  difficult  to 
obtain  as  perfect  valve  operation  with  cams  as  it  is  with  eccentrics 
unless  link^e  ts  introduced,  which  complicates  the  mechanism 
and  increases  the  cost. 


Fig.  iOi.  Fig.  303.  Fig.  304. 

Cams  may  be  used  to  operate  the  valves  by  direct  contact 
with  the  valve  stem  {Fig.  302) ;  or  by  contact  with  one  end  of  a 
pivoted  lever,  the  other  end  of  which  contacts  with  the  valve 
stem  (Fig.  303) ;  or  through  rolling,  rocking,  or  floating  levers,  one 
arrangement  of  which  is  shown  in  Fig.  304, 

The  eccentric  always  operates  in  conjunction  with  such  levers 
as  are  shown  in  Fig.  304. 
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(i)  The  time  (with  reference  to  crank  and  piston  positions) 
at  which  valves  open  and  close  varies  widely  with  the  location 
of  the  valve  and  with  the  type  of  engine.  The  exhaust  valve 
universally  opens  early,  generally  when  the  piston  is  at  about 
0.9  stroke.  It  may  close  before  the  end  of  the  return  stroke,  or 
on  dead  center,  or  it  may  remain  open  until  after  the  suction 
stroke  has  started.  The  object  of  leaving  it  open  after  dead 
center  has  been  passed  is  to  take  advantage  of  the  inertia  of  the 
moving  exhaust  gases  and  thus  get  more  perfect  discharge. 
Where  the  valves,  manifolds,  and  cylinders  are  so  arranged  that 
this  can  be  done,  it  represents  good  practice.  The  inlet  valve 
very  commonly  opens  after  the  beginning  of  the  suction  stroke, 
though  it  is  sometimes  opened  just  before,  or  on  dead  center,  in 
order  to  obtain  a  wider  opening  by  the  time  suction  actually 
starts.  It  is  very  generally  closed  after  the  end  of  the  suction 
stroke  in  order  to  take  advantage  of  the  inertia  of  the  moving 
column  of  gas,  thus  increasing  the  volumetric  efficiency. 

In  general,  the  higher  the  speed  of  an  engine  the  later  may  the 
valves  close,  and  the  greater  may  be  the  overlap  of  exhaust 
closure  and  inlet  opening  if  the  valves  are  widely  sepa- 
rated. 

(i)  Because  of  the  heavy  springs  necessary  to  close  the  valves 
of  internal -combustion  engines  in  the  short  time  available,  and 
because  of  the  relatively  great  weight  of  the  valves,  the  parts 
actuating  the  latter  are  generally  very  strong  and  heavy.  This 
is  particularly  true  of  exhaust-valve  gear.  This  valve  must  be 
opened  against  the  combined  action  of  high-pressure  gas  and  a 
very  powerful  spring. 

Many  designers  have  attempted  to  reduce  the  size  and  wear 
of  the  actuating  parts  by  building  balanced  exhaust  valves.  As 
a  general  rule  these  have  not  survived,  probably  because  they 
simplify  the  external  gear  by  complication  of  the  inclosed  part 
of  the  valve  system. 

Because  of  the  great  weight  of  the  valves  and  actuating 
mechanisms  in  large  engines  and  because  of  the  great  magnitude 
of  the  forces  transmitted  by  these  mechanisms,  it  is  generally 
undesirable  or  even  impossible  to  construct  governors  which 
can  operate  in  any  such  direct  manner  as  is  common  in  the 
average  steam  engine.  Governors  could  not  be  constructed 
powerful   enough   to  operate   directly  unless  made  with  such 
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heavy  parts,  and  to  transmit  such  great  forces,  that  their  sensi- 
tiveness would  be  considerably  impaired. 

In  very  large  engines  a  differential  governing  device  is  now 
commonly  used.  In  such  cases  the  governor  operates  upon  the 
equivalent  of  a  small  engine  of  some  kind,  which  engine,  in  turn, 
supplies  such  power  as  is  necessary  for  moving  the  valve  gear. 
As  an  example,  the  governor  might  actuate  a  small  pilot  valve 
which  by  its  motion  admitted  oil  under  pressure  to  one,  or  the 
other,  end  of  a  cylinder  fitted  with  a  piston  suitably  linked  to 
the  inlet-  or  mixing-valve  gear.  The  motion  of  the  piston  in  the 
proper  direction  and  to  the  right  extent,  as  controlled  by  the 
governor  through  the  pilot  valve,  would  then  serve  to  give  the  re- 
quired adjustment  of  the  main  valves. 

In  smaller  engines  it  is  customary  to  connect  the  governor 
to  some  light  form  of  mixing  valve,  to  a  balanced  or  floating 
valve  of  some  kind,  or  to  a  light  link  or  equivalent  which  is 
easily  moved  and  causes  the  necessary  adjustment  by  the  shifting 
of  a  fulcrum  or  the  like  in  the  main  gear. 
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CHAPTER   XXVI. 
mTERNAL-COHBUSTION  ENGINES  (cont.). 

Efficiency,  Performance,  and  Power. 
219.  Efficiencies  of  Otto  Four-Stroke  Cycle  Engines,  (a)  Not 
only  does  the  thermal  efficiency  of  the  Otto  cycle  engine  theo- 
retically vary  with  the  ratio  of  compression,  increasing  as  the 
final  volume  is  decreased  with  respect  to  the  initial  volume, 
but  real  engines  also  show  a  similar  gain.  The  rapid  improvement 
in  the  efficiency  of  this  type  of  engine  during  the  past  twenty 
years  has  been  largely  due  to  this  increase  in  compression  pres- 
sure.    It  is  well  shown  by  the  following  table:* 


TABLE  XU 

—  EFFICIENCIES  OF  OTTO  FOUR-STROKE 

ENGINES. 

CYCLE 

So. 

Y«r. 

V^.i 

6.75x13-7 

9.S    X[8 
10       X  tS 
11. S    X21 

.SS. 

Brake  Th«™l 

^s:. 

3 

4 

1S81 
i88« 
,898 
1908 

Deutz 
Crossley 
National 
Crossley 

38.7 
36.8 

Is. 9 
31.2 

87-0 
87.5 

(b)  It  should  not  be  assumed,  however,  that  by  an  indefinite 
increase  of  compression  pressure  the  thermal  efficiency  of  the 
real  engine  can  be  raised  without  limit.  For  even  if  the  ten- 
dency of  the  fuel  to  preignition  could  be  overcome,  calculations 
based  upon  actual  performances  show  that  with  the  Otto  type 
of  engine  the  maximum  practical  thermal  efficiency  would 
probably  be  attained  with  a  compression  pressure  of  from  250^ 
pounds  to  300  pounds  per  square  inch. 

Blast-furnace  gas  engines  operating  with  compression  pressure 

as  high  as  200  pounds  have  given  thermal  efficiencies  on  the 

brake  of  32  to  34  per  cent.     But  the  tendency  with  this  fuel  is 

*  The  Gas,  Petrol  and  Oil  Engine,  D.  Clerk,  page  343. 
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now  toward  the  use  of  compression  pressures  in  the  neighborhood 
of  i6o  to  i8o  pounds  because  of  the  mechanical  difficulties 
encountered  with  the  higher  pressures;  and  in  this  case  a  iitrie 
under  30  per  cent  is  extremely  good  thermal  efficiency  on  the 
brake  for  modern  engines,  while  the  average  operating  value  for 
good  standard  American  types  of  stationary  engines  is  about  25 
to  27  per  cent  at  rated  load,  and  of  course  decreases  with  reduc- 
tion in  the  load. 

(c)  Besides  the  compression  ratio,  the  thermal  efficiency  in 
general  can  also  be  increased  by 

(i)  Mixing  the  incoming  charge  more  perfectly; 
{2)  Producing  fairly  rapid  and  complete  combustion  at  the 
compression  end  of  the  stroke  (note,  however,  that 
too  rapid  combustion  is  not  desirable) ; 
(3)  Preventing  loss  of  heat  from  the  charge  to  surrounding 
metal  during  combustion  and  expansion. 

Many  modern  engines  have  elaborate  mixing  valves  which 
cause  thorough  intermixing  of  gas  and  air  before,  or  just  at  the 
time  of,  entering  the  cylinder. 

In  high-efficiency  engines  the  combustion  space  is  made  as 
nearly  as  possible  spherical,  hemispherical,  or  in  the  form  of  a 
short  cylinder;  and  all  pockets  leading  out  of  this  space  are 
avoided  as  far  as  possible.  This  results  in  less  surface  for  the  vol- 
ume inclosed,  and  thus  reduces  heat  loss  to  the  metal  and  makes 
the  combustion  more  rapid  and  complete  for  a  similar  reason. 

In  pockets  connecting  with  the  combustion  space  the  gases 
often  burn  long  after  combustion  of  the  main  part  of  the  charge 
is  complete.  This  can  be  prevented  by  placing  the  igniter  in 
the  pocket,  and  igniting  the  gas  there  first,  in  which  case  the  rapid 
increase  of  temperature  will  cause  a  sudden  pressure  rise,  blowing 
some  of  the  burning  gas  into  the  main  charge,  thus  causing  very 
complete  inflammation. 

Large  engines  generally  have  slightly  higher  thermal  eifiden- 
cies  than  small  engines  of  the  same  type  and  proportions,  because 
large  cylinders  have  less  wall  surface  per  unit  of  volume  inclosed 
than  have  small  cylinders  of  the  same  proportions.  This,  how- 
ever, may  be  counteracted  by  difficulty  of  mixing  the  charge  in 
the  larger  cylinder  and  difficulty  in  effecting  rapid  and  complete 
combustion. 

When  large  cylinder  diameters  are  used,  two  or  more  igniters 
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at  different  points  are  often  operated  simultaneously  in  each 
combustion  space  in  order  to  reduce  the  distance  through  which 
inflammation  must  progress  from  each  igniter. 

Piston  speeds  of  high-efficiency  engines  are  carried  as  high  as 
is  mechanically  feasible  in  order  to  reduce  the  time  of  contact 
between  hot  gases  and  walls. 

(d)  The  values  of  all  the  different  efficiencies  enumerated  in 
Sect.  105  will  vary  considerably  with  the  conditions,  fuel,  mix- 
ture, type  of  engine,  etc.;  but  for  the  purpose  of  giving  a  gen- 
eral idea  of  the  order  of  these  values  a  certain  type  and  set  of 
conditions  will  be  assumed. 

The  en^ne  is  supposed  to  operate  with  "producer  gas"  as 
fuel  and  (in  the  ideal  case  for  drawing  the  air  card)  to  have  a 
suction  pressure  equal  to  atmospheric,  a  pressure  of  150  pounds 
per  square  inch  absolute  at  the  end  of  compression,  a  temperature 
at  the  end  of  suction  stroke  equal  to  520°  F.  abs.,  a  tempera- 
ture at  the  end  of  compression  of  1000°  F.  abs.,  and  a  tempera- 
ture at  theend  of  combustion  of  about  6500°  F.  abs.  These  figures 
are  obtained  by  neglecting  all  losses  in  the  real  engine  and  by 
considering  the  specific  heats  constant. 

(e)  The  thermodynamic  or  Camot  ejiciency  is  then 

„,        Ti  —  Ti      6500  —  520 

EJc  -  -j^  -  — 6^35~  -  92  per  cent. 

(f)  The  cycle  efficiency  for  this  Otto  cycle  is  from  Eq.  (So), 

Then  in  Fig.  305,  drawn  to 
scale  for  the  assumed  engine, 
the  distance  AB  is  48  per  cent 
of -4C. 

Thus  the  Otto  cycle  upon 
which  this  engine  is  to  operate 
is  less  efficient  than  reversible 
cycles,  and  the  real  engine  is  ini- 
tially handicapped  to  that  extent.  ^8-  soS- 

(g)  The  relative  efficiency  is 

K^/-^- ^-5"  percent. 
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This  shows  that  the  real  Otto  engine,  if  absolutely  perfect,  could 
only  make  available  a  little  more  than  half  the  mechanical  enet^ 
obtainable  with  the  ideal  Carnot  engine. 

(h)  The  indicated  efficiency  measures  the  amount  by  which 
the  cylinder  of-  the  real  engine  falls  short  of  developing  the 
48  per  cent  of  the  supplied  energy. 

The  weight  (I^i)  of  mixture  that  this  engine  would  probably 
use  is  about  9  to  10  pounds  per  i.h.p.-hour,  and  the  heat  iiQ 
supplied  by  each  pound  of  mixture  is  about  940  B.t.u.  Then 
the  theoretical  Otto  engine  would  make  available  940  X  O.48  = 
451.2  B.t.u.  per  pound  as  AE.  One  horse  power  is  equivalent 
to  2545  B.t.u.  per  hour,  and  the  heat  theoretically  available  for 
doing  work  is  {9  or  10)  X  451.2  B.t.u.;  hence 

lEf  =  Y,/%  =  7 ^'^i 62.6  to  56.4  per  cent. 

-'       W,AE      (9to  10)  X  451.2  o    tt^ 

That  is,  the  area  of  the  upper  loop  of  the  real  indicator  card 
divided  by  the  area  of  the  ideal  air  card  would  give  a  value 
between  62.6  per  cent  and  56.4  per  cent.  This  measures  the 
proportion  of  the  maximum  energy  of  this  cycle  that  is  made 
available  by  the  real  engine.  In  Fig.  305,  DE  should  be  62.6  per 
cent  to  56.4  per  cent  of  DF. 

(^)  The  thermal  efficiency  on  the  i.k.p.  is  easily  determined  to  be 


^^^/  =W^=  ?n.»:.rv».n  =  30  to  27  per  cent. 


2545  ^  2545  _ 

WiAQ      '{9toio)X940 

which  shows  that  the  real  engine  actually  converts  into  mechani- 
cal energy  from  30  to  27  per  cent  of  all  the  heat  supplied  it. 
Some  of  this  is,  however,  lost  in  fluid  and  mechanical  friction,  and 
the  amount  of  such  loss  is  measured  by  the  mechanical  efficiency. 

The  TIEf  is  the  ratio  oi  GH  to  AC  m  Fig.  305. 

Ci)  The  mechanical  efficiency,  MEf,  of  an  engine  of  this  kind 
would  probably  be  about  85  per  cent,  thus  the  d.h.p.  would  be 
about  85  per  cent  of  the  i.h.p.  In  Fig.  305,  JK  is  therefore  85 
per  cent  of  JL. 

(k)  The  thermal  efficiency  on  the  d.h.p.  is  from  Eq.  (220) 
TDEf'=  TIEf  X  MEf  =  (271030)  X  0.85=  22.9 to 25.5 percent, 
showing  that  the  engine  actually  turns  into  useful,  available 
power  about  one  quarter  of  all  the  heat  energy  supplied  it.    In 
Fig.  305  the  TDEf  is  given  by  the  ratio  of  MN  to  AC. 
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(1)  The  over-all  e£iciency  would  be  by  Eq.  (221) 
OEf  =  lEf  X  MEf  =  {56.4  to  62.7)  X  0.85  =  47.9  to  53-3  per  cent, 
showing  that  the  real  engine  losses  (cylinder,  fluid  friction,  and 
mechanical  friction)  consume  about  one-half  the  power  which  the 
ideal  engine  with  the  same  cycle  would  make  available.  In  Fig, 
305  the  OEf  is  the  ratio  of  MN  to  AB. 

230.  Efficiencies  of  other  Commercial  Engines,  (a)  Two- 
stroke-cycle  Otto  Engines,  because  of  greater  cycHnder  and 
friction  losses,  generally  have  over-all  efficiencies  of  from  0.7  to 
0.8  of  those  of  corresponding  four-stroke  engines.  The  indicated 
efficiency  and  mechanical  efficiency  may  both  be  lower  than 
in  four-stroke  engines,  or  the  indicated  eflSciency  may  be  lower 
while  the  mechanical  efficiency  is  higher  because  of  the  absence 
of  valves  and  such. 

(b)  The  thermal  efficiency  of  the  Diesel  oil  engine  is  generally 
higher  than  that  of  engines  working  on  the  Otto  cycle.  This  is 
due  to  the  higher  compression  pressure  which  can  be  carried  in 
these  engines  (500  pounds  per  square  inch  or  more),  and  to 
the  fact  that  the  combustion  conditions  are  also  probably 
somewhat  better.    . 

Average  thermal  efficiencies  on  the  brake  with  Diesel  engines 
are  about  30  per  cenf,  and  sometimes  run  as  high  as  35  per  cent. 

331.  Heat  Balance  for  Gas  Engines,  (a)  In  reporting  an 
engine  test,  it  ig  customary  to  account  for  all  heat  supplied.  The 
statement  of  this  account  is  called  the  "  heat  balance."  There 
are  only  Ave  possible  destinations  for  heat  supplied  to  a  gas 
engine.     They  are: 

(i)  Useful  mechanical  energy; 

(2)  Loss  to  jacket; 

(3)  Heat  carried  away  in  the  exhaust  gases; 

(4)  Loss  due  to  incomplete  combustion; 

(5)  Radiation,  which  includes  energy  converted  into  heat  by 

friction. 

(b)  The  useful  mechanical  work  has  already  been  shown  to 
equal  from  15  to  30  per  cent  of  the  heat  supplied. 

(c)  The  relative  amount  of  heat  lost  to  the  water,  or  air, 
jacketing   the   cylinder  varies  in  different  engines,  and  in  the 


:yGoOgIc 


448  HEAT-POWER  ENGINEERING 

same  engine  under  different  conditions.  The  loss  to  jacket  is 
between  25  and  50  per  cent,  with  an  average  from  30  to  35  per 
cent.  In  the  case  of  air  jacketing,  it  is  not  generally  pos^ble  to 
distinguish  between  jacket  and  radiation  losses. 

(d)  The  loss  due  to  heat  carried  away  by  the  exhaust  gases, 
owing  to  their  high  temperature,  generally  falls  between  25  and 
40  per  cent,  increasing  as  the  jacket  loss  decreases,  and  vice  versa. 

(e)  Combustion  is  almost  always  incomplete  to  a  small  extent 
and  may  at  times  be  imperfect  enough  to  account  for  a  consid- 
erable proportion  of  the  heat  available.  This  loss  should  not  be 
greater  than  i  to  2  per  cent  of  the  total  heat,  and  is  often  much 
less. 

(f)  Radiation  loss  is  supposed  to  include  all  heat  radiated  from 
the  outer  surfaces  of  the  engine,  and  in  the  heat  balance  it  would 
include  all  enei^y  converted  into  heat  by  friction  and  subse- 
quently lost  by  radiation  and  conduction.  It  is  generally  found 
by  subtracting  the  sum  of  the  other  four  quantities  of  heat  in 
per  cent  from  loo;  and  when  this  method  is  used  this  difference 
includes  all  errors  of  the  other  results.  When  calculated  in  this 
way  it  may  have  a  value  of  from  ro  to  20  per  cent,  with  an  aver- 
age of  about  15  per  cent. 

(g)  Another  heat-bdlance  method  puts  under  (i)  the  energy 
represented  by  the  upper  loop  of  the  diagram,  instead  of  the 
mechanical  energy  delivered.  Then  the  enei^  loss  in  gas  and 
engine  friction  is  already  included  under  (l)  and  does  not  appear 
as  radiation  loss  under  {5).  The  latter  value  is  then  reduced 
to  about  5  to  8  per  cent  of  the  total  heat  supplied. 

(h)  The  total  heat  supplied  the  engine  may  be  taken  as  either 
the  higher  or  lower  heat  value  of  the  gas  (see  Chapter  XXVIII). 
Obviously  the  use  of  the  lower  value  results  in  a  higher  efficiency 
for  the  engine,  and  is  therefore  favored  by  gas-engine  builders. 
In  America  the  lower  value  is  universally,  used,  although  in  some 
countries  of  Europe  the  higher  value  is  sometimes  adopted. 

(i)  It  is  important  to  note  that  the  thermal  efficiencteB  of 
steam  and  internal-combustion  en^nes  are  not  strictly  compar- 
able unless  the  amounts  of  heat  available  are  measured  in  a 
truly  comparable  way.  This  is  usually  not  the  case,  for  the  fol- 
lowing reasons:  The  heat  supplied  a  steam  engine  is  generally 
figured  as  that  in  the  steam  above  some  datum,  such  as  32°  F., 
or  feed-water  temperature,  or  exhaust  temperature  and  is  not  in 
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terms  of  the  fuel  used  or  its  cost.  On  the  other  hand,  the  heat 
supplied  an  internal-combustion  engine  is  based  upon  a  calori- 
metric  determination  of  the  fuel,  with  certain  corrections  in  case 
the  lower  calorific  value  is  sought.  This  amounts  to  figuring  the 
heat  supplied  above  a  datum  equal  to  the  existing  atmospheric 
temperature  for  all  the  constituents  of  the  exhaust  gas  excepting 
the  water  formed  by  the  combustion  of  hydrogen.  The  heat  value 
of  this  combustible  is  figured  above  a  datum  which  often  corre- 
sponds roughly  to  212"  F.  (See  Chapter  XXVIII  for  further 
discussion.) 

The  datum  used  is  thus  arbitrarily  chosen  for  convenience  in 
each  case,  and  the  results  are  not  strictly  comparable.  It  might 
seem  that,  since  the  steam  engine  is  given  credit  tor  the  heat  of 
the  liquid  in  the  exhaust  steam,  or  for  that  part  of  it  above  feed- 
water  temperature,  some  sort  of  similar  device  might  be  adopted 
in  the  case  of  the  internal-combustion  engine.  This  is  incorrect, 
however,  because  the  exhaust  of  the  latter  engine  is  absolutely 
useless  so  far  as  the  engine  is  concerned.  Part  of  the  heat 
carried  may  be  abstracted  by  generating  steam,  heating  water, 
or  in  a  number  of  other  ways;  but  this  should  not  affect  the 
figure  for  heat  consumption  of  the  engine,  although  it  is  properly 
taken  account  of  in  determining  the  efficiency  of  the  plant  as  a 
whole. 

(j)  The  only  true  comparison  of  heat  expenditure  is  between 
heat-power  plants  as  a  whole  and  not  between  engines  only. 
If  the  fuel  is  the  same  in  both  cases,  the  ratio  of  the  amounts  of 
fuel  per  d.h.p.  may  be  used;  otherwise  relative  economy  is  shown 
by  the  ratio  of  the  costs  of  the  respective  amounts  of  fuel  con- 
sumed per  d.h.p.-hour. 

The  true  comparison  for  economic  purposes  should  include 
not  only  the  fuel  cost,  but  expenditure  for  labor,  lubricants, 
supplies,  repairs,  interest,  depreciation,  insurance,  and  all  other 
costs  involved  in  power  generation;  and  only  on  such  a  basis  are 
two  systems  truly  comparable. 

222.  Peifomunce  of  Internal-Combustion  Engines,  (a)  There 
are  so  many  different  kinds  of  internal-combustion  engines  that 
it  is  difficult  to  make  broad  statements  to  fit  all  cases.  The  fol- 
lowit^  must,  therefore,  be  regarded  as  very  general,  and  appli- 
cable only  to  the  average  lines  of  engines. 
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(b)  American  engines  built  to  run  on  natural  gas  are  gener- 
ally guaranteed  to  deliver  a  brake  horse  power  on  from  lo  to  ii 
cubic  feet  of  gas  at  rated  load.  This  gas  is  commonly  assumed 
to  have  a  calorific  value  (lower)  about  looo  B.t.u.  per  culnc 
foot;  so  this  guarantee  is  from  10,000  to  11,000  B.t.u.  per  horse- 
power hour  at  rated  load,  corresponding  to  thermal  efficiencies 
of  from  23  to  25.5  per  cent  on  the  d.h.p.  Many  engines  at 
present  in  operation  give  better  results  than  these  by  several 
per  cent  at  rated  loads;  and  the  cfBcienciea  are  still  better  at 
loads  from  10  to  15%  greater  than  the  normal. 

At  three-quarter  load  they  are  generally  guaranteed  at  1 1 ,000 
to  13,000  B.t.u. ;  at  half-load,  13,000  to  15,000;  and  at  one-quarter 
load  20,000  to  23,000  B.t.u. 


\ 

/ 

^ 

. 

f^ 

y 

^ 

^- 

, 

t^l 

u 

The  curves  of  the  total  consumption  and  rate  per  d.h.p.-hour 
for  average  100  horse-power  natural-gas  engines  are  given  in 
Fig.  306.  In  each  case  the  two  curves  correspond  to  the  limits 
above  given.  The  exact  shape  of  these  curves  will,  of  course, 
depend  upon  the  type  of  engine,  method  of  governing,  etc.,  but 
those  given  may  be  taken  as  representing  average  practice. 

It  is  convenient  to  remember  that  practically  all  internal- 
combustion  engines  (with  the  possible  exception  of  some  oil 
engines)  will  require  about  twice  as  many  thermal  units  per  horse- 
power hour  at  one-quarter  load  as  at  the  rated  load. 
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(c)  Engines  intended  to  operate  on  illumioatiiig  gas  are 
generally  guaranteed  with  lower  efficiencies  than  natural-gas 
engines.  The  B.t.u.  per  d.h.p.-hour  is  usually  from  12,000  to 
13,000  B.t.u.  at  full  load.  The  poorer  performance  is  principally 
due  to  the  fact  that  these  engines  are,  as  a  rule,  not  so  carefully 
designed,  as  they  are  not  built  in  large  sizes  or  in  great  numbers 
because  of  the  high  cost  of  this  gas.  Some  of  the  highest  thermal 
efficiencies  on  record  have,  however,  been  obtained  with  engines 
using  illuminating  gas. 

(d)  Producer-gas  engines  are  generally  guaranteed  on  a  basis 
of  coal  used  per  horse-power  hour  rather  than  cubic  feet  of  gas 
or  B.t.u.  The  average  figure  is  i  to  i.i  pounds  of  coal  per  horse- 
power-hour at  rated  load,  and  most  producer-gas  installations 
of  good  design  can  be  counted  on  to  produce  a  d.h.p.-hour  on 
less  than  1.2  pounds  if  operated  continuously  at  full  load.  Under 
accurate  test  many  of  them  have  developed  a  brake  horse-power 
hour  on  0.8  to  0.9  of  a  pound  of  coal. 

To  give  an  idea  of  the  meaning  of  these  figures,  it  is  sufficient 
to  state  that  a  consumption  of  only  0.8  pound  of  coal  per 
d.h.p.-hour  corresponds  to  a  thermal  efficiency  on  the  brake  for 
the  engine  alone  of  abolit  31  per  cent;  while  i  pound  corresponds 
to  about  25  per  cent. 

(e)  Gasoline  engines  (stationary)  are  generally  guaranteed  to 
deliver  a  d.h.p.-hour  on  one  pint  of  gasoline,  at  rated  load. 
This  corresponds  to  a  heat  consumption  of  about  14,000  B.t.u. 
j)er  d.h.p.-hour,  or  a  thermal  efficiency  of  about  18  per  cent. 
As  a  matter  of  fact,  all  of  the  better  types  are  capable  of  deliver- 
ing a  d.h.p.-hour  on  about  two-thirds  of  the  guaranteed  quantity, 
when  everything  is  in  perfect  adjustment. 

Between  rated  load  and  maximum  load  the  efficiency  will 
first  increase  and  then  due  to  the  use  of  rich  mixture  will  slowly 
decrease. 

At  about  one-quarter  load  the  consumption  jier  d.h.p.  will 
.  be  about  twice  that  at  full  load. 

(f)  Alcohol  engines  are  not  as  yet  a  commercial  product  in 
this  country,  and  very  few  figures  are  available  from  practice. 
Tests  show  that  such  engines  can  safely  be  guaranteed  on  the 
same  or  a  smaller  volume  consumption  than  gasoline.  It  is  safe 
to  assume  a  thermal  efficiency  of  25  per  cent  on  the  brake  with 
these  engines,  and  figures  as  high  as  32  per  cent  and  more  have 
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been  obtained.  This  high  efficiency  is  lai^ely  due  to  the  high 
compression  pressure  that  can  be  used  with  this  fuel. 

(g)  Oil  engines  (kerosene,  distillate,  and  crude}  differ  widely 
in  fuel  consumption,  but  the  newer  and  better  American  types 
are  capable  of  producing  a  d.h.p.-hour  on  from  0.7  to  as  low  as 
0.5  of  a  pound  of  oil.  These  figures  correspond  roughly  to 
thermal  efficiencies  of  from  18  to  28  per  cent  on  the  d.h.p. 

(h)  The  curves  given  in  Figs.  307  to  312  inclusive  show  results 
of  tests  of  several  different  types  of  engines  with"  different  fuels. 
They  illustrate  in  a  general  way  how  the  various  efficiencies  of 
commercial  importance  vary  with  such  things  as  load,  size  of 
engine,  kind  of  fuel,  etc. 
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CHAPTER  XXVII. 
FDELS. 
333.  FiuIb.  (a)  In  the  discussion  of  ideal  en^nes  in  precedii^ 
chapters,  a  hot  body  was  assumed  to  be  available  and  it  was 
imagined  to  be  so  constituted  that  it  could  deliver  heat  at  any 
time  and  in  any  desired  quantity,  with  no  change  in  its  own 
temperature.  No  such  hot  body  is  really  available,  and  in 
practice  supplies  of  heat  are  obtained  by  burning  "  fuel." 

(b)  In  the  broadest  sense  fuel  is  any  material  which  can  be  made 
to  combine  with  other  material  in  such  a  way  as  to  liberate  heat.  In 
the  commercial  sense,  however,  fuel  is  any  material  the  greater 
part  of  which  can  be  made  to  combine  with  oxygen,  usually  from 
the  air,  so  as  to  liberate  heat,  and  which  is  purchasable  at  such  a 
price  that  its  use  will  yield  a  profit. 

(c)  Fuels  may  be  solid,  liquid  or  gaseous.  The  principal 
Natural  Fuels  are  Coal,  Wood,  Petroleum  Oil  or  Crude  Oil,  and 
Natural  Gas.  The  principal  Prepared  Fuels  are  Coke,  Briquets 
made  from  coal,  Charcoal,  Distillation  Products  of  Petroleum, 
Artificial  Gas  made  from  solid  or  liquid  fuel,  Hydrogen  Gas  and 
Acetylene  Gas  made  from  noncombustibles,  and  Alcohol.  There 
are  also  cert^n  kinds  of  municipal  refuse  and  manufacturing 
wastes  which  have  fuel  value. 

234.  Geology  of  Coal,  (a)  Formation.  Beds  of  coal  in  the 
different  stages  of  formation  are  scattered  over  the  earth's  sur- 
face. Geologists  believe  that  coal  results  from  collections  of 
vegetable  matter,  deposited  in  swampy  places  or  under  water, 
which  are  subsequently  covered  by  silt  and  other  material  and 
during  geological  ages  are  gradually  changed  in  physical  and 
chemical  composition  until  they  finally  become  coal. 

(b)  Vegetable  matter  may  here  be  assumed  to  consist  of 
carbon,  hydrogen  and  oxygen  combined  in  definite  proportions, 
together  with  certain  incombustible  inorganic  salts  in  the  cell 
structure.     This  vegetable  matter  when  under  water  changes 
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very  gradually,  losing  some  of  its  material  in  the  form  of  gas 
(usually  methane  or  marsh  gas,  CH,)  and  as  water.  These  trans- 
formations continue  after  the  deposit  has  been  deeply  covered 
with  earth,  and  eventually  only  the  carbon  and  the  inert  salts 
remain.  The  extent  of  these  changes  is  principally  dependent 
on  time,  measured  in  geological  ages,  on  temperature,  and  on  the 
pressure,  depth  and  porosity  of  the  overlying  material. 

The  combustible  part  of  coal  consists  principally  of  volatile 
matter  (which  is  released  upon  heating  to  a  high  temperature  in 


Fig.  313- 

a  closed  crucible)  and  of  fixed  carbon  which  remains  after  such 
treatment.  As  the  formation  of  coal  progresses  the  percentage 
of  volatile  matter  and  moisture  decreases  with  corresponding 
increase  of  fixed  carbon. 

(c)  Clasrafication.  In  the  early  stages  of  transformation  the 
material  is  called  (i)  Peat  or  Turf.  L.ater,  with  increased  pres- 
sure of  overlying  material  resulting  in  greatly  reduced  volume, 
it  becomes  (2)  brown  or  black  Lignite.  Later  still,  after  addi- 
tional physical  and  chemical  changes,  the  material  becomes 
(3)  Soft  Coal  or  Bituminous  Coal.    Subsequently,  it  becomes 
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successively  (4)  Semibituminous,  then  (5)  Semianthracite,  (6) 
Anthracite,  and  finally  (7)  Graphitic  Coal.  The  last  is  practically 
pure  carbon.  These  are  the  seven  groups  into  which  coals  are 
generally  classified.* 

(d)  Fig.  313  shows  in  a  very  general  way  the  relation  of  fixed 
carbon  to  volatile  matter  during  the  transformation  of  vegetable 
matter  into  coal. 

The  horizontal  width  of  the  diagram  represents  the  sum  of 
fixed  carbon  and  volatile  matter.  The  inclined  line  divides  the 
horizontals  into  parts  which  represent  fixed  carbon  (at  the  left) 
and  volatile  matter  (at  the  right).  Percentages  may  be  read 
from  the  scales. 

The  progress  of  the  transformation  is  shown  by  the  classi- 
fication at  the  right  of  the  diagram.  This  grouping  would  seem 
to  indicate  well-defined  divisions  between  adjacent  classes;  but 
in  reality  the  groups  blend  into  each  other.  The  diagram  is 
^mply  for  illustration  and  should  not  be  used  otherwise. 

(e)  There  is  as  yet  no  really  satisfactory  basis  for  the  classi- 
fication of  coal.  Formerly  the  classification  was  according  to 
the  percentage  of  fixed  carbon  in  the  dry  combusHble,  as  given  in 
Table  XIII,  This,  however,  is  not  very  satisfactory  for  coats 
high  in  volatile  matter. 


TABLE   XIII.  — 

OLD 

CLASSIFICATION  OF 

COALS. 

KiBdofCoal. 

1      Fl«d  Carbon. 

VoUlil.  Mfltwr. 

Anthracite 

97-0  to 92. 5 

92.51087.5 
87,51075.0 

75 ,0  to  60,0 
6S.O  toso.o 

Under  50.0 

PerccDt. 
3.0  to    7-5 
75  to  12. s 

11. S  toas-o 

25.01040.0 

35.0  toso.o 

Over  50,0 

Lignite 

(f)  A  recently  proposed  classification,  based  on  the  ratio  of 
volatile  carbon  to  total  carbon  and  known  as  Parr's  Classifica- 
tion,! appears  to  be  more  satisfactory.  Omitting  the  subgroups 
under  bituminous  coals  and  lignites,  this  classification  is  given  in 
Table  XIV. 

*  One  other  group  (ailing  betweeo  {2)  and  (3)  above  and  known  as  "  subbitumi- 
nous  "  is  aometimes  recognized. 

t  Bull.  No.  3  minus  SUte  Geol.  Survey. 
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TABLE  XIV.- 
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PARR'S  CLASSIFICATION  OF  COALS.     (.Abbra.) 


Kind  of  Coal. 

^StSS=-    1-'-- 

Peromt. 
Below  4 

Between  4  and  8 
Between  10  and  15 

23   to  44 

I?  and  up 

Percent. 

Semianthracite 

Semibituminous 

5  to  16 

16  to  30 

(g)  Coal  Fields  in  the  United  States.*  The  main  deports 
in  this  country  are  shown  in  a  very  general  way  in  Fig.  314,  in 
which  the  average  character  of  each  deposit  is  indicated  by  the 


Fig.  3 


kind  of  hatching.  In  Rhode  Island  there  is  a  little  graphitic 
coal.  Most  of  the  anthracite  is  found  in  beds  of  less  than  500 
square  miles  area  located  in  eastern  Pennsylvania.  The  princi- 
pal deposit  of  semibituminous  coal  is  about  three  hundred  mites 
long  by  twenty  wide  and  lies  along  the  edstern  edge  of  the 
Northern  Appalachian  Field.  The  bituminous  coals  extend  from 
this  deposit  westward.  Starting  with  the  graphitic  coal  in 
*  See  Coal  Fields  in  the  U.  5.  by  C.  W.  Hayes,  U.  S.  Geological  Survey,  aiMl 
Kent's  "  Steam  Boiler  Economy." 
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Rhode  Island,  broadly  speaking,  the  farther  west  a  coal  is  located 
the  less  advanced  it  is  in  the  process  of  transformation.  It  is 
important  to  note,  however,  that  there  are  many  exceptions  to 
these  very  general  statements,  for  there  are  numerous  other  small 
fields,  not  shown,  scattered  over  the  country.  For  instance,  a 
little  anthracite  coal  is  found  in  Colorado  and  in  New  Mexico, 
and  some  semibituminous  in  Arkansas. 

225.  Compositioii  of  Coal,  (a)  Coals  consist  principally  of 
the  elements  Carbon,  Hydrt^en,  Sulphur,  Oxygen,  and  Nitrt^en, 
together  with  moisture  and  ash.  The  elements  named,  par- 
ticularly Carbon,  Hydrogen  and  Oxygen,  seem  to  be  combined 
in  various  ways  in  the  solid  coal,  though  little  is  known  of  the 
formulas  of  the  compounds  in  which  they  exist.  The  ash  contains 
the  inert  salts  of  the  original  vegetable  matter,  together  with  silt 
and  similar  impurities  acquired  after  deposition  and  submersion. 

(b)  "Moisture"  is  arbitrarily  defined  as  the  material  iostwhen 
a  finely  powdered  sample  of  the  coal  is  maintained  from  half  an 
hour,  to  an  hour,  at  a  temperature  of  about  220"  Fahr.;  or,  more 
exactly,  as  the  maximum  loss  which  can  be  made  to  occur  at 
this  temperature.  The  material  driven  off  in  this  way  is  not 
necessarily  all  moisture,  for,  with  some  coals,  part  of  the  more 
volatile  combustible  material  may  distil  off.  Moreover,  all  the 
water  content  may  not  be  driven  off  by  maintaining  the  material 
at  this  temperature.  The  definition  is,  therefore,  only  an  arbi- 
trary one,  but  it  seems  to  be  the  best  that  can  be  devised. 

(c)  "Dry  Coal"  is  coal  from  which  the  moisture  has  been 
driven  by  heating,  as  above  described. 

(d)  "  Volatile  Matter"  (or  "  volatile  ")  is  the  name  given  to  all 
material  driven  off  when  "  dry  coal "  is  maintained  at  a  very  high 
temperature  (between  a  "red"  and  "white  heat")  in  a  covered 
crucible  (out  of  contact  with  air)  until  there  is  no  further  loss  of 
weight.  This  definition  is  again  purely  an  arbitrary  one,  but  it  is 
useful  in  that  it  gives  a  measure  of  the  material  which  will  be 
similarly  given  off  in  a  furnace  or  in  a  coke  oven. 

(e)  "Fixed  Carbon  "  is  defined  as  the  portion  remaining  after 
subtracting  the  ash  from  the  material  left  in  a  crucible  after 
driving  off  the  volatile  matter. 

(f)  "Combustible  "  is  the  term  used  to  designate  the  part  of  the 
coal  other  than  moisture  and  ash.     It  is,  therefore,  the  sum  of 
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fixed  carbon  and  "  volatile,"  as  above  deRned.  It  is  composed 
principally  of  carbon  and  hydrocarbons  but  it  is  important  to 
note  that  it  also  contains  noncombustible  matter  such  as  Nitro- 
gen and  Oxygen  and  hence  the  term  is  a  misnomer.  When  the 
coal  cont^ns  sulphur  a  large  part  of  this  is  also  found  in  the  so- 
called  combustible. 

226.  Coal  Analyses,  (a)  Two  types  of  analysis  are  in  common 
use  —  one  gives  what  is  known  as  an  "  Ultimate  Analysis,"  the 
other  a  "  Proximate  Analysis." 

(b)  In  an  ultimate  analysis  of  so-called  "dry  combustible" 
the  percentages  of  Carbon,  Hydrogen,  Oxygen,  Nitrogen,  and 
Sulphur  are  determined.  The  ultimate  analysis  of  "dry  coal" 
also  includes  the  percentage  of  ash,  and  in  some  cases  a  chemical 
analysis  of  the  ash  is  also  made.  Ultimate  analyses  are  seldom 
made  by  engineers,  being  more  often  obtained  from  chemical 
laboratories.  Table  XV  gives  in  a  general  way  the  approximate 
ranges  of  the  ultimate  analyses  of  the  combustible  in  different 
kinds  of  coals.  More  accurate  tables  of  analyses  of  coals  from  dif- 
ferent localities  can  be  found  in  text  books  on  fuels  and  on  boilers, 
■  in  engineer's  "  pocket  books  "  and  in  reports  and  publications 
of  the  geological  surveys  of  the  United  States  and  of  various 
states.  In  consulting  such  references  it  is  necessary  to  bear  in 
mind  that  ultimate  analyses  are  sometimes  incorrectly  made  on 
the  basis  of  coal  "  as  received,"  i.e.,  on  wet  coal.  In  such  cases 
the  percentages  of  H  and  0  include  the  hydrogen  and  oxygen 
of  the  moisture. 

TABLE  XV, —  ULTIMATE  ANALYSES  OF  COALS. 


Per  Lb.  o(  Dry  Comtiutible. 

c 

H 

0 

N 

Anttaacite 

91-98 
90.S 

70-78 
61 

'-3-5 

S 
6 

■ts 

3-4.8 

lo-is 
33 

I 

Semibituminous 

0.9-1.8 

0.6-1.3 
0.4-3 

(c)   The  proximate  analysis  divides  the  fuel  roughly  into  the 
several  parts  which  have  already  been  described  in  Section  225> 
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as  Moisture,  Volatile  Matter,  Fixed  Carbon,  and  Ash.  While 
this  analysis  is  less  exhaustive  than  an  ultimate  analysis,  it  ha& 
two  marked  advantages  over  the  latter:  (i)  It  is  easily  made 
by  the  engineer  and  involves  the  use  of  very  simple  apparatus; 
and  (2)  it  indicates,  in  a  general  way,  the  behavior  which  may 
be  expected  of  the  coal  during  utilization  as  fuel. 

(d)  Proximate  analyses  are  given  both  on  the  basis  of  "dry 
coal  "  and  coal  "  as  received."  For  purposes  of  comparison 
with  other  fuels,  the  dry-coal  basis  is  the  better  because  the 
conditions  of  storage  and  transportation  may  materially  change 
the  moisture  content.  It  would  be  obviously  unfair,  for  instance, 
to  chai^  against  a  coal,  in  comparison  with  others,  the  fact  that 
it  had  been  rained  on,  or  had  been  stored  under  water.  On  the 
other  hand,  when  coal  is  being  purchased  by  weight,  it  is  as  ob- 
viously unfair  to  pay  for  water  at  the  price  of  coal,  and  there- 
fore for  this  and  similar  purposes  analyses  should  be  on  a  basis 
of  coal  "as  received,"  or  else,  in  addition  to  the  proximate 
analysis  of  dry  coal,  there  should  be  a  statement  of  moisture 
content. 

(e)  Table  XIII  gives  the  approximate  range  of > percentages 
of  fixed  carbon  and  volatile  in  the  combustible  of  the  different 
kinds  of  coal.  The  proximate  analyses  of  "  dry  coals  "  may  be 
obtained  by  introducing  average  ash  contents  and  altering  the 
percentages  accordingly.  Proximate  analyses  of  coal  from 
different  localities  may  be  found  in  the  books  and  reports  to 
which  reference  has  already  been  made. 

(f)  It  will  be  shown  in  later  chapters  that  such  data  as  are 
given  by  the  ultimate  analysis  can  be  used  for  calculating  the 
calorific  value,  and  that  they  are  also  needed  for  computing 
losses  occurring  in  furnaces  and  boilers.  For  these  reasons  ulti- 
mate analyses  are  often  desired,  even  though  their  actual  deter- 
mination is  outside  the  engineer's  field.  It  has  been  shown  by 
Professor  L.  S.  Marks*  that,  in  the  case  of  most  coals  occurring 
in  the  United  States,  the  ultimate  analysis  can  be  approximated 
from  the  proximate  analysis  with  sufficient  accuracy  for  deter- 
mining the  distribution  of  boiler  and  furnace  losses  and  for  general 
engineering  work.  The  results  which  Professor  Marks  gave  by 
curves  have  been  put  into  the  form  of  equations  by  Professor 

•  Power,  vol.  19,  p.  918,  Dec.,  1908. 
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H.  Diederichs,    Only  the  principal  ones  of  these  equations  will 
be  given  here,*  -■,   ,-.  ^    ,  ,.r   .'. 

Letting  V  represent  the  weight-percentage  ^of  volatile  matter 
in  the  combustible,  then  the  approximate  weight-pen^ntages  of 
hydrogen  {H),  of  volatile  carbon  (Q,  and  of  nitrogen  (N)  are 
respectively 

^-''(t^-o-3) (3=9) 

C  =  0.02  V^         )  for  anthracite  and  |  ,      . 

or          =o.f)(V'— /o)  S  semianthracite.       |      •     -     -     ■  \330) 

C  =  o.q(V  —  14)  for  bituminous  and  semibituminous  (331) 

C  =  O.Q  [V  -  18)  for  lignites.     .  ■ (332) 

N  =  o.oy  V  for  anthracite  and  semianthracite.     ,     .  {333) 

N  =  2.IO  —  O.OI2  V  for  bituminous  and  lignite.  .     .  (334) 

The  occurrence  of  oxygen  and  sulphur  is  apparently  more  or 
less  accidental  in  character,  showing  no  uniformity,  and  is  not 
expressible  by  equations.  The  greater  part  of  all  the  sulphur 
and  some  of  the  oxygen  will  appear  in  the  proximate  analysis 
as  volatile,  and  will  therefore  be  accounted  for  as  hydrogen  and 
carbon  in  the  use  of  these  equations. 

227.  Fuel  Values  of  Coals,  (a)  The  methods  of  determining 
the  fuel  values  of  combustible  materials  will  be  discussed  in 
detail  in  the  next  chapter;  there  are  a  few  considerations,  how- 
ever, which  it  is  necessary  to  mention  briefly  at  this  point.  It 
is  customary  to  state  the  calorific  value  of  a  material  in  terms  of 
the  B.t.u.  made  available  by  burning  one  pound.  When  a 
material  containing  uncombined  hydrogen  is  burned,  this  hy- 
drogen unites  with  the  oxygen  and  forms  superheated  water 
vapor.  If  this  vapor  passes  off  without  surrendering  its  heat, 
the  calorific  value  of  the  fuel  is  less  than  if  that  heat  is  made 
available.  Hence  the  terms  lower  heat  value  and  higher  heat  value 
are  used  to  distinguish  between  the  two  conditions  of  combustion. 
(b)  As  will  be  explained  in  Chapter  XXVIII,  the  Calorific 
Value  of  a  coal  can  be  very  roughly  determined  from  the  ulti- 
mate analysis  by  the  use  of  Dulong's  Formulas.    These  are  given 

*  For  more  complete  eTplanations,  percentages  of  accuracy,  etc.,  see  Carpenter 
and  Dicdericbs'  "  Experimental  Engineering,"  p.  507,  and  the  original  article  in 
Power  referred  to  in  the  preceding  footnote. 
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in  Section  243  as  Eqs.  (376)  and  {377)  and  are  stated  as  follows: 

Higher  B.t.u.  =  14,600  C  +  62,000  {H  -  0/8)  +  4000  S. 
Lower  B.t.u.    =  14,600  C -^52,000  {H  —  0/8)  +4000  S. 

If  for  C,  H,  0,  and  5  are  substituted  the  weights  of  these  elements 
pjer  pound  of  combustible,  the  results  will  be  B.t.u.  per  pound  of 
combustible.  If  weights  per  pound  of  dry  coal  are  used,  the 
result  will,  of  course,  be  B.t.u.  per  pound  of  dry  coal. 

As  will  be  explained  more  in  detail  in  the  next  chapter,  Du- 
long's  formulas  are  only  approximate  because  they  assume  all 
the  oxygen  originally  present  in  the  fuel  to  be  combined  with 


f  FliKlCacban  Is  tba  ComliuiUble 
Fig.  31 S. 

hydrogen,  and  because  they  take  no  account  of  the  disappear- 
ance of  heat  accompanying  the  dissociation  of  hydrocarbons 
and  similar  obscure  phenomena  occurring  during  combustion. 
For  accurate  determination  of  the  calorific  value,  some  form  of 
fuel  calorimeteT  should  be  used.  These  calorimeters  will  be  dis- 
cussed in  Section  244. 

(c)  Various  empirical  formulas  have  been  proposed  for  giving 
the  heat  value  per  pound  of  fuel  in  terms  of  the  proximate 
analysis.  These  usually  contain  "constants,"  which  are  given  in 
tables,  and  which  vary  with  the  locality  of  the  mine,  or  with  the 
ratio  of  certain  constituents,  such  as  volatile  matter  to  total  com- 
bustible.    These  formulas  will  not  be  given  in  this  brief  treatment. 

(d)  Fig.  315  gives  Mahler's  Curve*  which  shows  in  a  general 
•  Redrami  from  curve  given  in  U.  S.  Geol.  Survey  Professional  Paper  No.  48. 
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way  how  the  heat  value  per  pound  of  combustible  varies  with  the 
percentage  of  fixed  carbon  present,  and  which  also  shows  the 
range  of  percentages  of  the  fixed  carbon  in  the  different  kinds  of 
c»al  as  they  are  usually  classified.  This  curve  shows  clearly  that 
of  all  coals  the  semibitumtnous  has  the  combustible  of  the  highest 
heat  value;  and  in  connection  with  the  map  in  Fig.  314,  it  is  seen 
that  in  general  the  coals  are  of  decreasing  heat  value  the  farther 
they  are  located  from  the  main  semibituminous  bed.  It  is  also 
true,  generally,  that  the  difficulty  encountered  in  burning  a  coal 
efficiently  increases  with  the  distance  of  the  mine  from  this  same 
bed. 

(e)  Coal  when  mined  always  contains  moisture  and  often  takes 
up  more  afterward.  Moisture  is  generally  undesirable  because 
it  is  not  combustible  and  because  it  is  vaporized  and  superheated 
during  combustion,  thus  absorbing  heat  that  might  otherwise  be 
utilized.  Eastern  coals,  as  mined,  contain  from  one  to  live  per 
cent  of  moisture,  western  coals  from  three  to  fifteen  per  cent,  and 
lignites  from  ten  to  thirty  per  cent. 

(f)  Ash  not  only  decreases  the  heat  value  of  fuel,  but  it  also 
increases  the  cost  of  transportation  and  handling  of  the  coal  per 
unit  of  heat  produced,  and  in  addition  there  is  the  cost  of  its 
disposal  after  combustion.  The  presence  of  ash  also  interferes 
with  combustion,  especially  if  it  is  of  such  composition  as  to 
form  clinker.  The  percentage  of  ash  in  commercial  coals  ranges 
from  three  to  fifteen  ordinarily,  and  is  usually  greater  in  the 
smaller  sizes  than  in  the  larger. 

(g)  Sulphur,  although  combustible,  usually  makes  the  fuel  un- 
suitable for  use  under  boilers  and  for  many  other  purposes,  if 
present  in  large  quantities.  The  products  of  its  combustion 
may,  under  certain  circumstances,  form  acids  by  combining  with 
water  and  these  may  attack  the  metal  of  boilers,  etc.  The  pres- 
ence of  considerable  quantities  of  sulphur  is  supposed  to  indicate 
a  readily  fusible  ash  which  causes  trouble  in  the  boiler  furnace, 
or  in  the  "  gas  producer,"  by  the  formation  of  clinker. 

(h)  Peat,  in  its  natural  state,  is  a  poor  fuel  containing  a  laige 
percentage  of  moisture.  Its  value  is  improved  by  drying,  but  it 
is  not  yet  generally  used  when  other  cheap  fuels  can  be  obtained.* 

*  As  an  indication  of  what  may  be  expected  when  other  fuels  become  scarcer, 
sec  Bulletin  16,  U.  S.  Bureau  of  Mines,  "  The  Use  of  Peat  foi  Fuel  and  Other 
Purpose*." 
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(i)  Lignile  is  an  unsatisfactory  fuel  when  burned  in  fumatxs, 
but  recent  investigations  seem  to  indicate  that  it  may  be  of  great 
value  for  the  making  of  "  producer  gas  -'  for  which  there  is  a 
rapidly  growing  demand  for  power  purposes. 

(j)  Western  bituminous  coals  are  a  little  harder  to  bum  effi- 
ciently than  eastern  on  account  of  the  larger  proportion  of  volatile 
matter  contained.  The  higher  the  percentage  of  volatile  matter 
in  the  coal  the  more  difficult  it  is  to  burn  it  smokelessly  and 
efficiently  (see  Chapter  XXIX). 

(k)  Bituminous  coals  are  sometimes  classified  as  caking  and 
noncaking.  The  fragments  of  the  former  kind  coalesce  into  cakes 
white  burning,  which  is  desirable  in  the  making  of  coke  but  may 
interfere  with  the  supplying  of  air  for  combustion  when  the  coal  is 
burned  upon  grates. 

(1)  Cannel  coals  are  bituminous  coals  which  are  very  rich  in 
hydrocarbons  and  bum  like  a  candle,  hence  the  name.  These 
are  used  as  "  enrichers  "  in  gas  making. 

Coals  high  in  hydrocarbons  bum  with  a  long  fiame  and  are 
more  difficult  to  burn  efficiently  than  short-flame  coals. 

(m)  Semibiluminous  coals,  as  has  been  shown,  have  the  highest 
heat  value  per  pound,  and,  as  they  bum  with  a  comparatively 
^ort  Aame,  they  are  the  most  desirable  coals  for  use  in  boiler 
and  similar  furnaces. 

TABLE  XVI.  — COMMERCIAL  SIZES  OP  SOFT  COAL. 


Name. 

-^^\^. 

O^Bj^W 

^ 

Y" 

■1 

(n)  Anthracite  coal  has  an  advantage  over  the  other  classes 
in  burning  smokelessly,  and  consequently  is  in  great  demand 
where  smoke  is  not  permitted.  The  available  supply  in  the 
eastern  part  of  the  United  States  is  rapidly  diminishing  and  the 
priceis,  in  general,  higher  than  for  other  coals.  To  obtain  the  best 
results  with  anthracite  it  must  be  of  uniform  size.  As  the  price 
decreases  with  the  size,  only  the  smaller  grades,  usually  those  less 
than  }"  in  diameter,  are  used  for  power  purposes.  Table  XVII 
gives  the  usual  classification,  but  unfortunately  the  names  and 
sizes  in  some  instances  vary  with  the  locality. 
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TABLE  XVII,  — SIZES  OP  ANTHRACITE  COAL* 


Num. 

"ssas- 

SS^ 

;1 

Utt^reened 

Unscreened 

p^:::: 

Buckwheat  No,  i. 
BuckwheatNo.  2. 
Run  of  mine 

(o)  Coal  dust,  produced  in  mining  the  material,  is  almost 
always  a  waste  product.  Such  dust  is  now  successfully  used  in 
firing  rotary  kilns  and  similar  apparatus,  but  is  seldom  used  for 
ordinary  power  purposes  although  special  devices  for  burning 
it  under  boilers  and  in  producers  have  been  used  to  a  limited 
extent. 

Coal  dust  and  similar  waste,  known  collectively  as  "culm" 
may  represent  from  lo  per  cent  to  as  high  as  50  per  cent  of  all 
the  coal  recovered  from  the  mine.  It  is,  therefore,  apparent 
that  sooner  or  later  some  method  of  utilizing  this  waste  will 
have  to  be  adopted  because  of  the  decrease  in  the  available  supply 
of  coal.  Such  material  has  been  very  successfully  recovered  in 
Europe  by  forming  it  under  high  pressure  into  briquets  in  which 
such  materials  as  pitch,  resins,  wax  tailings,  starch,  and  several 
inorganic  salts  are  used  for  "  binders."  These  briquets  can 
often  be  used  more  efficiently  than  ordinary  lump  fuel,  because 
of  their  uniformity  of  size,  advantageous  shape,  and  general  good 
behavior  in  the  furnace;  hence  it  often  proves  to  be  economical 
to  purchase  briquets  at  a  slightly  higher  price  than  that  asked 
for  similar  lump  coal.f 

22S.  Coke  is  the  solid  material  left  after  driving  off  the 
volatile  part  of  coal  by  heating  with  total  or  partial  exclusion  of 
air.  Only  certain  coals  yield  coke  of  commercial  value.  Nearly 
all  of  the  coke  made  is  used  in  metallurgical  processes,  and  but 
little  as  yet  for  power  purposes. 

*  There  are  a  number  of  other  sizes,  such  as  "  stove,"  "  chestnut,"  etc.,  whidi 
need  not  be  considered  here  as  they  arc  not  commonly  used  in  heat-poivel 
engineering, 

t  For  investigations  relating  to  the  manufacture  and  utilization  of  briquets 
under  American  conditions  see  bulletins  of  the  U.  S.  Geol.  Survey  and  of  the  TI.  S. 
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Coke  contains  from  80  to  93  per  cent  of  fixed  carbon,  from  5  to 
18  per  cent  of  ash,  from  0.5  to  1.5  per  cent  of  sulptmr,  and  traces 
of  volatile.  It  is  interesting  to  note  that  the  volatile  is  not 
entirely  eliminated,  and  that,  as  all  the  ash  in  the  coal  remains  in 
the  coke,  the  percentage  of  inert  matter  present  in  the  product 
must  be  greater  than  that  in  the  original  material. 

The  calorific  value  per  pound  of  combustible  is  about  the  same 
as  for  carbon;  that  is,  it  is  in  the  neighborhood  of  14,600  B.t.u. 

229.  Wood,  (a)  As  wood  is  about  half  moisture  when  felled, 
it  must  be  dried  before  it  is  of  much  value  as  fuel.  Air-dried  wood 
generally  has  from  15  to  20  per  cent  of  moisture,  about  50  per 
cent  of  carbon,  from  J  to  2  per  cent  of  ash,  and  the  rest  is 
volatile  matter,  largely  inert.  The  heat  value  per  pound  of  dry  ■ 
material  is  from  6600  to  9800  B.t.u. 

When  other  cheap  fuel  is  available  wood  is  not  generally  used 
for  power  production,  However,  refuse  from  sawmills  and  other 
wood-working  factories  may  be  profitably  utilized. 

(b)  Charcoal  is  made  from  wood  in  much  the  same  manner 
that  coke  is  made  from  coal.  It  is  ordinarily  used  in  power 
plants  only  when  it  is  the  by-product  of  some  local  process,  such 
as  the  manufacture  of  turpentine  or  wood  alcohol.  It  may  con- 
tain from  80  to  97  per  cent  of  carbon,  depending  on  the  tempera- 
ture and  treatment  used  in  carbonizing  it. 

230.  Municipal  and  Industrial  Waste.  In  cities  and  indus- 
trial centers  there  is  a  constant  accumulation  of  combustible 
waste  and  in  some  cases  this  material  is  burned  directly  as  fuel, 
or  it  is  gasified  in  suitable  apparatus  and  the  resultant  combustible 
gas  used  as  fuel.  Installations  of  this  character  are  still  rare  but 
are  of  growing  commercial  importance. 

isi.  Natural  Oil  and  Its  Products,  (a)  Petroleum,  or  Crude 
Oil,  has  come  into  extensive  use  as  fuel  in  the  last  twenty-five 
years.  It  is  a  more  or  less  viscous,  dark  brown  or  greenish 
colored  liquid  occurring  in  natural  reservoirs  in  the  earth's  crust. 
These  reservoirs  may  be  subterranean  pockets,  but  are,  in  general, 
oil-saturated  strata  buried  beneath  other  strata  which  are  prac- 
tically impervious  to  petroleum. 

(b)  Petroleum  in  its  crude  form  generally  has  a  specific  gravity 
between  0.82  and  0.92,     It  is  a  mixture  of  various  hydrocarbons 


L.i,-. c..-cX'OOg[Q 


468  BEAT-POWER  ENGINEERING 

which  are  liquid  at  ordinary  temperatures  and  pressures,  and 
which  hold  in  solution  numbers  of  other  hydrocarbons  which 
otherwise  would  be -gaseous  or  solid  under  existing  conditions. 
In  general,  oils  from  one  field  are  composed  of  the  same  hydro- 
carbons in  about  the  same  proportions,  but  each  field  has  its  own 
characteristic  composition.  American  crude  oils  have  from  82 
to  87  per  cent  of  carbon,  from  12  to  15  per  cent  of  hydrogen,  and 
from  o  to  4  per  cent  of  oxygen  in  their  composition.  The  lower 
heat  value  per  pound  of  crude  petroleum  varies  from  18,000  to 
22,000  B.t.u. 

(c)  Many  of  the  more  highly  inflammable  volatile  components 
tend  to  distill  off  when  the  oil  is  brought  to  the  earth's  surface 
and  is  exposed  to  atmospheric  conditions.  These  volatiles,  some 
of  which  boil  at  temperatures  as  low  as  80°  F.,  are  usually  dis- 
tilled ofT  progressively  in  a  refinery.  The  distillation  products 
most  commonly  used  as  fuels  are  naphtha,  gasoline,  kerosene,  and 

.distillate,  given  in  order  of  decreasing  inflammability  and  increas- 
ing density  and  distillation  temperature.  The  greater  part  of  the 
remainder  can  be  sold  as  "  fuel  oil." 

(d)  Gasoline  is  the  name  given  to  the  group  of  hydrocarbons 
which  distill  off  at  temperatures  between  150  and  300°  F.  Gaso- 
lines of  various  specific  gravities  are  obtained  by  fractionating 
the  material  obtained  between  these  temperatures,  the  lower 
gravities  corresponding  to  the  lower  temperatures.  The  com- 
monest grades  range  from  74  to  64  degrees  gasoline  as  measured 
by  a  Baum^  hydrometer.  The  corresponding  specific  gravities 
are  0.686  and  0.722.  The  relative  proportions  of  carbon  and 
hydrogen  in  gasolines  are  roughly  85  per  cent  and  15  per  cent, 
and  the  lower  calorific  value  is  about  19,200  B.t.u.  per  pound. 
The  flash  point  of  gasoline,  that  is,  the  temperature  at  which 
readily  inflammable  vapors  are  given  off  from  an  exposed  surface, 
is  generally  well  below  70°  F. 

(e)  Kerosene  is  the  name  of  the  next  important  group  of 
hydrocarbons  which  distill  over  after  the  gasolines.  Their 
specific  gravity  is  from  0.78  to  0.82  and  the  flash  point  is  from 
70°  to  about  150°  F.  for  the  different  grades.  The  B.t.u.  per 
pound  of  kerosene  is  about  18,500  lower  value. 

(f )  Fuel  Oil,  having  little  highly  volatile  matter,  can  be  handled 
without  danger  and,  being  very  cheap,  is  quite  widely  used  under 
boilers  and  in  furnaces.     The  lower  calorific  value  per  pound  is 
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ertremely  variable,  but  may  be  taken  roughly  at  l8,OCX)  B.t.u. 
per  pound. 

(g)  The  higher  calorific  value  of  U.  S.  petroleum  and  its  dis- 
tillates, ranging  from  crude  oil  to  gasoline,  varies  quite  regularly 
with  the  specific  gravity  of  the  material,  and  is  expressed  ap- 
proximately by  the  following  formula,*  which  may  be  assumed 
correct  within  2  per  cent, 

B.t,u.  per  pound  =  18,650  +  40  (5  —  10),  .  .  (335) 
in  which  B  =  degrees  on  the  Baum^  hydrometer.  Since  the 
Baum£  scale  increases  as  the  density  of  the  material  becomes 
less,  this  formula  indicates  that  the  lighter  distillates  have 
greater  heat  values  than  the  heavier  ones,  when  figured  on  a 
weight  basis.  The  reverse  is  true  for  heat  value  per  gallon,  a 
unit  commonly  used  with  liquid  fuels;  hence  a  barrel  of  light 
petroleum  distillates  of  any  kind  will,  in  general,  have  less  heat 
value  than  a  barrel  of  heavier  distillates  or  of  the  original  oil 
free  from  water. 

232.  Alcohol,  (a)  Both  Methyl  ("  Wood ")  and  Ethyl 
("  Grain  ")  alcohol  are  used  as  fuel  to  a  limited  extent.  Methyl 
alcohol  (CHaO)  is  poisonous  and  is  produced  during  the  dry  dis- 
tillation of  wood.  Ethyl  alcohol  (Ciff«0)  is  made,  by  a  fermen- 
tation and  distillation  process,  from  grain,  fruit,  or  vegetable 
matter  containing  starch  or  sugar. 

(b)  The  material  known  as  Denatured  Alcohol  consists  of  ethyl 
alcohol  with  the  addition  of  from  i  to  10  per  cent  of  Methyl 
alcohol  and  other  substances  which  prevent  its  use  in  beverages 
and  give  it  an  unpleasant  odor.  Commercial  alcohol  generally 
also  contains  ro  per  cent  or  more  of  water  by  volume. 

Denatured  alcohol  has  many  theoretical  and  practical  advan- 
tages over  gasoline  as  a  fuel  for  certain  purposes,  but  at  present 
its  relative  cost,  in  this  country  at  least,  is  so  great  as  to  prevent 
its  extensive  use. 

(c)  The  higher  calorific  value  of  Absolute  Ethyl  alcohol  (i.e. 
containing  no  water)  is  about  13.000  B.t.u. /lb.;  the  lower  value 
is  about  12,000  B.t.u./tb.  The  heat  value  of  "  Commercial  " 
alcohol,  containing  about  10  per  cent  of  water,  by  volume,  varies 
with  the  materials  used  in  denaturizing.  The  lower  heat  value 
is  generally  near  10,500  B.t.u. /lb. 

•  H.  C.  Sherman  and  .\.  H,  Kropff,  Jour.  Am.  Chem.  Soc.,  Oct.,  1908. 
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333.  Natural  Gas.  (a)  This  material  is  found  in  various 
places,  but  particularly  in  certain  regions  of  the  United  States, 
either  escaping  through  cracks  and  faults  in  the  earth's  crust, 
or  held  at  high  pressure  in  huge  underground  reservoirs  which 
may  be  tapped  by  drilling  wells  similar  to  those  used  for  ob- 
taining oil;  in  fact,  most  oil  wells  yield  a  certain  amount  of 
natural  gas. 

(b)  Natural  gas  is  a  mixture  of  combustible  and  incombustible 
gases,  the  latter  generally  occurring  in  very  small  quantities. 
The  proportions  and  even  the  constituents  of  the  gas  are  seldom 
the  same  in  different  districts  and  occasionally  vary  unaccount- 
ably even  in  the  same  well. 

The  principal  combustible  constituents  are  Methane  (CHt),  and 
Hydrogen  ( Ht) .  The  former  generally  occurs  in  far  greater  pro- 
portion than  the  latter.  The  other  combustible  gases  which 
usually  occur  in  very  small  proportions  are  Carbon  Monoxide, 
(CO),  sulphur  compounds  such  as  Hydrogen  Sulphide  {HtS),  and 
certain  hydrocarbon  gases,  such  as  Ethylene  {dH^,  and  others. 

The  principal  incombustible  constituents  are  generally  smE^l 
proportions  of  Carbon  Dioxide  (COj),  Nitrogen  (JVi),  and  Oxy- 
gen {Oii,  if  this  latter  may  be  considered  an  incombustible. 

(c)  Natural  gas  is  an  ideal  form  of  fuel  for  many  industrial 
purposes,  and  is  readily  piped  distances  of  one  hundred  miles  and 
more  for  use  in  industrial  centers  far  from  a  natural  supply. 
Unfortunately  many  of  the  wells  are  becoming  exhausted  and 
the  price  is  rising  in  proportion. 

TABLE  XVIII.'  — TYPICAL  ANALYSES  OF  NATURAL  GAS. 
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Table  XVIII  gives  some  typical  analyses  of  natural  gas  from 
several  different  districts.  The  lower  calorific  value  generally 
varies  from  about  950  to  1000  B.t.u.  per  cubic  foot. 

334.  Artificial  Gases,  (a)  The  principal  artificial  gases  are 
made  from  coal  or  crude  oil,  but  there  are  also  many  processes 
for  producing  combustible  gases  from  vegetable  and  animal  by- 
products and  wastes.  Many  of  the  latter  are  successful  in  iso- 
lated cases  but  they  are  not  yet  of  great  commercial  importance. 

(b)  Most  of  the  artificial  gases  are  made  either  by  destructive 
distillation,  by  partial  combustion,  by  chemical  decomposition, 
or  by  various  combinations  of  these  processes. 

Destructive  distillation  occurs  when  the  gas-making  material 
is  heated  in  a  chamber  from  which  air  is  more  or  less  perfectly 
excluded.  Illustrations  of  gases  made  by  this  process  are 
"  Illuminating,"  "  Retort,"  or  "  Town  Gas,"  used  for  illumi- 
nation, and  gas  made  in  "By-product"  or  "Retort  Coke 
Ovens  "  used  for  illumination  and  power. 

"  Producer  Gases  "  are  the  best  examples  of  those  which  in 
theory  are  made  by  a  process  of  incomplete  combustion.  Practi- 
cally this  is  always  more  or  less  combined  with  chemical  de- 
composition. These  gases  have  become  so  important  of  late 
in  connection  with  the  internal  combustion  engine  that  they 
will  be  discussed  later  in  a  separate  chapter. 

(c)  The  use  of  artificial  gases  as  fuel  in  internal  combustion 
engines  results  generally  in  a  greater  output  of  available  energy 
than  would  the  use  of  the  solid  fuels,  from  which  the  gases  are 
made,  in  other  heat-power  apparatus;  hence  these  gases  may  be 
expected  to  become  more  and  more  important  with  the  depletion 
of  the  natural  stores  of  fuel  and  with  the  growth  of  the  spirit  of 
conservation  of  the  earth's  r 
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CHAPTER  XXVIII. 
COMBUSTION. 

235.  Definitions,  (a)  To  the  engineer  Combustion  means  the 
chemical  combination  of  certain  elements  with  oxygen  at  such  a 
rate  aa  to  cause  an  appreciable  rise  of  temperature. 

Practically  all  chemical  reactions  are  accompanied  by  libera- 
tion or  absorption  of  heat.  When  heat  is  liberated  the  reaction 
is  called  exothermic;  when  heat  is  absorbed  the  reaction  is 
called  endothermic. 

(b)  During  these  reactions,  with  other  conditions  constant, 
(i)  the  amount  of  heat  energy  liberated  or  absorbed  is  independ- 
ent of  the  time  occupied;  and  (2)  for  any  material  taking  part 
in  the  reaction,  the  heat  change  is  directly  proportional  to  the 
mass  of  that  material. 

(c)  Materials  which  can  be  caused  to  unite  with  oxygen  to 
produce  heat  are  known  as  Combustibles.  For  engineering  pur- 
poses they  are  limited  to  Carbon  and  Hydrogen;  these,  either 
pure  or.  in  various  combinations,  constitute  practically  the  entire 
stock  of  available  combustibles,  although  a  trace  of  sulphur 
usually  appears  as  an  impurity. 

(d)  In  heat-power  engineering  the  object  of  combustion  is 
either  the  production  of  heat  directly,  or  the  formation  of  a  more 
suitable  kind  of  combustible,  such  as  gas  or  a>ke,  from  the 
original  material. 

Useful  combustion  data  are  given  in  Table  XIX.  In  it  the 
values  of  specific  densities  and  volumes  are  given  for  an  average 
atmospheric  temperature  of  62°  F.  as  well  as  for  32°  F. 

236.  Conibu8tio&  of  Carbon,  (a)  Carbon  is  the  principal  com- 
bustible in  nearly  all  engineering  fuels.  This  element  combines 
with  oxygen  to  form  two  oxides,  —  Carbon  monoxide  (CO),  and 
Carbon  dioxide  (COi).  If  CO  is  formed,  the  combustion  is  said 
to  be  "  incomplete  " ;  if  COt  is  formed,  it  is  said  to  be  "  complete  " 
or  "  perfect." 
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.  (b)  The  reactions  occurring  during  combustion  may  be  ex- 
pressed by  chemical  equations,  the  symbols  used  standing  for 
definite  proportions  by  mass  or  weight.  For  engineering  pur- 
poses the  atomic  weight  of  Carbon  may  be  taken  as  12,  that  of 
Nitrogen  as  14,  and  that  of  Oxygen  as  16. 

(c)  When  carbon  and  oxygen  combine  to  form  Carbon  Dioxide 
the  reaction  is  expressed  by 

C-\-0i  =  C0i; (336) 

the  weights  combined  are 

12  of  C  +  (2  X  16)  of  0  =  44  of  COt, 
and  dividing  this  by  12  gives 

1  of  C  +  2|  of  0  =  3|  of  CO,.  .  .  .  (337) 
Thus  if  1  pound  of  carbon  unites  with  2§  pounds  of  0  the  result 
is  3§  pounds  of  C0%.  It  is  also  found  that  keat  equal  to  about 
14,600  B.t.u.  is  liberated  per  pound  of  carbon  when  this  reaction 
occurs. 

(d)  When  carbon  is  burned  to  Carbon  Monoxide,  the  reaction 
is  expressed  by 

2C  +  0,  =  2C0;.- {338) 

the  weights  combined  are 

(2  X  12)  of  C  +  (2  X  16)  of  0  =  56  of  CO, 
and  dividing  this  by  24  gives 

1  of  C  +  li  of  0  =  2S  of  CO.  .  .  .  (339) 
The  heat  liberated  is,  in  this  case,  about  4500  B.t.u.  per  pound 
of  carbon. 

(e)  The  gaseous  CO  formed  as  above  can  be  burned  to  COy. 
The  reaction  is 

2  CO  +  Oi  =  2  COi," (340) 

the  weights  combined  are 

i2X(i2  +  i6)i  of  CO  +  {2X16)  of  0  =  88  of  CO,, 
and  dividing  this  by  24  gives  '"'  ■.,  ■ 

2\  of  CO  +  li  of  0  =  3I  of  COt.  .  .  .  (341) 
Thus  the  2§  pounds  of  CO,  which  would  result  from  the  com- 
bination of  1  pound  of  carbon  as  in  Eq.  {339),  would  combine 
with  1}  pounds  of  0  to  form  3}  pounds  of  COt- 

This  reaction  is  accompanied  by  the  liberation  of  heat  equal  to 
about  10,100  B.t.u.  per  pound  of  carbon.    Therefore  the  heat 
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liberated  per  pound  of  carbon  monoxide  gas  must  be  10100/2J  = 
4300  B.t.u. 

The  specific  volume  of  CO  is  12.81  cu.  ft.  at  32°  F.  and  14.7 
,  pounds  pressurt.  Hence  the  heat  liberated  per  cu.  ft.  of  CO  under 
these  conditions  is  4300  +  12.81  =  335  B.t.u.  As  CO  is  a  con- 
stituent of  many  commercial  fuel  gases  and  as  these  are  usually 
measured  volumetrically  instead  of  gravimetrically,  this  value 
is  convenient  for  determining  the  heat  available  due  to  the  CO 
present. 

(f)  Equations  expressing  both  the  reaction  and  the  libera- 
tion of  heat  per  pound  of  material*  may  be  written  as  follows: 

C  +  0t  =  C0i  +  (14,600  B.t.u.  per  pound  O     .     .     (342) 
2  C  +  a.  =  2  CO  +  (4500  B.t.u.  per  pound  Q      .    .    (343) 

2LU  +  Ut       2  cut  +  ^^^  f^^^^  B^  y    p^^  p^y^^j  (.Qj       (^^j 

Noting  that  4500  +  10,100  =  14,600,  it  is  evident  from  these 
equations  that  when  carbon  is  burned  to  COj,  the  ultimate 
results  are  the  same  whether  the  process  takes  place  in  one  or 
in  two  steps. 

Further,  if  part  of  the  pound  of  carbon  (say  C,  pounds)  is 
burned  to  COt  and  the  rest  (C„  pounds)  to  CO,  the  heat  liberated 
is 

B.t.u.  =  14,600  Ci +4500  C,.      .     .     .     (346) 

(g)  If  heat  is  the  object  of  combustion,  the  carbon  should  of 
course  be  burned  to  carbon  dioxide  rather  than  to  carbon  mon- 
oxide. If  CO  is  formed  instead  of  COt,  the  proportion  of  the  heat 
lost  is  (10,100/14,600)  =  .69  +,  or  about  70  per  cent.  If,  how- 
ever, the  CO  is  burned  later,  the  rest  of  the  heat  may  be  recovered, 

•  As  will  be  seen  later,  it  is  sometimes  more  convenient  to  modify  Equation  (342) 
10  tliat  the  heat  quantity  as  well  as  symbol  C  will  correspond  to  1 1  lbs.  of  catbon 
(the  pounds  being  taken  as  numeiically  equal  to  the  molecular  weight  of  C  involved). 
The  equation  then  becomes 

C  +  0,-COi  + 175,200 <34sa) 

iritere  175,300  ■■  la  X  14.600. 

Similarty,  for  the  14  lbs.  of  carbon  represented  by  1  C  and  by  i  CO,  Eqs.  {343) 
uid  {344)  become 

»  C  +  O,  -  a  CO  +  108,000 (343a) 

and  2  CO  +  0,  -  i  CO,  +  243,400 (344a) 

in  which  108,000  —  24  x  4500,  and  242400  —  J4  X  10,100. 
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When  there  is  less  than  enough  oxygen  to  bum  the  carbon  to 
carbon  dioxide,  both  COt  and  CO  will  be  formed  and  the  relative 
amounts  of  each  can  be  determined  in  the  following  manner: 
Assume  first  that  there  is  1  per  cent  deficiency  in  the  oxygen 
supply  needed  to  form  COt  and  that  in  consequence  99  per  rant 
of  the  carbon  is  burned  to  COt  and  1  per  cent  remains  C;  then 
assume  that  this  1  per  cent  of  C  combines  with  some  of  the  COt 
according  to  the  equation  C  +  COt  =  2  CO;  thus  it  is  seen  that 
there  is  finally  2  per  cent  of  the  carbon  present  in  CO  and  98  per 
cent  in  COt*  In  general,  then,  if  there  is  y  per  cent  deficiency 
of  oxygen  there  will  be  2y  per  cent  of  the  carbon  bumed  to 
carbon  monoxide  instead  of  to  COt.  Hence  from  the  preceding 
paragraph  it  follows  that  with  y  per  cent  deficiency  of  oxygen 
there  is  (2  X  .7)  y  per  cent,  or  1.4  y  per  cent  less  heat  developed 
than  if  all  the  carbon  were  bumed  to  COt.  The  great  importance 
of  having  a  sufficient  supply  of  oxygen  is  thus  apparent. 

The  discussion  in  the  preceding  paragraph  presupposes  that 
the  oxygen  supply  is  at  least  sufficient  to  bum  all  the  carbon  to 
CO,  —  that  is,  that  the  deficiency  is  not  more  than  50  per  cent 
on  a  basis  of  combustion  to  COt-  Should  y  be  greater  than  50 
per  cent,  some  of  the  carbon  will  not  be  bumed  at  all.  The  per- 
centage not  affected  will  be  2  (y  —  50), 

(h)  It  is  sometimes  possible  to  reverse  chemical  reactions, — 
in  the  present  case,  for  instance,  to  break  up  one  of  the  oxides 
into  the  original  elements.  When  this  is  done  the  same  amount 
of  heat  will  be  absorbed  during  the  decomposition  as  was  origi- 
nally liberated  during  combination. 

Thus,  if  it  is  possible  to  break  up  the  quantity  of  COt  con- 
taining a  pound  of  carbon  into  the  elements  C  and  O,  it  will 
require  an  expenditure  of  14,600  B.t.u.  Similarly,  it  will  require 
10,100  B.t.u.  to  reduce  to  the  monoxide  CO  an  amount  of  COt 
containing  one  pound  of  carbon,  and  4500  B.t.u.  per  pound  of 
carbon  will  b(,.,ynsumed  in  separating  CO  into  its  elements. 

337.  Weights  of  Oxygen  and  Air  Necessary  for  Combustion 
of  Carbon.  It  was  shown  that  for  each  pound  of  carbon  burned 
to  COt  there  are  required  2J  pounds  of  oxygen,  or  i^  pound  of 

*  These  statements  should  be  limited  to  take  account  of  certain  "  equilibrium  " 
conditions  which  will  be  discussed  in  a  later  chapter.  For  the  present  puipose, 
however,  they  are  sufficiently  exact. 
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O  if  CO  is  formed.  If,  as  before,  G  and  C,  are  the  weights  of 
carbon  burned  respectively  to  COt  and  to  CO,  then  the  number 
of  p>ounds  of  oxygen  used  are 

Pounds  of  0  =  2S  C.  4-  li  Cv      ...     (347) 


TABLE 

XX.- 

-  PROPERTIES  OP  AIR 

ReU^^P^ 

R«to<.Air 

Ratio  a(W 
WO. 

Sp«.Wl. 

Spec,  Vol. 

ElBCt. 

Approi. 

BiMt. 

Approi. 

Eiact. 

App™, 

ja' 

fia* 

3a- 

6a- 

wJfc 

4.J« 

t.tt 

3.17 

37B 

3  31 

3-76 

0.081WJ 

oorto. 

la.JO 

13.14 

Specific  H«iu. 

0-0. ajg      1   C.-o.itv 

Since,  in  ordinary  engineering  work,  pure  oxygen  cannot,  in 
general,  be  conveniently  obtained,  it  is  customary  to  utilize  the 
oxygen  of  the  atmosphere.  Table  XX  shows  that  air  is  composed 
by  weight  of  about  33  parts  of  oxygen  and  77  of  nitrt^en;*  thus 
the  ratio  of  air  to  the  oxj^n  it  contains  is  about  100/23  =  4-35' 
and  of  nitrogen  to  oxygen  is  about  77/23  =  3.35.  Hence,  for  each 
pound  of  oxygen  supplied  there  must  be  used  4.35  pounds  of  air 
containing  3.35  pounds  of  inert  nJtrc^en,  An  equation  for 
finding  the  weight  of  air  required  to  burn  C,  pounds  of  carbon 
to  COt  and  C,  pounds  to  CO  can  therefore  be  found  by  multi- 
plying both  sides  of  Eq.  (347)  by  4.35.  This  gives  (approxi- 
mately) f 

Pounds  of  Air  =  1 1 .6  C,  +  5.8  C,.  .     .     .    (348) 

238.  Volumes  of  Gases  Involved  in  Combustion  of  Carbon. 

(a)  The  combustion  formulas,  like  other  chemical  formulas 
involving  gases,  can  be  read  in  terms  of  molecules  and  of  volumes 
as  well  as  in  terms  of  weights.     Thus 

2  C  +  0,  =  2  CO 


may  be  read,  "  two  atoms  of  carbon  unite  with  or 
oxygen  to  form  two  molecules  of  carbon  monoxide." 


;  molecule  of 
But  accord- 


*  This  is  the  commcm  engmeering  assumption,  .\uuospheric  air  always 
amtains  carbon  dioxide  and  water  vapor  as  well  as  a  few  rare  gases  such  as  argon. 

t  Tbe  quantity  11. 6  (often  taken  as  13),  representing  the  weight  of  air  required 
for  complete  combustjon  of  one  pound  of  C,  will  be  frequently  used  by  the  student 
hereafter;   hence  it  should  be  remembered.    . 
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ing  to  Avogadro's  law  the  same  number  of  molecules  are  con- 
tained in  equal  volumes  of  all  the  different  gases  when  at  the 
same  temperature  and  pressure.  Therefore,  since  every  molecule 
of  oxygen  in  a  given  volume  of  gas  is  capable  of  yielding  two 
molecules  of  carbon  monoxide,  it  follows  that  one  volume  of 
oxygen  will  yield  two  volumes  of  CO,  both  being  measured  at  the 
same  temperature  and  pressure. 
Similarly  the  equation 

C  +  0i=-C0t 
shows  that  one  volume  of  oxygen  yields  one  volume  of  carbon 
dioxide;   and  the  equation 

2  CO  +  Oi  =  2  COt 
shows  that  two  volumes  of  carbon  monoxide  combine  with  one 
volume  of  oxygen  to  form  only  two  volumes  of  carbon  dioxide. 

(b)  In  the  first  case  cited  there  was  an  increase  of  gas  volume, 
in  the  second  there  was  no  change,  and  in  the  third  there  was  a 
diminution.  If  the  gases  app>ear  in  terms  of  molecules  (Oj,  Nt, 
Hi,  CO,  etc.)  in  the  chemical  equations,  the  coefficients  of  the 
molecule  symbols  represent  relative  volumes. 

(c)  Since  air  is  composed  of  about  2i  parts  of  oxygen  and 
79  parts  of  nitrogen  by  volume,  every  volume  of  atmospheric 

oxygen  will  carry  with  it—  =  3.76  volumes  of  nitrogen. 

When  air  is  used  to  support  combustion  the  nitrogen  takes  no 
chemical  part  in  the  reactions  considered  but  simply  mixes  with 
the  products  of  the  combustion  and  is  known  as  a  diluent.^ 

A  simple  relation  can  now  be  shown:  Since  the  volume  of 
COi  formed  by  combustion  of  carbon  equals  the  volume  of  the 
oxygen  used  in  the  process  and  since  oxygen  forms  21  parts  of 
air  by  volume,  it  follows  that  with  "  complete  "  combustion  the 
products  will  consist  of  2i  parts  COi  and  79  parts  N  by  volume 
when  not  diluted  by  the  presence  of  excess  air. 

(d)  Then  if  the  carbon  is  burned  in  air  and  if  analysis  of  the 
"  flue  "  gas  shows  that  the  volume  of  CO^  is  less  than  21  per  cent, 
it  follows  that  either  (1)  there  is  more  air  present  than  is  required 
for  complete  combustion,  the  excess  acting  as  a  diluent,  or  (2) 
that  there  is  a  deficiency  of  air,  with  the  result  that  only  a  part 

*  Under  some  conditions  part  of  the  nitrogen  bums  to  an  oxide,  but  the  quantity 
thus  coDSumed  is  small  in  all  the  ordinary  engineering  processes. 


.jCoogIc 


COMBVSTIOfI 


479 


of  the  carbon  is  burned  to  COt,  the  rest  appearing  in  CO.  If  the 
percentage  of  COt  is  less  than  21  and  no  CO  is  found  in  the  flue 
gas  it  indicates  that  there  is  excess  air;  and  if  CO  is  present 
there  is  a  deficiency.* 

(e)  The  percentage  of  COi  by  volume  in  the  flue  gas  mixture 
can  be  computed  for  any  condition  of  combustion,  by  using  the 
following  formula, 

r,  (■  ^n   L  I  vol.  of  COi 

Per  cent  of  CO^  by  vol.  =  ,^,,1  .,„,   „f  _„  X  100 


w\ 


total  vol.  of  gas 


in  which  w  =  weight  of  COt  present  in  the  mixture, 

Wi,  ws,  etc.  =  weights  of  the  other  gases  present, 

V  =  specific  volume  of  CO*, 
V|,  Vj,  etc.  =  specific  volumes  of  the  other  gases. 
The  specific  volumes  of  gases  are  given  in  Table  XIX. 
(f)    If  an  excess  of  air  is  supplied,  say  x  per  cent  more  than  is 
required  for  perfect  combustion,  the  maximum  per  cent  of  COt 
by  volume  which  could  be  present  in  the  flue  gas  can  be  computed 
in  the  following  manner,  based  on  the  combustion  of  one  pound 
of  carbon.    In  this  case  the  combustion  of  the  pound  of  carbon 
will  result  in  3J  pounds  of  COt',  it  will  theoretically  require  11.6 
pounds  of  air;  there  will  be  0.77  X  11.6  =  8,9  pounds  of  nitrogen 
accompanying  the  oxygen  used  for  combustion;   and  there  will 

be  1 1 1 .6  X  —  I  pounds  of  excess  air.    The  following  table  gives  the 

weights  (w)  of  gas  present  per  pound  of  C  burned  to  COt,  their 
specific  volumes  (V)  at  62°  F.,  and  the  products  of  these  quan- 
tities (wV). 

TABLE  XXI.  —  FLUE  GAS  CONSTANTS. 


Gu. 

•  ^ 

.      '" 

bV 

CO, 

j!  " 

8,6,'- 

s.-s" 

85 

.3.60 

IJI.O 

Air 

II  6.t 

13  14 

1.511 

should  be  limited  to  take  account  of  certain  "  equiUbrium  " 
I  a  later  chapter.    For  the  present  purpose,  however,  they 
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S(«>V) 
Then  from  Eq. 

=  3:.6+I2 
-  153(1  + 

(349) 

1.0+1.52*  = 
;^),approx. 

152-6  + 

.52^ 

Per  cent  CO 

by  vol. 

''"        ,X 

100,  approx.. 

(■+4) 


153 

which  gives  the  proportion  of  COt  in  the  flue  gas. 

(g)  Again,  since  the  per  cent  of  COt  by  volume  decreases 
directly  as  the  quantity  of  total  air  is  increased,  it  is  evident  from 
(c)  that 

Per  cent  COt  by  volume  =  21  -^  (l  +  x/ioo),     .     (351) 

in  which  x,  as  before,  represents  percentage  of  excess  air.  Sim- 
plifying Eq.  (350)  results  in  the  same  equation  (approximately). 
The  relation  of  the  COt  to  a:  is  shown  in  Fig.  316  by  the  curve  to 
the  right  of  oO. 
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(h)  The  expression  (l+x/ioo)  is  known  as  the  excess 
Goeffident  X.  In  words,  —  the  excess  coefficient  is  the  number 
by  which  the  theoretical  amount  of  oxygen,  or  siir,  required  must 
be  multiplied  to  find  that  actually  supplied. 

If  the  COt  percentage  is  known,  and  if  the  combustion  is 
complete  (and  only  in  that  case)  the  per  cent  of  excess  air  x, 
can  be  found  from  Eq.  (351).     Thus 

'-{t.rcLcor')"^ <'5"' 

(i)   For  the  case  of  complete  combustion,  the  percentage  of 
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J  air  can  also  be  found  when  both  the  total  volume  {N)  of 
nitrogen  and  the  volume  (O,)  of  that  part  of  the  oxygen  which 
remains  free  after  combustion  are  known.  The  volume  of 
nitrogen  accompanying  the  excess  oxygen  is  79/21  X  0*  =  3.76  0„ 
and  that  corresponding  to  the  oxygen  used  in  combustion  is 
N  —  3.76  Ox.  Hence,  since  the  nitrc^en  undergoes  no  chaise, 
the  percentage  of  excess  air  is 

X  =ioi}  (3.76  0.)  -i-{N-  3.76  0.).      .     .     (353) 
and  the  excess  coefficient  is 

V- 3.76  0.-  ■  ■  •  *354) 
(j)  In  some  cases  it  is  possible  to  have  incomplete  combustion 
of  part  of  the  carbon  although  sufficient  air  is  present,  since  the 
air  may  not  be  properly  distributed.  In  such  cases  x  and  X 
can  be  determined  if  the  volume  per  cent  of  CO  is  known  in 
addition  to  the  N  and  0.  Since  each  volume  of  CO  present  could 
have  combined  with  half  its  volume  of  oxygen  to  form  COt,  it 
follows  that,  on  the  basis  of  complete  combustion,  the  excess 
oxygen  is  equal  to  0  —  CO/2.  The  nitrogen  accompanying  this 
is  3.76  (0  —  CO/ 2) ,  and  that  corresponding  to  the  oxygen  required 
for  complete  combustion  is  iV— 3.76(0  —  J  CO).  The  percentage 
of  excess  air  for  this  case  is,  then 

^  3-76  (0-i  CO)  XJQQ  ,       . 

N  -  3.76  (0-iCO) ^^^^' 

and  the  excess  coefficient  is 

y-i  +  JL  _  ,    I      3-76  (0  -  i  CO)  ,      , 

'^-^  +  ioo-'  +  iV-3.76(0-iCO)-  ■  ■  ^356) 
(k)  In  case  there  is  a  deficiency  of  air  amounting  to  y  per  cent, 
there  is  2y  per  cent  of  the  carbon  burned  to  CO,  as  has  already 
been  shown  (in  Sect.  236  g) ;  in  burning  one  pound  of  carbon 
there  will  result  2y/ioo  X  2^  pounds  of  CO,  (l  —  2y/ioo)  X  3§ 
pounds  of  C0%,  and  the  nitrogen  present  will  be  (l  —  y/ioo)  X 
{0.77  X  1 1.6)  pounds.     Tabulating  these  values  gives: 


TABLE  XXII.  — FLUE 

GAS  CONSTANTS. 

Ga..                             »                     1 

Vr 

scV 

CO,              lt-2y/ioo)X3l          ! 
CO             (2y/.oo)Xil               1 
N             \   (l-y'ioo)X8.9         ' 

S,6i 
13.60 
13.60 

31.6  (1-lJF/lOo) 

31.7  dj/ioo] 
iji.o(l-y/ioo) 
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The  summation  of  the  last  column  gives 

2(wV)„  =  152.6  —  1.21  y. 
Then,  from  Eq.  (349), 

Per  cent  CO.  by  vol.  ^  3'-6(l  -  ^y/.OO)  , 

and       Percent  CO  by  vol.  =  3^-7  (ay/loo)     .^^ 

152.6  ~  1.21  y  ^^'' 

The  relation  of  the  percentage  volumes  of  COj  and  CO  in  the 
flue  gas  to  the  percentage  deficiency  of  air,  is  shown  in  Fig.  516 
by  the  curves  to  the  left  of  oO. 

239.  Temperature  of  Combustion,  (a)  When  combustion 
occurs,  the  heat  energy  liberated  tends  to  be  dissipated.  But  if 
the  combustion  can  be  imagined  to  occur  within  a  vessel  perfectly 
impervious  to  heat,  then  all  the  liberated  heat  must  remain 
within  the  vessel,  and  the  products  of  combustion  would  be  raised 
to  a  high  temperature.  This  temperature  is  known  as  the  theo- 
retical temperature  of  combustion  and  is  readily  calculated. 

(b)  First,  assuming  only  one  gas  as  the  product  of  combustion, 
and  no  heit  absorbed  by  the  surrounding  vessel,  the  theoretical 
temperature  rise  will  be  obtained  by  dividing  the  available  heat 
by  the  product  of  the  weight  and  the  specific  heat  of  the  gas 
formed.  If  the  vessel  is  assumed  not  to  change  in  size,  the  spedtic 
heat  for  constant  volume  must  be  used;  but  if  the  vessel  is  the 
equivalent  of  one  fitted  with  a  movable  piston  so  arrai^ed  as 
to  maintain  constant  pressure,  the  specific  heat  would  be  that 
for  constant  pressure. 

For  example  take  the  reaction 

2  C  +  Oi  =  2  C0;+  (4500  B.t.u.  per  pound  of  Q. 

Since  2}  pounds  of  CO  are  formed  per  pound  of  carbon,  the 
-theoretical  rise  of  temperature  with  the  theoretical  supply  of 
pure  oxygen  will  be 

in  which  C„  is  either  the  specific  heat  at  constant  volume  (C,), 
or  at  constant  pressure  (Cp),  as  the  case  may  be. 

(c)  If  air  is  used  to  furnish  the  oxygen,  the  nitrogen  must  also 
be  heated.    Then,  since  the  weight  of  N,  accompanying  the  0 
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used  per  pound  of  C,  is  1}  X  77/23  =  4.47,  the  resulting  temper- 
ature Hse  is 

Rise  = 4500  , 

C,  X  2j  +  C  X  4-47 

in  which  the  primed  specific  heat  is  for  the  nitrogen,  and  the  other 
for  CO  as  before.  Similar  equations  may  be  written  for  other 
combustibles  and  other  products  of  combustion. 

(d)  The  temperature  theoretically  attained  will  be  the  sum  of 
temperature  ta  existing  before  the  start  of  the  reaction  and  the 
temperature  rise  as  found  above. 

In  general,  for  any  number  of  products  of  combustion, 


1->D  + 


CoJfo  +  CiWi  +  CtJfi  +  CiWj  +  etc. 
^(Cw)^ 


in  which 


U,  =  initial  temperature, 
iiQ  =  heat  liberated, 
Co,  C\,  Ct  =  the  specific  heats  of  the  products  of  combustion, 
at  constant  volume  or  pressure,  as  the  case  may 
be,  and 
Wo,  TVi,  wt  =  the  weights  of  the  products  of  combustion. 
The  specific  heats  of  the  products  of  combustion  •  are  given  in 
Table  I  on  pages  40  and  41. 

(e)  It  is  evident  that  the  larger  the  denominator  of  the  frac- 
tion in  Eq.  (359)  the  lower  will  be  the  theoretical  temperature  of 
combustion.  If,  then,  an  inert  gas  such  as  nitrogen  is  carried 
through  the  heating  process,  as  when  air  is  used  instead  of  pure 
oxygen,  the  theoretical  temperature  will  be  lowered :  and  should 
more  air  be  supplied  than  is  needed  for  complete  combustion, 
the  temperature  will  be  still  further  reduced.  Diluents,  though 
taking  no  essential  chemical  part  in  the  reaction,  thus  play  a  very 
important  part  from  the  physical  side;  they  always  reduce  the 
theoretical  maximum  temperature  attainable  by  the  combustion. 

The  way  the  temperature  rise  theoretically  varies  with  excess 
or  deficiency  of  air,  when  carbon  is  burned  at  constant  pressure, 
is  shown  in  Fig.  317. 

(f)  If  any  heat  is  lost  during  the  period  of  combustion,  as, 

*  See  also  (g)  of  this  section. 
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for  instance,  by  radiation,  the  numerator  of  Eq.  (359)  will  be 
diminished  by  the  amount  lost  and  the  theoretical  temperature 
rise  will,  of  course,  be 
decreased.  This  indicates 
the  advisability  of  caus- 
ing combustion  to  take 
place  as  rapidly  as  pos- 
sible, because,  despite  the 
fact  that  the  same  a- 
mount  of  heat  is  liberated 
during  slow  as  during 
rapid  combustion,  the  ac- 
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tual  time  allowed  for  radiation  in  the  latter  case  is  less,  and 
hence,  other  things  being  equal,  the  temperature  attained  will 
be  greater. 

(g)  In  the  chapters  on  the  theory  of  the  ideal  gas  it  was  stated 
that  for  ordinary  work  the  specific  heats  of  real  gases  might  be 
considered  constant.  They  are,  however,  really  not  constants, 
and  some  of  them  increase  rapidly  in  value  at  high  temperatures. 
From  the  previous  consideration  of  the  behavior  of  superheated 
steam  this  is  just  what  would  be  expected. 

There  is  still  considerable  lack  of  agreement  between  the 
values  of  the  high  temperature  specific  heats  of  gases  as  deter- 
mined by  different  investigators.  The  later  work  in  this  field 
does,  however,  give  sufficiently  concordant  results  to  definitely 
settle  the  fact  that  such  increase  with  the  temperature  does 
occur,  and  to  warrant  the  engineer  in  assuming  some  of  the  values 
obtained  as  sufficiently  accurate  for  practically  all  engineering 
calculations. 

The  values  for  mean  specific  heats  given  in  Fig.  318,  taken 
from  curves  prepared  by  Prof,  G.  B,  Upton  and  published  in 
"  Experimental  Engineering"  by  Carpenter  and  Diedcrichs,  repre- 
sent the  most  probable  values  for  the  different  gases  named. 
It  will  be  noted  that  no  account  is  apparently  taken  of  variation 
of  the  specific  heat  with  pressure.  Such  variation  is  negligible 
for  most  gases  with  which  the  engineer  ordinarily  deals,  —  the 
principal  exceptions  being  water  \'apor  and  ammonia.  For  water 
vapor  the  variation  with  pressure  is  rapid  at  low  temperatures 
but  becomes  less  so  at  higher  temperatures,  as  was  shown  in 
Fig.  40. 
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(h)  Since  the  specific  heat  increases  with  temperature,  the 
value  of  the  denominator  of  Eq.  (359)  must  increase;  when 
the  numerator  becomes  greater,  other  things  bejng  equal;  thus 
the  higher  the  temperature  the  less  effective  is  a  given  quantity  of 
heat  in  causing  a  rise  of  one  degree.  It  follows  that  in  practical 
work,  even  if  all  radiation  could  be  prevented,  the  temperature 
will  never  rise  as  high  as  Eq.  (359)  would  indicate  when  the 
ordinary  values  of  the  specific  heat  are  used. 
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To  determine  the  rco/  temperature  rise  {neglecting  radiation 
loss)  for  any  given  heat  supply,  the  mean  specific  heats  must  be 
used  in  the  denominator  of  the  equation.  The  only  satisfactory 
way  of  doing  this  would  be  to  guess  at  the  temperature  expected, 
choose  the  corresponding  mean  specific  heats,  determine  the  re- 
sultant temperature  and  compare  with  the  value  assumed.  If 
the  difference  is  great  a  closer  approximation  can  be  made,  and 
so  on.  This  is  similar  to  many  of  the  calculations  used  in  con- 
nection with  superheated  steam. 
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240.  Combustion  of  Hydrogen,  (a)  Hydrogen  bums  accord- 
ing to  the  foliowing  equation: 

2nt  +  0t  =  2  HtO (560) 

The  weights  combined  are 

(2  X  2)  oj  //+(2  X 16)  of  0  =  36  of  mo, 

and  dividing  this  by  4  gives 

iofH+8ofO  =  pofH^ (361) 

Then,  for  each  pound  of  hydrc^en  burned,  8  pounds  of  oxygen 
must  be  supplied,  and  9  pounds  of  water  will  result.  It  is  also 
found  that  about  62,000  B.t.u.  are  liberated  per  pound  of  hydro- 
gen burned. 

(b)  Problems  involving  the  combustion  of  hydrogen  are  often 
complicated  by  the  fact  that  many  of  the  real  combustibles 
contain  some  oxygen,  which  may  exist  as  a  constituent  of  a 
CiHyO,  compound,  or  in  combination  with  some  of  the  hydr<^en 
as  H2O,  or  in  a  number  of  other  different  ways.  Obviously,  to 
calculate  the  heat  that  would  be  liberated  by  a  pound  of  such 
material  would  require  a  knowledge  of  the  condition  of  all 
oxygen  present;  but  unfortunately  such  knowledge  is  seldom 
available,  hence  it  is  customary  to  consider  that  all  oxygen  present 
is  combined  with  hydrogen  as  HtO  and  that  only  the  remainder 
of  the  hydrogen  can  burn  to  liberate  heat.  This  combustible 
part  of  the  total  hydrogen  is  known  as  available  or  uncomlnnai 
hydrogen. 

According  to  the  assumption  just  given,  the  "  available " 
hydrogen  can  be  determined  in  any  case  by  subtracting  from 
the  total  hj'drogen  the  amount  which  could  be  combined  with  all 
the  oxygen  present.  Equation  (361)  above  shows  that  a  given 
weight  of  oxygen  could  be  combined  with  one-eighth  its  weight 
of  hydrogen  and  it  follows  from  this  that  the  weight  of  the 
unavailable  hydrogen  must  be  one-eighth  of  the  weight  of  oxygen 
present  in  a  compound. 

Then  if  //  represents  the  total  weight  of  hydrogen  present  and 
if  there  are  O  pounds  of  oxygen  which  are  assumed  to  be  already 
combined  with  part  of  this  hydrogen,  the  available  hydrogen 
must  weigh  (//  — 0'8)  pounds.  The  oxygen  required  for  the 
combustion  of  the  available  hydrogen  is 

Pounds  of  0  =  8  (H  -  0/8), .     .  -  .     .     (362) 
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and  the  weight  of  air  required  to  supply  this  oxygen  is  found  by 
multiplying  this  equation  by  4-35;   thus 

Pounds  of  air  =  34.8  (H  -  0/8)  (approx.)-      ■     (363) 

(c)  If  hydrogen  at  60°  F.  is  burned  to  HiO  and  the  latter  is 
afterwards  cooled  to  60°,  the  quantity  of  heat  obtained  varies 
according  to  the  conditions  of  cooling.  If  the  material  is  con- 
tained in  a  vessel  equivalent  to  a  cylinder  closed  with  a  movable 
piston  exerting  a  constant  pressure  and  if  at  the  end  of  the  cool- 
ing process  all  the  water  exists  as  liquid,  a  certain  amount  of 
heateqaal  to  about  62,000  B.t.u.  (experimental  value6i,95o)  per 
pound  of  available  hydrogen  will  be  obtained.  In  this  book  this 
will  be  called  the  "  higher  heat  value  "  of  hydrogen. 

On  this  basis  the  higher  heat  value  may  be  defined  as  the 
quantity  of  heat  obtained  when  the  products  of  combustion  are 
cooled  in  such  manner  that  the  water  vapor  resulting  from  the 
combustion  of  one  pound  of  hydrogen  (initially  at  60°  F.)  is  com- 
pletely condensed  at  constant  pressure  to  a  liquid  at  a  tempera- 
ture of  60°  F.  Then,  when  a  combustible  containing  H  pounds 
of  hydrogen  and  0  pounds  of  oxygen  is  burned,  the  heat  obtained 
from  the  available  hydrogen,  on  the  basis  of  this  higher  heat 
value,  would  be 

B.t.it.  =  62,000  (.H- 0/8). 

(d)  Other  definitions  of  higher  heat  value  are  sometimes  given. 
Instead  of  cooling  to  60°,  some  other  (higher)  temperature,  such 
as  212°,  may  be  used,  in  which  case  the  amount  of  heat  involved 
is  slightly  less. 

Should  the  cooling  be  conducted  in  a  vessel  inclosing  a  greater 
volume  than  that  occupied  by  the  liquid  water,  only  a  part  of 
the  vapor  will  condense,  the  rest  remaining  to  fill  the  surplus 
space  at  the  existing  temperature.  This  vapor  will  of  course 
have  associated  with  it  its  latent  heat  of  vaporization,  and  there- 
fore the  heat  value  found  will  be  less  than  that  obtained  when 
all  the  water  is  condensed. 

(e)  Another  calorific  quantity,  known  as  the  "lower  heat 
value,"  is  used  by  engineers  but  is  not  very  accurately  defined. 
It  is  generally  assumed  to  be  the  heat  obtained  if  all  the  water 
formed  remains  saturated  or  superheated  vapor  at  the  tempera- 
ture of  the  products  of  combustion.    This  would  be  numerically 
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less  than  the  higher  heat  value  already  given,  by  an  amount 
equal  to  the  heat  above  60°  per  pound  of  vapor  in  the  flue  gas. 

The  accurate  determination  of  the  heat  which  could  be  ob- 
tained by  cooling  and  condensing,  under  constant  pressure,  the 
water  vapor  contained  in  flue  gases  is  more  or  less  complicated 
in  most  cases.  It  is  first  necessary  to  determine  the  weight  of 
vapor  per  cubic  foot  of  gas,  its  partial  pressure,  and  its  tempera- 
ture. From  this  data  its  state  can  be  determined  either  from 
steam  tables,  or  from  a  diagram  similar  to  that  of  Fig.  34  drawn 
for  water  vapor.  With  the  state  known,  the  heat  which  would 
be  liberated  per  pound  during  cooling  and  condensing  under 
constant  pressure  can  be  found  from  the  steam  tables.  The 
same  result  can  be  closely  approximated  by  the  use  of  the  follow- 
ing formula,*  which  gives  very  closely  the  heat  above  32°  F.  per 
pound  of  water  vapor  in  the  air,  or  in  products  of  combustion, 

AG- 1058.7+0455(1  B.t.u (364} 

in  which  ' 

AQ  =  B.t.u,  per  pound  above  33°  F, ;  and 
(1  =  temperature  of  vapor  in  products  of  com- 
bustion (=  temperature  of  gas). 
If  it  is  assumed  that  the  liquid  resulting  from  condensat)(H) 
could  be  cooled  only  to  the  temperature  (1°  F,  (say  the  room 
temperature  of  aboutdo",  instead  of  to  32°),  then, 

A0(.  =  (1058.7  +  0.455  to  -  ((,  -  32) 

=  1090.7  +  0455  li-h (365) 

Thus,  every  pound  of  water  vapor  which  escapes  uncondensed  in 
the  products  of  combustion  will  carry  with  it  an  amount  of  heat 
equal  to  AQ,,,  which  is,  therefore,  unavailable  for  other  pur- 
poses. Since  every  pound  of  hydri^en  bums  to  nine  pounds 
of  water,  it  follows  that  the  lower  heat  value  per  pound  of 
available  hydrogen  is 

L.H.V.  =  62,000-  9(1090.7  +0.455^1  -  f»).  .     (366) 

This  expression  shows  that  the  lower  heat  value  is  really  a 
variable,  depending  for  its  value  on  the  lowest  temperature  h 
attained  by  the  products  of  combustion  before  leaving  the 
apparatus  which  they  are  supposed  to  heat,  and  also  on  the  tem- 

*  For  explanation  of  this  formula  and  further  details  see  "  ExperimeaUl  EId- 
giaeering,"  Carpenter  and  Diedericbs,  p.  467. 
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perature  li,  which  is  generally  assumed  as  about  60".  For  a 
value  of  ti  equal  to  1500°  F.,  and  /j  equal  to  60",  the  difference 
between  the  lower  and  higher  heat  values  is  about  15,000  B.t.u.; 
for  /i  equal  to  500°  F.  the  difference  equals  about  11,000  B.t.u.; 
and  for  /i  and  (j  both  equal  to  60°  F,  the  difference  is  still  about 
9500. 

(f)  The  value  ordinarily  used  for  engineering  purposes,  and 
which  may  therefore  be  called  the  "  engiiieering  lower  heat 
value,"  is  generally  taken  at  52,000,  which  corresponds  to  a 
value  of  t,  equal  to  about  530'  F.  with  d  =  60°  F.  It  is  evident 
that  this  may  be  merely  a  very  rough  approximation  in  many 
cases. 

When  this  value  is  used,  the  lower  heat  value  of  the  hydrogen 
in  a  fuel  which  contains  H  pounds  of  that  element  and  0  pounds 
of  oxygen  is 

B.t.u.  ^  S2.000  {H  -  0/8) {367) 

(g)  In  some  cases  it  is  more  convenient  to  use  heat  values  per 
cubic  fool  of  hydrogen  rather  than  per  pound.  These  can  easily 
be  obtained  by  dividing  the  values  already  given  by  the  specific 
volume  of  hydrogen.  There  will  obviously  be  as  many  different 
values  as  there  are  temperature  and  pressure  combinations; 
hence  the  conditions  under  which  the  cubic  foot  of  gas  is  to  be 
measured  should  always  be  specified.  At  a  temperature  of 
32°  F.  and  under  a  pressure  of  14.7  pounds  per  square  inch  the 
specific  volume  of  hydrogen  is  178  cubic  feet.  Therefore,  the 
heat  values  per  cubic  foot  under  these  conditions  are 


178 
and 

Lower  heat  value  =      '  _     =  292  B.t.u.  .     .     (369) 

(h)  In  this  connection  it  should  be  noted  that  although  the 
heat  value  per  pound  of  hydrogen  is  considerably  higher  than 
the  heat  value  per  pound  of  carbon  monoxide,  the  values  per 
cubic  foot  of  material  are  more  nearly  equal.  Thus  the  value 
per  cubic  foot  of  CO  at  32'  F.  and  at  atmospheric  pressure 
is  about  335  B.t.u.,  which  is  but  slightly  less  than  the  upper 
value  for  hydrogen  and  is  considerably  greater  than  the  lower 
value. 
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This  relation  is  of  particular  importance  in  engineering, 
because : 

(i)  There  are  a  large  number  of  commercial  gases  containing 
both  hydrogen  and  carbon  monoxide  and  it  is  possible  to  regu- 
late the  relative  proportions  of  the  two  to  a  certain  extent. 

{2)  It  is  generally  the  volume  of  the  gas  which  is  to  be  handled, 
and  not  its  weight,  which  determines  the  dimensions  and  cost 
of  apparatus  and  cost  of  operation;  and 

(3)  Under  most  engineering  conditions  it  is  the  lower  heat 
value  of  hydrogen,  not  the  higher,  that  is  made  available. 

341.  Hydrocarbons,  (a)  Combustibles  composed  of  hydro- 
gen and  carbon  in  combination  are  known  as  "  hydrocarbons." 
There  are  many  kinds  which  differ  as  to  the  relative  proportions 
of  H  and  C  contained.  They  burn  to  form  the  ultimate  products 
COt  and  ffjO,  but  the  process  is  often  very  complicated.  The 
exact  combustion  behavior  of  all  the  common  hydrocarbons  is 
not  yet  well  known  but  experiment  shows  that  in  many  cases  a 
number  of  reactions  go  on  before  the  actual  combustion  process 
is  completed. 

(b)  It  is  very  common  practice  to  assume  that  when  a  hydro- 
carbon containing  C  pounds  of  carbon  and  H  pounds  of  hydrc^n 
is  burned  it  should  liberate 

(C  X  14.600)  +  {Hy.  62,000)  B.t.u.,     .     .     (370) 

but  such  calculations  seldom  check  with  the  actual  values.  This 
is  explained  in  part  by  the  fact  that  the  hydrocarbon  is  already 
a  chemical  compound  and  must  be  broken  up  to  enable  the  indi- 
vidual elements  to  combine  with  oxygen.  When  this  occurs 
a  quantity  of  heat  must  be  absorbed  or  liberated,  thus  diminish- 
ing or  increasing  the  amount  liberated  during  the  formation  o( 
COi  and  H%0.  Many  empirical  formulas  have  been  developed 
to  take  account  of  such  effects,  but  none  of  them  are  entirely 
satisfactory  for  all  cases. 

(c)  In  many  instances  the  approximate  calculation  by  Eq. 
C370)  is  sufficiently  exact,  but  when  great  accuracy  is  desired  a 
determination  should  be  made  by  using  a  "  Fuel  Calorimeter," 
which  will  be  briefly  described  in  Section  244. 

Tne  experimentally  determined  and  calculated  calorific  values 
of  several  of  the  principal  hydrocarbons  are  given  in  Table  XXIII. 
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TABLE  XXIII.  —  CALORIFIC  VALUES  OF  HYDROCARBONS. 


NanH. 

MoIkbW 
PormtOa. 

■S-'uS- 

Higher.        1        LowM. 

Higher. 

Methane..., 

Ethane 

Ethylene .  .  . 

Acetylene... 

Cff, 

CM, 
CJi, 
CM, 

0,04464 
0.07351 

•23,842 
".399 
2I.4!9 
21,429 

31.385 
20.434 
10,025 
20,673 

J6.4SS 

21,370 
18.J40 

242.  Combustion  of  Sulphur.  Sulphur  burned  in  oxygen 
forms  sulphur  dioxide.     The  reaction  is  given  by  the  equation 

S  +  0t  =  S0t (371) 

The  weights  combined  are 

320/ S  + (.2X16)  of  0  =  640/ SOt, 
and  dividing  by  32  gives 

iofS  +  iofO  =  3of  SOi (372) 

Then,  for  each  pound  of  sulphur,  one  pound  of  oxygen  is  needed 
for  complete  combustion  and  2  pounds  of  SOt  result.  To  furnish 
the  pound  of  oxygen  approximately  4.35  pounds  of  air  are 
required.  The  reaction  is  accompanied  by  the  liberation  of 
about  4000  B.t.u.  per  pound  of  sulphur. 

243.  Combustion  of  a  Mixture  of  Elements,  (a)  If  the  sym- 
bols represent  the  pounds  of  each  of  the  respective  elements 
present  in  a  mixture,  and  if  it  is  supposed  that  the  oxygen  present 
is  already  in  combination  with  hydrogen,  then,  from  the  pre- 
ceding paragraphs,  it  is  evident  that  for  complete  combustion 
there  are  needed 

Pounds  of  Oxygen  =  2J  C  +  8  (H  -  0/8)  +  S;       (373) 
to  furnish  this  would  require  4.35  times  as  much  air,  or 

Pounds  of  Air  =  1 1 .6  C  +  348  {H  -  0/8)  +  4.35  5;  (374) 
and  the  volume  of  this  air  at  a  temperature  of  62°  F.  and  at 
atmospheric  pressure  is  found  by  multiplying  by  the  specific 
volume  13.14  (from  Table  XX).  giving 

Cubic  Feet  of  Air  =  153  C  -J-  454  (II  -  0/8)  +  57  S.    (375) 
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The  volumes  at  other  temperatures  and  pressures  can  be  found 
from  the  relation  (PF/T),  =  (PV/TU- 

(b)  The  heat  liberated  when  such  mixtures  are  burned  can  be 
conveniently  determined  by  the  use  of  what  are  known  as 
Dulong's  formulas.    These  are: 

Higher  B.t.u.  =  14.600  C  +  62,000  {H  -  0/8)  +  4000  S.      (376) 
Lower  B.t.u.   =  14,600  c  +  52.000  (/f  —  0/8) +4000  5.      (377) 

It  will  be  noted  that  these  formulas  are  merely  the  summations 
of  the  heat  values  given  before  for  the  individual  elements. 

As  already  explained,  if  there  are  chemical  combinations 
which  must  be  broken  up,  the  heat  associated  with  the  separa- 
tion must  be  considered  besides  that  given  by  Dulong's  formula. 
Thus  Eqs.  (376)  and  (377)  do  not  apply  to  hydrocarbons,  al- 
though their  use  will  give  the  approximate  heat  values. 

344.  Fuel  Calorimeters  and  Heat  Value,  (a)  In  the  absence 
of  satisfactory  methods  of  calculating  the  heat  liberated  during 
combustion,  the  scientist  and  the  engineer  have  developed  in- 
struments, known  as  Fuel  Calorimeters,  for  measuring  the  enei^ 
as  liberated. 

Practically  all  of  them  operate  in  the  following  way:  A  known 
weight,  or  volume,  of  the  combustible  is  burned  within  the  in- 
strument under  such  conditions  as  to  insure  as  nearly  as  pos- 
sible complete  combustion,  and  the  heat  liberated  is  absorbed  by 
water  or  similar  liquid  in  an  enveloping  jacket.  By  measuring 
the  temperature  rise  of  the  liquid,  and  correcting  for  radiation 
loss  from  the  instrument,  the  heat  liberated  is  obtained ;  and  from 
the  known  weight  of  the  material  burned,  the  heat  which  would 
be  liberated  per  unit  weight  may  be  calculated.  This  value  is 
known  as  the  Heat  Value,  Calorific  Value,  or  Heat  of  Com- 
bustion of  the  material.  In  engineering  work  it  is  generally 
expressed  in  B.t.u.  per  pound  of  material,  or,  in  the  case  of  gases,* 
per  cubic  foot  at  standard  conditions. 

(b)  In  all  calorimeters  the  jacket  temperature  is  near  that  of 
the  room  and  the  products  of  combustion  are  cooled  to  approxi- 

*  It  is  almost  ^tandird  practice  to  use  weight  as  the  basis  for  solid  fuels  i-ni 
volume  as  the  basis  for  gases.  For  liquids  both  weight  and  voluiae  are  used, 
though  weight  is  probably  given  the  preference.  Whenever  there  is  a  possibility 
of  confusion  the  unit  should  be  given  in  the  statement  of  results.  If  a  cubic  fool 
of  gas  "  at  standard  "  is  used,  the  so-called  standard  should  be  defined. 
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mately  the  temperature  of  the  jacket  before  leaving  the  instru- 
ment; thus  the  heat  measured  is  generally  assumed  to  be.  that 
obtained  by  bringing  the  products  of  combustion  down  to  ther 
initial  temperature  of  the  combustible  material.  This  is  seldom 
really  accomplished  and  an  error  from  this  source  is  therefore 
introduced  into  practically  all  commercial  calorific  determina- 
tions. This  method  gives  what  is  commercially  called  the 
"  higher  heat  value,"  when  the  combustible  contains  available 
hydrogen. 

It  has  already  been  pointed  out  that  even  with  the  tempera- 
ture of  the  combustion  products  reduced  to  60°  F.  there  may  be 
a  considerable  discrepancy  between  the  values  thus  obtained 
and  the  true  higher  value. 

An  accurate  method  of  stating  calorific  values  would  be  to 
give  the  heat  liberated  when  material  at  32°  F.,  or  60°  F.,  is 
burned  and  the  products  are  cooled  to  the  original  temperature, 
allowance  being  made  in  each  case  for  humidity  in  the  products 
of  combustion.  In  the  present  state  of  the  art,  however,  sucH 
refinements  are  not  warranted.  _i=— r.  ___^ 


345.  Flue  Gas  Analysts,  (a)  In  connection  with  tests  of 
furnaces,  boilers,  and  similar  apparatus  in  which  fuel  is  burned, 
it  is  often  necessary  to  analyze  the  flue  gases  in  order  that  certain 
efficiencies  and  losses  can  be  calculated  and  that  the  conditions 
of  combustion  can  be  determined.  In  these  analyses  the  quanti- 
ties of  gas;s  present  are  generally  expressed  in  "  volume  per- 
centages." For  example,  gases  a,  b,  and  c  may  be  said  to  con- 
stitute respectively  10  per  cent,  20  per  cent,  and  70  per  cent  of 
the  total  volume  ( =  100  per  cent)  resulting  from  their  mixture. 

(b)  In  making  the  analysis,  a  measured  volume  of  the  mixed 
gases  at  atmospheric  temperature  and  pressure  is  successively 
brought  into  contact  with  appropriate  reagents,  each  one  of 
which  absorbs  but  one  constituent  gas;  then,  by  noting  the 
corresponding  decreases  in  volume  under  atmospheric  conditions, 
the  volume- percentages  of  the  various  constituent  gases  can 
readily  be  determined. 

(c)  To  give  a  clearer  idea  of  this  process,  assume  that  the 
cubical  vessel  shown  in  Fig.  319  (a)  incloses  a  volume  of  100  units, 
that  it  is  filled  with  a  mixture  of  gases,  say  COj,  CO  and  N, 
and  that  the  pressure  of  the  mixture  is  atmospheric.     Each  of 
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the  constituents  evidently  occupies  the  entire  volume,  that  is, 
each  is  evenly  distributed  throughout  the  vessel;  each  exerts  a 
definite  "  partial  pressure  ";  and  the  sum  of  these  partial  pres- 
sures equals  the  atmospheric  pressure.  If  it  were  possible  to 
collect  each  of  the  constituents  and  isolate  it  from  the  others  by 
flexible  diaphragms,  as  shown  in  Fig.  319  (6),  and  if  each  of  the 
constituents  were  decreased  in  volume 
until  its  pressure  became  equal  to 
atmospheric,  then  the  sum  of  all  the 
volumes  would  equal  the  original  vol- 
ume, provided  the  temperature  re- 
mained the  same.  That  this  is  true 
Fig  3,^  will  be  shown  in  the  following  para- 

graphs. 

(d)  Assume,  for  instance,  that  in  Fig.  319  (a)  the  partial  pres- 
sures are  aP,,  bP,,  and  cPa,  a,  b,  and  c  being  fractions  and  P, 
being  atmospheric  pressure.  If  the  total  pressure  of  the  mixture 
is  atmospheric,  the  sum  of  the  three  partial  pressures  must 
equal  Pa,  that  is 

aP,  +  bP.  +  cP.  =  P.,  or  a  +  fr  +  c  =  1. 

If  the  volume  of  the  vessel  is   V,  then  the  constituent  with 
partial  pressure  aP^  will  have  to  be  given  a  volume 

Ki  =  (F  X  flPJ  -i-  Pa  =  aV, 

in  order  to  raise  it  to  atmospheric  pressure  when  isolated ;  the 
constituent  with  partial  pressure  bPa  will  have  to  be  given  a 
volume   Vt=  bV\    and   the   remaining   constituent,    a  volume 
F,  =  cV. 
From  the  relations  between  a,  b,  and  c  it  is  obvious  that 

Vi  +  Vj  +  F,  =  V  { =  100  by  assumption) . 

(e)  Thus  o,  b,  and  c  not  only  represent  the  partial  pressure 
fractions,  but  also  give  the  fractions  of  the  total  volume  that 
would  be  occupied  by  the  constituents  when  reduced  to  the 
volumes  they  would  have  when  isolated  and  raised  to  atmos- 
pheric pressure  without  change  of  temperature.  As  was  stated, 
the  so-called  percentage  by  volume  of  any  constituent  is  there- 
fore merely  the  percentage  of  the  original  volume  of  the  mixture 
which  that  constituent  would  occupy  if  existing  alone  at  the 
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same  pressure  as  that  exerted  by  the  mixture  and  at  the  same 
temperature. 

(f)  It  is  important  to  note  in  connection  with  flue  gas  analyses 
that  the  water  vapor  content  is  never  determined  in  ordinary 
engineering  apparatus.  The  greater  part  of  this  water  is  con- 
densed and  disappears  by  mixing  with  water  contained  in  the 
apparatus  used  in  making  the  analysis.  The  gaseous  mixture 
is,  however,  practically  always  saturated  with  water  vapor  during 
the  entire  analysis,  and  although  this  water  exerts  a  partial 
pressure,  this  latter  affects  each  of  the  constituents  proportion- 
ately, hence  its  influence  is  really  negligible.  Though  water 
vapor  is  present  the  results  on  the  percentage  basis  are  therefore 
the  same  as  those  for  dry  gas. 

246.  Weight  of  Flue  Gases,  (a)  In  many  engineering  com- 
putations it  is  necessary  to  determine  the  weights  of  the  gases 
resulting  from  the  combustion  of  a  given  fuel  under  given  con- 
ditions. Such  calculations  are  simple  when  one  knows  (i)  the 
analysis  of  the  flue  gases,  (2)  the  analysis  of  the  fuel,  and  (3)  the 
moisture  content  of  the  air. 

(b)  As  was  seen  in  the  preceding  section,  the  volumetric 
analysis  of  the  flue  gas  is  the  equivalent  of  isolating  the  con- 
stituent gases  and  reducing  them  to  the  same  pressure  and 
temperature.  Then  from  Avogadro's  hypothesis  it  follows  that 
the  number  of  molecules  of  each  of  the  gases  present  must  be 
directly  proportional  to  the  volumes  (V)  which  the  gases  occupy, 
hence  the  products  {mV)  of  these  volumes  by  the  respective 
molecular  weights  (m)  of  the  gases,  give  measures  of  the  rela- 
tive proportions  by  weight  of  the  gases  present  in  the  mixture; 
the  sum  (Sot  V)  of  these  products  gives  a  measure  of  the  weight 
of  the  whole  mixture;  and  the  weight  percentage  of  any  con- 
stituent is  evidently 

Per  cent  weight  =  mV  -i-  2m7.      .     .     .     (378) 

Thus,  if  the  mixture  is  composed  of  COi,  0,  CO,  N,  H,  and  50j, 
and  if  the  relative  volumetric  proportions  of  the  constituents 
are  represented  by  their  chemical  symbols,  then  the  equivalent 
molecular  weight  of  a  unit  volume  of  the  mixture  is 

2mF=  {44  COi+  320_  +  28  CO  +  28  N  +  2H  +  64  SO^),  (379) 
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and  the  weight  percentage  of  COi  for  example  is  found  by  dKid- 
ing  44  COt  by  Eq.  (379). 

(c)  It  is  generally  most  convenient  to  express  the  constituents 
in  terms  of  their  weight  per  pound  of  carbon  burned.  The  weight 
corresponding  to  the  m  V  value  of  the  carbon  represented  in  Eq. 
(379)  is  evidently 

Weight  ojC  =  i2  {COt  ■¥C0')\  ...  (380) 
hence  the  weight  of  any  constituent  per  pound  of  carbon  is  found 
by  dividing  its  mV  value  by  12  {COt  +  CO).  Thus,  the  wdght 
of  nitrogen  is 

W!f  =  28 N  ^  12  {COt  +  C0);  per  lb.  of  C    .     .     {381} 
the  weight  of  free  hydrogen  is 

WH  =  2H-h- 12  {COt  +  CO) ;     .     .     .     {3810) 
and  similarly  for  the  other  constituents. 

The  total  weight  {w)  of  dry  gas  mixture  per  pound  of  carbon 
actually  burned  is  given  by  dividing  Eq.  (379)  by  Eq.  (380), 
When  simplified  this  becomes 

,       iiC0t  +  80  +  7{C0-\-N)+Hl2-\-i6S0t  *  ,,„,, 

""' J  {CO.  +  CO) •  ^^'^ 

in  which,  as  before,  the  symbols  represent  the  relative  volumes 
of  the  gases  they  symbolize. 

(d)  To  find  the  total  weight  of  "wet"  gases  per  pound  of  car- 
bon, it  is  necessary  to  add  three  more  items: 

(i)  The  weight  of  water,  in  the  fuel  per  pound  of  carbon,  as 
found  by  analysis; 

(2)  The  weight  of  water  carried  by  the  air  supplied  for  com- 
bustion, per  pound  of  carbon,  which  can  be  found  from  psy- 
chrometric  observations;  and 

{3}  The  weight  of  water  formed  by  the  hydrogen  burned,  per 
pound  of  carbon.  This  can  be  found  as  follows,  when  the  fuel 
analysis  is  known:  Let  wn  be  the  weight  of  free  hydrogen,  per 
pound  of  carbon  in  the  fuel ,  and  let  H,  as  before,  be  the  volume  of 
hydrogen  not  burned  (per  pound  of  C),  as  found  in  the  analysis 
of  the  flue  gases;  then  wn  -  \2  H  ^  12  {COt  +  C0)\  is  the 
weight  of  hydrogen  burned,  and  the  resulting  weight  of  water  is 
Weight  of  H^O  =  ^\WH-\2H^  12  (COn  +  CO)] \     (383} 

•  It  the  gases  CM,  and  Cnffm  are  present,  this  expression  should  ha\t 
4  CHi  -\-  7  CnUm  added  to  the  numerator,  and  the  parenthesis  in  the  denominator 
should  include  Cfft  +  2  Cnllm,  it  being  assumed  that  the  CHa  is  all  Ethylene 
(C,H.). 
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247.  Percentage  of  Excess  Air.  It  is  now  possible  to  derive 
perfectly  general  expressions  for  the  percentage  of  excess  air 
and  for  the  excess  coefficient,  —  that  is,  expressions  which  are  not 
limited,  as  are  Eqs.  (352)  to  (355),  to  the  case  of  the  combustion 
of  carbon  alone. 

If  the  symbols  represent  relative  volumes  as  before,  then,  accord- 
ing to  Eq.  {381)  the  total  weight  of  nitrogen  in  the  flue  gasea  per 
pound  of  carbon  is  28  itf  -^  i2(C0j  +  CO),or  7  JV  -^  3{C0,+  CO) ; 
hence,   the  oxygen  which  accompanied   this  nitrogen  must  be 

Total  oxygen  =  ^  X  3  (^cOt  +  CO)  P°""^^-     ■     <384) 
The  weight  of  oxygen  not  used  is,  similarly, 

32  O  -M2  {COt  +  CO)  =  8  0  -^  3  {COt  +  CO), 
where  0  is  its  volume,  which  is  assumed  to  be  known  from  the 
volumetric  analysis  of  the  flue  gas.     But  part  of  this  unused 
oxygen  could  have  been  utilized  had  combustion  been  perfect. 
TV.  ■  u*  1  .      ^6^  28  CO  4  CO 

Thus  a  weight  equal  to  ^  X  y^^coT+CO)  =  3  (CO.  +  CO) 
might  have  been  used  for  burning  the  CO  to  COs;  and  a  weight 

'"1"'^  '°  *  ^  12  {Cof+  CO)  -  3  (CO*.  +  CO)  '"«'"  '"'™  ""^ 
used  for  burning  the  free  hydrogen  in  the  flue  gas.  The  true 
weight  of  excess  oxygen  per  pound  C  is,  therefore, 

Excess  0  =  [8  O-4  {CO+H)\  -  (3  (CO,  +  CO)]      (385) 
Subtracting  this  from  the  total  oxygen  (Eq.  (384))  gives  the 
weight  of  required  oxygen,  per  pound  of  C  as 

Px7W-[80-4(CO+H)l' 

Required  oxygen 3  (CO.  +  CO) '    <^'"*> 

Then,  since  the  percentage  oj  excess  air,  x,  is  equal  to  excess  air 
(or  0)  divided  by  the  total  required  air  (or  0),  it  follows  that 

I  80-4(CO  +  H)  I  ,  .  ,  „  , 

X=\— 2-i '■ |X   lOO.t      .       (387) 

MA  V 


[80-4{CO  +  /01 

•  H  the  gases  Clh  and  Cnff«  are  present.  4  Cff.  +  7  C,H„  should  be  added 
to  the  parenthesis  in  the  numerator  and  CIU  +  1  Cntim  should  be  included  in  that 
in  the  deitominator. 

t  To   account   for    the  gases  mentioned    in   the   two  preceding    footnotes, 
4  CII,  +  7  CnHm,  should  be  added  In   the  parenthesi 
denonunator. 
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The  excess  coe^ient,  X,  is  therefore 

'  -  '  +7^  -  '  +L         »°-4(^"+H) 1  •    <3,8, 

pX7JV-[80-4{CO  +  H)l| 

24S.  Stack  Losses,  (a)  In  connection  with  tests  of  furnaces, 
boilers  and  similar  apparatus  it  is  customary  to  determine  the 
amount  of  heat  carried  away  by  the  gases  passing  up  the  stack, 
or  as  it  is  often  called  the  "  heat  lost  in  flue  gases." 

(b)  Before  taking  up  the  complete  method  of  calculating  these 
losses,  a  simplified  theoretical  discussion  will  be  considered  in 
order  to  bring  out  certain  fundamental  relations.  For  this 
purpose  the  case  of  dry  carbon  only,  burned  with  dry  air,  will 
be  analyzed.  In  connection  therewith  the  combustion  may 
occur  under  any  one  of  three  sets  of  conditions,  as  follows: 

Case  I.   Complete  combustion  with  theoretical  air  supply; 
Case  2.   Complete  combustion  with  excess  air;  and 
Case  3.    Incomplete  combustion  with  deficiency  of  air. 
It  is  obvious  that  Case  i  is  merely  a  limiting  value  between 
Cases  2  and  3,  and  hence  need  not  be  considered  separately. 

(c)  With  Excess  Air  (Case  2)  the  only  loss  to  the  stack  under 
the  assumed  conditions  is  that  due  to  sensible  heat  of  the  CO», 
the  nitrogen,  and  the  excess  air  in  the  flue  gases. 

It  was  shown  in  Sect.  238  (f),  that  with  x  per  cent  excess  air 
the  so-called  "products  of  combustion"  resulting  from  the 
complete  burning  of  one  pound  of  carbon  would  conast  of  3.67 
pounds  of  COj,  8.9  pounds  of  N  and  o.ii6a:  pounds  of  air; 
hence  the  total  weight  of  flue  gas,  per  pound  of  carbon,  is  given 
by  the  equation, 

Pounds  of  flue  gas  =  3.67  +  8.9  +0.1 16  a; .     .     (389) 

As  this  waste  gas  leaves  at  a  temperature  considerably  higher 
than  that  at  which  the  constituents  entered  the  furnace,  it 
carries  with  it  sensible  heat  which  should  have  been  used. 
With  weight  determined  the  corresponding  loss  of  heat  can 
readily  be  computed  when  the  specific  heat  and  the  temperature 
of  the  flue  gas  are  known. 

As  flue  gases  of  boiler  furnaces  generally  leave  with  a  tempera- 
ture less  than  700°  F.,  it  is  customary  to  neglect  the  variations 
of  the  specific  heats  with  temperature,  and  as  the  specific  heat 
of  the  flue  gas  is  nearly  the  same  as  that  of  air,  it  is  also  customary 
*  See  last  [ootnole  an  page  497. 
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to  neglect  the  change  with  variations  in  x.  The  specific  heats 
assumed  for  the  mixture  by  different  writers  generally  fall 
between  0.22  and  0.24;  with  average  excess  coefficients,  0.24 
is  a  satisfactory  hgure.  With  this  assumption,  the  approximate 
formula  for  loss  of  heat  in  the  flue  gas,  per  pound  of  carbon 
burned,  for  Case  2  is 

B.l.u.  loss  =  0.24  (j.67  +  8.Q  +  o.iidx)  {tf  —  O.  {390) 
where  (/  is  the  temperature  of  the  flue  gas  and  ta  is  the  atmos- 
pheric temperature.  Since  each  pound  of  carbon  should  liberate 
14,600  B.t.u.  the  per  cent  loss  of  heat  is  given  by 

,,          0.24(3.67 -^8.Q  + 0.1 16  x)  X  {U  -  Q  ^,  ,      , 

Per  cent  loss  =  — x^£_i ^ — _ '. — '  ^  .  '^  x  100.     (391) 

Values  obtained  from  this  equation  are  plotted  in  the  upper, 
right-hand  quadrant  of  Fig.  320  and  the  resulting  curves  serve 
to  show  how  the  stack  loss  varies  with  different  values  of  x  and 
of  {tf  —  fa).  Actually,  because  of  increases  in  the  specific  heats 
with  temperature  and  excess  air,  the  losses  would  increase  some- 
what more  rapidly  than  these  curves  show. 

(d)  With  Deficiency  of  Air  {Case  3  above)  there  are  two  stack 
losses  to  be  considered  —  that  due  to  sensible  heat,  and  that  due 
to  the  heat  value  of  the  CO  (or  of  the  CO  and  C)  not  burned. 

The  weights  of  gas  (per  pound  C)  present  with  y  per  cent 
deficiency  of  air  will  be  given  by  (from  (k)  of  Sect.  238) 

Pounds  oj  Flue  Gas  =  3.67(1  -  ^\of  COi  +  2.33^  of  CO 

+  5.p(2-j^)o/JV (392) 

Assuming  the  specific  heat  0.24,  this  would  give,  per  pound  of 
carbon,  a  stack  loss  due  to  sensible  heat  of 

(B.,.».).-o-4j.4-£)+-Jji^+S.p(/-j2-„)]«,-<.). 

(393) 
Since  each  pound  of  CO  could  give  4300  B.t.u.  if  burned,  tliere 
is  also,  per  pound  of  C,  a  loss  due  to  the  CO  equal  to 

(B.t,u.)co  -  2-33  X  ^  X  4300     .     .     .     (394) 
provided  tiie  deficiency  (y)  is  not  greater  tlian  50  per  cent. 
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The  total  loss  with  deficiency  of  air  less  than  50  per  cent  is 
evidently  equal  to  (B.l.u.)s  +  (B.i.u.)co-  This  has  been  plotted 
in  the  lower  right-hand  quadrant  of  Fig.  320  for  different  tem- 
peratures of  gas. 

If  y  exceeds  50  per  cent  some  of  the  carbon  is  not  burned  at  ail 
and  the  losses  would  therefore  be  still  greater.  However,  as  this 
is  a  case  not  ordinarily  approached  in  practice  it  need  not  be 
considered  here. 
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Fig.  320. 

The  losses  resulting  from  a  deficiency  of  air  are  shown  in  the 
lower  right-hand  quadrant  of  Fig.  320, 

(e)  The  completed  chart  of  Fig.  320  includes  the  cur\'es  pre- 
viously given  in  Fig.  316,  and  serves  to  show  in  a  general  way  how 
the  losses  vary  with  different  temperatures,  different  quantities 
of  air  and  different  flue  gas  analyses.  It  must  be  borne  in  mind 
that  certain  broad  assumptions  were  made  to  simplify  the  deriva- 
tion of  this  chart  and  it  is  therefore  only  approximately  correct. 
From  an  inspection  of  the  cu^^'es  it  at  once  becomes  apparent 
that  losses  due  to  excess  air  are  much  less  than  those  due  to 
deficiencies,  for  example,  with  flue  gas  at  500  degrees,  the  loss 
occasioned  by  100  per  cent  excess  air  is  equalled  by  that  due  to 
only  about  8  per  cent  deficiency. 
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In  usii^  the  chart,  however,  it  is  important  to  note  that  com- 
parisons of  losses  incident  to  using  different  percentages  of  excess 
air  should  not  necessarily  be  made  on  the  basis  of  the  same 
temperature  —  for,  ordinarily,  larger  amounts  of  air  bring  about 
a  reduction  in  temperature  of  the  flue  gas. 

(f)  The  foregoing  applies  to  the  combustion  of  carbon  alone. 
In  the  actual  case  the  "  flue  gas  "  usually  contains  COj,  CO,  N, 
O,  H,  hydrocarbons  and  water  vapor  and  therefore  differs  some- 
what from  the  case  just  considered.  The  stack  losses  in  the 
actual  case  may  be  conveniently  divided  into  three  distinct 
parts: 

(i)  That  part  represented  by  the  sensible  heat  of  the  dry  flue 
gas,  not  including  the  moisture  that  may  be  present; 

(2)  That  part  due  to  incomplete  combustion  of  some  of  the 
constituents  of  the  fuel  —  this  includes  the  potential  heat  of  the 
unburned  C  (in  the  smoke),  CO,  H  and  hydrocarbons; 

(3)  That  part  represented  by  the  latent  and  sensible  heat  of 
the  water  vapor  (moisture)  in  the  flue  gas. 

The  methods  of  determining  each  of  these  losses  will  now  be 
corisidered. 

(g)  The  weight  (w)  of  dry  flue  gas  (per  pound  of  carbon)  in  the 
fuel  can  be  found  by  Eq,  (383)  in  Sect.  246  and  it  is  common 
practice  to  use  0.24  for  the  C^  of  the  mixture.  Hence  the  approxi- 
mate loss  in  the  sensible  heat  in  the  dry  flue  gas  (per  pound  of 
carbon  burned)  is 

(S.(.w.)s  =  0.24  w  ((/  -  O (395) 

(h)  A  more  accurate  method  of  finding  this  loss  is  to  first 
determine  (as  in  Sect.  246)  the  weight  (Wn),  per  pound_of  C,  of 
each  of  the  constituent  gases,  get  its  mean  specific  heat  Cp,  from 
Fig.  318  for  the  temperature  range,  then  compute  the  sensible 
heat  it  carries  away;  and  finally  take  the  summation  for  all  the 
constituents.  Thus  the  total  sensible  heat  carried  away  by  the 
dry  flue  gases  is  (per  pound  of  carbon  burned) 

iB.l.u.)s  =  Z(wCp)nX(lf-t.)   .     .     .     .     (396) 
(i)   The  stack  loss  due  to  incomplete  combustion  is  (per  pound 

oic)" 

(B.t.u.)i='Cy.i4,6oQ+COy.4300+H{S2.iS3-4.o95ts+9Q' 

(397) 
*  Neglecting  hydrocarbons. 
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in  which  the  symbols  represent  weights  (per  pound  of  C)  of 
the  respective  substances,  and  the  parenthetical  quantity  is  ob- 
tained by  subtracting  from  62,000  (which  is  the  higher  heat 
value  of  H)  the  value  Q  {logo.^  +  O^SS  h  —  U)  as  previously 
given  in  Eq.  (366). 

(j)  The  heat  loss  due  to  the  moisture  in  the  flue  gas  depends 
on  the  source  of  this  water  vapor.  That  moisture  which  is 
humidity  in  the  air  used  for  combustion  is  already  vapor  and 
merely  becomes  superheated  in  the  furnace;  hence  the  heat  it 
carries  away  is,  per  pound  of  C, 

(BJ.u.)^=AXCp{l,-Q, (398) 

where  A  is  the  weight  of  moisture  in  the  air  used  per  pound  of  C. 
The  loss  of  heat  due  to  the  moisture  (M  pounds  per  pound 
of  C)  originally  in  the  coal  and  due  to  the  water  formed  by  the 
combustion  of  hydrogen  (jtf'  pounds  per  pound  C)  is,  from  Eq. 
(366), 

iB.t.u.n  =  (M  +  M')  {1090.7  +  OJi55  If  -Q     .    .    (399) 

per  pound  of  C. 

The  total  loss  of  heat  per  pound  of  carbon  in  the  fuel  is 
therefore,     {B.t.u.)s+  (B.t.u.)i+  (B.t.u.)i+  iB.t.u.)u. 
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349.  Introductory.  In  a  preceding  chapter  the  physics  and 
chemistry  of  combustion  were  discussed  for  ikeorelical  cases 
only.  The  study  of  the  actual  process  of  combustion  in  furnaces, 
which  will  now  be  taken  up,  is  more  complicated  because  of 
the  wide  variation  in  composition  of  the  fuels  and  because  there 
is  a  great  diversity  of  conditions  under  which  the  combustion 
takes  place.  In  fact,  there  are  so  many  variables  involved  that 
it  is  substantially  true  that  in  no  two  distinct  cases  does  com- 
bustion occur  under  identical  conditions;  and  even  in  the  same 
furnace  the  conditions  are  constantly  varying.  It  is,  therefore, 
impossible  to  give  detailed  discussion  of  all  the  possible  cases 
which  might  occur.  There  are,  however,  certain  broad  general 
principles,  which,  if  understood,  will  be  of  great  value  in  the 
solution  of  problems  of  combustion  which  arise  in  actual  furnace 
operation  and  these  will  be  brought  out  in  the  discussion  which 
follows. 

250.  Air  Supply,  (a)  In  the  actual  case,  as  in  the  theoretical 
one,  it  is  essential  that  there  be  furnished  a  proper  amount  of 
air  to  supply  the  oxygen  needed  for  combustion.  The  exact 
quantity  necessary  depends  on  the  composition  of  the  fuel  and 
can  readily  be  computed  by  the  method  given  in  Sect.  243,  if 
the  chemical  analysis  is  known.  The  approximate  amount  of 
air  required  is  often  determined,  however,  by  assuming  that  the 
combustible  part  of  the  fuel  is  pure  carbon,  each  pound  of  which 
requires  1 1 .6  pounds  of  air  for  complete  oxidation  and  results 
in  12.6  pounds  of  flue  gas.  But,  for  most  practical  purposes  it 
is  sufficiently  accurate,  and  is  on  the  side  of  liberality,  to  assume 
the  entire  weight  of  coal  to  be  composed  of  carbon,  and  then  use 
these  same  values  as  per  pound  of  coal.  It  should  be  noted, 
however,  that  the  richer  the  fuel  is  in  combustible  hydrogen  the 
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greater  will  be  the  proportion  of  air  needed,  since  one  pound  of 
hydrogen  requires  34.6  pounds  of  air  or  about  three  times  as 
much  as  is  needed  per  pound  of  C. 

(b)  In  the  ideal  case,  with  fuel  containing  only  carbon,  each 
per  cent  deficiency  of  air  has  been  seen  to  result  in  1.4  per  cent 
loss  of  heat  because  of  incomplete  combustion  {Sect.  236  (g)). 
As  the  same  thing  is  substantially  true  in  the  actual  case,  great 
care  must  be  exercised  to  insure  an  adequate  supply  of  air  at  all 
points  in  the  fuel  bed.  As  the  bed  usually  varies  in  thickness 
and  in  compactness  and  texture,  the  air  will  meet  with  less 
resistance  in  passing  through  certain  portions  than  through 
others.  Hence  to  insure  against  a  deficiency  at  any  point,  it  is 
necessary  to  furnish  an  amount  of  air  somewhat  in  excess  of  what 
would  theoretically  be  required  if  it  were  uniformly  distributed 
and  properly  mixed  with  the  combustible  material.  Excess  air 
is  not  without  its  disadvantages,  however,  as  it  dilutes  the 
furnace  gases  and  lowers  their  temperature,  which  results  in  a 
decrease  in  the  boiler  efficiency.  Although  its  presence  is  thus 
detrimental,  it  is  much  less  so  under  ordinary  conditions  than  is 
a  deficiency,  as  was  made  clear  in  Fig.  320.  Hence  excess  air 
should  always  be  present  but  in  as  small  amount  as  is  consistent 
with  satisfactory  combustion.  Usually  an  excess  coefficient 
X  of  from  1.5  to  2  times  the  theoretical  amount,  on  a  basts  of 
carbon,  is  used,  i.e.,  from  18  to  24  pounds  of  air  per  pound  of 
combustible.  And,  as  before,  it  is  usually  sufficiently  accurate 
to  assume  the  whole  of  the  coal  to  be  carbon,  and  to  use  these 
values  as  per  pound  of  coal.  Experience  shows  that  if  less  than 
1.3  times  the  theoretical  quantity  is  used,  the  amount  of  CO 
formed  is  generally  prohibitive  even  if  the  greatest  care  is 
exercised  in  operating  the  furnace.*  But  even  if  the  air  supply 
is  adequate  it  does  not  follow  that  the  combustion  is  complete, 
as  will  be  seen  in  the  next  section. 

(c)  With  pure  carbon  as  the  fuel  and  mth  the  theoretical  air 
supply,  there  would  be  about  21  per  cent  by  volume  of  COt  in  the 
flue  gas,  as  was  shown  in  Sect.  238  (c).  Excess  air  will  result  in 
a  decrease  of  the  volume  per  cent  of  COt  in  the  manner  shown  by 

•  Even  when  considerable  excess  air  is  furnished  there  may  be  some  CO  formed 
in  the  thicker  and  more  compact  portions  of  the  fuel  bed  because  of  local  deficiency 
of  air.  Further,  flue  gas  analyses  may  also  show  CO  which  was  formed  by  processes 
which  wiQ  not  be  discussed  until  later. 
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the  curve  in  Fig.  521.  As  the  combustible  part  of  the  coal  is 
mostly  carbon  these  same  percentages  hold  substantially  in  the 
actual  case.*  Thus,  a  knowledge  of  the  COt  content  in  the  flue 
gas  indicates  in  a  general  way  the  operating  conditions  within 
the  furnace  and  enables  the  boiler  attendant  to  intelligently 
adjust  the  air  supply- 
Experience  has  shown  that  if  the  supply  of  excess  air  is  such  as 
to  give  COi  by  volume  between  10  per 
cent  and  15  per  cent,  the  furnace  will 
be  operating  at  its  highest  efficiency, 
the  exact  best  percentage  varying 
with  different  conditions.  A  value 
below  10  per  cent  nearly  always  in- 
dicates too  great  an  amount  of  air 
and  a  value  above  15  per  cent  is 
generally  indicative  of  too  small  an 
amount,  as  it  is  usually  accompanied 
by  the  formation  of  prohibitive  quan- 
tities of  CO.  In  Fig.  321  the  region 
for  the  best  results  is  that  shown  by 
the  portion  of  the  curve  lying  between  (o)  and  (i) ;  in  Fig.  320 
it  falls  between  the  points  bearing  similar  letters;  and  it  ap- 
proximately corresponds  with  excess  coefficient  (X)  between  1.3 
and  2.0,  given  in  (b)  of  this  section. 

(d)  In  order  that  the  boiler  attendant  may  obtain  an  indica- 
tion of  the  amount  of  air  being  supplied,  various  devices  known 
as  CO1  Recorders,  Econometers,  Combustion  Recorders,  Com- 
posimeters,  etct  are  used  to  indicate  the  COi  content  of  the  flue 
gases.  Some  of  these  appliances  operate,  or  indicate,  intermit- 
tently, some  continuously,  and  some  give  a  continuous  graph- 
ical record  so  that  the  owner  or  manager  of  the  plant  can  check 
the  of>eration  over  any  desired  period  of  time.  In  the  use  of  all 
these  instruments  it  is,  of  course,  necessary  to  obtain  samples  of 
gas  truly  repres2ntative  of  the  average  and  to  guard  against  the 
'  infiltration  of  air  through  the  boiler  setting  or  the  flues  between 
the  furnace  and  the  sampling  point. 

*  Although  the  percentage  of  COi  is  somewhat  leas  because  of  the  other  combus- 
tible and  noncombustible  constituents  present  in  the  flue  gas  in  the  actual  case. 

t  For  description  and  method  of  using  such  apparatus  see  Carpenter  and  Died^ 
lichs,  "  Experimental  Engineering,"  published  by  John  Wiley  &  Sons. 


D.i.'..c..iCjOogIc 


So6  BEAT-POWER  ENGINEERING 

251.  Conditions  for  Complete  and  Smokeless  Combustion. 
(a)  If  air  is  passed  upward  through  a  deep  bed  of  ignited  carbon 
devoid  of  volatile  matter,  there  is  a  tendency  for  any  COt  that 
is  formed  in  lower  layers  to  be  reduced  to  CO  when  coming  into 
contact  with  the  carbon  above.  If  this  CO  is  not  subsequendy 
supplied  with  a  proper  amount  of  air  while  still  at  a  high  tempera- 
ture it  will  pass  off  unoxidized  and  this  will  result  in  a  loss  of  heat 
which  would  otherwise  be  made  available.  It  is,  therefore, 
important  that  an  adequate  air  supply  and  a  suitable  tempera- 
lure  be  maintained  in  the  upper  part  of,  and  just  above,  the  bed 
of  fuel.  This  air  may  either  pass  through  the  bed  or  be  supplied 
from  above. 

The  foregoing  applies  of  course  to  the  combustion  of  coke 
and  charcoal  as  well  as  to  carbon.  Anthracite  coal,  which  is 
mostly  fixed  carbon,  behaves  similarly,  but  in  this  case  there  is 
also  a  small  amount  of  volatile  matter  which  must  be  properly 
burned.  These  fuels,  which  have  little  or  no  volatile  matter, 
give  short  flames  above  the  fuel  bed,  the  flames  being  due  to  the 
combustion  of  CO  and  the  small  quantity  of  volatile  matter 
present. 

(b)  When  coal  possessing  a  considerable  amount  of  volatile 
matter  is  placed  on  a  hot  bed  of  fuel,  the  greater  part  of  the  vola- 
tile portion  distills  off  as  the  temperature  rises,  and  the  re^due, 
which  is  coke,  burns  in  the  manner  just  described.  The  more 
serious  problem  that  confronts  the  engineer  in  this  case  is  the 
complete  oxidation  of  the  combustible  part  of  this  volatile  mat- 
ter. Evidently  in  the  ordinary  up-draft  furnaces  that  are  fired 
from  above  the  combustion  of  this  part  of  the  fuel  must  occur 
above  the  fuel  bed,  just  as  is  the  case  with  CO;  and  in  order  that 
the  combustible  gases  may  be  completely  burned,  the  following 
four  conditions  must  exist: 

(i)  There  must  be  JK^cie«(aiV  just  above  the  fuel  bed,  supplied 
either  from  above  or  through  the  fuel  bed  itself;  (2)  this  air 
must  be  properly  distributed  and  intimately  mixed  with  the  com- 
bustible gases;  (3)  the  mixture  must  have  a  temperature  suffi- 
ciently high  to  cause  ignition  (some  of  the  combustible  gases, 
when  mixed  with  the  burned  gases  present  above  the  fuel,  have 
an  ignition  temperature  of  approximately  1450"?.);  and  (4) 
there  must  be  sufficient  time  for  the  completion  of  combustion, 
that  is,  the  combustion  must  be  complete  before  the  gases 


D.;.'..c..iCjOOglC 


ACTUAL  COMBUSTION  OF  FUELS  507 

become  cooled  by  contact  with  the  relatively  cold  walls  of  the 
boiler  {which  are  at  a  temperature  of  about  350  degrees)  or  with 
other  cooling  surface. 

(c)  To  prevent  the  stratification  oi  the  air  and  gases,  special 
means  are  sometimes  adopted,  such  as  employing  steam  jets 
above  the  fire  and  using  baffle  walls,  arches,  and  piers  in  the 
passage  of  the  flame,  to  bring  about  an  intimate  mixture, 

(d)  In  order  that  the  air  used  above  the  fuel  bed  shall  not 
chill  and  extinguish  the  flame,  it  should  be  heated  either  by 
passing  it  through  the  fuel  bed,  or  through  passages  in  the  hotter 
parts  of  the  furnace  setting,  or  in  some  other  way  before  mingling 
with  the  gases;  or  else  the  mixture  of  gases  and  air  should  be 
made  to  pass  over  or  through  hot  portions  of  the  fuel  bed,  or 
should  be  brought  into  contact  with  furnace  walls,  or  other  brick- 
work, which  is  at  a  temperature  sufficiently  high  to  support  the 
combustion. 

(e)  In  order  that  the  flame  shall  not  be  chilled  and  extinguished 
by  coming  in  contact  with  cold  objects,  it  should  be  protected 
by  the  hot  furnace  walls  until  combustion  is  complete.  The 
furnace  should  have  proper  volume  to  accommodate  the  burning 
gases,  and,  when  the  conditions  are  such  that  the  flame  is  long, 
the  distance  from  the  fuel  bed  to  the  relatively  cold  boiler  sur- 
faces with  which  the  gases  first  come  in  contact,  should  be  at 
least  as  great  as  the  length  that  the  flame  attains  when  the  hre 
is  being  forced.  The  length  of  flame  depends  on  the  amount  and 
character  of  the  volatile  matter  in  the  fuel,  on  the  rapidity  of 
combustion  and  on  strength  of  draft.  It  varies  from  a  few 
inches,  with  coke  and  anthracite  coal,  to  8  feet  or  even  more 
with  highly  volatile  coals  —  even  20  feet  has  been  reached  with 
some  western  coals. 

(f)  In  order  to  have  complete  combustion  of  all  the  fuel  in  a 
furnace  it  is  necessary  that  uniform  conditions  prevail  through- 
out the  fuel  bed;  and  to  bring  this  about  it  is  essential  that  the 
fuel  itself  be  uniform  in  character.  Therefore,  the  best  results 
are  obtained  with  coal  that  has  been  graded  as  to  size.  Espe- 
cially is  this  true  with  anthracite  coal  which  ignites  slowly  and 
is  more  difficult  to  keep  burning  than  volatile  coals.  This  coal 
requires  a  rather  strong  draft  and  unless  the  bed  is  uniform  the 
msh  of  air  through  the  less  dense  portions  tends  to  deaden  the 
fire  in  those  regions,  hence  good  results  can  be  obtained  with  this 
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coal  only  when  it  is  uniform  in  size  and  evenly  distributed.  The 
more  common  sizes  of  coal  are  given  in  Tables  XVI  and  XVII, 
on  pages  465  and  466. 

(g)  Smoke  may  be  composed  of  unconsumed,  condensible 
tarry  vapors,  of  unburned  carbon  freed  by  the  splitting  of  hydro- 
carbons, of  fine  noncombustible  matter  (dust),  or  of  a  combina- 
tion of  these.  It  is  an  indication  of  incomplete  combustion,  and 
hence  of  waste,  and  in  certain  communities  is  prohibited  by 
ordinance  as  a  public  nuisance.  Smoke  can  be  avoided  by  using 
a  smokeless  fuel,  such  as  coke  or  anthracite  coal;  or,  when  the 
more  volatile  coals  are  used,  by  bringing  about  complete  com- 
bustion of  the  volatile  matter.  In  general,  the  greater  the  pro- 
portion of  the  volatile  content  of  the  coal  the  more  difRcult  it  is 
to  avoid  smoke,  though  much  depends  on  the  character  of  the 
volatile  matter.  Coals  which  smoke  badly  may  give  from  3  to 
5  per  cent  lower  efficiencies  than  smokeless  varieties. 

For  each  kind  of  coal  and  each  furnace  there  is  usually  a  range 
in  the  rate  of  combustion  within  which  it  is  comparatively  easy 
to  avoid  smoke.  At  higher  rates,  owing  to  the  lack  of  furnace 
capacity,  it  becomes  increasingly  difficult  to  supply  the  air,  mix 
it  and  bring  about  complete  combustion.  Hence  when  there  is 
both  a  high  volatile  content  in  the  coal  and  a  rapid  rate  of  com- 
bustion it  is  doubly  difficult  to  obtain  complete  and  smokeless 
combustion. 

However,  although  smoke  is  an  indication  of  incomplete  and 
hence  inefficient  combustion,  it  may  sometimes  be  more  profitable, 
because  of  lower  price  or  for  other  reason,  to  use  a  coal  with 
which  it  is  difficult  to  avoid  smoke,  provided  the  latter  is  not  a 
nuisance  or  is  not  prohibited  by  statute. 

252.  Value  of  Coal  as  Furnace  Fuel,  (a)  The  principal 
factors  which  determine  the  commercial  value  of  coal  used  in 
furnaces  are:  (i)  price  per  ton,  (2)  calorific  value,  (3)  moisture, 
(4)  volatile  matter,  (5)  ash,  (6)  clinkering  tendency,  (7)  sulphur 
content,  (8)  skill  and  attention  required  in  firing,  (9)  suitability 
for  the  furnace  and  grate  in  which  it  is  to  be  used,  (10)  size  of 
coal  and  (11)  available  draft.  These  will  be  briefly  discussed 
in  this  section. 

(b)  As  exposure  to  weather  (sun  and  rain,  humidity,  etc.), 
during  transportation  and  storage,  may  affect  the  amount  of 
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moisture  and  may  also  alter  the  chemical  composition  and  heat 
value  of  the  fuel,  especially  if  rich  in  volatile  matter,  the  various 
analyses  to  which  the  coal  may  be  subjected  should  be  made 
after  the  coal  is  received,  or  as  received,  if  it  is  desired  to  deter- 
mine its  value  to  the  consumer.  The  calorific  value  is  preferably 
determined  by  using  a  fuel  calorimeter  (see  Sect.  244) ;  it  may, 
however,  be  approximated  by  any  of  the  methods  given  in  Sect. 
227(a)  to  (d).  The  moisture,  fixed  carbon,  volatile  matter,  and 
■  ash  per  pound  of  material  may  be  found  by  making  a  proximate 
analysis  (Sect.  226(c)). 

(c)  If  payment  is  made  on  the  basis  of  weight  of  coal  "  as 
received,"  and  if  the  heat  value  is  stated  per  pound  of  "dry 
coal,"  part  of  the  expenditure  is  for  an  unknown  weight  of 
moisture  and  the  true  value  of  the  coal  is  unknown.  Evidently, 
from  the  consumer's  standpoint,  the  purchase  price  should 
depend  directly  on  the  calorific  value  per  pound  of  the  moist  coal 
as  received.  In  any  case  the  ultimate  test  of  the  commercial 
value  is  the  cost  per  B.t.u.  delivered,  or  the  number  of  B.t.u. 
received  for  a  unit  of  money  expended,  other  things  being  equal. 

(d)  The  moisture  in  the  coal  is  undesirable  as  it  not  only  (i) 
reduces  the  heat  value  per  pound  of  material  fired,  but  (2)  adds 
to  the  transportation  expense  per  B.t.u.  delivered,  and  this  in 
direct  proportion  to  its  weight,  and  (3)  decreases  the  furnace 
and  boiler  efficiency  since  it  becomes  superheated  steam,  thereby 
absorbing  heat  (latent  and  sensible),  which  is  carried  up  the 
chimney  with  the  flue  gases.  The  heat  thus  carried  away  per 
pound  of  moisture  is  the  same  as  that  per  pound  of  water  vapor 
formed  from  the  combustion  of  hydrogen  and  is  given  approxi- 
mately by  Eqs.  (364)  or  {365).  Roughly,  the  loss  of  the  total 
heat  value  of  dry  fuel  is  about  Vo  per  cent  for  each  per  cent  of 
moisture  present.  In  eastern  coals  the  moisture  normally 
ranges  from  i  to  5  per  cent,  and  in  western  coals  from  3  to  15 
per  cent. 

(e)  Coals  in  which  the  volatile  mailer  is  proportionately  very 
high  usually  give  very  long  flames,  and  cannot  be  burned  com- 
pletely or  smokelessly  unless  used  with  furnaces  of  proper  type, 
dze,  and  proportions  and  unless  special  means  are  provided  for 
regulating  the  air  supply  above  the  grate.  Even  with  the  most 
careful  management  it  ts  usually  difficult,  and  in  some  cases 
impossible,  to  obtain  complete  combustion  with  such  coals  even 
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though  an  extreme  amount  of  air  is  used;    hence,  the  calori- 

metric  test  is  not  a  true  measure  of  the  commercial  value  of  such 

fuels  in  furnaces.     Fig.  322  shows  in  a  very  general  way  how  the 

efficiency  of  combustion  varies  with 

the  percentage  of  volatile  matter  in 

the  dry  combustible.* 

Coals  moderately  rich  in  volatile 
matter,  such  as  semibituminous  and 
the  less  volatile  bituminous  coals, 
not  only  have  the  highest  calorific 
values  (as  shown  by  the  Mahler  curve 
in  Fig.  315),  but,  when  properly 
fired,  generally  produce  the  highest  efficiencies  of  any  of  the 
coals  used,  and  with  suitable  conditions  and  reasonable  atteor 
tion  can  be  burned  smokelessly,  or  practically  so. 

(f)  The  ask  detracts  from  the  value  of  coal  in  a  number  of 
ways.  The  greater  its  percentage  the 
more  difficult  it  is  to  obtain  complete 
combustion  because  of  its  tendency  to 
pack  and  obstruct  the  passage  of  air; 
also  the  greater  may  be  the  proportion 
of  coal  lost  through  the  grates  with  the 
ash,  and  the  less  is  the  capacity  of  a 
given  furnace  fiecause  of  the  reduction 
of  combustible  per  square  foot  of  grate 
area.  The  way  in  which  the  value  of 
the  fuel  decreases  as  the  percentage  of  ash  increases  is  shown  in 
Fig.  323,  which  in  a  general  way  applies  to  any  kind  or  grade  of 
coal.  When  the  ash  constitutes  40  per  cent  of  coal,  the  fuel  is 
practically  valueless  in  ordinary  furnaces. 

The  expense  of  generating  a  given  amount  of  heat  is  increased 
(i)  by  the  cost  of  transporting  the  inert  matter  in  the  coal,  {2) 
by  the  transportation  and  disposal  of  the  ash,  (3)  by  the  extra 
labor  involved  in  handling  the  lai^er  weight  of  material,  (4)  by 
the  unconsumed  coal  carried  through  the  grates  with  the  ash 
(which  may  be  from  10  per  cent  to  60  per  cent  of  the  latter),  and 
(5}  by  the  heat  al)sorl)ed  by  the  ash  (specific  heat  =  0.2  to  0.24) 
and  carried  with  it  to  the  ash  pit.     In  commercial  coals  the  a^ 
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generally  ranges  from  4  per  cent  to  25  per  cent  of  the  total 
weight. 

The  smaller  the  size  of  coal  the  more  difBcult  is  it  to  remove 
the  inert  portion,  hence  the  greater  is  the  proportion  of  ash 
present,  as  is  shown  by  curve  i  in  Fig.  324  for  one  particular 
kind  of  coal. 

(g)    If  the  ash  is  fusible  at  a  comparatively  low  temperature,  it 
will  form  clinkers  when  a  hot  fire  is  maintained,  as  when  the 
capacity  of  the  furnace  is  being  forced.     This  clinker,  of  course, 
detracts  from   the  value  of  the  coal. 
Steam,  or  water  vapor,  passed  through 
the  fire  with  the  air,  is  supposed  to 
decrease  the  tendency  to  clinker  be- 
cause of  absorption  of  heat  and  the 
consequent  lowering  of  the  tempera- 
ture of  the  ash.     For  this  reason  steam- 
blasts  are  sometimes   used  under  the 
grate  with  clinkering  coals  and  often 
water  is  kept  in  the  ash  pit  to  furnish 
vapor.     If  clinker  is  formed,  the  fused 
mass  must  be  frequently  broken  up  to 

permit  the  free  passage  of  air  through  the  fuel  bed  to  support 
the  combustion. 

(h)  Sulphur  in  coal  is  objectionable  not  only  because  of  its 
relatively  low  heat  value,  but  because  of  the  deleterious  effect  on 
the  boiler  materials,  and  because  it  is  thought  that  in  some 
instances  it  indicates  the  presence  of  clinker-forming  matter, 
although  clinker  also  occurs  when  it  is  absent.  The  sulphur 
should  not  exceed  3  J  per  cent. 

(i)  In  general,  in  using  the  same  coal  with  a  given  furnace  and 
draft,  the  efficiency  and  capacity  of  a  grate  wiH  vary  with  the 
size  of  the  coal,  as  is  shown  by  curves  2  and  3  in  Fig.  324,  for  one 
particular  kind  of  coal  tested  under  a  certain  boiler.*  The  best 
size  for  given  conditions  can  be  determined  from  experiment  or 
from  a  study  of  data  relating  to  similar  coals  burned  under  like 
circumstances.  If  for  some  reason  it  is  necessary  to  burn  a  given 
size  of  a  particular  coal,  there  is  usually  some  design  of  furnace 
and  some  set  conditions  which  will  give  best  results ;  these  can  be 

•  Abbott,  "  Characteristics  al  Coals,"  Jour.  Western  Soc.  of  Eng'rs.,  Oct.  16, 
1906,  p.  S28. 
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determined  experimentally  if  no  information  on  the  subject  is 
already  available. 

In  general,  the  smaller  the  coal  the  harder  is  it  to  bum  com- 
pletely and  the  greater  is  the  percentage  of  unbumed  coal  lost 
through  the  grates  with  the  ash.  In  consequence  there  is  less 
general  demand  for  the  smaller  sizes,  hence  they  cost  less  per  ton 
than  the  larger  grades  and  therefore  are  widely  used  in  boiler 
furnaces  even  though  their  heat  value  per  pound  is  low  because 
of  the  large  percentage  of  ash  present.  Very  fine  coal  and  dust 
are  difficult  to  bum  on  ordinary  grates  as  they  tend  to  pack  and 
check  the  flow  of  air  through  the  fuel  bed,  or  else,  with  strong 
draft,  are  carried  along  with  the  air  to  be  deposited  within  the 
boiler  setting  or  to  be  carried  up  the  stack  to  become  a  nuisance 
to  the  surrounding  neighborhood.  They  may,  however,  be 
burned  successfully  by  the  methods  which  will  be  given  in  Sect. 
253- 

Cj)  Caking  of  the  coal,  if  excessive,  is  in  general  undesirable 
because  of  its  tendency  to  prevent  the  peissage  of  air;  but  where 
provision  is  made  to  break  up  the  bed,  continuously  or  inter- 
mittently, a  certain  amount  of  caking  may  be  advantageous. 

(k)  The  different  kinds  of  coal,  and  the  various  sizes,  do 
not  generally  bum  at  the  same  rates  under  equal  drafts.  With 
a  given  grate  and  draft,  it  is  of  course  necessary  to  use  a  coal 
which  will  develop  the  amount  of  heat  that  is  needed  for  the 
particular  purpose  for  which  the  furnace  is  used,  for  example, 
if  used  under  a  boiler,  it  must  be  possible  to  burn  enough  coal 
to  evaporate  the  maximum  amount  of  steam  required  of  the 
apparatus.  Hence  under  certain  conditions  the  possible  rale  oj 
combustion  may  have  an  influence  in  the  selection  of  a  coal. 
Sometimes  when  there  is  uncertainty  as  to  the  kind  of  coal  which 
will  eventually  be  used,  —  the  grate  is  made  of  such  size  that  the 
heat  output  will  be  sufficient  even  though  the  slowest  burning 
coal  is  used,  —  then  it  will  be  ample  for  freer  burning  kinds  — 
and,  subsequently,  if  desirable,  portions  of  the  grate  can  be 
blocked  off  to  reduce  its  area  when  the  latter  are  used. 

Further,  there  is  some  rate  of  combustion  (pounds  of  coal 
burned  per  square  foot  of  grate  surface  per  hour)  which  will  gi^■e 
the  best  combined  boiler  and  furnace  efficiency  for  each  kind  and 
size  of  coal.  Fig.  325  shows  the  variation  in  the  case  of  one 
particular  kind  and  size.     In  general,  the  rate  and  heat  develop- 
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ing  capacity  of  the  furnace  is  least  with  coals  low  in  volatile 
matter,  rich  in  ash,  and  small  in  size,  and  is,  of  course,  directly 
dependent  on  the  rate  of  air  supply,  that  is,  on  the  draft. 
The  best  rate  to  adopt  in  each  particular  instance  can  be  deter- 
mined experimentally,  or  from  a  study  of  similar  cases,  when 
data  are  available. 

(I)   As  the  volatile  matter  is  mostly  burned  beyond  the  fuel 
bed,  the  rate  at  which  coal  can  be  burned  on  a  given  grate  area  is 
largely  dependent  on  the  proportion  of  fixed  carbon  it  contains. 
The  best  economies  are  usually  ob- 
tained when  from  12  to   16  pounds 
oi  fixed  carbon  are  burned  per  square 
foot  of  grate  surface  per  hour.     The 
ordinary  rales   of  combustion   (under 
normal  conditions)  are  about  as  fol- 
lows:    Anthracite,     from    15    to    20 
pounds;  Semi-bituminous,  from  18  to 
22  pounds;  and  Bituminous,  from  24  Rg.  325. 

to  32  pounds.     Dividing  the  estimated 

total  weight  of  coal  which  is  normally  to  be  burned  per  hour, 
by  the  proper  normal  rate,  as  here  given,  results  in  the  necessary 
grate  area  and  allows  for  an  overload  capacity  of  from  50  per 
cent  to  100  per  cent,  depending  on  the  intensity  of  draft  that  is 
available.  Evidently  with  anthracite  coal  there  must  be  a  larger 
grate  area  for  a  given  total  capacity  than  with  bituminous  coal. 

Greater  rates  of  combustion  are  possible;  for  example,  in 
torpedo  boats  under  forced  draft  {4J  inches  to  6  inches  of  water) 
the  rate  is  from  55  to  65  pounds  per  square  foot;  and  from  80 
to  120  pounds,  and  even  more,  have  been  burned  (with  air 
pressure  of  from  4inches  to  8  inches  of  water).  Rates  as  high  as 
90  pounds  per  square  foot  per  hour  are  commonly  used  in  loco- 
motive practice  where  exhaust  steam  nozzles  are  employed  for 
inducing  strong  drafts. 

(m)  The  maximum  capacity  obtainable  with  a  given  furnace 
and  with  a  certain  intensity  of  draft  available  varies  not  only 
with  the  kind  of  coal  but  also  with  the  size.  Curve  3,  in  Fig. 
324,  shows  how  it  varied  with  the  size  of  one  kind  of  coal  tested 
under  a  certain  boiler.  It  is  to  be  noted  that  the  maximum 
efficiency  is  not  necessarily  obtained  with  the  size  that  gives  the 
greatest  capacity. 
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The  capacity  per  square  foot  of  grate  area  with  anthracite  coal 
is  limited  largely  by  the  fact  that  if  this  fuel  is  burned  rapidly, 
it  has  a  tendency  to  break  up  into  small  pieces  which  pack  and 
clog  the  passage  of  air  through  the  fuel  bed.  This  action  also 
increases  the  amount  of  unconsumed  coal  lost  through  the  grates 
with  the  ash  and  this  lowers  the  efficiency. 

253.  Burning  Powdered  Coal,  (a)  Powdered  coal  can  be 
burned  in  much  the  same  way  as  a  liquid  fuel  (see  Sect.  {258))  if 
it  is  finely  pulverized  and  properly  injected  into  a  furnace. 
When  used  in  this  way  it  has  many  of  the  advantages  incident 
to  the  use  of  liquid  fuel. 

However,  the  cost  of  crushing  and  the  difficulty  of  uniform 
feeding,  combined  with  the  complicated  apparatus  necessary, 
have  thus  far  prevented  any  wide  use  of  powdered  coal  as  a 
boiler  fuel  although  it  has  been  very  successfully  and  widely 
used  for  firing  cement  kilns  in  regions  in  which  the  price  of  oil 
is  high. 

(b)  Coal  too  fine  to  use  on  ordinary  grates  may  be  briguetled 
by  using  a  suitable  binder,  as  has  already  been  mentioned,  and 
can  then  be  used  conveniently  and  efficiently  on  ordinary  grates. 

(c)  Where  special  dumping  grates  are  used  with  air  supplied 
from  below,  under  pressure  that  can  be  readily  regulated,  very 
small  anthracite  coal  has  been  successfully  burned  in  the  following 
manner:  The  fuel  bed  is  not  disturbed  for  cleaning  for  several 
hours,  the  ash  being  allowed  to  accumulate;  the  intensity  of  air 
pressure  in  the  ash  pit  is  increased  as  the  fuel  bed  becomes 
thicker,  but  is  always  such  that  it  becomes  atmospheric  at  the 
surface  of  the  bed;  the  products  of  combustion  are  carried  off 
by  draft  induced  by  a  stack  or  other  device  above  the  fuel  bed; 
and  the  fuel  is  distributed  as  evenly  as  possible  in  firing.  Owing 
to  the  fineness  of  the  coal,  there  is  a  strong  tendency  for  it  to 
burn  out  in  spotSj  to  prevent  which  the  surface  of  the  fuel  bed 
must  be  smoothed  very  frequently  by  using  a  distributing  bar 
with  a  T-head.  As  the  pressure  just  above  the  fuel  bed  is 
atmospheric  there  is  no  objection  to  the  frequent  opening  of  the 
doors  which  is  necessary  for  thus  working  the  fire.  Culm  and 
other  low  grade  coal,  which  is  ordinarily  considered  to  be  waste 
material,  may  in  some  instances  be  burned  with  satisfactory 
results  by  this  method. 
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254.  Selection  and  Purchase  of  Coal,  (a)  The  price  per  toa 
of  the  coal  delivered  is  the  sum  of  the  cost  at  the  mines  and  t^e 
transportation  charges;  hence  the  distance  from  the  mines  may 
have  an  important  bearing  on  the  cost  to  the  consumer.  The 
cost  at  the  mine  depends  on  the  difficulty  in  mining  —  hence 
for  hard  anthracite  it  is  greater  than  for  the  softer  bituminous 
coals.  Also  the  price  is,  of  course,  dependent  on  the  supply  and 
demand.  Thus  the  smaller  sizes,  being  in  the  least  general 
demand,  are  the  cheapest  per  ton  at  the  mine.  Grades  that  are 
generally  considered  worthless  cost  least,  hence  much  attention 
is  being  devoted  to  devising  methods  lor  utilizing  these  grades. 

(h)  In  selecting  coal  for  boilers  the  problem  is  to  find  that 
kind  and  size  which  will  give  the  greatest  number  of  useful  heat 
units,  or  which  will  evaporate  the  largest  weight  of  water,  per 
dollar  expended  for  the  fuel  and  its  firing.  In  default  of  avail- 
able information  on  the  subject,  a  series  of  tests  under  varying 
conditions  may  be  conducted  to  determine  the  coal  best  suited 
to  a  given  furnace  and  to  find  the  size  of  that  coal,  thickness  of 
fire,  strength  of  draft,  method  of  firing,  etc.,  which  will  give  the 
best  results  under  the  prevailing  conditions.  But  such  tests 
may  be  as  much  a  determination  of  the  skill  of  the  fireman  as  of 
the  quality  of  the  coal,  and,  therefore,  may  not  give  the  true  value 
that  the  coal  would  have  when  properly  used.  Although  many 
such  tests  have  been  made,  the  published  data  of  this  kind  at 
present  available  arc  rather  meager. 

(c)  The  principal  sources  of  data  are  reports  of  the  U.  S. 
Bureau  of  Mines,  of  State  Geological  Surveys,  Engineering  Ex- 
periment Stations,  engineering  "pocket  books,"  special  treatises 
on  fuels,  combustion,  and  boilers,  catalogs  of  boiler  manu- 
facturers, etc.  Nearly  all  of  these  reference  books  give  tables 
of  the  chemical  and  proximate  analyses  of  the  fuels  from  the 
more  important  coal  fields  and  while  the  coals  from  a  given  field, 
and  even  from  the  same  mine,  vary  considerably  in  character, 
such  data  may  be  used  in  default  of  tests  of  samples  of  the  coal 
actueilly  under  consideration. 

(d)  Some  large  consumers  have  adopted  the  following  plan 
for  the  selection  and  purchase  of  coal:  By  actual  test  in  their 
furnaces  they  determine  what  kind  is  cheapest  and  most  desir- 
able to  use  under  the  prevailing  conditions  and  thus  a  standard 
specification  as  to  heat  value,  size,  ash,  volatile  matter,  mots- 
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ture,  sulphur,  etc.,  is  drawn  up.  Then  a  "standard  price"  for 
such  coal  is  agreed  upon  with  the  dealer,  with  adjustments 
by  premiums  and  penalties  for  variations  from  the  specification. 
The  adjustment  is  directly,  or  almost  directly,  according  to  the 
variation  in  the  heat  value  per  pound  of  the  moist  coal  (or  coal 
"as  received"),  and  is  dependent  on,  but  not  directly  propor- 
tional to,  the  variation  in  the  percentage  of  ash,  volatile  matter, 
and  sulphur  from  the  standard. 

For  example,  the  Interborough  Rapid  Transit  Company  (New 
York  City)  accepts  a  run  of  mine  bituminous  coal  without 
penalty  or  premium  if  it  contains  20  per  cent  or  less  of  volatile 
matter,  9  per  cent  or  less  of  ash,  and  I3  per  cent  or  less  of  sulphur. 
The  standard  heat  value  per  pound  is  14,250  B.t.u.  with  penalty 
and  premium  averaging  about  one  cent  per  ton  per  50  B.t.u. 
variation  from  standard.  Penalties  per  ton  range  up  to  18 
cents  for  4  per  cent  excess  in  volatile  matter,  and  to  23  cents 
for  4i  per  cent  additional  ash,  and  to  12  cents  for  i  per  cent 
excess  sulphur.* 

Some  concerns  specify  as  standard  a  run  of  mine,  semibitumi- 
nous  coal  with  I  per  cent  moisture,  20  per  cent  volatile  carbon, 
7  per  cent  ash,  and  not  over  i  per  cent  of  sulphur.  If  x  is  the 
per  cent  of  variation  from  standard,  the  adjustment  in  the  p)rice 
is  inversely  proportional  to  x  for  moisture,  to  2  a:  for  volatile 
carbon,  and  to  3.T  for  ash. 

The  government  awards  contracts  on  competitive  bids  which 
are  accompanied  by  specifications  of  the  kind  and  composition 
of  the  coal  (ash,  B.t.u.,  and  size),  which  the  bidders  propose  to 
furnish.  The  analyses  are  made  on  the  coal  "as  received," 
which  takes  care  of  the  effect  of  moisture.  The  coal  is  rejected 
if  it  clinkers  or  produces  smoke  excessively  and  if  it  exceeds 
certain  limits  in  the  amount  of  ash,  volatile  matter,  sulphur, 
fine  coal,  and  dust.  A  small  variation  from  the  specified  stand- 
ard is  tolerated  without  penalty  or  premium;  but  if  there  is 
much  difference,  the  price  is  varied  directly  with  the  heat  value 
of  the  coal  "as  received"  (including  moisture)  and  is  adjusted 
according  to  a  sliding  scale  for  variations  in  ash  and  sulphur. f 

*  Am.  El.  Ry.  Eng'g.  Assoc,  Report,  1911. 

t  U.  S.  Bureau  of  Mines,  Bulletin  ii,  "Purchase  of  Coal,  etc.;"  Bull.  41, 
"  Results  of  Purchaslni;  Coal  under  Government  Specifications;"  and  Tedmicsl 
Paper,  No.  15,  "  Sampling  Coal,  with  Specifications." 
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255.  Fiunace  Operation,  (a)  The  efficiency  and  capacity 
obtained  with  a  given  coal  and  furnace  depend  much  on  the 
knowledge,  skill,  and  attention  of  the  furnace  attendant  and 
especially  is  this  the  case  if  the  furnace  is  hand  fired. 

(b)  In  addition  to  the  considerations  already  discussed  it  is 
important  with  many  kinds  of  coal  to  have  the  right  combination 
of  thickness  of  fuel  bed  and  draft.  For,  in  general,  with  each 
quality  and  size  of  fuel,  and  with  each  method  of  firing  and  rate 
of  combustion,  there  is  some  combination  of  thickness  and  draft 
which  will  give  best  results  —  although  there  is  considerable 
latitude  with  some  coals.  Thin  beds  tend  to  let  an  excessive 
amount  of  air  pass  through  and  require  frequent  and  careful 
firing  and  close  regulation  of  draft.  Very  thick  beds  require  less 
attention  and  give  quicker  response  to  sudden  increase  in  de- 
mand, but  necessitate  stronger  drafts  and  are  conducive  to  the 
formation  of  CO.  With  a  given  draft  and  coal  the  maximum  rate 
of  combustion  is  largely  dependent  on  the  thickness  of  bed.  In 
general,  the  coarser  the  coal  and  the  stronger  the  draft,  the 
thicker  should  be  the  bed.  But  here,  again,  it  seems  impossible 
to  give  any  rule  that  would  be  at  all  general  in  application;  for 
with  anthracite  coal,  the  thicknesses  used  vary  from  4  inches  to 
12  inches  and,  with  bituminous,  from  6  inches  to  16  inches, 
depending  on  the  quality  and  size  of  coal,  the  draft,  method  of 
firing,  etc.  Hence  the  best  combination  must  ordinarily  be 
found  by  experience  in  each  instance. 

(c)  With  anthracite  coal  not  only  must  the  bed  be  kept  uni- 
form but  it  must  be  disturbed  as  little  as  possible  in  cleaning 
the  fire.  Hence  shaking  grates,  which  cut  off  the  lower  part  of 
the  bed  with  minimum  disturbance  of  the  upper  part,  can  be 
used  to  special  advantage  with  this  coal. 

(d)  The  intensity  of  draft  pressure  needed  is  directly  dependent 
on  the  resistance  offered  to  the  passage  of  air  through  the  fuel 
bed.  Its  pressure  is  usually  stated  in  terms  of  "inches  of  water." 
For  the  usual  kinds  and  sizes  of  coal  and  for  ordinary  conditions 
the  drops  in  air  pressure  through  the  fuel  bed  are  shown  by  the 
ordinates  of  the  curves  in  Fig.  326,*  in  which  the  abscissas  are 
rates  of  combustion  expressed  as  pounds  burned  per  square  foot 
of  grate  surface  per  hour. 

*  Modified  from  curves  given  in  "Stirling,"  published  by  the  Stirling  Co.  (1905). 
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(e)  In  an  up-draft  furnace,  fired  from  above,  the  air  ordinarily 
enters  through  the  ash  doors  below  the  grates,  the  draft  being 
induced  by  the  stack,  which  in  some  instances  is  assisted  by 
steam  blowers,  or  by  fans.  The  amount  of  air  and  the  rapidity 
of  combustion  can  be  regulated  by  adjusting  the  dampers  in  the 
flues  leading  to  the  stack,  by  regulating  blowers  or  fans,  and  by 
varying  the  openings  in  the  ash  doors.  If  coal  is  fired  inter- 
mittently, as  in  hand  firing,  the  layer  of  fresh  coal  temporarily 
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Fig.  316. 

chokes  the  air  supply  received  through  the  bed  and  this  occurs 
at  the  time  when  the  most  rapid  distillation  of  volatile  matter 
is  in  progress.  Hence,  immediately  after  firing  a  fresh  quantity 
of  coal,  particularlj'  if  it  is  rich  in  volatile  matter,  an  adequate 
supply  of  air  should  be  introduced  above  the  fuel  bed  and  this 
amount  should  be  diminished  gradually  as  the  rate  of  distillation 
decreases.  This  air  may  be  furnished  through  the  fire  doors, 
which  may  be  gradually  closed  by  hand  or  by  some  automatic 
device  so  arranged  that  the  rapidity  of  its  action  can  be  adjusted 
to  suit  the  fuel,  or  it  may  enter  through  inlets  in  the  boiler  front 
or  in  furnace  walls,  or  through  passages  in  the  bridge  wall  at 
the  back  of  the  grate. 

In  hand  firing  there  is  also  a  loss  due  to  the  relatively  long 
period  of  time  during  which  the  doors  are  open  while  firing. 
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which  [>ennits  large  quantities  of  cold  air  to  enter  and  pass  over 
the  boiler  heating  surfaces.  As  the  conditions  in  the  furnace 
vary  widely  and  quite  rapidly  with  the  method  of  firing,  the  best 
results  can  only  be  obtained  by  close  attention  on  the  part  of  the 
attendants  and  especially  is  this  the  case  when  the  fire  is  being 
forced  —  a  time  when  it  is  the  most  difhcult  to  give  such  at- 
tention. 

(f)  The  way  the  coal  is  distributed  on  the  fuel  bed  is  of 
importance.  In  general,  there  are  three  methods  of  hand  firing 
commonly  used: 

(i)  In  one,  called  spread  firing,  the  fresh  coal  is  each  time 
spread  evenly  over  the  entire  surface  of  the  bed.  This  is  the 
method  commonly  adopted  with  anthracite  coal. 

(3)  In  the  second,  known  as  alternate  firing,  fresh  coal  is 
placed  on  but  one-half  of  the  grate  at  a  time,  which  permits 
excess  air  to  pass  through  the  other,  thinner  and  brighter  half 
for  the  combustion  of  freshly  evolved  volatile  matter.  Spot,  or 
checker,  firing  is  similar ;  alternate  spots  on  an  imaginary  checker- 
board are  fired  simultaneously,  and,  as  before,  the  volatile  matter 
from  the  fresh  coal  is  supplied  with  heated  air  by  the  excess 
amount  that  passes  through  the  remaining  portions  of  the  bed. 
In  these  methods  of  firing,  the  coal  is  placed  each  time  on  the 
brighter  portions  of  the  fuel  bed. 

(3)  In  coking  firing,  which  is  used  only  with  caking  coals,  the 
fuel  is  placed  on  the  front  edge  of  the  fuel  bed  and  allowed  to 
coke,  the  volatile  matter  passing  back  over  the  bed  and  mixing 
with  the  hot  air  passing  through  this  portion.  After  distillation 
is  complete  the  coke  is  pushed  back  and  distributed  over  the  bed. 
This  method,  while  effective,  does  not  permit  of  high  rates  of 
combustion. 

(g)  Evidently  the  best  results  can  be  obtained  only  when  the 
conditions  are  maintained  uniform,  that  is,  when  the  coal  is 
fired  continuously  and  uniformly  and  there  is  no  variation  in 
the  air  supply.  Thus,  with  hand  or  intermittent  firing,  the  coal 
should  be  fired  frequently,  in  small  amounts,  and  it  should  be 
distributed  with  skill,  while,  in  addition,  the  draft  should  be 
carefully  adjusted.  However,  such  close  attention  is  opposite 
to  the  natural  tendencies  of  furnace  attendants,  and  even  with 
it,  it  is  impossible  with  some  coals  to  obtain  complete  and  smoke- 
less combustion  with  hand  firing. 
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(h)  By  the  use  of  automatic  mechanical  stokers,  however,  the 
coal-feeding  operation  is  made  continuous  and  the  conditions  are 
kept  uniform.  They  involve  but  little  labor  or  attention  and 
with  them  it  is  possible  to  obtain  practically  smokeless  combus- 
tion with  nearly  all  kinds  of  coal  provided  that  (i)  the  grates  and 
the  furnace  setting  are  properly  proportioned  to  suit  the  fuel, 

(2)  proper  attention  is  given  to  the  firing  and  air  supply,  and 

(3)  a  suitable  rate  of  combustion  is  used  per  square  foot  of  grate 
surface.     Mechanical  stokers  will  be  described  in  Sect.  257. 

356.  Grates  and  Furnaces,  (a)  The  number  of  square  feet 
of  grate  surface  may  be  determined  in  the  manner  described  in 
Sect. 252  (1).  The  width  of  grate  is  commonly  made  equal  to  the 
distance  between  the  walls  of  the  boiler  setting,  and  the  length 
of  grate  is  ordinarily  found  by  dividing  the  desired  area  by  this 
width.  With  hand  firing,  grate  lengths  up  to  10  feet  have  been 
used  with  dumping  grates,  while  with  ordinary  grates  the  limit 
of  length  is  usually  6  feet  because  of  difficulty  in  cleaning  the  fire. 


Fig.  327. 


(b)  To  prevent  the  grale  bars  from  burning  away  they  should 
be  of  suitable  material  (white  C.  I.  is  generally  used),  and  should 
be  of  such  shape  as  to  present  relatively  small  surface  to  the  fuel 
bed  and  expose  large  radiating  surface  to  the  current  of  air. 
They  must  be  in  short  lengths  (not  over  3  feet  ordinarily),  set 
so  as  to  allow  for  expansion  and  contraction  and  also  for  warping. 
They  must  provide  sufficient  passage  for  air,  and  must  permit 
the  ash,  but  not  the  coal  to  pass  through.  In  addition  they  must 
be  readily  cleaned  of  clinker. 

(c)  Of  the  great  many  kinds  of  grate  bars  in  use  four  of  the 
most  common  forms  are  shown  in  Fig.  327,     In  this  figure,  (c) 
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is  for  sawdust  and  the  rest  are  for  coal.  For  fine  coal  flat  plates 
like  (d)  with  small  perforations  are  sometimes  used;  and  these 
may  have  the  exposed  surface  recessed  so  as  to  become  filled  with 
a  permanent  layer  of  fine 
ashes  in  order  to  protect  the 
bar  from  the  heat  and  also 
to  prevent  the  adherence  of 
clinker  to  the  metal. 

(d)  Fig.  328  shows  one 
form  of  shaking  grate,  of  which 
there  are  a  great  many  dif 
ferent    kinds    in    use.     With 


Fig  328 


such  grates  the  fire  is  not  only  more  easily  cleaned,  but  the  fire 
doors  do  not  have  to  be  opened  dunng  the  operation;  and  the 
bed  is  disturbed  but  little  which  is  especially  valuable  when 
anthracite  and  noncaking  coals  are  burned  Some  are  provided 
with  means  for  breaking  the  clinker,  or  the  caked  coal  bed,  and 
others  for  dumping.  Their  cost  is,  of  course,  greater  than  for 
ordinary  grates  but  they  often  give  from  i  per  cent  to  5  per 
cent  better  efficiency  than  flat  grates. 


Fig-  329- 

(e)  Fig.  329  shows  a  typical  furnace  with  fittings.  The 
arrangement  shown  in  Fig.  330  is  the  roofiess  furnace  suitable  for 
coals  low  in  volatile  matter,  say  with  less  than  20  per  cent. 
Fig.  331  shows  the  tile  roof  arrangement  in  which  the  flame  is 
protected  by  a  roof  of  refractory  material  supported  by  the 
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lowest  row  of  boiler  tubes.  This  arrangement  is  suitable  for 
long  flame  coals,  for  ordinarily  there  is  little  difficulty  in  makii^ 
the  roof  at  least  as  long  as  the  flame. 

(f)    Fig.  332  shows  a  Dutch  oven  which  can  be  built  in  front  of 
any  type  of  boiler.     It  offers  an  incandescent  roof  and  walls  to 


Fig.  330.  Fig.  331. 

reflect  the  heat  and  makes  possible  the  complete  combustion  of 
volatile  matter,  but  it  adds  to  the  radiation  losses  because  of  the 
increased  surface  exposed.     When  possible  it  should  be  confined 
within  the  regular  boiler  setting,  so  as  to  reduce  this  external 
surface.     In  the  Dutch  oven  the  roof  and  walls  are  sometimes 
made  double  with  passages  between  for  the  circulation  of  air 
which  is  supplied  to  the  furnace. 
This     arrangement     serves     the 
double  purpose  of  furnishing  hot- 
ter air  and  of  reducing  the  radia- 
tion loss  by  lowering  the  temper- 
ature of  the  outer  walls, 
PTg.  jj2_  ■   (g)    In  all  these  figures  of  fur- 

naces the  distance  A  should  at 
least  equal  the^we  length,  and  the  external  radiating  surface  of 
the  setting  should  be  made  as  small  as  is  expedient.  The  fur- 
naces and  passages  for  the  hot  gases  must  be  lined  with  fire  brick, 
using  only  the  best  grades  in  furnaces  in  which  the  firing  is 
forced.  Baffle  arches,  piers,  wing  walls,  etc.,  are  sometimes 
introduced  in  the  passageway  of  the  gases  to  mix  them  and 
perfect  the  combustion. 

(h)  Fig,  333  shows  a  down-draft  furnace.  In  this  form  of 
furnace  the  upper  grate  bars  are  cooled  and  are  rather  widely 
spaced.  The  coal  is  fired  on  the  upper  grate  and  the  volatile 
matter  is  carried  downward  by  the  draft  so  as  to  pass  over  the 
hot,  partly  burned  coals  which  have  fallen  to  the  lower  grate. 
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ffi  The  efficiency  of  a  grate  is,  of  course,  lowered  by  the  loss 
of  unburned  coal  with  the  ashes,  while  that  of  the  furnace  is  de- 
pendent on  the  completeaess  of  combustion  and  on  the  radiation 
from  the  external  walls.  As  these  efficiencies  have  an  intimate 
bearing  on  the  performance  of 
the  boiler,  they  will  be  con- 
sidered in  connection  with  the 
general  discussion  of  boiler  ef- 
ficiencies in  Sect.  259. 


Fig.  333. 


257.  Automatic  Mechanical  1 
Stokers,  (a)  The  principal  ad- 
vantages  derived  from  the  use 
of  mechanical  stokers  are:  (i)  Continuous  firing  and  uniform 
conditions;  (2)  progressive  distillation  of  volatile  matter  and 
proper  provision  for  burning  it;  (3)  a  saving  of  from  30  to  40 
per  cent  labor  cost  in  large  plants  (in  small  plants  there  may  be 
no  saving  because  a  certain  number  of  firemen  are  always  neces- 
sary and  the  introduction  of  stokers  may  not  reduce  the  number) ; 
(4)  relief  of  men  from  strenuous  duties  and  from  exposure  to 
heat;  (5)  greater  ease  in  obtaining  good  economy;  (6)  the  elimi- 
nation to  a  large  extent  of  the  personal  element  in  firing;  (7)  the 
greater  possibility  of  smoke  prevention  with  the  poorer  grades 
of  coal;  and  (8)  greater  rates  of  combustion  than  are  possible 
without  smoke. 

(b)  The  main  disadvantages  (which  may,  or  may  not,  be  pres- 
ent in  any  given  make  of  stoker)  are:  (i)  Greater  first  cost  (and 
interest  on  same) ;  (2)  possible  lack  of  durability  and  greater 
cost  of  repairs;  (3)  cost  of  power  to  operate;  (4)  greater  compli- 
cation; (5)  inability  to  meet  sudden  changes  in  load;  (6)  failure 
to  distribute  coal  evenly;  (7)  loss  of  unburned  coal  with  ashes; 
and  (8)  loss  due  to  use  of  steam  in  the  air-blast.  What  was 
said  about  the  design  and  arrangement  of  grate  bars  and  furnaces 
in  general  in  the  preceding  sections  also  applies  to  automatic 
stokers. 

(c)  At  the  lower  rates  of  combustion  it  is  possible  to  obtain 
about  as  good  results  with  hand  firing  as  with  automatic  stokers, 
but  this  involves  the  employment  of  painstaking  men  of  great 
skill  who  command  higher  wages  than  the  ordinary.  With 
automatic  stokers  and  furnaces  designed  to  suit  the  coal  and 
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draft,  the  best  results  are  obtainable  with  very  little  effort  or 
skill  on  the  part  of  the  attendants.  Most  plants  using  auto- 
matic stokers  are  also  equipped  with  automatic  coal  conveying 
machinery  and  means  for  delivering  the  coal  by  gravity  to  the 
hoppers  of  the  stokers,  and  in  such  cases  the  labor  is,  of  course, 
reduced  to  a  minimum.  •  , 

(d)  No  one  type  of  mechanical  stoker  is  equally  valuable  for 
all  kinds  of  coal,  but  practically  any  kind  of  coal  can  be  burned 
efficiently  and  smokelessly  with  a  suitable  stoker,  provided  the 
rate  of  combustion  does  not  exceed  a  certain  value  which  is 
dependent  on  the  kind  of  coal.* 

(e)  In  hand  firing  one  man  can  eflfectively  attend  to  from  200 
to  500  boiler  horsepower,  and  at  the  same  time  wheel  the  coal 
and  ashes,  and  regulate  the  feed  water  pumps,  draft,  etc.  In 
such  case  from  1000  to  2500  pounds  of  coal  are  handled  per  hour. 

When  merely  firing,  with  coal  delivered  by  others,  one  man  can 
hand  fire  about  1000  boiler  horsepower,  i.e.,  handle  from  4000 
to  5000  pounds  of  coal  per  hour. 

With  automatic  stokers  provided  with  coal  fed  by  gravity 
from  overhead  bunkers,  one  attendant 
can  ordinarily  care  for  from  2000  to 
4000  boiler  horsepower,  using  from 
8000  to  20,000  pounds  of  coal  per  hour. 
(f)  Mechanical  stokers  may  in  gen- 
eral be  classified  as: 

(a)  Over  feed    (including    (i)    front 

feed,  (2)  side  feed,  and  (3)  chain  grate) 

and  (b)  underfeed. 

FiS'  334-  These  will  now  be  discussed  in  a  very 

general  way. 

(g)    In  most  over-feed  stokers  {see  Fig.  334)  the  coal  is  deposited 

in  a  hopper  from  which  it  is  automatically  and  continuously  fed 

to  the  grate  and  made  to  pass  under  a  more  or  less  extensive 

coking  arch,  which  is  maintained  at  a  high  temperature  and  serves 

the  same  purpose  as  the  roof  of  ihc  Dutch  oven.     Air,  heated  or 

otherwise,  is  usually  admitted  with  the  coal  under  the  coking 

arch.     The  grate  bars  arc  moved  in  such  manner  as  to  carry  the 

bed  of  coal  constantly  in  one  direction  and  as  it  progresses  it 

■  Bull.  40,  U.  S,  Bureau  of  Mines,  "  Smokeless  Combustion,"  an  investigation 

of  sn'eraj  hundred  plants. 
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gradually  bums  out.  As  the  coal  approaches  the  hotter  portion 
of  the  fuel  bed  a  progressive  disHtlatian  of  the  volatile  matter 
occurs.  The  resulting  gas  mixes  with  the  air  above  and  the 
mixture  then  passes  under  the  coking  arch  which,  being  heated 
to  incandescence,  reflects  the  heat  from  the  bright  portions  of 
the  bed  and  deflects  the  gas  so  as  to  make  it  pass  over  the  rest 
of  the  bed.  Thus  the  conditions  are  excellent  for  the  complete 
combustion  of  the  volatile  content. 

The  rate  at  which  coal  is  fed  from  the  hopper  to  the  grates  and 
at  which  it  is  carried  along  the  latter  can  be  varied  and  should  be 
so  adjusted  that  combustion  of  the  coal  is  just  completed  when 
the  end  of  the  grate  is  reached.  If  completed  before  this  point 
cold  air  will  force  its  way  through  the  thin  bed  of  ashes  at  the  end 
and  reduce  the  efficiency;  and  if  not  completed  unbumed  coal 
will  be  lost  with  the  ashes. 

The  stokers  may  be  driven  in  various  ways,  such  as  by  small 
steam  engines,  by  electric  motors,  or  by  belting  from  conveniently 
located  line  shafting. 

(h)  Fig.  335  shows  diagrammatically  a  typical  arrangement 
of  a  front-feed  stoker  with  inclined  grate.  It  has  a  hopper,  coal- 
pusher  feeding-device,  dead  plate,  coking  arch,  and  air  inlet 
under  the  latter.  The  grate  bars  are  stepped  and  inclined,  and 
they  are  mechanically  oscillated,  or  reciprocated,  in  such  way 
as  to  cause  the  bed  of  coal  to  gradually  descend.  The  rapidity 
and  amplitude  of  motion  of  the  pushers  and  grates  can  be  so 
regulated  that  the  coal  is  just  burned  out  by  the  time  it  reaches 
the  bottom  of  the  grate.  The  ashes  and  clinker  become  de- 
posited on  the  ash  table,  which  is  dumped  by  hand  from  time  to 
time.  When  the  ash  table  is  tilted  a  guard  is  brought  into 
position  (as  is  shown  at  (a)  in  the  figure)  to  keep  the  fuel  bed 
from  sliding  down  and  being  dumped  at  the  same  time.  In  the 
figure,  the  upper  reciprocating  grate  bars  are  hollow  and  the  air, 
which  is  injected  into  their  interiors  by  steam  jets  S.  issues 
through  openings  in  the  risers  of  the  steps.  The  lower  grates 
rock  or  oscillate  about  the  trunnions  shown  in  (6)  and  have 
replaceable  bars.  There  are,  of  course,  many  other  designs  and 
arrangements  of  front-feed  stokers,  ■ 

(i)  The  typical  arrangement  of  side-feed  stokers  is  shown 
diagrammatically  in  Fig.  336.  Coal  is  fed  into  the  magazine 
from  above  or  through  doors  (a)  in  the  front  and  is  pushed,  by 
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some  suitable  mechanism,  to  the  coking  plate  at  the  top  of  the 
inclined  grates.  The  whole  bed  of  fuel  is  covered  by  a  fire-brick 
arch,  and  air,  which  is  heated  by  passing  over  the  arch,  is  dis- 
charged into  the  furnace  just  above  the  entering  coal.  The  coal 
gradually  descends  on  the  inclined  grate  bars,  the  alternate  ones 
of  which  are  constantly  moving.  The  ash  and  clinkers  are 
crushed  by  rotating  (or  reciprocating)  grinders  located  at  the 
bottom  of  the  grates.  Some  grinders  are  made  hollow  and  are 
connected  to  the  draft  in  such  way  as  to  cause  cold  air  to  pass 
through  them  to  prevent  overheating.  When  clinkering  coal 
is  used,  steam  (from  the  stoker  engine,  if  there  is  one)  is  dis- 
charged through  the  bed  of  ashes  to  reduce  the  amount  of  clinker 
and  to  make  crushing  easier. 


Fig.  337. 

The  advantageous  features  of  this  type  of  stoker  are  the  large 
coking  spaces,  the  ample  coking  arch,  and  the  voluminous  com- 
bustion chamber.  These  stokers  operate  successfully  with  both 
uniform  and  variable  loads  and  under  a  great  variety  of  condi- 
tions. With  some,  when  certain  types  of  coal  are  used,  there  is 
difficulty  in  getting  rid  of  the  ash  and  clinker.  The  types  differ 
principally  in  the  manner  of  feeding  the  coal  and  getting  rid  of 
the  residue. 

(j)  The  typical  arrangement  of  chain-grate  stokers  is  shown  in 
FiS-  337-     This  has  the  hopper,  the  coking  arch  with  air  ducts 
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and  the  feeding  device  common  with  the  other  forms  of  over-feed 
stokers  already  described.  The  grates  consist  of  a  series  of 
endless  chains  carried  on  sprocket  wheels  which  slowly  rotate 
and  thus  carry  the  coal  toward  the  back  of  the  grate.  The  whole 
mechanism  is  usually  mounted  on  wheels  on  a  track  and  can  be 
pulled  forward  for  inspection  or  repairs.  These  stokers  are 
particularly  adapted  to  the  smaller  and  poorer  grades  of  non- 
caking  coals.  To  operate  satisfactorily  the  thickness  of  fire, 
the  draft,  and  the  speed  of  the  grate  must  be  adjusted  to  suit  the 
load.  Combustion  should  be  complete  when  the  coal  has  just 
reached  the  back  of  the  grate. 

(k)    In  the  under-feed  stokers,  a  typical  arrangement  of  which 
is  shown  in  Fig,  338,  the  coal  is  fed  forward  from  the  hopper,  by  a 


Fig.  338. 

reciprocating  pusher,  as  shown  (or  by  a  screw  conveyer  or  other 
suitable  feeding  device),  into  a  retort,  around  the  upper  edges  of 
which  are  replaceable  tuyere  blocks,  through  which  air  is  supplied 
under  pressure.  The  combustion  takes  place  at  the  top  of  the  bed 
towards  which  the  fresh  coal  is  fed  from  below.  The  ashes  and 
clinkers  fall  to  the  sides  of  the  retort  on  dead  plates  from  which 
they  can  be  readily  removed  through  doors  in  the  furnace  front. 
The  volatile  matter  is  liberated  as  the  coal  becomes  heated  and 
this  must  pass  through  the  intensely  hot  coals  above,  where  it  is 
mixed  with  the  entering  air  and  is  completely  burned.  Even 
with  volatile  coals,  the  combustion  is  completed  within  a  very 
short  distance  from  the  surface  of  the  fuel  bed,  hence  only  a  very 
short  combustion  space  is  necessary.     Such  stokers  give  satis- 
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factory  results  even  when  placed  in  corrugated  flues  as  small  as 
three  feet  in  diameter,  such  as  are  used  in  internally  fired  boilers. 

With  such  stokers  it  is  necessary  to  use  very  strong  draft 
(about  three  inches  of  water)  which  must  be  furnished  by  some 
forced  draft  system,  hence  the  operation  is  independent  of 
weather  conditions.  In  some  instances  the'rate  at  which  air 
and  coal  are  supplied  is  controlled  automatically  by  the  steam 
pressure.  In  one  such  arrangement  the  speed  of  the  blower- 
engine  is  regulated  by  the  steam  pressure  (a  drop  in  pressure,  due 
to  a  sudden  demand  on  the  boiler,  causing  an  increased  speed  and 
hence  a  greater  delivery  of  air)  and  the  valves  for  the  steam- 
actuated  coal  feeder  are  operated  by  this  same  engine;  hence  the 
rates  at  which  the  air  and  coal  are  supplied  are  changed 
simultaneously,  are  kept  properly  balanced,  and  the  boiler  pres- 
sure is  automatically  maintained  substantially  constant. 

With  these  stokers  it  is  possible  to  obtain  very  high  rates  of 
combustion  in  a  very  limited  space,  from  500  to  600  pounds  of 
coal  per  hour  being  consuined  in  each  retort.  They  operate 
best  with  bituminous  coals  which  are  low  in  ash  and  they  are  not 
ordinarily  satisfactory  with  fine  anthracite  coals.* 

There  are,  of  course,  numerous  possible  arrangements  of  such 
stokers.  In  some  the  retorts  are  inclined  and  have  two  hori- 
zontal pushers,  one  above  the  other. 

258.  Burning  Liquid  Fuel,  (a)  Both  crude  petroleum  and  the 
product  of  its  partial  refinement,  fuel  oil,  are  very  extensively 
used  as  fuel  in  boiler  plants.  The  fuel  oil  is  generally  preferable 
to  crude  petroleum  on  the  score  of  safety  as,  due  to  the  removal 
of  the  more  volatile  constituents  during  the  refining  process, 
its  flash  point  is  higher.  Most  fuel  oil  also  has  a  lower  water 
content  than  the  crude  material  and  for  this  reason  there  is  less 
danger  of  the  flame  being  extinguished  by  water  collecting  in 
the  fuel  pipes  and  then  passing  as  a  "slug"  through  the  burner. 

(b)  To  successfully  burn  fuel  oil  it  is  necessary  to  spray,  or 
"atomize,"  it  very  effectively  and  to  mix  this  in  the  furnace  with 
the  necessary  air.  The  furnace  should  be  well  lined  with  brick 
which,  becoming  incandescent  during  operation,  will  insure 
satisfactory  combustion  so  long  as  there  is  sufficient  air  well 
mixed  with  the  fuel.  It  is  also  essential  that  the  furnace  be  so 
lai^e  and  so  shaped  that  the  burning  fuel  does  not  come  in  con- 
•  Bull.  40,  U.  S.  Bureau  of  Mines. 
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tact  with  boiler  iieating  surface ;  faiture  in  this  respect  will  result 
in  incomplete  combustion  of  the  fuel,  as  in  the  case  of  long 
flaming  bituminous  coal,  and  is  also  liable  to  result  in  the  over- 
heating and  ultimate  failure  of  the  exjxised  heating  surface. 

(c)  The  oil  is  generally  atomized  or  sprayed  by  compressed 
air  or  by  steam,  the  latter  being  now  the  more  common  method. 
It  is  also  occasionally  atomized  mechanically.  In  most  cases  the 
oil  is  pumped  from  storage  tanks  to  burners  by  small  steam- 
driven  pumps.  On  the  way  to  the  burners  it  is  heated  by  means 
of  the  exhaust  steam  from  the  pumps,  after  which  it  enters  the 
nozzles  or  "burners,"  from  which  it  is  so  sprayed  as  to  give  a  long 
jet  of  finely  divided  fuel  which  can  thoroughly  mix  with  air 
admitted  to  the  furnace.  The  amount  of  steam  required  in 
handling  the  oil  varies  from  about  2.5  per  cent  to  5  per  cent  of 
the  total  amount  generated  —  usually  it  is  about  3  per  cent  and 
is  about  evenly  divided  between  the  pumps  and  the  burners. 


Fig.  344-  Fig,  345. 

(d)   The  principal  advantages  of  burning  oil  under  boilers  are: 

1.  Ease  of  handling  from  tank  car  to  furnace,  as  no  man- 

ual labor  is  required  even  in  the  smallest  plants. 

2.  Small  weight  and  volume,  since  the  oil  has  30  per  cent 

higher  calorific  value  for  equal  weight,  as  compared 
with  coal. 

3.  Lack  of  clinkers  and  ash. 

4.  Higher  average  operating  efficiency  because  of  (a)  ease 

of  operation,  (6)  ability  to  properly  gauge  and  main- 
tain necessary  air  supply,  (c)  smaller  excess  of  air 
required  because  of  ease  of  forming  good  mixture,  and 
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{d)  more  uniform  furnace  conditions  because  there  is 
no  necessity  to  open  doors  at  frequent  intervals. 

5.  Practical  elimination  of  soot  and  smoke. 

6.  Decreased  labor  bill  in  large  plants  because  of  ease  with 

which  one  man  can  handle  several  thousand  boiler 
horse  power. 

7.  Ease  with  which  boiler  can  be  m2ide  to  follow  rapid 

fluctuations  of  load. 

(e)  To  offset  these  advantages  are  high  cost  of  oil  fuel  in 
comparison  with  coal  in  many  parts  of  the  country  and  the 
increased  danger  of  fire  due  to  the  more  inflammable  character 
of  the  fuel. 

(f)  Figs.  339,  340,  and  341  show  several  burners,  of  which 
there  are  a  great  many  other  forms  in  use.  One  of  the  numerous 
possible  arrangements  of  the  oil-feeding  system  is  shown  in 
Fig.  342;  and  in  Figs,  343,  344,  and  345  are' illustrated  three  of 
the  many  arrangements  of  furnace  in  use. 
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359.  Losses  Connected  with  Steam  Generation,  (a)  Be- 
cause of  the  very  intimate  connection  between  the  boiler  proper  • 
and  the  other  parts  which  make  up  the  steam  generating  appara- 
tus, it  is  most  convenient  to  discuss  the  losses  and  efficiencies  of 
boiler,  furnace,  and  grate  at  the  same  time.  Reference  to  the 
energy  stream  in  Fig.  346  will  assist  in  following  the  discussion. 

(b)  It  should  first  be  observed  that  it  is  the  function  of  the 
furnace  to  receive  fuel,  with  its  supply  of  heat  in  latent  form, 
and  to  make  the  maximum  possible  amount  of  this  heat  avail- 
able for  use.  The  furnace  may  therefore  be  called  the  "  heat 
generator."  It  is  then  the  function  of  the  boiler  proper  to  serve 
as  a  "  heat  absorber  "  and  to  transmit  to  the  contained  water 
and  steam  as  large  a  part  of  this  heat  as  possible.  But  losses 
always  occur  in  making  the  heat  available  in  the  furnace  and 
similarly  there  are  some  that  are  unavoidable  in  utilizing  that 
heat. 

There  are  in  general  three  losses  in  the  furnace:  (1)  Some  of 
the  combustible  is  not  burned,  but  is  lost  with  the  ash;  (2) 
some,  which  is  not  so  lost,  is  incompletely  burned  and  passes  off 
with  the  products  of  combustion  in  fine  particles;  and  (3)  some 
of  the  heat  actually  made  available  in  the  furnace  is  lost  by 
radiation  and  cannot  therefore  be  utilized  by  the  boiler.  ' 

Thus,  only  a  fraction  of  the  heat  originally  supplied  with  the 
fuel  is  really  brought  to  the  boiler  heating  surfaces  for  utilization 
and  part  of  this  must  always  be  unavailable  even  in  an  ideal 
boiler,  for  after  the  products  of  combustion  are  cooled  to  the 
boiler  (steam)  temperature  there  can  be  no  further  transfer  of 

•  The  tCTm  "  boiler  "  is  ambiguou5.  It  is  used  to  refer  to  the  boiler  proper  (or 
vessel  containing  the  water  and  steam)  and  also  to  this  element  in  combination 
wiUi  the  furnace,  setting  and  other  parts,  which  collectively  comprise  the  whole 
steam  generating  apparatus.  However,  this  should  not  lead  to  confusion  as  the 
context  always  makes  dear  the  sense  in  which  the  term  is  used. 
533 
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heat  to  the  boiler.*  This  unpreventable  loss  is  equal  to  the  heat 
required  to  raise  the  temperature  of  the  flue  gases  from  atmos- 
pheric to  boiler  temperature. 

Including  this  one  there  are  three  losses  of  heat  associated 
with  the  boiler  proper  or  "  heat  absorber."  These  boiler  losses 
are:  (i)  The  unpreventable  loss  (in  the  ideal  case)  equal  to 
the  heat  utilized  in  raising  the  flue  gases  to  boiler  temperature; 
(2)  a  loss  resulting  from  the  fact  that  in  commercial  boilers 
the  temperature  of  the  flue  gases  is  never  reduced  to  that  of  the 
steam;  and  (3)  a  loss  resulting  from  the  radiation  from  external 
surfaces  of  boiler  and  setting. 


Fig.  346. 

The  exact  values  of  the  total  radiation  loss  of  the  complete 
apparatus  and  the  proportions  chargeable  separately  to  furnace 
and  to  boiler  are  generally  indeterminate,  but  they  may  be 
approximated  more  or  less  closely  in  some  instances. 

(c)  During  a  boiler  test,  it  is  possible  to  obtain  data  which 
can  be  used  in  determining  the  distribution  or  destination  of  the 
known  heat  value  of  the  fuel  actually  fired.  The  tabulation  of 
such  information  is  called  a  heat  balance  and  accounts  for- all 
the  heat  utilized  and  lost.  It  is  usually  stated  both  in  terms 
of  B.t.u.'s  and  on  the  percentage  basis.  A  complete  heat  balance 
would  include  the  following  eleven  items:  (i)  The  heat  utilized 
(absorbed  by  the  water  heated  and  the  steam  generated);   the 

•  There  is  an  eiception  lo  this  statement  in  the  special  case  of  boilers  that 
operate  on  the  "counter  flow  prbciple."     This  ivill  be  discussed  later. 
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losses  due  (3)  to  unconsumed  combustible  in  the  ash  and  (3) 
to  the  removal  of  ash  from  the  ash  pit  while  at  high  tempera- 
ture; the  stack  losses  (Sect.  248)  occasioned  by  (4)  moisture  in 
the  fuel,  Cs)  humidity  in  the  air  supplying  the  oxygen,  and  (6) 
water  formed  by  the  combustion  of  hydrogen,  and  that  due  to 
(7)  the  sensible  heat  in  the  flue  gas;  the  losses  due  to  (8)  uncon- 
sumed CO,  (9)  unburnt  hydrogen  and  hydrocarbons  and  (lo) 
to  the  solid  fuel  (such  as  fine  coal  dust  and  soot)  carried  off  by 
the  draft;  and  (11)  the  losses  not  otherwise  accounted  for  — 
principally  radiation.  The  sum  of  the  items  on  the  B.t.u.  basis 
must,  of  course,  equal  the  heat  in  the  coal  actually  fired,  and 
on  the  percentage  basis  it  must  total  100  per  cent. 

(d)  In  real  tests  it  is  seldom  practicable  to  make  any  such 
complete  balance  as  that  just  given.  It  is  common  practice* 
to  limit  it  to  the  following  six  items:  —  (i)  Heat  absorbed  by  the 
boiler  proper  and  the  losses  due  to  (2)  moisture  in  the  coal, 
(3)  moisture  formed  by  the  burning  of  hydrogen,  (4)  sensible 
heat  in  flue  gases,  (5)  unconsumed  CO,  and  (6)  those  not  other- 
wise accounted  for  (including  that  due  to  unconsumed  H  and 
hydrocarbons,  moisture  in  air,  radiation  and  others  not  listed 
above). 

A  complete  discussion  of  the  method  of  determining  the  vari- 
ous losses  is  outside  the  province  of  this  book.  For  further 
details  the  student  is  referred  to  books  devoted  to  Boilers  and 
Furnaces  and  to  Experimental  Engineering. 

260.  Efficiencies  Connected  with  Steam  Generation,  (a) 
After  the  preceding  discussion  of  the  losses  occurring  in  boilers 
and  after  a  study  of  the  energy  stream  in  Fig.  346,  it  is  evi- 
dent that  numerous  ratios  between  the  widths  of  the  stream  at 
various  points  will  give  efficiencies  of  the  different  elements  of 
the  steam  generating  apparatus  and  of  their  combinations.  The 
more  important  of  these  efficiences  will  now  be  given,  but  as 
they  are  clearly  shown  in  Fig.  346  the  discussion  will  be  very  brief. 

(b)  Of  the  combustible  placed  in  the  furnace,  a  part  may  be 
lost  through  the  grates  with  the  ash.  That  which  is  not  thus 
lost  must  ascend  from  the  grate  as  volatile  combustible,  as 
gaseous  products  of  combustion,  as  unburnt  solid  matter,  or  as 
a  mixture  of  these;    it  will  be  called  "  combustible  ascending 

•  Rules  foe  Conducting  Boiler  Trials.     Code  of  1899,  Trans.  A.S.M.E.,  1899. 
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from  the  grate  "  or  "  ascending  combustible."     Obviously,  the 
Grate  Efficiency  is 

„_.  _  Weight  (or  heat  value)  of  ascending  combustible 

■'  ~      Weight  (or  heat  value)  of  combustibU  fired     '  ^^^^' 

which  is  shown  in  Fig,  346  by  the  ratio  CD/CE. 

(c)  The  Efficiency  of  the  Combustion  Space  (including  the 
coking  arch,  gas  mixing  structures',  and  other  parts  of  the  furnace 
above  the  grate)  is 

„„,      Heat  made  available  for  absorption  by  boiler 
Heat  in  ascending  combustible 

This  is  shown  in  Fig.  346  by  the  ratio  FG/FH. 

(d)  The  furnace,  or  "  heat  generator  "  includes  both  the  grates 
and  the  combustion  space.     Hence  the  Furnace  Efficiency  is 


Heat  value  of  combustible  fired 
-GEf  X  CEf (401a) 

In  Fig.  346,  FEf  is  the  ratio  IJ/IK. 

The  numerator  in  Eq.  401  is  evidently  equal  to  the  sum  of  (i) 
the  heat  absorbed  by  water  and  steam,  {2)  the  heat  in  flue  gases 
leaving  boiler  and  (3)  the  radiation  from  the  boiler  and  its  walls. 
Items  (i)  and  (2)  can  be  determined  without  difficulty,  but  the 
radiation  losses  can  in  general  only  be  approximated.  For  this 
reason  the  Furnace  Efficiency  is  often  omitted  from  reports  of 
tests. 

(e)  It  has  been  seen  that  the  heat  used  in  raising  the  flue  gas 
from  the  temperature  of  the  atmosphere  to  that  of  the  steam 
is  not  ordinarily  available  for  use  in  the  boiler  proper;  •  hence, 
if  the  products  of  combustion  are  at  a  temperature  equal  to,  or 
below,  that  of  ebullition  there  will  be  no  heat  used  by  the  boiler, 
even  though  the  furnace  itself  has  high  efficiency,  —  and  as  far 
as  the  boiler  proper  is  concerned,  all  of  the  heat  is  then  wasted. 
To  have  the  boiler  use  the  maximum  amount  of  heat  evolved, 
the  unavailable  portion  must  of  course  be  made  as  small  as 
possible.  This  useless  amount  is  not  only  dependent  on  the 
temperature  difference  between  the  air  and  steam,  but  also  on 
the  weight  of  the  gas  heated.  It  can,  therefore,  be  minimized 
•  See  footnote  on  page  534  for  exception. 
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by  decreasing  the  weight  of  excess  air  supplied  for  combustion. 
Furthermore,  the  benefit  of  such  reduction  is  twofold,  for  not 
only  does  it  decrease  the  amount  of  heat  unavailable,  but  it 
results  in  higher  temperature  of  the  products  of  combustion, 
which  makes  the  unavailable  portion  a  smaller  percentage  of  the 
total  heat  evolved,  which  in  turn  increases  the  efficiency  of  the 
steam  generating  apparatus  as  a  whole.* 

(f)  The  Apparent  Efficiency  of  Boiler  (alone)  may  be  defined 

as 

,  m~.      Heat  absorbed  by  water  and  steam  , 

^^^f  = w-  V  , — ,  ;^  .  ■     , .    .      (402) 

Heat  developed  tn  furnace 

and  in  Fig.  346  ABEf  =  LM/LN.  The  determination  of  this 
efficiency  involves  a  knowledge  of  the  furnace  losses,  ^  hence, 
like  the  Furnace  Efficiency,  it  is  difficult  to  determine  accurately. 

(g)  But  some  of  the  heat  developed  in  the  furnace  has  been 
shown  to  be  unavailable  for  the  ordinary  boiler,*  and  it  is  hardly 
just  to  chaise  against  such  a  boiler  the  non-utilization  of  this 
portion;  hence,  the  apparent  efficiency  is  not  a  true- measure  of 
the  performance  in  such  case.  Calling  the  heat  with  tempera- 
ture above  that  of  the  steam  "potential  heat,"  then,  what  maybe 
termed  the  True  Boiler  Efficiency  is,  evidently, 

~,„„,      Heat  absorbed  by  water  and  steam  , 

^^^^  = Potential  heat '    '     ^^o^) 

In  Fig.  346.  TBEf  =  OP/OQ,  the  unavailable  heat  being  shown 
hyQR. 

(h)  What  is  called  "  Sot/cr  EjScteMcy  "  in  the  A.S.M.E.codet 
applies  to  the  combined  efficiency  of  boiler  proper  and  combus- 
tion space  and  is  expressed  as  follows: 

_  __,  _       Heat  absorbed  by  water  and  steam 

Heat  available  in  ascending  combustible' 
=  ABEfXCEf.       (404a) 

•  It  has  been  suggested  (Bull.  33,  U.S.  Bureau  of  Mines)  that  the  numerators 
in  Eqs.  (400)  and  (401)  should  include  only  the  heat  above  the  steam  temperature. 
However,  while  this  limitation  would  be  satisfactory  for  comparison  between  boilers 
of  the  ordinary  tj-pe.  it  would  be  inapplicable  to  those  using  the  "counter  flow" 
principle.  Hence,  in  this  text,  the  numerator  will  be  taken  as  the  total  heat  evolved 
iu  the  furnace,  regardless  of  its  temperature. 

t  Trans,  A.S.M.E.,  1899. 
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In  Fig.  346  BCEf  =  ST/SU.  This  efficiency  measures  the 
perfection  of  operation  of  the  boiler  and  combustion  space  com- 
bined (not  including  the  grate)  and  as  it  can  be  readily  deter- 
mined it  is  generally  given  in  reports  of  boiler  tests. 

In  practice  "  Boiler  Efficiencies  "  as  high  as  85  per  cent  have 
been  obtained  with  oil  fuel  in  short  tests  under  exceptional  con- 
ditions. In  continuous  running,  75  per  cent  efficiency  with  coal, 
and  80  per  cent  with  oil,  are  attainable  under  uniform  conditions. 
With  variable  loads  and  ordinary  conditions,  average  efficiencies 
of  60  to  65  per  cent  throughout  the  year  represent  good  perform- 
ance. 

{i}  The  Overall  Efficiency  {OEJ  =  VW/  VX  in  Fig.  346)  includes 
the  Grate  Efficiency  as  well  as  the  "  Boiler  Efficiency,"  and  in 
the  A.S.M.E.  code  is  termed  the  "  Efficiency  of  boiler  including 
grate."  It  is  a  measure  of  the  perfection  of  the  combined  per- 
formance of  the  boiler,  furnace,  and  grate,  and  is  affected  by  the 
skill  of  the  Bremen,  the  suitability  of  the  coal  and  draft,  the 
dropping  of  coal  through  grate  bars,  etc.     Hence 

_„,      Heal  absorbed  by  waUr  and  steam 
^  -^  "       Heatin  Ike  combustible  fired      ■      ■     ■     ■     W05; 
=  BCEf  X  GEf  =  GEf  X  CEf  X  ABEf.    .    .  (405a) 

The  OEf  can  be  readily  determined  and  hence  is  usually  incor- 
porated in  reports  of  boiler  tests.  With  solid  fuels  Its  numerical 
value  is  slightly  less  than  the  BCEf. 

(j)  Except  in  the  case  of  "  Boiler  Efficiency"  {BCEf)  and  of 
"  Boiler  Efficiency  including  grate  "  (OEf),  there  is  lack  of  agree- 
ment among  engineers  as  to  the  definitions  and  names  of  the 
efficiencies  of  the  various  elements  of  the  steam  generating 
apparatus.  Hence,  before  proceeding  witJi  the  discussions 
including  the  use  of  such  terms  it  is  always  important  to  first 
arrive  at  an  understanding  of  their  meanings.  The  terms  and 
definitions  used  in  the  foregoing  treatment  appear  to  the  authora 
to  be  the  most  satisfactory  ones. 

261.  Boiler  Heating  Surface  and  Heat  Transmission,  (a) 
The  water  heating  surface  (H.S.)  of  a  boiler  is  the  surface  of 
those  parts  of  the  shell  which  are  in  contact  with  water  on  one 
side  and  with  the  furnace  gases  on  the  other.  As  the  transmis- 
sion of  heat  from  the  flue  gases  to  the  boiler  shell  is  less  rapid 


D.i.'..c..iCjOOglC 


"? 

1 

/^^ 

^^^=Xr 

j,_ ^ 

! 

(.^.-.r:^- 

-^^ — 

BOILERS  539 

than  that  from  the  shell  to  the  water,  the  heating  surface  should 
theoretically  be  measured  on  the  gaj  side  of  the  plates  or  tubes. 
In  the  case  of  tubes,  however,  it  is  common  practice  to  consider 
the  outer  (larger)  surface  as  heating  surface,  regardless  of 
whether  it  is  exposed  to  water  or  gases. 

(b)  With  a  given  amount  of  potential  heat  in  hot  gases,  the 
more  extensive  the  heating  surface  the  nearer  will  the  flue  gases  be 
cooled  to  boiler  temperature  and,  neglecting  radiation,  the  higher 
will  be  the  fra«  efficiency  of  the  boiler. 
This  is  shown  by  curve  £  in  Fig.  347 
where  ordinates  are  efficiencies,  or 
relative  performance,  and  abscissas 
are  extent  of  H.S.  With  infinite  sur- 
face all  the  potential  heat  would  be 
absorbed  and  thus  this  efficiency 
would  be  100  per  cent  on  this  assump-  ^g^°34^  ° 

tion.  However,  it  is,  of  course,  neces- 
sary to  include  the  effect  of  the  radiation  losses  which  evidently 
depend  directly  on  the  extent  of  the  radiating  surface  which  is 
proportional  to  the  heating  surface.  In  Fig.  347  the  percentage 
of  this  loss  is  represented  by  the  ordinates  of  the  line  R.  The 
net  result,  or  percentage  of  heat  usefully  utilized,  is  given  by  the 
difference  between  the  ordinates  of  the  two  curves  and  is  shown 
by  line  E-R.  Evidently  the  maximum  efficiency,  considering 
radiation,  occurs  when  the  boiler  heating  surface  has  an  extent 
represented  by  the  abscissa  OM. 

(c)  Since  the  cost  of  boiler,  together  with  that  of  its  floor 
space  and  housing,  increases  with  the  extent  of  heating  surface, 
and  since  the  interest  on  first  cost  plus  the  amount  set  aside 
yearly  for  depreciation,  insurance  and  taxes  also  increases  at 
the  same  rate,  there  is  also  a  commercial  reduction  in  value  with 
the  extent  of  surface,  which  may  be  shown  by  some  line  such  as 
C  in  the  figure.  Hence,  the  true  or  commercial  value  of  Ike  heat- 
ing surfaces  would  be  shown  by  some  such  curve  as  E-R-C, 
and  the  maximum  value  corresponds  to  a  heating  surface  shown 
by  OM'.  Either  greater  or  smaller  amounts  of  heating  surface 
would  give  less  return  per  dollar  expended,  hence  the  extent  of 
heating  surface  should  correspond  to  this  abscissa. 

(d)  The  mean  rate  of  evaporation  per  square  foot  of  heating 
surface  per  hour  for  the  whole  boiler  is  obtained  by  dividing  the 
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total  weight  of  equivalent  evaporation  per  hour  by  the  total 
heating  surface.  From  data  obtained  from  tests  of  many  boilers 
operated  at  different  rates,  points  may  be  plotted  with  absdssas 
representing  these  mean  rates  of  evaporation  and  with  .ordinates 
representing  either  efficiencies  or  Units  of  Evaporation  per 
pound  of  combustible  per  hour.  Average  curves  drawn  with 
respect  to  such  points  resemble  those  shown  in  Fig.  348  *  and 
are  seen  to  be  similar  to  E-R  in 
Fig.  347.  They  indicate  that  the 
maximum  efficiency  occurs  when 
the  "equivalent"  mean  rate  of 
evaporation  for  the  whole  boiler  is 
between  2  and  4  pounds  per  square 
foot  per  hour,  corresponding  ap- 
proximately to  a  transmission  of 
from  1900  to  4000  B.t.u.  per 
square  foot  per  hour. 

(e)  But  all  parts  of  the  heating  surface  are  not  equally  effec- 
tive. Evidently  those  parts  in  the  direct  path  of  the  gases  are 
of  greater  value  than  those  exposed  merely  to  stagnant  gases, 
and  those  nearest  the  source  of  heat  are  the  most  effective  of 
any.  Heating  surface  exposed  to  the  "radiant"  heat  of  the  fuel 
bed  and  burning  gases  is  very  much  more  effective  than  that  not 
so  exposed-  Thus,  In  some  cases,  the  small  heating  surface 
immediately  over  the  fire  may  transmit  as  much  as  two-thirds 
of  the  total  heat  absorbed  by  the  boiler,  and  at  this  point  from 
20  to  35  or  more  pounds  of  water  may  be  evaporated  per  square 
foot  of  heating  surface  per  hour,  whereas  the  average  for  the 
whole  boiler  may  not  be  more  than  one-tenth  as  much.  It 
follows  that  surfaces  farthest  away  from  the  furnace  must  neces- 
sarily transmit  very  much  less  than  the  average.  Hence  impor- 
tance should  be  placed  not  only  on  the  amount  of  heating  surface 
but  also  on  its  distribution  and  location. 

(f)  Without  going  into  a  detailed  discussion  of  Heal  Trans- 
mission at  this  point  (for  this  will  be  given  in  Chapter  XXXV)  it 
will  be  advantageous  to  mention  here  the  inanner  in  which  the 
heat  generated  in  the  furnace  is  transmitted  to  the  steam. 

Briefly,  the  heat  from  the  fuel  bed  is  first  brought  to  the  heat- 
1  Kent's  "Steam  Boiler  Economy"  and  in  Donlun's 
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ing  surface  by  direct  radiation  from  the  glowing  coal  and  burn- 
ing gases  (i.e.,  as  "■  radiant"  heat),  and  by  convection  by  the 
gases  which  come  from  the  furnace;  it  is  then  passed  through 
the  metal  walls  by  conduction,  to  be  absorbed  by  the  water  which 
may  also  transport  it  by  convection  due  to  the  circulation  of 
this  liquid;  and  finally,  when  the  water  has  reached  the  tem- 
perature of  ebullition,  the  further  addition  of  this  heat  results 
in  the  formation  of  the  vapor. 

(g)  The  rate  of  transmission  *  per  unit  of  area  of  heating 
surface  depends,  among  other  things,  on  (a)  the  difference  in 
temperature  between  the  transmitting  and  the  receiving  media; 
(b)  the  rapidity  (velocity)  with  which  the  gases  are  brought  in 
contact  with  the  heating  surface,  and  (c)  the  rapidity  with 
which  the  heat  can  be  carried  away  by  the  water  (rapidity  of 
water  circulation) ;  (d)  the  amount  of  scale  and  grease  on  the 
water  side  of  the  plate,  and  (e)  the  amount  of  soot  on  the  surfaces 
exposed  to  the  fiue  gases. 

(h)  The  effectiveness  of  each  part  of  the  heating  surface  is 
dependent,  among  other  things,  on  the  difference  between  the 
temperature  (/,)  of  the  gases  on  the  one  side  and  that  (Ac)  of  the 
water  on  the  other,  i.e.,  on  (t,  —  tj).     In  the  case  of  the  ordinary 
boiler,  as  has  been  shown,  /„  is  constant  and  equal  to  the  tem- 
perature of  the  steam,  since  all  the  water  is  (approximately)  at 
that  temperature.    As  the  gases  progress  over 
the  heating  surface  this  temperature  differ- 
ence diminishes  and  the  heat  transmission  per 
square  foot  becomes  less  until  the  limit  of 
effectiveness  is  reached,  which  generally  occurs 
when  the  temperature  difference  has  been  re- 
duced to  around  100°  to  200°  F. 

(i)  There  is,  however,  one  way  of  obtaining 
a  value  of  t^  that  is  below  the  steam  tempera- 
ture and  therefore  of  making  it  possible  to 
absorb  more  of   the  heat  from  the  flue  gas  „ 

than  can   be   accomplished   in   the  ordinary 
boiler;  this  involves  the  use  of  counter  current  flow.    The  prin- 
ciple under  which  this  operates  can  be  explained  in  connection 
with  Fig.  349,  in  which  the  arrangement  is  such  that  the  pump 

*  Reference,  U.  S.  Bureau  of  Mines,  Bull.  18,  "The  Transmis^on  of  Heat  into 
Steam  Boilers." 
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forces  the  water  downward  through  the  heating  coils,  whereas 
the  hot  gases  pass  upward  —  that  is,  the  heat -conveying  and 
heat-absorbing  media  flow  in  opposite  directions.  With  such 
arrangement  it  is  obvious  that  the  addition  of  more  heat  absorb- 
ing coils  at  the  top  (as  shown  dotted)  will  result  in  lowering  the 
temperature  at  which  the  gases  leave,  and  that  by  adding  a  suffi- 
cient number  this  temperature  could  be  reduced  to  that  of  the 
entering  water.  Hence,  with  the  counter  current  principle,  C  is 
not  limited  to  the  steam  temperature  and  more  heat  can  be 
absorbed  by  the  heating  surface  than  is  possible  in  the  ordinary 
arrangement  of  boiler.  Parenthetically  it  may  be  remarked  that 
without  considerable  modification  the  simple  arrangement  shown 
diagrammatically  in  Fig.  349  would  probably  not  be  satisfactory 
as  a  boiler  element. 

The  counter  current  arrangement  is  approximated  in  some 
instances  by  placing  an  "economizer"  {to  be  described  later) 
beyond  the  boiler  so  that  the  hot  gases  after  leaving  the  boiler 
surrender  some  of  their  heat  to  the  water  which  passes  through 
the  economizer  on  its  way  to  the  boiler.  So  far,  the  counter 
current  principle  has  been  ignored  in  the  design  of  most  boilers, 
but  it  is  approximated  in  a  few  types. 

(i)  The  rapidity  with  which  the  gases  flow  over  the  heating 
surfaces  has  a  twofold  influence  on  the  rate  of  heat  transmission: 
for  (i)  more  heat  is  conveyed  to  the  surface  in  a  unit  of  time, 
and  (2)  the  gases  are  brought  more  intimately  in  contact  with 
those  surfaces,  since  there  is  less  opportunity  for  a  stagnant 
nonconducting  film  to  adhere  to  the  surfaces. 

(k)  The  rapid  circulation  of  water  within  the  boiler  is  of  especial 
importance  when  it  is  necessary  to  have  high  rates  of  heat 
transmission,  for  it  brings  larger  amounts  of  water  in  contact 
with  the  heating  surfaces  in  a  given  time  and  also  prevents  the 
metal  from  becoming  overheated.  This  circulation  is  brought 
about  by  providing  a  free  and  unrestricted  path  for  the  current  of 
water  and  by  applying  the  more  intense  heat  at  the  proper  point 
in  this  path.  In  Fig.  350,  (a)  and  (b)  show  elements  of  common 
forms  of  boilers  and  the  arrows  indicate  the  direction  of  circu- 
lation. The  water  just  above  the  furnace  is  less  dense  than 
that  in  the  other  portions  of  the  boiler,  since  it  has  absorbed  more 
heat  and  is  charged  with  bubbles  of  steam,  and  it  therefore  rises, 
being  replaced  by  an  equal  amount  of  water  which  descends  at 
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points  in  the  boiler  where  it  is  colder  and  denser.  This  is  the 
manner  in  which  the  current  is  established  and  maintained  in 
nearly  all  the  standard  types  of  boilers,  as  will  be  seen  in  study- 
ing the  hgures  in  the  subsequent  sections. 

(1)  In  some  cases  this  circulation  can  be  made  so  powerful 
that  the  water  in  the  ascending  column  can  be  dischai^ed  at  an 


Fig.  3SO- 

elevation  even  considerably  above  that  of  the  surface  of  the 
body  of  water  from  which  the  descending  column  receives  its 
supply.  This  can  be  accomplished  with  the  arrangement  shown 
in  Fig.  351,  in  which  the  arrows  indicate  the  direction  of  flow. 
The  circulation  is  due  to  the  fact  that  material  in  riser  A  is 
sufficiently  charged  with  vapor  to  make  it  weigh  less  than  that 
in  the  down-comer  B,  although  the  altitude 
H  is  greater  than  A.  As  the  liberation  of 
the  steam  from  the  water  is  supposedly 
more  effective  when  the  ascending  column 
discharges  in  this  manner,  some  boilers  have 
arrangements  somewhat  like  that  shown  in 
the  diagram.  Sometimes  a  nonreturn  valve 
likef  is  inserted  to  insure  the  proper  direction  ■ 
of  flow.  After  the  circulation  is  once  estab- 
lished, however,  this  valve  is  no  longer  neces- 
sary, as  the  current  is  then  very  positive. 

{m)  The  effectiveness  of  the  heat  transmission  depends  on 
the  cleanliness  of  the  heating  surface.  It  is  diminished  by  any 
deposit  of  soot  and  dust  on  the  exterior  surfaces  as  well  as  by  any 
interior  coating  of  soft  scale  (mud) ,  of  hard  scale,  or  of  grease. 

Water  in  its  natural  state  contains  more  or  less  foreign  matter 
in  suspension  or  in  solution.  Some  of  the  latter  precipitates 
when  the  temperature  reaches  about  200°  F.,  still  more  when 
300°  is  approached,  and  the  remainder,  which  is  left  when  the 
water  becomes  steam,  gradually  becomes  concentrated  until  it 
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reaches  the  stage  where  deposition  occurs.  Dejxwits  on  the 
water  side  of  the  walls  of  the  boiler  reduce  the  heat  transmitting 
ability  of  the  plates  from  o  to  20  per  cent,  depending  on  the 
thickness  of  the  scale  and  on  the  chemical  and  physical  proper- 
ties of  the  material. 

The  formation  of  scale  should  be  prevented  as  far  as  possible 
by  purifying  the  water  before  feeding  it  to  the  boiler;  but  even 
then  there  will  be  some  deposit  formed  which  must  be  removed 
from  time  to  time.  Boilers  are  therefore  always  so  arranged 
that  they  can  be  readily  cleaned  internally,  and  so  that  the 
deposit  shall,  as  far  as  possible,  occur  at  points  where  the  heat  is 
the  least  intense  and  where  the  blow-off  pipe  can  be  connected 
{as  in  Fig,  350)  so  that  the  softer  material  can  be  removed  by 
blowing  off  some  of  the  water  from  time  to  time.  The  exterior 
of  the  heating  surfaces  should  also  be  accessible  for  removing 
the  soot  and  dust. 

362.  Boiler  EzploBions.  It  has  been  seen  that,  by  expanding 
steam,  heat-energy  can  be  made  available  which  can  be  utilized 
in  forang  water  and  steam  through  the  orifice  of  a  nozzle  at  very 
high  velocity.  As  a  result  of  such  discharge  there  is,  of  course, 
a  force  of  reaction  which  will  move  the  nozzle  and  attached 
parts  unless  prevented  in  some  manner.  The  size  of  this  force 
depends,  among  other  things,  directly  on  the  area  of  the  orifice. 

A  similar  process  occurs  when  a  boiler  shell  is  ruptured,  for, 
in  passing  through  the  rent  in  the  boiler  shell,  the  steam  and 
boiling  water  are  subject  to  a  decrease  from  the  original  pressure 
to  atmospheric,  and  surrender  heat  which  is  converted  into  the 
kinetic  energy  of  the  issuing  mass.  The  reactive  force  acting 
on  the  boiler  shell  is  dependentin  amount  on  the  area  of  the  rent, 
and  may  be  sufficiently  great,  compared  to  the  weight  of  the 
boiler,  to  propel  the  vessel  to  a  considerable  distance.  In  addi- 
tion to  the  probable  destruction  of  property  and  possible  en- 
dangerment  of  lives  which  may  result,  the  escaping  steam  and 
water  may  itself  cause  considerable  damage,  —  in  fact  persons 
near  by  may  be  seriously,  and  perhaps  fatally,  scalded,  even 
though  the  reaction  is  not  sufficient  to  displace  the  boiler. 

With  boilers  containing  little  water  and  having  elements 
which  are  of  small  size  and  so  designed  as  to  have  small  rents 
when  ruptured,  the  effect  of  an  explosion  is  less  disastrous  than 
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in  the  case  where  a  lai^  opening  can  occur  and  thus  instan- 
taneously release  a  large  mass  of  water  and  steam. 

263.  Selection  of  Boilers,  (a)  There  are  a  great  many  items 
to  he  considered  in  the  selection  of  a  boiler  for  a  given  service; 
only  some  of  the  more  important  ones  can  be  discussed  here. 
Between  the  various  kinds  of  boilers  which  have  become  well 
established  there  is  little  choice  as  regards  the  efficiency,  as  their 
performances  are  substantially  equal,  hence  the  selection  among 
such  standardized  types  depends  largely  on  general  suitability 
for  the  conditions  of  operation  and  space  available,  on  personal 
prejudice  and  familiarity,  on  convenience  in  transportation  and 
ease  of  erection,  and  on  the  first  cost  together  with  the  various 
other  items  of  expense. 

In  considering  an  unfamiliar  or  untried  design  the  following 
are  some  of  the  items  to  be  checked : 

(b)  Suitability.  It  should  be  decided  whether  or  not  the 
boiler  is  suitable  for  the  coal  that  is  available,  and  for  the  kind 
of  grates  (or  stoker)  and  furnace  best  adapted  to  that  fuel.  In 
special  cases  where  the  water  is  bad  and  the  draft  poor  these 
items  must  also  be  considered.  It  is  not  only  important  that 
the  boiler  should  have  sufficient  size  to  meet  the  normal  demands, 
but  it  should  have  overload  capacity  sufficient  for  all  emergencies. 

(c)  Safety  and  Durability.  These  depend  on  the  design  for 
structural  strength,  on  the  character  of  the  materials  used 
(castings  under  pressure  being  avoided)  and  on  the  character  of 
the  workmanship.  The  arrangement  should  be  such  as  to  avoid 
stresses  due  to  the  unequal  expansion  and  contraction  of  the 
different  parts  of  the  boiler;  and  the  method  of  support  should 
be  such  that  the  structure,  as  a  whole,  is  free  to  adjust  itself  with 
change  of  temperature.  There  should  be  no  thick  plates  or 
other  parts  (such  as  boiler  joints)  and  no  projecting  portions, 
or  plate  edges,  exposed  to  the  current  of  the  hotter  gases;  nor 
should  the  blow-off  pipe  be  exposed  to  these  gases. 

(d)  Accessibility.  The  ability  to  easily  reach  all  parts  of  the 
boiler  for  inspection,  cleaning  and  making  repairs,  must  be  in- 
vestigated. Doors  in  the  boiler  setting  must  be  provided  for 
access  to  all  exterior  parts;  manholes,  or  handholes,  must  be 
so  located  as  to  render  accessible  all  internal  parts, 

la  connection  with   internal   cleaning  cognizance   must   not 
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only  be  taken  of  the  number  of  manhole  and  handhole  joints 
to  be  broken  and  subsequently  made  tight,  but  also  of  the  time 
required  for  doing  this,  for  cooling  the  boiler  and  its  setting 
sufficiently  to  permit  of  starting  such  work,  and  for  bringing 
the  boiler  into  commission  again.  In  some  water  tube  boilers 
the  dust  and  soot  can  be  blown  from  the  tubes  by  means  of  a 
blast  of  steam  or  air  issuing  from  a  small  pipe  which  is  passed 
through  openings  in  the  front  and  rear  of  the  boiler  or  its 
setting.  Other  boilers  are  provided  with  openings  in  the  side 
walls  for  this  purpose. 

The  design  of  the  boiler  should  be  such  as  to  permit  of  making 
repairs  without  difficulty.  In  most  types  of  boilers  the  principal 
difficulty  is  with  the  tubes.  The  arrangement  should  be  such 
as  to  permit  readily  of  the  removal  and  replacement  of  any  one 
of  the  tubes  without  disturbing  the  other  tubes  or  other  parts. 
If  the  tubes  are  straight  but  few  need  be  carried  in  stock,  whereas 
if  they  differ  widely  in  curvature  it  may  be  necessary  to  have  on 
hand  a  large  collection  to  meet  any  emergency  that  may  arise. 

(e)  Circulation  of  Water.  It  is  necessary  to  see  that  the 
arrangement  is  such  as  to  allow  a  free  and  unrestricted  circulation 
of  the  water  and  that  the  heat  is  applied  at  such  a  point  as  to 
establish  and  maintain  the  current.  The  rapidity  of  circulation 
is  of  course  limited  by  the  smallest  cross-section  of  the  circuit. 
The  arrangement  of  the  structure  should  be  such  that  there  are  no 
pockets  where  steam  can  form  rapidly  and  keep  the  water  away 
from  the  heating  surfaces  subject  to  high  temperature,  tor  under 
such  conditions  the  boiler  shell  will  bum  away  at  such  points. 

{()  Circulation  of  the  Furnace  Gases.  It  is  desirable  to  main- 
tain a  uniform  velocity  of  the  furnace  gases  and  to  avoid  sudden 
contraction  and  expansion  as  they  proceed  through  the  boiler. 
Within  limits,  the  greater  the  velocity  the  more  rapidly  will  the 
heat  be  conveyed  to  the  heating  surface  and  the  greater  will  be 
the  amount  of  evaporation  from  a  given  surface.  '  There  should 
be  no  pockets  where  the  gas  can  remain  stagnant  and  it  is  de- 
sirable to  have  the  gas  baffled  in  such  a  way  as  to  constantly 
bring  the  fresher  portions  into  contact  with  the  heating  surface 
as  the  gas  proceeds. 

(g)  Dryness  of  Steam.  To  prevent  priming,  or  the  entrainment 
of  a  considerable  portion  of  moisture  in  the  steam,  the  liberating 
surface  of  the  water  from  which  steam  arises  should  be  ample. 
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When  the  water  contains  certain  impurities  foaming  may  occur, 
and  this  always  increases  the  amount  of  entrained  moisture.  By 
providing  a  large  steam  space  the  life  of  the  particles  of  steam  within 
the  boiler  may  be  made  sufficiently  long  to  allow  a  more  or  less 
complete  precipitation  of  the  moisture  to  occur.  Provision  isoften 
made  within  the  boiler  for  the  separation  of  moisture  by  means  of 
"  dry  pipes,"  baffles,  or  other  steam  separating  devices, 

(h)  Quantity  of  Water.  If  the  boiler  contains  a  lai^e  volume  of 
water  there  is  less  attention  required  in  maintaining  the  water 
level,  and  the  boiler  has  a  greater  reserve  to  meet  sudden  demands 
than  is  the  case  in  boilers  having  a  small  volume;  but  greater 
damage  would  ordinarily  result  in  case  of  explosion.  In  marine 
and  similar  service  the  greater  weight  involved  is  of  course 
objectionable. 

(i)  Feed  Water.  The  boiler  feed  should  be  introduced  in  such 
manner  as  not  to  retard  the  circulation  of  the  water,  and,  if  cold, 
should  not  come  in  contact  with  the  boiler  shell.  Certain  of 
the  impurities  in  solution  in  the  entering  water  precipitate  when 
the  higher  temperatures  are  reached  and  are  deposited  as  mud. 
The  water  should  be  introduced  at  such  a  point  that  this  precipi- 
tate will  be  deposited  where  it  will  do  no  damage  and  from  which 
it  can  be  readily  removed,  see  Fig.  350  (a)  and  (ft).  Sometimes 
a  "  mud  drum  "  is  provided  as  in  the  latter  figure,  or  a  "  settling 
chamber,"  as  in  Figs.  362  and  363,  from  which  the  mud  may  be 
blown  off  from  time  to  time. 

(j)  Space  Occupied.  In  addition  to  the  floor  space  and  height 
occupied  by  the  boiler  and  furnace,  there  must  be  charged  against 
.the  apparatus  the  amount  of  space  that  must  be  provided  for 
the  replacement  of  tubes  and  for  cleaning.  In  some  horizontal 
boilers  there  must  be  space  in  front  (or  rear)  at  least  equal  to  the 
length  of  the  tubes  (see  Fig.  361).  This  fixes  the  minimum 
distance  between  parallel  rows  of  boilers  or  between  the  boiler 
end  and  the  wall  of  the  building.  In  some  types  of  vertical 
boilers  sufficient  room  must  be  provided  overhead  for  the 
replacement  of  tubes. 

When  the  exterior  of  the  heating  surface  is  accessible  for 
cleaning  from  the  front  or  rear  of  the  setting,  the  boilers  may  be 
arranged  in  a  continuous  "battery"  (with  adjacent  walls  in 
common),  in  which  case  the  walls  between  boilers  are  thickened 
slightly.     When  the  cleaning  is  done  frotp  the  side,  the  boilers 
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are  arranged  in  a  series  of  batteries  of  two  each,  with  sufficient 
space  between  the  pairs  to  permit  of  access  to  the  openings  in  one 
side  of  each  boiler  setting. 

(k)  Cost.  This,  of  course,  is  one  of  the  items  of  fundamental 
importance.  Besides  the  first  cost  of  the  boiler,  with  its  setting 
and  trimmings,  and  the  expense  of  transportation  and  erection, 
it  is  necessary  to  consider  charges  for  up-keep  and  depreciation. 
The  size  of  the  boiler  and  furnace  and  the  space  necessary  for  the 
removal  of  tubes  and  for  cleaning  must  also  be  considered  in  con- 
nection with  their  influence  on  the  cost  of  the  ground  and  building. 

■264.  Classiflcatioa  of  Boilers.  Boilers  may  be  clasdfied  in 
"many  different  ways,  only  a  few  of  which  need  be  given  here. 

(a)  In  Internally  fired  boilers  the  furnace  is  located  within  the 
structure  of  the  boiler  and  is  usually  made  integral  with  it,  while  in 
•externally  fired  boilers  the  furnace  is  placed  below  the  boiler  proper 
and  is  surrounded  by  a  "  setting"  which  is  generally  of  brickwork. 

(b)  In  fire  tube  boilers  (commonly  called  "  Tubular  Boilers  ") 
the  furnace  gases  pass  tkrough  the  tubes  which  are  surrounded 
by  the  water  from  which  the  steam  is  generated;  whereas  in 
water  tube  boilers  (sometimes  called  "Tubulous  Boilere  ")  the 
water  circulates  through  the  tubes  while  the  hot  gases  pass  over 
their  exteriors.  Fire  tube  boilers  are  shown  in  Figs.  352  to  359; 
and  water  tube  boilers  are  illustrated  in  Figs.  360  to  366,  These 
will  be  discussed  later. 

(c)  Sectional  boilers  are  composed  of  small  elements  so  ar- 
ranged that  any  rupture  which  may  occur  will  produce  only  a 
relatively  small  opening  and  will  result  in  but  little  damage  to 
the  boiler  itself  and  to  its  surroundings.  Such  boilers  may  be 
shipped  in  small  parts  which  are  assembled  when  being  installed. 
Examples  of  this  type  of  boilers  are  shown  in  Figs.  360  and  365. 

(d)  In  vertical  boilers  the  tubes  are  arranged  perpend  iculjirly, 
or  approximately  so.  In  general,  such  boilers  demand  less  floor 
space  than  horizontal  ones  but  their  height  is  greater, 

(e)  In  straight  tube  boilers  it  is  comparatively  easy  to  clean 
and  inspect  the  tubes.  The  use  of  curved  tubes  is  inherent  in 
the  design  of  some  boilers  and  they  give  a  certain  degree  of 
flexibility  to  the  structure.     (See  Fig,  363.) 

(f)  Boilers  are  also  sometimes  classed  according  to  their  use; 
for  example,  there  are  locomotive  boilers,  marine  boilers,  portable 
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boilers,   stationary   boilers,  etc.     The    descriptions  which   will 
follow,  will  be  limited  in  most  cases  to  the  stationary  types. 

(g)  There  are  innumerable  arrangements  of  iaoilers  and  their 
settings;  only  a  few  of  the  more  typical  ones  will  be  considered 
in  the  following  sections. 

265.  Internally  Fired,  Tubular  Boilers,  (a)  Such  boilers  are 
generally  compact  and  self  contained;    they  are  shipped  com> 


FTg.  3S'-— Tubular  BoHer,  Fig.  353 —Tubular  Boiler. 

Submerged  Tube  Type.  Exposed  Tube  Type. 

plete,  and  immediately  upon  arrival  are  ready  to  connect  to  the 
flues  and  steam  system.  While  they  cost  more  than  ordinary 
boilers,  they  avoid  the  expense  of  special  brickwork  "  setting  " 
and  eliminate  the  possibility  of  leakage  of  air  through  cracks 
which  may  develop  in  such  brickwork.  Sometimes  there  is 
difficulty  in  transporting  the  larger  sizes. 

(b)  Fig.  352  shows  a  small  vertical  boiler  of  this  kind  with 
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water  level  above  the  tubes.  Such  boilers  are  of  the  submerged 
lube  type.  In  Fig.  353  is  a  somewhat  similar  boiler  in  which  the 
tubes  extend  above  the  water  level  —  the  exposed  portions  pre- 
senting surface  to  the  steam.  Boilers  of  this  kind  are  called  ex- 
posed tube  boilers.     The  one  shown  in  this  figure  is  of  such  large 


Fig.  354-  — Locomotive  Type  of  Boiler. 

^ze  that  the  space  at  a  can  be  occupied  by  a  man  while  cleaning 
the  tubes,  the  crown  sheet  and  the  plates  around  the  furnace. 

(c)  Fig.  354  shows  a  Locomotive  type  of  boiler  with  a  steam 
dome  which  provides  additional  steam  space.    Such  boilers  are 


Fig-  355-  —  Continental  Type  of  Boiler. 

not  only  used  for  locomotives  and  for  traction  engines,  but  also 
for  stationary  service. 

(d)  In  Fig.  355  is  a  longitudinal  section  of  a  boiler  of  the 
Continental  type,  the  exterior  of  which  resembles  Fig,  356. 
The  furnace  wall  is  a  cylindrical  flue  with  strengthening  cor- 
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nigatdons.  The  combustion  chamber  is  lined  with  fire  brick  or 
other  refractory  material  and  is  located  in  a  casing  of  thin  metal 
extending  from  the  main  ehell  of  the  boiler.  These  boilers  have 
large  liberating  surface,  voluminous  steam  space  and  lai^e 
volume  of  water.  They  usually  have  either  one  or  two  furnace 
flues,  and  because  they  are  compact  and  have  short  tubes,  they 
can  be  used  in  places  where  the  space  is  limited. 

(e)   The  Scotch  Marine  type  of  boiler  is  shown  in  Fig.  356  and 
is  ^milar  to  the  Continental  except  that  its  combustion  chamber 


F'S-  356-  — Scotch  Marine  Type  of  Boiler. 

(see  Fig.  357)  has  metal  walls  and  is  entirely  surrounded  by 
water.  As  these  walls  tend  to  collapse  under  the  external 
pressure  to  which  they  are  subjected,  they  are  carefully  stayed. 
Such  boilers  have  from  one  to  four  corrugated  furnace  flues,  and 
their  outer  shells  range  from  5J  feet  to  16  feet  in  diameter.  Be- 
cause of  the  very  short  tubes,  large  steaming  capacity  for  space 
occupied,  absence  of  brick  setting,  and  accessibility,  they  are 
particularly  adapted  to  marine  service. 

266.  Ertemally  Fired  Tubular  Boilers,     (a)  Boilers  of  this 

type  generally  require  a  separately  constructed  "  setting " 
(usually  of  brickwork  with  lining  of  firebrick)  to  surround  the 
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furnace  and  boiler.  This  is  so  arranged  as  to  properly  confine 
the  flue  gases  and  guide  them  to  and  from  the  boiler.  It  takes 
considerable  time  to  construct  and  dry  out  the  brickwork  setting 


F'8-  357-  — Submerged  Combustion  Chamber. 

and  the  expense  involved  must  be  added  to  the  cost  of  the  boiler 
itself.  Such  boilers  usually  occupy  more  space  than  internally 
fired  boilers  and  the  setting  should  be  kept  in  repair  so  as  to 


Fig.  3s8.— Horizontal  Return  Tubular  Boiler  with  "Half  Front." 

avoid  air  leakages,  which  have  a  detrimental  effect  on  the  draft 
and  boiler  performance. 

(b)  An  externally  fired  boiler  classified  as  of  Horizontal  Return 
Tubular  type  ("  H.R.T.  boiler  ")  is  shown  in  Fig.  358.      In  this 
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boiler  the  smoke  box  is  formed  in  an  extension  of  the  boiler 
shell  which  projects  beyond  the  brick  front  wall.  The  cast  iron 
"  boiler  front "  covers  only  the  portion  of  this  wall  located 
below  the  smoke  box,  and  is  therefore  commonly  called  a  "  half- 
front."  The  boiler  shown  in  this  figure  is  suspended  from  cross 
beams  or  "  Gallows  frames." 

(c)  In  Fig.  359  is  shown  a  H.R.T.  boiler  with  "full  flush 
front,"  the  smoke  chamber  being  formed  in  the  brickwork  of 
the  front  wall.     The  boiler  is  shown  to  be  supported  by  brackets, 


Fig.  3sg,  — Horizontal  Return  Tubular  Boiler  with  "  Full  Flush  Front." 

the  rear  pair  of  which  is  mounted  on  rollers  to  allow  free  ex- 
pansion.    The  brick  setting  is  braced  by  "  buck  staves." 

As  most  of  the  scale  is  deposited  at  the  rear  of  the  boiler,  as 
in  Fig.  350  (a),  the  blow  off  is  located  at  this  point.  The  back 
end  of  the  boiler  is  lowered  slightly  to  aid  in  draining  the  shell. 

As  the  boiler  shell  is  exposed  to  the  direct  heat  of  the  furnace, 
the  thickness  of  metal  must  not  be  so  great  as  to  make  it  liable 
to  burn  thinner,  and  as  the  shell  thickness  must  increase  with 
the  diameter  of  the  boiler,  these  boilers  cannot  be  constructed 
beyond  a  certain  size.  They  are  not  ordinarily  built  larger  than 
200  boiler  horse  power  and  are  seldom  used  with  pressures  above 
150  pounds.  The  H.R.T.  boilers  are  about  the  cheapest  made, 
hence  are  quite  widely  used  for  low  pressures. 
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267.  Water  Tube  Boilers,  (a)  Figs.  360  and  361  iliustrate 
sectional  water  tube  boilers  known  as  the  Babcock  and  Wilcox 
type  {or  "  B.  and  W."  type).  The  tubes  are  expanded  into 
pressed  steel  front  and  rear  "  headers  "  to  form  tube  "  sections." 
The  sections,  the  drums,  connecting  nipples  and  other  parts  are 
shipped  "  knocked  down,"  and  are  assembled  at  the  power  house. 

[__Thejiarts-to-heJransported  and  handled  are  jh  ere  fore  relatively 
small.     Being  of  the  sectional  type  with  small  elements,  the 

/)  dan ger^f_ disastrous  explosions is_5light,  as  ruptures  seldom  occur 


Fig.  360.  —  B.  and  W.  T>'pe  of  Boiler. 

elsewhere  than  in  the  tubes.  "Opposi^e^ach-tubeJs^Jiand-hole 
cover  which  can  be  removed  for  cleaning  and  replacing  tubes. 
Doors  for  external  cleaning  are  provided  in  the  side  walls,  hence 
these  boilers  cannot  be  arranged  in  continuous  batteries,  but 
they  may  be  grouped  in  batteries  of  two  each.  The  boiler  has 
elements  similar  to  (M  in  Fig.  350,  with  mud  drum  located  at  the 
bottom  of  the  rear  headers.  It  is  hung  from  above,  hence  is 
free  to  expand  or  contract. 

As  shown  in  the  figure  the  furnace  has  an  exposed  roof  and  the 
gases  are  baffled  so  as  to  make  three  "  passes  "  across  the  tubes. 
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Other  arrangements  of  baffles  and  furnace  can  of  course  be  used. 
The  tubes  are  not  arranged  in  vertical  rows,  but  are  "  staggered," 


Fig.  361.  —  B,  and  W.  Type  of  Boiler. 

as  shown  by  the  header  at  (a)  in  Fig.  360,  so  as  to  further  baffle 
the  gases, 

(b)  In  Fig.  362  is  shown  the  Heine  type  of  water  tube  boiler 
having  the  front  and  rear  "  water  legs  "  made  of  steel  plates  and 


Fig.  362.  — Heine  T)pc  of  Boiler. 

riveted  to  the  drum.  The  front  and  back  plates  of  each  water 
leg  are  held  together  by  hollow  stay  bolts  having  holes  large 
enough  to  permit  the  insertion  of  a  steam  or  air  pipe  for  blow- 
ing the  soot  and  dust  from  the  exterior  of  the  tubes;  and  opposite 
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each  tube  in  each  water  leg  is  a  hand  hole  giving  access  to  the 
interior  of  tubes. 

The  feed  water  enters  a  "  mud  drum,"  where  it  remains 
quiescent  for  a  considerable  time  before  it  mixes  with  the  water 
which  is  circulating  through  the  tubes.  As  this  feed  water  be- 
comes heated  certain  of  the  impurities  are  precipitated  in  the 
mud  drum,  from  which  they  can  be  blown  off  at  intervals. 

The  water  legs  of  the  boiler  shown  in  the  figure  rest  on  the 
brickwork  and  have  rollers  under  the  rear  one.  The  boiler  may,  of 
course,  be  supported 
in  other  ways.  This 
boiler  is  shipped  com- 
pletely assembled, 
ready  to  have  the  set- 
ting constructed  im- 
mediately upon  its 
arrival.  As  no  clean- 
ing doors  are  located 
in  the  side  walls,  such 
boilers  can  be  arranged 
in  continuous  batter- 
ies. 

As  shown,  the  fur- 
nace has  a  tile  roof 
supported  by  the  lower 
row  of  tubes  and  the 
Fig.  363-  — SUrling  Type  of  Boiler.  furnace  gases  are  baf- 

fled so  as  to  pass  along 
the  tubes.  The  same  type  of  boiler  is  often  used  with  baffles 
arranged  similar  to  those  in  Fig.  361, 

(c)  Fig.  563  shows  the  Stirling  type  of  water  tube  boiler  which 
may  be  classed  as  a  vertical  one.  It  is  composed  of  drums  and 
tubes  which  are  not  assembled  until  they  reach  their  destination. 
Since  the  elements  are  simple  and  easy  to  make,  the  cost  of  such 
boilers  is  less  than  that  of  those  having  more  complicated  parts. 
The  feed  water  enters  a  precipitation  pocket  in  drum  D  and  is 
heated  as  it  descends  to  drum  C.  The  circulation  of  water  is 
through  tubes  joining  drums  A,  B  and  C.  All  the  upper  drums 
are  connected  by  steam  pipes. 

The  rows  of  tubes  running  circumferentially  around  the  drums 
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are  arranged  in  pairs,  between  which  is  sufBcient  space  for  the' 
removal  or  insertion  of  tubes  located  in  the  interior  of  the  nests. 
The  tubes  are  curved  and  the  mud  drum  is  suspended  by  the 
tubes  —  an  arrangement  which  gives  flexibility  and  permits  of 
expansion  and  contraction  accompanying  temperature  changes. 
All  drums  have  man  holes  which  give  access  to  their  interiors 
and  to  the  tubes.  The  side  walls  of  the  setting  are  provided 
with  clejuiing  doors  exposing  the  exteriors  of  the  tubes,  hence 


FTg,  364.— Wiekes  Type  of  Bdler. 

these  boilers  cannot  be  arranged  in  continuous  batteries  — 
they  may,  however,  be  arranged  in  pairs.  The  arrangement 
provides  for  large  combustion  space  and  for  an  ample  coking 
arch,  or  Dutch  oven  roof. 

(d)  There  are  many  other  arrangements  of  boilers  composed 
of  simple  horizontal  drums  and  vertical  tubes.  In  some  the 
vertical  tubes  enter  a  single  upper  drum  and  a  single  lower  one, 
and  the  gases  are  baffled  so  as  to  make  two  or  three  passes. 

In  other  boilers  there  are  two  drums  above,  with  steam  and 
water  connections  between,  and  two  lower  drums,  with  water 
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connections,  and  between  these  pairs  are  vertical  tubes.  The 
furnace  gases  pass  up  along  the  tubes  joining  the  front  drums 
and  down  along  the  rear  tubes,  to  a  flue  connection  near  the  bot- 
tom of  the  setting.  There  are  still  other  arrangements,  but  those 
given  will  suffice  to  show  the  possibilities  of  this  construction. 

(e)  Fig-  364  shows  the  Wickes  type  of  vertical  water  tube 
boiler  having  single  upper  and  lower  drums  with  vertical  axes. 
The  tubes  are  removed  and  inserted  through  hand  holes  located 
in  the  dome  of  the  steam  space;  hence,  it  is  necessary  to  pro%ide 
overhead  room,  or  sky-lights,  immediately  over  the  boilers. 


Fig-  i^S-  — Parker  Type  of  Boiler. 

(f )  In  Fig.  365  is  shown  the  Parker  type  of  boiler,  which  differs 
radically  in  several  respects  from  the  ordinary  types,  since  it 
makes  use  of  the  counter-flow  principle  (Sect.  261  (t))  and  de- 
livers the  steam  and  water  at  points  above  the  water  level 
(Sect.  261  (0).  Under  the  best  conditions  of  operation,  the 
feed  water  enters  the  system  at  A  (check  valve  E  being  closed), 
passes  downward  through  the  zig-zag  tubes  in  a  general  direction 
opposite  to  that  of  the  ascending  flue  gases  (just  as  in  Fig.  349) 
and  is  finally  delivered  at  B  into  the  drum,  with  a  temperature 
high  enough  to  cause  the  precipitation  of  most  of  the  impurities. 
The  water  from  the  drum  enters  another  set  of  zig-zag  pipes  at 
C,  constituting  the  vaporizing  element,  is  further  healed  as  it 
descends  and  is  finally  discharged  as  steam  into  the  drum  at  D. 
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Owing  to  the  countercuirent  flow  it  is  possible,  by  providing 
sufficient  heating  surface,  to  cool  the  flue  gases  below  the  temper- 
ature of  the  steam.  Hence,  sometimes  a  third  nest  of  tubes  is 
added,  in  which  case  the  upper  is  called  an  "  economizer  element," 

Should  the  feed  valve  be  shut  off  the  circulation  will  still  con- 
tinue, for  water  will  then  pass  through  check  valve  E  into  the 
upper  element  of  tubes,  but  the  operation  will  be  somewhat  less 
efficient  than  before. 

The  "  junction  boxes  "  joining  the  ends  of  the  tubes  have 
hand  holes  and  some  have  non-return  valves  which  ensure  the 
circulation  of  the  water  in  the  proper  direction.  Besides  the 
scale  pocket  F  there  is  a  blow  off  (not  shown)  located  under  the 
diaphragm  in  the  bottom  of  the  drum. 

(g)  In  boilers  of  the  porcupine  type,  the  tubes,  with  closed 
outer  ends,  project  from  a  water  drum,  or  header,  into  the  path 
of  the  flue  gases.  Fig.  366  shows  an  arrangement  having  a 
double  header  and  concentric  tubes.  With  such  arrangement  the 
cold  water  descends  through  the  left  water  leg,  passes  through 
the  inner  tube  to  the  end,  then  returns  through  the  annular 
passage  between  the  two  tubes  and  ascends  in  the  riser  to  the 
steam  drum  above.  But  little  use  is  made  of  this  arrangement, 
however,  because  of  the  expense   of  construction. 

t   t   I   1    t 
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Fig.  366. —Nidausse  Tubes. 


(h)  Fig.  367  shows  a  double-furnace  boiler  arranged  to  be  fired 
from  both  front  and  "  rear  " ;  thus  it  has  about  double  the  grate 
area  and  generates  steam  nearly  twice  as  rapidly  as  in  the  ordi- 
nary case.  However,  as  the  rate  of  evaporation  is  high  the 
efficiency  is  slightly  less  than  is  obtained  under  less  intensive 
conditions.  Such  arrangements  are  frequently  adopted  when 
floor  space  is  limited  or  when  the  cost  of  real  estate  is  great,  as 
is  the  case  in  power  plants  located  in  congested  districts  of  large 
cities.  The  same  scheme  can,  of  course,  be  used  with  boilers  of 
other  types  than  that  shown. 
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268.  Boiler  Accessories.  In  addition  to  ttie  fittings  already 
described,  boilers  are  always  fitted'  with  steam  gauges,  glass 
water  gauges,  try  cocks,  safety  valves,  feed  valves,  blow-off 
valves  and  steam  stop  valves.  In  addition  they  frequently  have 
"  water  columns  "  with  floats  to  operate  sentinel  whistles  when 


Fig-  367,  —  Double-turnace  Bofler. 

the  water  level  becomes  too  high  or  too  low;  and  they  may  have 
"  fusible  plugs  "  which,  when  the  water  level  becomes  danger- 
ously low,  become  uncovered  and  melt,  and  thus  allow  steam  to 
escape  and  attract  attention  before  the  plates  become  over- 
heated. Automatic  feed-water  regulators  are  sometimes  used, 
and  in  plants  where  the  load  fluctuates  rapidly  damper  regula- 
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tors,  controlled  by  the  steam  pressure,  are  also  provided  to 
automatically  adjust  the  draft.  When  water  tube  boilers  are 
used,  the  boiler  room  equipment  generally  includes  mechanical 
tube  cleaners,  of  which  there  are  many  varieties, 

369.  Boiler  Performance,  (a)  In  stating  the  evaporative 
performance  of  boilers  and  similar  apparatus,  it  is  customary  to 
use  the  latent  heat  of  vaporization  of  one  pound  of  steam  at 
atmospheric  pressure  as  the  "  Unit  of  Evaporation  "  (U.E.)- 
The  value  of  this  unit  is,  therefore,  970.4  B.t.u.  (old  value  965.7) ; 
and,  as  this  is  the  heat  absorbed  by  one  pound  of  steam  in  being 
converted  from  water  with  temperature  of  212°  F.,  to  stejim  at 
the  same  temperature,  the  performance  may  also  be  stated  in 
terms  of  the  "  Equivalent  Evaporation  "  or  "  number  of  pounds 
of  water /rom  and  at  212°  F."  that  would  be  evaporated  by  the 
same  amount  of  heat.  Evidently  there  would  always  be  the 
same  number  of  pounds  of  Equivalent  Evaporation  as  there  are 
Units  of  Evaporation. 

When  boilers  are  tested,  the  temperature  of  the  feed  water,  the 
actual  weight  of  steam  generated  per  hour,  and  the  quality  (or 
superheat)  are  all  determined.  With  these  quantities  known,  the 
equivalent  evaporation  from  and  at  212°  F.  can  be  determined  by 
dividing  the  heat  given  to  water  and  steam  by  970.4  (965.7). 

(b)  This  same  unit  can  also  be  used  for  expressing  the  value 
of  fuels  when  used  for  generating  steam;  thus,  the  Theoretical 
E^ivalent  Evaporation  (T.U.E.)  per  pound  of  fuel  is  found  by 
dividing  the  calorific  value  per  pound  by  970.4. 

Based  on  the  usual  calorific  values,  the  T.U.E.'s  per  pound  of 
combustible,  are  about  as  follows  for  the  different  kinds  of  fuel :  — 
Carbon,  15  pounds;  good  anthracite,  15.4  pounds;  semi-bitumi- 
nous, 16.3  pounds;  bituminous,  14  to  15.8  pounds;  and  oils, 
18.5  to  22  pounds. 

Obviously  the  Theoretical  Equivalent  Evaporation  per  pound 
of  fuel  can  be  obtained  by  multiplying  the  foregoing  hgures  by 
the  percentage  of  combustible  present. 

(c)  The  steam  generating  apparatus  as  a  whole  delivers  with 
the  steam  only  a  portion  of  the  calorific  value  of  the  fuel,  the 
percentage  depending  on  the  overall  efficiency  of  the  apparatus. 
These  efficiencies  were  given  in  Sect,  260  (A)  and  (t).  With 
good  coal  the  Actual  Equivalent  Evaporation  should  be  at  least 
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9  pounds  per  pound  of  combustible,  and  in  the  be$t  instances 
12}  pounds  have  been  reached.  With  oil  this  evaporation  is 
from  14.4  to  16.9  per  pound  of  fuel. 

When  the  rale  of  evaporation  is  under  consideration,  the  unit 
of  time  generally  adopted  is  the  hour — hence  the  terms  "Equiv- 
alent Evafxjration  per  hour  "  and  "  Units  of  Evaporation  per 
hour  "  are  in  common  use.  If  no  unit  of  time  is  specified  the 
hour  is  implied. 

(d)  In  boiler  computations  it  is  sometimes  convenient  to  make 
use  of  a  quantity  called  the  "  Factor  of  Evaporation  "  (F.E,). 
This  quantity  is  the  ratio  of  the  heat  absorbed  per  pound  of 
steam  generated  to  970.4  (or  965.7  as  the  case  may  be).    Hence 


970  (or  965.7) 

in  which  q,  x,  r,  D  and  Cp  are  respectively  the  sensible  heat, 
quality,  latent  heat,  degrees  of  superheat  and  specific  heat 
of  the  steam  leaving  the  boiler,  and  (  is  the  temperature  of  the 
feed  water.  Evidently  the  Factor  of  Evaporation  is  the  ratio 
of  the  equivalent  evaporation  to  the  actual  weight,  and  as  this 
ratio  is  freqiVently  used  its  values  are  generally  tabulated  in 
reference  books  for  different  pressures  of  dry  saturated  steam 
with  various  temperatures  of  feed  water.  t- 

(e)  The  rated  size  and  the  maximum  capacity  of  boilers  are 
usually  stated  in  terms  of  a  unit  miscalled  a  "BoUer  Horse 
Power"  (B.P.).  It  has  been  su^ested  that  this  be' changed 
to  "  BoiUr  Power,"  as  the  term  "  horse  power  "  is  inapplicable 
to  boilers.  The  Boiler  Horse  Power  is  defined  as  the  equivalent 
of  54-5  JKJunds  of  steam  evaporated  "  from  and  at  "  212°  F. 
per  hour;  (i.e.,  34^  U.E.  per  hr.).  It  is,  therefore,  merely  a 
measure  of  the  heat  given  to  the  water  and  steam  and  is  equiva- 
lent to  the  transfer  of  33,479  B.t.u.  per  hour  (with  U.E.  =  970.4 
B.t.u.). 

The  "  horse  power  "  of  a  boiler  which  Is  evaporating  a  given 
weight  of  steam  per  hour  at  a  certain  pressure,  with  a  certain 
quality,  and  from  feed  water  at  a  certain  temperature,  can  there- 
fore be  found  in  two  ways:  —  First,  by  dividing  the  equivalent 
evaporation  by  34^;  second,  by  dividing  the  total  heat  supplied 

*  The  expression  in  this  parenthesis  is  written  so  as  to  apply  to  both  siqier- 
heated  and  satuiated  steam,  as  was  first  done  on  page  173. 


:yG00gIc 


BOILERS  563 

to  the  water  and  steam  per  hour  by  the  number  33,479  given 
above. 

(f)  In  this  connection,  however,  it  is  important  to  note  that 
there  is  no  definite  relation  between  engine  horse  power  and  the 
so-called  boiler  horse  power;  the  ratio  of  the  engine  h.p.  to  the 
"  boiler  h.p."  in  any  plant  depends  entirely  upon  the  economic 
performance  of  the  engine,  hence  it  is  not  necessarily  the  same  in 
different  plants. 

370.  Proportioaing  the  Boiler  for  Power  Output,  (a)  The 
American  Society  of  Mechanical  Engineers  has  made  the  follow- 
ing recommendation  regarding  boiler  ratings.  "  A  boiler  rated 
at  any  stated  capacity  should  develop  that  capacity  when  using 
the  best  coal  ordinarily  sold  in  the  market  where  the  boiler  is 
located,  when  fired  by  an  ordinary  fireman,  without  forcing  the 
fires,  while  exhibiting  good  economy.  And  further,  the  boiler 
should  develop  at  least  one-third  more  than  the  stated  capacity 
when  using  the  same  fuel  and  operated  by  the  same  fireman, 
the  full  draft  being  employed  and  the  fires  being  crowded,  the 
available  draft  at  damper,  unless  otherwise  understood,  being 
not  less  than  one-half  inch  water  column."*  Boilers  of  the 
commercial  types  generally  have  overload  capacity  considerably 
in  excess  ofathe  33^  per  cent  here  specified.  Some  boilers  are 
being  operated  continuously  under  loads  double  those  for  which 
they  were  originally  intended,  and  triple  outputs  have  been 
obtained  in  a  few  instances. 

(b)  The  total  amount  of  heating  surface  needed  by  boilers 
can  be  determined  either  by  multiplying  the  boilef  "  horse 
power  "  by  the  number  of  square  feet  needed  for  developing 
one  horse  power,  or  by  dividing  the  total  equivalent  evaporation 
per  hour  by  the  allowable  rate  of  evaporation  per  square  foot. 

(c)  Most  stationary  boilers  of  the  "water  tube"  type  have 
10  square  feet  of  heating  surface  per  boiler  horse  power  under 
normal  load,  the  corresponding  rate  of  equivalent  evaporation 
per  square  foot  per  hour  being  about  3J  (=  34.5  +  lo);  while 
the  more  common  types  of  stationary  "  fire  tube  "  boilers  usually 
have  12  or  more  square  feet  per  boiler  horse  power,  the  equivalent 
evaporation  being  3  pounds  per  square  foot  or  less.  However 
values  both  larger  and  smaller  than  these  are  sometimes  used. 

*  Ttaas.  A.  S.  M.  E.    1S99. 
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When  there  are  limitations  as  to  space  or  weight,  less  heating 
surface  and  higher  rates  of  evaporation  are  used.  For  example, 
in  marine  boilers  from  4  to  8  square  feet  of  heating  surface  are 
provided,  the  corresponding  evaporation  being  from  8  to  4 
pounds  per  square  foot  per  hour,  and  in  some  instances  marine 
boilers  of  the  water  tube  type  have  been  operated  continuously 
with  average  rates  as  high  as  16  pounds.* 

(d)  The  fuel  needed  per  boiler  horse  power  hour  can  be 
readily  determined  by  dividing  34I  by  the  equivalent  evapora- 
tion per  pound  —  or  by  dividing  33,476  by  the  actual  calorific 
value  per  pound  corrected  for  boiler  and  grate  efficiencies. 
Thus  the  combustible  required  per  boiler  Horse  power  ordinarily 
ranges  from  3  to  4  pounds  per  hour,  depending  on  the  kind  of 
coal,  and  the  weight  of  coal  is  roughly  from  3.5  to  5  pounds. 


*  Melville,  Engineering  Magazine,  January,  1911. 
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SUPERHEATERS. 

371.  Advantages  of  Superheating,  (a)  It  has  already  been 
shown  (Sect.  128  and  i8oj)  that  the  water  rates  of  steam  engines 
and  turbines  may  be  materially  improved  by  the  use  of  super- 
heat, but  that  the  improvement  in  steam  consumption  is  not  a 
coirect  measure  of  the  gain  effected,  since  one  pound  of  super- 
heated steam  contains  more  heat  than  an  equal  weight  of  satu- 
rated steam  at  the  same  pressure.  Leaving  out  of  consideration, 
for  the  time  being,  certain  incidental  advantages  of  superheating, 
the  true  measure  of  gain  is  on  the  basis  of  the  heal  economy 
resulting  from  its  use  and  this  is  given  by  the  ratio  of  the  number 
of  heat  units  supplied  to  the  superheated  steam,  per  horse  power 
delivered  by  the  engine  or  other  prime  mover,  to  that  used  when 
saturated  steam  is  the  working  substance. 

(b)  In  addition  to  such  gains  as  may  be  effected  in  the  prime 
movers  themselves  by  the  use  of  superheat,  there  may  be  a  two- 
fold reduction  in  the  heat  lost  in  the  connecting  pipe  lines,  be- 
cause (i)  superheated  steam  loses  heat  much  less  rapidly  than 
does  wet  steam  and  because  (2)  the  radiating  surfaces  of  the 
pipes  may  be  made  less  —  for  smaller  pipes  can  be  used,  as  super- 
heated steam  may  be  allowed  to  flow  at  higher  velocities  than 
are  permissible  with  saturated  vapor. 

(c)  But  the  ultimate  test  of  the  advisability  of  installing 
additional  apparatus,  such  as  superheaters,  is  always  on  the 
basis  of  the  financial  economy  effected.  In  the  case  in  question 
the  addition  of  the  superheaters  may  not  increase  the  total 
expense  for  the  power  plant  equipment,  for  the  improvement 
in  heat  economy  may  permit  a  reduction  in  the  size  and  cost  of 
the  boilers,  and  the  diminution  of  the  water  rates  may  make 
possible  a  decrease  in  the  size  and  cost  of  the  condensers  and 
other  auxiliary  apparatus.  Then,  the  operating  expenses  may 
be  reduced  not  only  by  the  saving  in  the  expenditure  for  fuel  but 
also  by  the  reduction  in  the  outlay  for  purchasing  and  pumping 
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the  water  used  for  feed  and  for  condensation.  To  ofTset  the  gains 
is  the  additional  expense  involved  in  the  operation  and  mainte- 
nance of  the  superheaters.  The  use  of  the  smaller  pipe  lines,  which 
are  permissible  with  superheated  steam,  may  not  effect  a  saving 
in  their  cost,  as  the  materials,  construction  and  fittings  must  be 
of  better  quality  than  is  required  when  saturated  steam  is  used. 

373.  Types  of  Superheaters,  (a)  There  are  two  general 
types  of  superheaters —  (i)  separately  fired  superheaters,  and 
(2)  built  in,  or  boiler  draft  superheaters. 

The  first  class  is  installed  in  a  separate  setting  of  its  own  and 
receives  hot  gases  from  its  own  furnace.  The  second  class  is 
located  inside  of  the  boiler  setting  and  in  line  with  one  of  the 
"  passes  "  of  the  products  of  combustion. 

(b)  In  each  type  the  saturated  steam,  generally  containing 
from  2  to  4  per  cent  of  moisture,  is  led  from  the  steam  nozzle  on 
the  drum  of  the  boiler,  through  the  superheating  apparatus  on 
its  way  to  the  steam  consumer. 

(c)  Superheaters  of  both  types  generally  consist  of  a  multi- 
plicity of  elements  containing  a  small  volume  but  exposing  a 
relatively  great  surface.  There  are,  however,  several  super- 
heaters in  which  a  few  very  lai^e  elements  are  so  constructed 
that,  by  means  of  baffles  or  equivalents,  the  steam  flowing 
through  them  is  divided  up  into  thin  streams  in  contact  with 
extended  wall  areas. 

(d)  Generally  the  metal  used  is  mild  steel,  and  the  elements 
are  composed  of  seamless  tubes  which  are  of  small  diameter 
(i  inch  to  ij  inch  bore)  with  thick  walls  (0.15  to  0.2  inch 
thick)  and  which  are  connected  with  built-up,  forged,  or  cast  steel 
headers  or  their  equivalents.  In  a  few  instances  cast-iron  ele- 
ments with  comparatively  thick 
walls  are  still  used,  but  there  is 
a  growing  tendency  to  look  with 
suspicion  on  the  use  of  this  ma- 
terial in  cases  where  temperatures 
and  pressures  are  high  and  where 
temperature  changes  are  great. 

Figs.  368  and  369  show  the  two 
elements  most  commonly  used  in  this  country.  Instead  of  hav- 
ing the  tube  ends  enter  separate  headers,  they  are  sometimes 
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connected  with  a  single  one  arranged  with  suitable  partition 
plates  or  baffles.  The  element  shown  in  Fig.  369  has  a  thin 
annular  steam  passage  between  a  sealed  inner  tube  and  an  outer 
one  which  is  surrounded  by  flanges.  The  flanges,  which  are  of 
cast  iron,  present  large  heat-absorbing  surfaces  to  the  hot  gas, 
protect  the  steel  tubes  and  store  heat,  but  add  to  the  expense  of 
construction.  The  steam  is  brought  intimately  into  contact  with 
the  walls  of  the  larger  tube,  since  it  can  flow  through  the  thin 
annular  passage  only. 

(«)  Experience  has  shown  that  the  ideals  to  be  attained  in 
superheater  construction  and  arrangement  are:  (i)  perfect  free- 
dom of  expansion;  (2}  ability  to  withstand  high  temperature, 
high  pressure,  and  violent  changes  in  temperature;    (3)  avoid- 


Rg.  J69. 

ance  of  screwed  joints;  (4)  the  protection  of  all  joints  from  ex- 
posure to  the  hot  gases;  (5}  provision  for  cleaning  externally 
and  internally;  (6)  means  for  adjusting  the  superheat  to  any 
desired  temperature;  (7)  natural,  or  automatic,  regulation  to 
maintain  that  temperature;  (8)  means  of  bypassing  the  steam 
around  the  superheater  when  the  latter  is  out  of  commission; 
(9)  provision  for  flooding  the  elements  (in  some  cases)  with  water 
and  for  draining  them;  (10)  small  space  requirements;  (ll)  low 
first  cost;  and  (12)  small  expense  of  operation  and  maintenance. 

373.  Separately  Fired  Superheaters,  (a)  Two  examples  of 
separately  fired  superheaters  are  illustrated  in  Figs.  370  and  371. 
In  all  such  apparatus  it  is  nearly  always  necessary'  to  prevent  the 
flame  and  very  hot  gases  from  impinging  directly  on  the  super- 
heating surface,  it  being  generally  considered  that  temperatures 
of  from  1300  to  1500°  are  the  highest  allowable  for  the  gases 
which  are  in  contact  with  such  surfaces;  hence,  the  use  of  inter- 
cepting brick  arches  and  walls  through  which  the  hot  gases  must 
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pass,  as  shown  in  Fig.  370,  though  a  greater  degree  of  security 
is  attained  by  combining  a  water  element  with  these  walls,  as 
shown  in  Fig.  371. 

(b)  The  temperature  of  superheat  may  be  controlled  direaly 
by  varying  the  rate  of  combustion,  by  means  of  a  damper,  as  in 
Fig-  371;  by  bypassing  the  gases,  or  by  both  of  these  methods, 
as  in  Fig.  370.  But  even  if  the  dampers  be  made  to  normally 
follow  the  delivery  temperature  exactly,  as  can  be  done  by 
means  of  thermostatic  control,  the  heat  stored  in  the  walls  of 
the  setting  will  cause  an  abnormal  rise  of  temperature  when  the 


Fig.  370. 

demand  for  steam  suddenly  decreases  to  any  considerable  extent. 
Then  there  may  also  be  sudden  drops  in  the  temperature  due 
to  the  inflow  of  cold  air  when  the  furnace  doors  are  opened  for 
firing. 

(c)  Compared  with  the  built-in  type,  the  separately  fired 
superheater  has  many  disadvantages,  of  which  the  principal  ones 
are;  (i)  Greater  first  cost  because  of  the  separate  setting  and 
grate;  (2)  larger  maintenance  cost  because  of  separate  setting; 
(3)  greater  cost  of  operation  because  of  separate  furnace  to  be 
fired;  (4)  greater  floor  space  occupied;  (5)  grate  losses,  which 
in  this  case  are  added  to  those  of  the  boiler;  (6)  lower  effideney 
because  the  flue  gas  enters  the  stack  at  a  temperature  which 
must  be  higher  than  with  built-in  type,  where  superheater  is 
followed  by  water  heating  surface;    (7)  greater  radiation  loss 
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because  of  individual  setting;  and  (8)  difficulty  of  controlling 
temperature  of  steam,  as  explained  in  (b)  above.  The  separately 
fired  superheater  has  the  advantage  that  the  boilers  can  still  be 
used  to  supply  saturated  steam  even  when  the  superheater  is  out 
of  commission;  that  it  permits  the  variation  in  the  degree  of 
superheat  to  be  made  independently  of  the  operation  of  the 
boiler,  and  one  superheater  can  be  used  for  several  boilers. 

(d)  Although  it  has  many  disadvantages,  the  separately 
fired  apparatus  may  be  of  value  in  many  instances.  In  some 
plants,  steel  mills  for  instance,  there  are  often  large  quantities 
of  hot  gases  which,  by  such  apparatus,  can  be  used  to  superheat 
the  steam  coming  from  the  boilers,  but  which  would  otherwise 


Fig.  371. 

be  wasted.  Then,  there  are  also  many  industries  in  which  steam 
exhausted  from  engines  is  used  in  some  manufacturing  process, 
and  in  many  such  cases  it  is  desirable  to  superheat  this  steam  in 
separately  fired  superheaters.  Again,  either  as  a  means  of  im- 
proving the  economy  or  of  increasing  the  capacity  of  a  boiler 
plant  already  installed,  it  may  be  desirable  to  superheat  the 
Steam  generated,  and  in  such  cases  it  will  generally  appear  upon 
investigation  that  the  separately  fired  unit  is  the  better  invest- 
ment, as  it  will  involve  least  changes  in  piping  and  settings. 

374.  Boiler  Draft  Superheaters,  (a)  Examples  of  this  type 
are  illustrated  in  Figs.  372  to  374.  In  nearly  all  cases 
built-in  superheaters  are  installed  at  such  a  point  in  the  flues,  or 
gas  passes,  that  the  temperature  of  the  gas  reaching  them  can 
never  greatly  exceed  about  1500°  F.     There  are  a  few  instances, 
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however,  as  in  Fig.  372,  in  which  the  superheaters  are  installed 
in  a  separate  brick  chamber  within  the  boiler  setting  and  are 
supplied  with  hot  gases  directly  from  the  furnace,  by  means  of  a 
passage  in  the  brick  walls 
of  the  boiler  setting,  the 
flow  of  gas  being  controlled 
I  by  a  damper  in  the  passage. 

(b)  Two  distinctly  dif- 
ferent methods  of  main- 
taining an  approximately 
constant  temperature  of 
superheat  are  in  use.  In 
one,  the  superheating  ele- 
ments are  located  at  such 
Fig.  373.  '  a  point  (as  in  Fig.  373)  that 

the  gases  reaching  them 
vary  in  temperature  and  quantity  as  nearly  as  possible  in  propor- 
tion to  the  amount  of  steam  flowing.  The  attainment  of  such 
conditions  is  generally  more  ideal  than  real,  but  is  fairly  well 
approximated  in  a  few  instances,  since  the  amount  of  steam  gen- 


Fig.  373. 


erated  depends  directly  on  the  quantity  and  temperature  of  the 
gases  coming  from  the  furnace. 

In  the  other  method  the  superheating  elements  are  installed 
within  a  separate  chamber,  as  in  Figs.  372  and  374,  and  a  damper, 
which  regulates  the  supply  of  hot  gases,  is  put  under  some  sort 
of  control,  which  may  be  thermostatic.  These  superheaters 
have  a  certain  temperature  lag,  as  do  the  separately  fired  variety. 
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but  it  is  not  as  great  as  in  that  case  because  of  the  smaller  amount 
of  brickwork  surrounding  them. 

375.  Protection  of  Superheater,  (a)  No  superheater,  no 
matter  what  its  construction,  will  last  for  any  considerable 
length  of  time  if  exposed  to  the  hot  furnace  gases  when  steam 
is  not  flowing  through  it.  To  prevent  damage  in  this  way, 
during  the  period  of  firing  up  and  when  cooling  down  or  standing 
idle,  some  protective  device  is  essential. 

(b)  With  separately  fired  superheaters  the  hot  gases  may  be 
deflected,  as  iiiFigs.  370,  372,  and  374,  so  that  they  bypass  the 
superheater  and  flow  directly  from  the 

furnace  to  the  stack,  or  protecting  rings 
like  those  in  Fig.  369  may  be  used,  or 
provision  may  be  made  for  "  flooding  " 
the  superheater  —  that  is,  filling  it  with 
water  whenever  the  flow  of  steam 
ceases.  The  latter  method  is  open 
to  the  objection  that  scale-forming 
material  may  be  deposited  in  the 
superheater,  thus  decreasing  its  ability 
to  transfer  heat  from  gases  to  steam, 
which  would  ultimately  result  in  main- 
taining the  metal  of  the  superheater  at 
too  high  a  temperature  when  in  opera- 
tion and  thereby  shortening  its  life.  p. 

(c)  When  boiler  draft  superheaters 

are  located  in  a  separate  chamber  within  the  boiler  setting,  either 
of  the  above  methods  may  be  used,  but  the  objection  to  the  last 
holds  equally  well  for  this  case. 

(d)  When  boiler  draft  superheaters  are  located  directly  in  one 
of  the  passes  the  only  available  method  of  protecting  is  by  flood- 
ing. They  are  generally  so  arranged  (as  in  Fig.  373)  that  when 
flooded  they  form  part  of  the  boiler  evaporating  or  heating  sur- 
face, practically  being  connected  in  parallel  with  it,  but  so  that 
they  can  be  drained  and  connected  in  series  with  the  boiler  when 
superheat  is  desired. 

(e)  In  connection  with  this  latter  arrangement,  an  auxiliary 
safety  valve  is  sometimes  placed  between  the  superheater  and 
the  main  stop  valve,  so  that  if  this  latter  valve  is  suddenly  closed, 
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or  if  the  demand  for  steam  suddenly  ceases,  before  the  fires  can 
be  deadened,  the  rising  pressure  of  steam  will  pop  this  safety 
valve  (before  the  main  safety  valve  opens),  and  allow  steam  to 
pass  through  the  superheater,  thus  protecting  it  temporarily 
and  warning  the  attendant  of  the  necessity  for  checking  the  fire 
and,  possibly,  for  flooding  the  apparatus. 

276.  Superheater  Surface,  (a)  The  determination  of  the 
amount  of  surface  required  by  a  superheater  to  give  a  definite 
degree  of  superheat,  when  fired  in  a  certain  way,  or  located  in  a 
given  position,  is  largely  a  matter  of  experience  with  each  manu- 
facturer of  each  different  type  of  boiler.  There  are  several 
distinct  methods  of  approximating  the  amount  of  super-heating 
surface  required ;  the  three  most  common  are  given  below. 

(b)  The  superheating  surface  may  be  taken  as  a  multiple  of 
the  grate  surface.  Thus  for  water  tube  boilers,  the  heating  sur- 
face of  built-in  superheaters  is  generally  taken  at  from  8  to  12 
times  the  grate  area,  depending  upon  location  within  the  setting, 
average  rate  of  firing,  superheat  desired,  character  of  coal,  etc. 
With  long  flaming  coals  the  gases  often  arrive  at  the  superheater 
at  a  higher  temperature  than  with  short  flaming  fuels  and  a 
smaller  surface  may  therefore  be  used. 

For  internally  fired  boilers,  values  between  25  and  35  times 
the  grate  area  are  used. 

(c)  The  superheating  surface  may  be  taken  as  a  fraction  of  the 
boiler  healing  surface.  For  water  tube  boilers  it  varies  between 
10  and  40  per  cent  of  the  boiler  heating  surface,  though  it  rarely 
exceeds  20  to  30  per  cent.  For  internally  fired  boilers  a  greater 
ratio  is  required,  reaching  in  some  cases  to  values  almost  equal  to 
the  boiler  heating  surface,  and  seldom  dropping  below  50  per 
cent  of  that  surface. 

(d)  The  oumber  of  square  feet  of  superheating  surface  (5) 
required  may  be  determined  by  calculations,  taking  account  of 
rate  of  heat  transmission  per  square  foot  per  hour,  which  depends 
both  on  the  coefficient  (K)  of  heat  transmission  and  mean 
temperature  difference  (fl„)  between  steam  and  gases.  In  this 
case,  the  heating  surface  required  to  transmit  per  hour  an  amount 
of  heat  equal  to  AQ  is 

^-1? (407) 
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The  coefficient  (K)  is  the  heat  (B.t.u.)  transmitted  per  square 
foot  of  surface,  per  degree  difference  of  temperature,  per  hour. 
Its  value  varies  widely  with  conditions  and  is  found  by  experi- 
ment or  experience.  High  velocity,  thin  streams  of  steam  or 
gas,  violent  agitation,  and  high  temperature  and  pressure,  in- 
crease its  value.  The  condition  of  the  superheater  also  has 
considerable  effect;  when  scaled  internally  and  covered  with 
ash  and  soot  externally,  the  rate  of  transmission  is  very  low. 

In  general,  values  of  K  vary  from  1  to  as  high  as  10,  and  con- 
siderable experience  is  required  in  choosing  a  proper  value. 
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DRATT  ADD  DRAFT  APPARATUS. 

377.  General  Principles,  (a)  The  flow  of  air  and  products 
of  combustion  through  the  steam-generating  apparatus  is  re- 
tarded by  the  resistances  encountered  in  the  various  portions  of 
the  passage.  The  total  resistance  (R),  from  the  point  where  the 
air  enters  the  boiler  setting  to  the  base  of  the  stack,  is  the  sum- 
mation of  the  resistances  of  the  fuel  bed  (R/),  of  the  ix)iler  passages 
(Rp),  of  the  flues  or  breeching  (Rt)  and  of  any  other  passages  (J?,) 
(such  as  that  through  an  "economizer")  which  are  traversed. 
Thusfi  =  Rf  +  R,  +  Rt  +  Rt.  It  is  of  course  desirable  to  have 
the  total  resistance  as  small  as  possible,  hence  each  component 
resistance  should  be  reduced  to  the  fullest  extent  allowable. 

(b)  As  the  gases  flow  only  from  places  of  higher  pressure  to 
those  of  lower  (through  a  process  of  expansion)  the  gas  pressures 
must  decrease  progressively  from  the  point  of  entrance  to  the 
point  of  exit,  the  pressure  drops  through  the  diflferent  portions 
depending  on  the  respective  resistances  of  the  parts. 

The  way  in  which  the  pressure  varies,  as  the  particles  of  gas 
advance  through  the  steam-generating  apparatus,  is  shown  in  a 
general  way  in  Fig.  375  by  the  curve  abed,  in  which  the  abscissas 
represent  the  decrease  of  pressure  below  that  at  the  point  of 
admission  and  the  ordinates  are  distances  along  the  passage, 
measured  from  the  same  point. 

Evidently,  the  same  curve  would  apply  (in  this  particular 
case)  regardless  of  whether  the  inlet  pressure  is  atmospheric,  or 
greater  or  less  than  that,  for  the  same  pressure  drops  and  the 
same  gradients  to  the  curve  would  still  be  required.  The  differ- 
ence between  the  abscissas  of  any  two  points  on  this  curve  gives 
the  pressure  drop  required  to  overcome  the  resistance  between 
the  corresponding  points  in  the  apparatus.  The  final  abscissa 
represents  the  pressure  drop  developjed  through  the  whole  ap- 
paratus, and  is  evidently  equal  to  the  summation  of  all  the 
pressure   drops,  i.e.,  AP=^Pf  +  APf  +  APt  +  Ai',,  in  which 
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the  subscripts  refer  to  the  same  parts  as  before.  It  is  the  func- 
tion of  the  stack,  or  other  draft-producing  device,  to  develop  this 
difference  in  pressure. 

(c)  As  the  pressure  variations  of  the  flue  gas,  measured  from 
atmospheric  pressure,  are  very  low,  they  are  ordinarily  deter- 
mined by  means  of  water  manom- 
eters, as  shown  in  Fig.  375,  and  are 

therefore  commonly  expressed  in 
terms  of  inches  of  water  column 
("  hydraulic  inches  ")  as  compared 
with  atmospheric  pressure.* 

The  total  pressure  drop  from  air 
inlet  to  base  of  stack  is  generally 
between  0.4  and  1.2  inches  of  water 
when  determined  in  this  way. 

The  velocity  of  flow  is  generally 
so  small  that  the  velocity  head  can 
be  neglected  in  the  ordinary  prob- 
lems that  arise  in  connection  with  Fig.  373. 
the  subject  under  discussion. 

(d)  According  to  Bernoulli's  theorem  (which  can  be  applied  to 
the  steady  and  continuous  flow  of  gases  in  long  pipes  when  there 
are  small  pressure  drops),  the  total  head  is  the  same  at  all  points 
in  the  passage.  At  the  point  (o)  of  entrance  it  is  the  sum  of  the 
velocity  head  (—) ,  the  pressure  head  \  —  \  ,  and  the  potential 
head  Zo;  and  at  any  subsequent  point  {x)  it  is  the  sum  of  the 
similar  heads  for  that  point  together  with  friction  head  F  of  the 
intervening  passage.    Thus 

(ri+i  +  i-(rj+l+'),+  ''.   ■  •  ("o^ 

in  which  v  =  velocity  of  flow  in  feet  per  second, 
P  =  pressure  in  pounds  per  square  foot, 
5  =  specific  density  =  weight  per  cubic  foot  of  gas,  and 
z  =  elevation  in  feet. 
The  friction  head  (ft.)  is 

''-/|^ix| (409) 

•  One  inch  of  water  column  corresponds  to  — —  —  5.2  pounds  per  square  toot; 
or  one  pound  per  square  foot  corresponds  to  .192  inches  of  water  column. 
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in  which  L  =  length  of  fiue  in  feet, 
/  =  coefficient  of  friction, 

S  =  length  of  perimeter  of  the  cross-section  in  feet, 
A  ~  area  of  passage  in  square  feet, 
and  the  ratio  A/S  is  called  the  "  mean  hydraulic  radius." 

In  the  passages  through  the  boiler  the  variation  in  velocity  and 
in  elevation  can  ordinarily  be  neglected,  hence  the  quantities  v 
and  s  disappear  from  Eq.  (408)  in  this  case. 

Then  from  Eqs.  (408)  and  (409),  using  a  mean  density  S.  and 
letting  Ai*  =  (Po  —  P,),  the  change  in  pressure  head  is 

which  shows  that  the  pressure  drop  is  dependent  solely  on  the 
frictional  resistance,  which  varies  directly  with  p",  L  and  the 
character  of  the  surfaces  a;id  inversely  with  the  mean  hydraulic 
radius  (A/S). 

The  velocity  of  flow  is,  from  Eq.  {410), 

1-=  V2gAPXiA-i-fLSi„)  .     .     .     .     (411) 

and  for  any  given  passage 

V  ™  const  VaP.  ........     (412) 

Evidently  the  rate  of  combustion,  which  is  dependent  on  the 
velocity  (amount)  of  the  air  passing  through  the  fuel  bed,  can  be 
reduced  by  decreasing  A  in  Eq.  (411),  other  things  remainii^ 
the  same,  as  by  partly  closing  the  damper. 

(e)  But  in  the  actual  case  of  flow  of  gases  through  steam-gen- 
erating apparatus,  the  conditions  are  quite  different  from  the 
hypothetical  ones  assumed  in  connection  with  Bernoulli's  The- 
orem, —  for,  through  part  of  the  passage  there  is  air  of  a  certain 
density,  through  the  rest  is  a  complicated  mixture  of  gases 
varyingas  to  composition,  density  and  temperature;  the  passages 
are  circuitous,  have  sudden  changes  in  areas  and  in  direction 
and  have  eddy  pockets;  the  resistance  through  the  fuel  bed  is 
constantly  varying  and  the  flow  of  gas  is  neither  steady  nor 
necessarily  continuous,  —  hence,  the  analysis  of  the  laws  gov- 
erning the  actual  case  is  difficult  and  as  yet  these  laws  are  not 
well  established. 

There  are,  however,  a  few  general  statements  which  can  be 
made  and  which  are  more  or  less  applicable  to  most  cases;  they 
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may  serve  as  rough  guides  in  approximating  the  solution  of 
problems  connected  with  boiler  draft.*  These  are  given  in  the 
following  paragraphs. 

(f)  Other  conditions  remaining  the  same  (temperatures,  re- 
sistances, etc.),  the  weight  (w)  of  air  entering  the  furnace  in  a 
unit  of  time  is  dependent  on  the  velocity  of  flow,  and  appears 
to  vary  about  as  the  square  root  of  the  pressure  drop  (AP) 
through  the  passages.t  As  the  rate  of  combustion  (R)  is  directly 
dependent  on  the  air  supply  it  varies  approximately  in  like  man- 
ner, i.e.,  R  =  const.  VAP,  where  the  constant  varies  with  the 
size  and  kind  of  coal,  method  of  firing  and  other  conditions. 
Thus,  doubling  the  pressure  drop  increases  the, rate  to  about 
1.4  (=  V2)  its  former  value;  and  to  bum  fuel  twice  as  rapidly 
as  before  involves  nearly  quadrupling  the  draft  pressure, 

(g)  It  is  also  approximately  true  that  if  the  resistances  remain 
unchanged,  the  pressure  drop  through  any  portion  of  the  passage 
will  remain  the  same  fraction  of  the  total,  regardless  of  the  vari- 
ation in  the  over-all  drop,  that  is,  the  pressure  gradients  would 
vary  proportionally.  For  example,  for  the  case  shown  in 
Fig.  375,  with  change  in  draft,  the  curve  would  merely  be  re- 
plotted  with  all  abscissas  changed  proportionally  to  the  varia- 
tion in  the  over-all  drop,  or  the  same  curve  could  be  used  with 
suitable  change  in  scale. 

(fa)  The  resistances  encountered  vary  about  as  the  square  of 
the  velocity  (as  in  Eq.  409),  although  probably  the  exponent 
should  be  slightly  less  than  2,  say  1.8.  Hence,  doubling  the 
velocity,  to  obtain  a  twofold  rate  of  combustion,  necessitates 
about  four  times  as  intense  a  draft,  and  nearly  four  times  as  much 
work  will  be  done  in  moving  the  gases. 

(i)  As  the  power  is  the  product  of  resisting  force  by  the  velocity 
of  motion,  the  amount  required  for  removing  the  gases  varies 
about  as  the  cube  of  the  velocity  of  flow,  i.e.,  as  the  cube  of 
the  amount  of  air  supplied,  or  as  the  cube  of  the  rate  of  combus- 
tion. Thus,  in  order  to  double  the  rate  of  combustion,  or  boiler 
output,  the  draft -producing  apparatus  would  have  to  do  nearly 
eight  times  as  much  work.  Therefore,  while  from  the  stand- 
point of  space  occupied  by  the  boiler  it  may  be  desirable  to 

'  Bull.  II,  U.S.  Bureau  of  Mines,  "SigmQcance  of  Drafts,"  contains  discussiona 
of  experiments  on  draft. 

t  Thus  it  follows  approximately  Eq.  (411}. 
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force  the  rate  of  combustion  as  much  as  possible,  the  additional 
expense  for  power  and  apparatus  for  handling  the  gases  with 
greater  velocity  places  a  limit  beyond  which  it  is  financially 
unprofitable  to  go. 

378.  Amount  of  Pressure  Drop  Required,  (a)  The  pressure 
drops  (A/  inches  of  water)  generally  needed  for  overcoming  the 
resistance  through  the  fuel  bed  have  already  been  given  in  Fig. 
326  for  the  different  rates  of  combustion  of  several  sizes  of 
various  kinds  of  coal  when  burned  under  the  usual  conditions. 
But  much  variation  from  these  curves  exists,  since  the  intensity 
of  draft  depends  also  on  the  thickness  of  the  fuel  bed,  character 
of  the  ash  and  clinker,  method  of  firing  and  other  items. 

(b)  The  drop  in  pressure  (A,  inches  of  water)  through  the 
boiler  passages  depends  on  the  length  and  cross  sections  of  pas- 
sages, arrangement  of  baffles,  arrangement  of  tubes,  etc.  Under 
ordinary  rates  of  combustion  it  ranges  as  in  Table  XXIV  and 
varies  about  as  the  square  of  the  rate  of  combustion  (as  explained 
in  Sect,  277  (f))  when  o[>erating  at  greater  or  lower  rates. 

TABLE  XXIV.— PRESSURE  DROPS  THROUGH  BOaERS." 


(c)  To  overcome  the  resistance  of  the  breeching,  or  flues,  be- 
tween the  boiler  and  the  stack,  a  pressure  drop  (At)  of  about  A 
inch  of  water  is  generally  assumed  per  loo  feet  of  length  of  smooth 
round  passage  when  the  boilers  are  being  forced,  and  half  as 
much  for  each  elbow,  though  much  depends  on  the  mean  hy- 
draulic radius  (-=)  of  the  passage,  on  the  curvature  of  the  bends, 

character  of  wall  surface,  etc. 

It  would  of  course  reduce  the  cost  of  the  breeching  if  small  cross 
sections  and  high  velocity  of  flow  were  used.  But  since  the  re- 
sistance varies  as  the  square  of  the  velocity,  greater  draft  would 
then  be  needed  to  overcome  it,  and  this  would,  in  general,  add 
to  the  expense  for  the  stack  (or  other  draft-producing  apparatus] 
an  amount  greater  than  the  saving  effected  in  outlay  for  the 
breeching.  Hence,  the  breeching  is  usually  given  a  liberal  cross 
sectional  area,  one  at  least  equal  to  that  of  the  stack  and  gener- 
•  Kingaley,  Eng,  Recoid,  Dec.  ai,  1907. 
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ally  20  per  cent  greater,  the  velocity  of  flow  being  not  more  than 
that  in  the  stack,  and  generally  about  20  per  cent  less. 

(d)  The  total  pressure  drop  (Ai)  inches  of  water  between  air 
inlet  and  base  of  stack  evidently  equals  the  sum  of  the  drops 
through  these  various  elements  of  the  passage  and  of  any 
others,  such  as  those  through  economizers,  which  may  be  located 
between  the  boiler  and  stack.  Thus  hi  =  h/  +  hp  +  hb  +  A,. 
The  draft-producing  apparatus  should  of  course  be  proportioned 
to  give  a  pressure  drop  at  least  sufficient  to  cause  the  greatest 
rate  of  combustion  that  will  ever  be  demanded  with  the  poorest 
fuel  which  is  likely  to  be  used ;  then,  smaller  rates  can  be  obtained 
by  reducing  the  amount  of  air  supplied,  which  can  be  done  by 
regulating  the  dampers  and  air  inlets  either  by  hand  or  by  some 
automatic  device,  the  latter  being  generally  operated  by  the 
slight  variations  in  steam  pressure  which  accompany  the  changes 
in  the  demand  for  steam. 

(e)  The  current  of  gases  through  the  boiler  can  be  caused 
either  by  "natural"  draft  of  a  chimney  (or  stack),  or  by  "arti- 
ficial "  draft  maintained  either  by  steam  jets  or  by  power-driven 
fans. 

The  duty  of  the  draft-producing  apparatus  is  twofold  — 
first,  it  must  produce  the  needed  intensity  of  draft  and,  second, 
it  must  provide  means  for  carrying  off  the  products  of  combustion. 

279.  Chimney  Draft,  (a)  When  one  pound  of  carbon  is  com- 
pletely burned  in  air  to  COj,  the  latter  gas  will  have  the  same 
volume  at  the  same  temperature  and  pressure  as  did  the  oxygen 
with  which  the  carbon  united  (in  accordance  with  Sect,  238  (a)) ; 
but  the  resulting  flue  gas  will  have  one  pound  more  material 
than  was  in  the  air  which  supplied  the  oxygen.  Thus,  for  ex- 
ample, if  the  excess  coefficient  is  two,  24  pounds  of  air  with 
specific  density  =  .0807  *  are  supplied  for  the  complete  combus- 
tion of  one  pound  of  carbon  and  there  will  result  25  pounds  of 
gas,  which  will  have  a  specific  density  *  of  (}^}  X  -0807  =  .084. 
Hence  the  weight  of  a  column  of  air  one  foot  high,  at  sea  level 
and  at  temperature  ta°  F.,  is 

Z)  =  {.0807  X  492) -s-(^  + 460),    -     .     .     {413) 

•  Pounds  per  cubic  foot  at  ^2"  F.  (or  493°  Absolute)  and  under  14.7  pounds 
square-inch  pressure  (measured  at  sea  level). 
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and  that  of  a  similar  column  of  flue  gas,  with  auxsa  coefficient 
equal  two  and  with  temperature  /,"  F.,  is 

d  =  (.084  X  492)  -!-((,  +  460).     .     .     .     (414) 
(b)  In  Fig.  376  (a)  the  intensity  of  pressure  exerted  on  the 
side  of  the  partition  X  by  the  column  (A)  of  cold  air  at  tempera- 
ture ta,  and  that  exerted  by  the  equal  column  (G)  of  hot  gas  at 
/,"  F.,  are  respectively,  in  inches  of  water,* 

A,  =  .l92HP  =  7-64ff/{ta  +  46o),  .     .     .     {415) 
and  A,  =  .I92ffd  =  7.95/f/((,  +  46o),    .    .    .    (416) 

where  ft  is  the  height  of  the  columns  in  feet,  and  D  and  d  have 
the  values  given  in  Eqs.  (413)  and  (414).     This  is  of  course  oa 


—  _1 

A  t 

Fig  376 


the  assumption  that  equal  pressures  of  air  are  exerted  on  the 
tops  of  these  columns  The  difference  between  these  pressure 
intensities  on  the  opposite  sides  of  the  partition  is  (at  sea  level) 
764  7-95 


=  (A.  -  A,}  =  ft-  - 


(417) 


1-460      1,  +  460/' 
and,  if  the  partition  is  removed,  this  will  be  the  draft  pressure 
tending  to  cause  the  flow  of  gases  upward  through  column  G. 

(c)  If  means  are  provided  for  maintaining  the  high  temper- 
ature (/,)  in  column  G,  there  will  be  a  constant  flow  of  gases, 
and  as  the  air  in  column  A  is  under  atmospheric  conditions  the 
enveloping  shell  around  that  column  can  be  omitted.  Under 
these  circumstances  the  conditions  are  those  existing  when  a 
'  See  footnote,  page  573. 
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furnace  and  chimney  (stack)  are  in  operation,  as  in  Fig.  376  (b); 
hence  Eq.  (417)  can  be  used  for  obtaining  the  theoretical  draft 
pressure  h,  developed  by  a  stack  of  height  H  feet  when  the  re- 
Stances  through  the  stack  are  neglected,  and  it  gives  the  draft 
pressure  that  would  occur  when  the  ash-pit  doors  are  closed  and 
no  gases  are  flowing. 

Then,  the  tkeoretical  height  (Hi)  of  stack  needed  for  producing 
a  draft  pressure  of  h  inches  of  water  at  its  base  is  (from  Eq.  417) 

\l,  +  4.6o     /,  +  460/  ^^ 

at  sea  level  (14.7  lbs.  per  sq.  in.).  Obviously  Ht  will  vary  with 
changes  in  the  atmospheric  pressure  (barometer). 

(d)  Under  normal  conditions  the  temperature  of  the  flue  gas 
at  the  base  of  the  stack  generally  lies  between  500  and  600°  F. 
in  different  types  of  boilers;  but  if  "economizers  "  are  used,  it 
will  be  less  and  in  some  instances  may  be  redurad  to  300°  F. 
When  the  boilers  are  being  forced  the  temperature  rises  above 
the  normal,  which  helps  to  augment  the  draft.  In  using  Eqs. 
(417)  and  (418)  for  the  draft  and  the  height  of  a  new  stack,  t, 
should  be  taken  as  the  lowest  flue  temperature  and  U  as  the 
highest  atmospheric  temperature  that  are  liable  to  exist  simul- 
taneously. As  the  gases  become  cooled  in  passing  up  the  stack, 
tf  should  be  the  mean  temperature;  it  is  customary,  however, 
to  use  the  temperature  at  the  base  of  the  stack  and  then  to 
correct  for  the  error,  and  for  the  resistances  within  the  stack, 
by  making  the  actual  height  about  25  per  cent  greater  than  the 
theoretical  one.  The  effects  of  the  column  of  hot  gases  above 
the  stack  and  of  the  wind  are  generally  neglected.  Whether 
the  wind  assists  or  retards  the  draft  depends  on  the  arrange- 
ment of  the  chimney  top. 

In  practice  the  height  of  stack  is  from  80  feet,  with  free  burn- 
ing coals  and  little  resistance,  to  175  feet,  or  more,  with  fine 
anthracite  coal  and  with  considerable  resistance  in  the  passages. 
But  in  settled  districts  the  height  should  always  be  sufficient  to 
satisfactorily  dispose  of  the  obnoxious  gases. 

(e)  The  cross  sectional  area  of  the  stack  should,  of  course,  be 
made  ample  for  accommodating  the  gases  when  the  boilers  are 
forced  to  their  maximum  capacity,  and  in  fixing  the  size  allow- 
ance should  always  be  made  for  any  possible  growth. 
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Having  found  the  actual  height  of  stack,  it  is  quite  common 
practice  to  compute  the  cross  sectional  area  by  using  Wm.  Kent's 
empirical  Jormula,  which  was  derived  as  follows:  — 

Assuming  that  the  volume  of  gas  formed  per  hour  is  dependent 
on  the  amount  of  coal  burned,  which  in  turn  is  proportional  to 
the  boiler  horse  power  {BP)  developed,  and  that  the  velocity  of 
flow  varies  as  the  square  root  of  the  height  H  (feet)  of  stack,  it 
follows  that  the  area  is  a  function  of  BP  -i-  y/H.  Then,  from  an 
analysis  of  numerous  chimneys,  Kent  found  that  the  effective 
area  (£),  in  square  feet,  should  be  about 

E  =  .i{BP}^VH (419) 

It  is  also  assumed  that  if  it  is  considered  that  the  chimney  has  a 
two-inch  lining  of  stagnant  gas,  the  flow  through  the  remainder 
of  the  cross  section  can  be  taken  as  being  without  resistance. 
Hence  the  actual  diameter  of  a  circular  chimney  and  the  length 
of  side  of  a  square  one  are  made  four  inches  greater  than  the 
corresponding  dimensions  determined  for  the  effective  area. 

Kent's  proportions  are  liberal  as  they  provide  for  the  com- 
bustion of  about  5  pounds  of  coal  per  B.P.-hour,  whereas  not  over 
4  pounds  are  ordinarily  used.  They  allow  for  velocities  of  gas 
through  the  stack  ranging  from  about  20  ft. /sec.  with  lOO  feet  of 
height  to  about  30  ft. /sec.  in  a  200-foot  stack. 

(f)  A  more  rational  method  of  determining  the  proportions  of 
a  stack  for  a  given  set  of  conditions  may  be  carried  through  in 
the  following  order: 

1st.  Assuming  from  250  to  300  cubic  feet  of  air  at  60°  F.  as 
the  amount  needed  to  support  the  combustion  of  one  pound  of 
coal,  and  knowing  the  maximum  weight  of  fuel  to  be  consumed 
per  unit  of  time,  compute  the  corresponding  total  volume  of  gas 
at  stack  temperature. 

id.  Assuming  a  velocity  of  flow  of  from  20  ft. /sec.,  for  short 
stacks,  to  30  ft. /sec,  or  more,  for  very  tall  ones,  compute  the 
effective  cross  sectional  area  needed  to  dischai^e  this  volume; 
and  then,  allowing  for  a  two-inch  lining  of  stagnant  gas,  deter- 
mine the  final  dimensions  of  the  cross  section. 

3d.  Find  the  loss  of  draft  (At  inches  of  water)  arising  from  the 
stack  resistances,  which  are  due  to  (a)  change  of  direction  of  the 
gases  upon  entering  the  base  of  the  stack,  (6)  the  skin  friction 
and   (c)   the  displacement  of  the  atmosphere  by  the   issuing 
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stream.     From  Kingsley's  experiments  •  this  loss  for  a  velocity 
V  ft. /sec.  was  found  to  be  given  approximately  by  the  equation 


4th.    Determine  the  pressure  drop  hi  up  to  the  base  of  the 
stack  and  compute  the  theoretical  height  (Hi)  from  Eq.  (418). 
5th,   Then  find  the  actual  height  (H)  of  stack  from 

H  =■  H,  (hi  +  kt) -i- hi (42:) 

(g)  By  using  the  higher  velocities,  the  stack  diameter  is  de- 
creased, which  would  result  in  a  reduction  in  the  cost  of  the 
stack  if  other  things  remained  the  same;  but  these  greater 
velocities  necessitate  an  increase  in  the  height  of  stack,  thus  en- 
tailing an  additional  expense  which  either  partly  or  wholly 
offsets  that  saving.  Evidently  for  a  given  set  of  conditions 
there  is  some  velocity  which  will  give  a  proportion  of  height  to 
diameter  requiring  a  minimum  amount  of  material  for  con- 
structing the  stack,  and  hence  involving  the  least  outlay  of 
money. 

(h)  For  roagk  estimating  it  can  be  assumed  that  a  100-foot 
stack  with  gases  at  500°  and  air  temperature  at  70°  will  exert  a 
theoretical  draft  pressure  of  .6  inches  of  water  at  its  base;  that 
the  draft  varies  directly  with  the  height;  and  that  the  effective 
cross  sectional  area  in  square  feet  is  equal  to  the  number  of 
pounds  of  coal  bumed  per  minute.  For  ordinary  conditions 
with  bituminous  coal  the  stack  area  is  about  Jth  the  grate  area 
and  with  anthracite  coal  about  Jth. 

(i)  The  different  parts  of  a  chimney  and  its  foundation  must 
not  only  carry  the  weights  above  but  must  also  withstand  the 
wind  pressure.  Chtmneys  are  made  of  (1)  common  brick,  (2) 
radial  brick,  (3)  reinforced  concrete  and  (4)  steel  plates. 

A  comparison  of  Figs.  377  to  380,  which  illustrate  stacks  of 
the  different  types  but  of  the  same  height  and  internal  diameter, 
will  show  roughly  the  relative  thickness,  weight,  extent  of  foun- 
dation and  space  occupied  with  the  various  constructions, 

(j)  If  made  of  ordinary  brick  (Fig.  377)  the  chimney  must  be 
lined  at  least  for  part  of  its  height  with  fire  brick  so  set  as  to 
have  perfect  freedom  to  expand  or  contract  witK  temperature 

*  Engineering  Record,  Dec.  31,  1907. 
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changes.  By  using  special  radial  brick  (Fig.  378),  composed  of 
suitable  material,  and  commonly  made  perforated,  (i)  the  lining 
may  be  omitted,  (2)  the  shell  may  be  thinner  and  of  lighter 
weight,  and  {3)  the  foundation  may  be  smaller;  besides  which 
(4)  the  construction  is  better  and  (s)  can  be  more  rapidly  done 
than  with  ordinary  brick.  The  tallest  chimney  in  the  world  is  of 
thb  type.  It  is  located  at  Great  Falls,  Mont.,  and  is  506  feet 
high  with  50  feet  diameter  at  the  top. 

(k)  Many  chimneys  are  now  made  of  reinforced  concrete  (Fig. 
379)>  the  steel  reinforcing  bars  being  arranged  both  circum- 
ferentially  and  vertically,  the  latter  extending  into  the  founda- 
tion, which  is  similarly  strengthened.  Such  chimneys  are  (i) 
thinner  than  the  brick,  (2)  weigh  less,  (3)  occupy  less  space, 
(4)  require  but  small  foundations,  (5)  are  free  from  joints  and 
(6)  can  be  rapidly  constructed.  The  inner  shell  may  be  either 
of  brick  or  reinforced  concrete  and  in  some  cases  is  entirely 
omitted. 

(1)  In  order  to  withstand  the  wind,  sUd  slacks  are  either 
guyed  with  wire  or  wire  rope,  or  else  have  flared  bases  bolted  to 
the  foundation,  in  which  case  they  are  said  to  be  self-supporting. 
They  are  preferably  lined  with  brick  to  protect  the  metal  from 
the  heat  and  corroding  action  of  the  gases.  The  lining  may 
either  be  self-supporting  or  else  be  constructed  in  independent 
sections  each  resting  on  a  bracket  extending  from  the  steel  shell. 
Such  chimneys  are  (r)  of  light  weight,  (2)  easily  and  rapidly 
constructed,  (3)  cost  little,  (4)  occupy  small  space  (except  when 
flared)  and  (5)  are  free  from  air  leakage  if  properly  calked. 
They  must  be  painted  frequently  to  protect  the  metal  from  the 
weather  and  from  the  gases. 

380.  Artificial  Draft,  (a)  In  a  new  power  plant  artificial  draft 
apparatus  is  frequently  employed  as  a  substitute  for  a  tall 
chimney,  or  to  assist  a  short  one,  under  the  following  conditions: 
(i)  when  the  temperature  of  the  stack  gases  is  low,  as  when 
an  economizer  is  used;  (2)  when  the  rates  of  combustion  are 
high;  (3)  when  fuels  requiring  intense  draft  are  to  be  burned; 
(4)  when  certain  stokers,  like  the  underfed,  are  used;  and  (5) 
in  certain  other  cases  where  in  the  long  run  it  may  be  more  de- 
•sirabte  or  more  economical  to  purchase,  operate  and  maintain 
such  apparatus  rather  than  have  a  chimney  of  large  size. 
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Fig.  381.  —  Forced  Draft. 
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In  an  old  plant  it  may  be  desirable  to  install  artificial  draft 
apparatus  (i)  to  assist  the  original  chimney  when  the  plant  has 
been  increased  beyond  the  capacity  of  the  natural  draft;  (2) 
when  it  is  desired  to  adopt  unusual  rates  of  combustion,  or  (3) 
to  burn  fuels  requiring  intense  draft;  (4)  when  there  may  be 
large  emergency  overloads  or  peak  loads  of  short  duration ;  and 
(S)  when  there  are  large 
and  sudden  changes  in 
demand    on    the    fur- 

(b)  In  addition  to 
its  advantages  in  the 
instances  already  dis- 
cussed, the  artificial 
draft  apparatus  is  (i) 
easily  installed ;  (2)  is 
transportable  and  (3) 
occupies  but  little  space;  and  (4)  it  also  permits  of  careful  adjust- 
ment of  the  air  supply,  which  makes  possible  more  perfect  condi- 
tions of  combustion.  The  regulation  of  air  can  be  automatic,  the 
controlling  device  being  operated  by  the  slight  changes  in  steam 
pressure  accompanying  the  varying  demand  on  the  boiler. 

(c)  Artificial  draft  is 
produced  either  by  steam 
jets  or  by  power-driven 
fans,  and  when  developed 
by  the  latter  it  is  generally 
called  mechanical  draft. 

With  forced  draft  (Fig. 
38 1)  the  ash  pit  is  "  closed" 
(hermetically  sealed)  and 
the  apparatus  supplies  it 
with  air  at  a  pressure 
above  atmospheric  (at  a 
"plenum  ");  with  induced 
draft  (Fig.  382)  the  appa- 
ratus draws  the  gases  from  the  boiler  outlet,  thus  decreasing 
the  pressure  at  that  point  below  atmospheric;  and  with  balanced 
draft  these  two  systems  are  used  in  combination  in  a  manner 
which  will  be  discussed  later. 


Induced  Draft. 
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(d)  Fig.  383  shows  one  of  the  many  forms  of  steam  jets  used 
for  forcing  the  draft.  Somewhat  similar  devices  can  be  placed 
in  the  base  of  the  stack  (as  is  universally  done  in  locomotives) 

to  produce  induced  draft.  Such  apparatus  is 
relatively  low  in  first  cost,  but  is  very  wasteful 
of  steam,  using  generally  not  less  than  5  to  8 

i  per  cent  of  the   total   steam  generated,  and  it 

increases  the  stack  loss  because  of  the  added 
moisture  iii  the  flue  gas.  Steam  jets  are  conven- 
ient auxiliaries  for  meeting  sudden  or  abnormal 
p.  demands  on  the  boilers,  and  the  presence  of  the 

steam  in  the  air  supporting  combustion  tends  to 

avoid  the  formation  of  clinkers.     Fig.  384  shows  a  disc  fan  which 

is  used  in  a  similar  manner. 

(e)  With  mechanical  draft,  the  fans  and  their  driving  appa- 
ratus must  be  so  designed  as  not  to  be  affected  by  the  dust,  and 
with  induced  draft  they  must  also  be  suitable  for  handling  the 
hot  gases  without  injury.  If  entire  dependence  is  placed  on  fans 
for  providing  the  draft,  there  should  be  duplicate  (or  auxiliary) 
apparatus  installed  to  avoid  plant  shutdowns 

from  failure  of  the  draft  apparatus.  With 
a  very  short  stack  the  fan  equipment  for 
forced  draft  costs  roughly  from  20  to  30  per 
cent  as  much  as  the  equivalent  brick  chim- 
ney; while  with  induced  draft  the  cost  is 
about  double  that  for  forced  draft  as  a  larger 
fan  ("exhauster")  must  be  used  because  the  p.      „ 

gases  are  at  high  temperature.     But  though 
low  in  first  cost,  such  apparatus  depreciates   rapidly,  involves 
considerable  expense  for  attention  and  maintenance,  and  uses  for 
power  from  i§  to  5  per  cent  of  the  steam  generated. 

(f)  With  forced  draft  the  gas  pressure  within  the  boiler  setting 
is  above  atmospheric,  hence  the  tendency  for  hot  gases  and 
flames  to  issue  through  cracks  in  the  walls  and  also  to  belch 
forth  upon  the  opening  of  the  fire  doors.  To  avoid  the  latter 
occurrence  the  blast  is  shut  off,  usually  automatically,  when 
the  doors  are  opened.*  The  air  should  always  be  introduced 
into  the  ash  pit  in  such  manner  as  to  subject  the  fuel  bed  to 

*  Some  steamships  using  forced  drafts  have  "  dosed  fircrooms  "  (atoke-faoids) 
under  pressure,  and  in  such  cases  all  leakage  is  into  the  interiors  of  the  settings. 


.cbyGoogIc 


DRAFT  AND  DRAFT  APPARATUS  589 

static  pressure,  or  plenum,  rather  than  to  any  localized  blast 
action. 

With  induced  draft  (either  natural  or  artificial)  the  pressure: 
within  the  boiler  setting  is  below  atmospheric,  hence  there  may- 
be detrimental  infiltration  of  cold  air  through  cracks  in  the  set- 
ting and  through  the  fire  doors  when  opened.  With  this  system, 
however,  the  fuel  bed  bums  more  evenly,  and  demands  less 
attention  than  in  the  other,  and  it  is  not  necessary  to  shut  off 
the  draft  before  opening  fire  and  ash  doors.  Usually  a  by-pass 
fJue  is  provided  (as  in  Fig.  382)  so  that  natural  draft  alone  can 
be  used  for  light  loads,  or  in  case  of  accident  to  the  apparatus. 

Wth  balanced  draft  the  air  is  forced  into  the  ash  pit  at  suffi- 
cient pressure  to  become  just  atmospheric  upon  issuing  from  the 
surface  of  the  fuel  bed,  and  the  gases  are  carried  away  from  the 
combustion  chamber  by  induced  draft  (either  natural  or  arti- 
ficial) of  such  intensity  as  not  to  cause  a  decrease  of  furnace 
pressure  below  atmospheric.  The  proper  balance  between  the 
forced  and  induced  draft  is  usually  maintained  by  some  auto- 
matic device  which  regulates  the  two  systems  simultaneously. 
With  balanced  draft  (i)  there  is  no  tendency  for  leakage  either 
into  or  from  the  furnace;  (2)  the  fire  is  not  affected  by  opening 
the  furnace  doors  for  adding  coa!  or  "working  "  the  fire;  (3)  it 
is  possible  to  bum  the  smaller  sizes  of  fuel,  which  are  otherwise 
worthless,  and  which  must  be  burned  at  high  rates  of  combus- 
tion but  cannot  be  used  with  forced  draft  because  of  their  fine- 
ness; and  (4)  very  high  rates  of  combustion  can  be  used  with- 
out detriment  to  economy. 
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CHAPTER  XXXIII. 
GAS  PRODUCERS  Ain>  PRODUCER  GAS. 

281.  Essentials  of  Producer-gas  i^paratus.  (a)  Broadly 
speaking  any  apparatus  in  which  gas  is  made  is  a  "gas  producer," 
but  in  engineering  the  term  is  almost  exclusively  applied  to  a 
class  of  apparatus  producing  gas  largely  by  a  process  of  partial 
or  incomplete  combustion.  The  gas  made  in  such  apparatus  is 
known  as  "producer  gas." 

(b)  This  gas  has  long  been  used  for  the  heating  of  furnaces, 
the  melting  of  metals,  and  a  large  number  of  similar  purposes, 
but  during  the  last  twenty  years  it  has  come  into  particular 
prominence  as  a  power  gas,  that  is,  a  gas  for  use  in  internal  com- 
bustion engines.  It  happens  to  be  so  constituted  as  to  permit 
of  high  compression  in  the  engine,  thus  giving  high  thermal 
efficiencies  and,  what  is  of  greater  importance  industrially,  it  can 
be  made  at  the  point  of  consumption  more  or  less  easily  and  very 
cheaply  as  compared  with  most  of  the  other  combustible  gases. 

(c)  Although  the  necessary  apparatus  differs  considerably  with 
the  kind  of  fuel  from  which  producer  gas  is  to  be  made  and  with 
the  purpose  for  which  the  gas  is  to  be  used,  there  are  certain 
essential  parts  which  generally  exist  in  one  form  or  another  in 
all  such  apparatus.  They  are:  (i)  The  fuel  gasifier  or  "pro- 
ducer ";  (2)  some  sort  of  "preheater  "  or  "economizer  ";  (3) 
cleaning  apparatus;  and  occasionally  (4)  a  gas  storage  reservoir 
of  some  kind,  large  or  small. 

The  first  three  parts  are  all  shown  in  Figs.  5  and  391  to  394. 
In  the  particular  types  of  plant  shown  in  Figs.  5  and  391,  the 
gas  storage  reservoir  is  practically  nonexistent  unless  the  pipe 
connecting  the  top  of  the  scrubber  with  the  engine  cylinder  be 
considered  as  partly  serving  that  purpose, 

282.  Simple  Theory  of  Producer  Action,  (a)  As  indicated 
above,  the  idea!  producer  makes  gas  by  what  is  known  as  par- 
tial or  incomplete  combustion.     In  its  simplest  conception  this 
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depends  ujwn  the  combustion  of  carbon  to  carbon  dioxide  and 
then  the  reduction  of  this  carbon  dioxide  to  carbon  monoxide 
by  passing  it  over  incandescent  carbon.  These  reactions  can 
be  illustrated  by  means  of  Fig.  385. 

(b)  Assume  the  vessel  there  shown  to  be 
filled  with  a  column  of  carbon,  the  lower 
part  of  which  is  heated  to  incandescence. 
If  air  enter  at  the  bottom  of  this  fuel  bed, 
as  indicated  by  the  arrows,  its  oxygen  will 
unite  there  with   carbon   to  form  carbon 

dioxide,  according  to  the  equation  (see  Eq.  "* 

C342a)) 

C+02  =  C02+  175.200  B.t.u.,    (423)  ,j 

which  means  that  twelve  pounds  of  carbon 

combine  with  thirty-two  pounds  of  oxygen  '^'  ^  ^' 

to  form  44  pounds  of  carbon  dioxide  and  that   (12  X  14,600  =) 

175,200  B.t.u.  are  liberated  per  twelve  pounds  of  carbon. 

(c)  This  carbon  dioxide  would  then  be  reduced  to  carbon 
monoxide  while  passing  up  through  the  incandescent  carbon 
above,  and  the  reaction  would  occur  according  to  the  equation 

C0i  +  C  =  2C0-  67.200  B.t.u.  .  .  .  {424) 
This  means  that  the  44  pounds  of  carbon  dioxide  formed  in  the 
lower  part  of  the  fuel  bed  unite  with  twelve  more  pounds  of 
carbon  which  will  result  in  the  formation  of  fifty-six  pounds  of 
carbon  monoxide  and  the  absorption  of  an  amount  of  heat  equal 
to  67,200  B.t.u.,  which  quantity  is  easily  obtained  analytically 
in  the  manner  described  in  the  next  paragraph. 

(d)  Imagine  the  process  occurring  in  two  steps:  First  assume 
that  the  forty-four  pounds  of  carbon  dioxide  break  up  into 
twelve  pounds  of  carbon  and  thirty-two  of  oxygen.  This  could 
only  occur  with  the  absorption  of  175,200  B.t.u.,  equal  to  the 
quantity  liberated  when  the  combination  took  place.  Then 
imagine  the  carbon  and  oxygen  to  combine  with  an  additional 
twelve  pounds  of  carbon  to  form  the  fifty-six  pounds  of  carbon 
monoxide.     This  would  be  represented  by  (see  Eq.  (343a)) 

2  C -I- Oj  =  2  CO -I- 108,000  B.t.u.,  .  .  {425) 
which  merely  states  that  twenty-four  pounds  of  carbon  burning 
to  carbon  monoxide  liberate  (24  X  4500  =)  108,000  B.t.u. 
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The  first  process  involved  the  absorption  of  175,200  B.t.u,  in 
breaking  up  COt,  the  sea>nd  liberated  108,000  B.t.u,  in 
the  formation  of  CO,  and  the  net  result  is  the  absorption  of 
(175,200  —  108,000  =)  67,200  B.t.u.,  as  given  in  Eq.  (424),* 

(e)  The  composition  of  the  gas  formed  and  the  thermal  effi- 
ciency of  the  process  can  now  be  determined :  — 

To  produce  the  gas  according  to  Eqs.  (423)  to  (425),  thirty- 
two  pounds  of  oxygen  are  requirfed  per  twenty-four  pounds 
of  carbon  used  and  this  oxygen  will  bring  into  the  producer 
(32  X  77/23  =)  107,1  pounds  of  nitrogen;  hence  the  163. 1  pounds 
of  gas  leaving  the  producer  will  contain  this  weight  of  nitrogen 
in  mixture  with  the  fifty-six  pounds  of  carbon  monoxide  result- 
ing from  the  partial  combustion,  and  will  therefore  have  a  com- 
position of  about  34.4  per  cent  CO  and  65.6  per  cent  N  by 
weight. 

By  volume  the  composition  would  be  practically  the  same 
because  the  densities  of  CO  and  N  are  practically  identical. 

283.  Efficiency,    Simple    Producer    Action,      (a)  Had    the 

twenty-four  pounds  of  carbon  used  in  Sect.  282  (c)  been  burned 
directly  to  carbon  dioxide,  they  could  have  liberated  24  X  14,600 
=  350,000  B.t.u.  Burned  to  carbon  monoxide  they  liberated 
only  24  X  4500  =  108,000  B.t.u.     The  difference, 

350,000  -  108,000  =  242,000  B.t.u., 

must  be  the  quantity  of  heat  which  can  be  produced  by  subse- 
quently burning  the  carbon  monoxide  of  the  producer  gas  to 
carbon  dioxide.  This  corresponds  to  10,100  B.t.u.  per  pound  of 
carbon. 

(b)  If  the  thermal  efficiency  of  the  producer  be  taken  as  the 
ratio  of  the  heat  which  can  be  obtained  by  burning  the  cold  gas 
to  the  heat  which  could  have  been  obtained  by  burning  the 
original  carbon,  it  is  in  this  case 

iTf  _  Calorific  Value  of  Gas  ^  34^.000  ^  ^(w        ,^, 
°      Calorific  Value  of  Fuel      350.000      "^^'"      ^^  ' 

Looked  at  in  this  way  the  process  does  not  promise  very  well 
from  a  power-engineering  standpoint.     If  the  theoretical  pro- 

*  It  will  be  shown  in  a  subsequent  paragraph  that  this  treatment  does  Dot  tdl 
the  whole  story,  but  for  a  first  aoalysis  it  is  accurate  enough. 
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ducer-efficiency  is  only  69  per  cent,  the  real  efficiency  could 
hardly  be  expected  to  be  more  than  50  to  60  per  cent,  and,  with 
tbential  efficiencies  of  internal  combustion  engines  ranging  from 
CO  to  30  per  cent  as  an  extreme  value,  the  overall  thermal  effi- 
ciency of  such  a  producer  in  combination  with  an  engine  would 
be  low  indeed.  It  will  be  shown  later,  however,  that  higher 
efficiencies  are  obtainable  by  modifying  the  process. 

(c)  The  efficiency  given  above  is  what  is  called  the  cold  gas- 
efficiency  and  is  really  not  the  correct  efficiency  to  use  under  all 
conditions.  For  j>ower  purposes  the  gas  must  be  cooled  approxi- 
mately to  room  temperature  before  it  can  be  advantageously 
used  in  an  engine.  This  means  removing  atl  of  the  sensible  heat 
given  the  material  in  the  producer,  and  the  cold  gas  efficiency 
is  the  proper  value  to  use  under  such  circumstances. 

(d)  The  process  as  outlined  results  not  only  in  the  production 
of  163  pounds  of  gas,  which  can  liberate  342,000  B.t.u.  when 
burned,  but  also  in  the  liberation  of  108,000  B.t.u.  in  the  pro- 
ducer. In  any  real  case  part  of  this  latter  heat  will  of  course  be 
used  to  supply  unavoidable  radiation  and  similar  losses,  but  the 
rest  will  raise  the  temperature  of  the  carbon  and  of  the  air  fed 
to  the  producer  and  of  the  gas  formed.  Hence  the  gas  would 
actually  leave  the  producer  with  a  very  high  temperature,  about 
2000°  F.  or  more,  and,  by  cooling  it  to  room  temperature,  all  of 
the  heat  liberated  in  the  producer,  and  which  was  not  lost  by 
radiation  or  in  other  ways,  could  be  obtained. 

The  temperature  rise  resulting  from  the  liberation  of  a  cer- 
tain number  of  B.t.u.  is  equal  to  this  number  divided  by  the 
sum  of  the  products  of  weight  by  specific  heat  of  all  the  gases 
resulting  from  the  combustion.  The  higher  the  temperature  6{ 
the  combustible  gas  and  of  the  air  before  combustion,  the  higher 
will  be  the  ultimate  temperature  attained.*  Therefore,  for  fur- 
nace and  similar  work,  where  the  object  in  burning  the  gas  is  to 
obtain  high  temperature,  it  is  decidedly  advantageous  to  have 
the  apparatus  located  near  the  producer  so  that  the  sensible  heat 
is  not  lost  by  radiation  during  transmission. 

For  such  purposes  the  thermal  efficiency  of  the  producer  is 

*  As  the  specific  heats  of  gases  increase  comparatively  rapidly  at  high  teitq>eia- 
tures,  the  temperature  ultimately  attained  by  any  combustion  will  be  lower  than 
that  given  by  the  form  of  calculations  suggested,  ^  has  already  been  shown.  The 
etror  will  be  greater  the  higher  the  temperature  attained. 
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correctly  taken  as  the  so-called  kot  gas  efficiency,  vhidi  is  the 
quotient  resulting  when  the  sum  of  the  total  calorific  value  and 
the  sensible  heat  of  the  gas  leaving  the  producer  is  divided  by 
the  total  calorific  value  of  the  fuel  entering.  Remembering  that 
all  heat  which  is  liberated  within  the  apparatus,  and  not  lost  by 
radiation  and  such,  must  be  present  in  the  gas  leaving,  the  "hot 
gas  efficiency  "  must  be 

■  Tolal  Calorific  VaSut  of  Gas -\-  {Heat  Libtrated  i«  Producer  —  Lestes) .  .       ■. 

■"'  "  Tolat  Cahnfic  Value  of  Fuel  '  ^^'^ 

and  if  all  the  losses  in  the  case  previously  considered  be  assumed 
at  20  j)er  cent  of  the  heat  liberated  in  the  producer,  the  hot  gas 
efficiency  for  this  case  would  be 

„,       242,000  +  (108,000  —  0.2  X  108,000) 
^  350.000 

=  ^q'^  =  93-5  per  cent  (approximately), 

a  figure  which  is  evidently  much  more  promising  than  that  pre- 
viously obtained. 

284.  More  Advanced  Theory  of  Producer  Action,  (a)  If  the 
combustion  processes  indicated  in  the  equations  of  the  preceding 
section  really  occurred  as  there  given  it  would  be  possible  to 
pass  a  stream  of  carbon  dioxide  into  one  end  of  a  tube  containing 
hot  carbon  and  have  nothing  but  carbon  monoxide  issue  from 
the  other  end.  Experiment,  however,  shows  that  this  is  impos- 
sible, for,  no  matter  what  the  conditions  are,  there  will  always  be 
a  certain  amount  of  carbon  dioxide  mixed  with  the  issuing  carbon 
monoxide. 

(b)  Experiment  further  shows  that,  other  (kings  being  equal, 
the  higher  the  temperature  in  the  tube  the  greater  will  be  the 
proportion  of  carbon  monoxide  in  the  gas  issuing,  and  the  lower 
the  temperature  the  greater  will  be  the  proportion  of  carbon 
dioxide. 

(c)  This  is  explained  chemically  by  what  is  called  "  chemical 
equilibrium."  Briefly,  if  no  other  variables  need  be  considered, 
at  each  given  temperature,  there  are  certain  definite  proportions  of 
carbon  monoxide  and  carbon  dioxide  which  will  be  in  equilibrium 
with  carbon.     If  a  mixture  of  these  gases  in  other  proportions  is 
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brought  into  contact  with  carbon,  reactions  will  occur  and  con- 
tinue until  the  equilibrium  proportions  corresponding  to  the 
given  temperature  are  attained.* 

(d)  This  equilibrium  is  well  shown  by  the  diagram  of  Fig.  386 
which  is  plotted  from  experimental  results  obtained  with  carbon  in 
a  tube,  asdescribed  in  (a)  of  this  section.  In  this  figure  the  abscissas 
represent  temperatures 
in  Centigrade  and  Fah- 
renheit degrees  and  ordi- 
nates  represent  per  cent 
of  CO  by  volume.  Sub-  . 
tracting  these  ordinates  *«- 
from  100  gives  the  per- 
centages of  COi,  which 
are  evidently  shown  to  '"■'  ' 
scale  by  distances  from 
the  curve  to  the  100  per 
cent  line. 

TTie  curve  shows  that  for  low  temperatures  probably  a  very 
small  amount  of  carbon  monoxide  would  be  found  to  be  issuing 
from  the  tube  in  the  experiment  described  above,  while  at  high 
temperatures  it  shows  the  issuing  gas  to  be  composed  almost 
entirely  of  carbon  monoxide. 

•  (e)  In  giving  the  effect  of  temperature  on  the  composition  as 
deduced  from  experiment,  it  was  limited  by  the  phrase  "other 
things  being  equal."  Experiment  shows  that  the  pressure  at 
which  the  gases  exist  also  has  a  certain  effect  upon  the  compo- 
sition. The  higher  the  pressure  the  greater  the  percentage  of 
carbon  dioxide  in  the  equilibrium  mixture  at  any  temperature. 
Pressure  variations  are,  however,  so  slight  in  producer  work  that 
their  effect  may  be  safely  neglected. 

(f)  The  time  of  contact  is  also  of  great  importance.  Chemical 
reactions  do  not  occur  instantaneously  (that  is,  in  time  measured 
in  infinitesimals)  and  the  reactions  in  question,  which  lead  to  the 
equilibrium  conditions  plotted  in  Fig.  386,  take  a  very  appreciable 
time  for  completion.  The  higher  the  temperature  the  shorter  the 
time  necessary  for  the  attainment  of  equilibrium  conditions. 

•  Whether  reaction  ihen  ceases,  oc  whether  counterbalancing  reactions  which 
do  not  further  change  the  proportions  of  carbon  monoxide  and  carbon  dioxide 
continue,  is  a,  matter  of  indiCFerence  ior  tlie  present  discussion. 
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This  is  well  shown  in  Fig.  387  which  gives  results  obtained  in 
experiments  with  carbon  in  the  form  of  charcoal.  In  the  figure 
each  curve  is  an  isothermal ;  that  is,  it  shows  the  proportions  of 
carbon  monoxtde  and  of  carbon  dioxide  that  will  exist  after 
gas,  which  was  originally  all  carbon  dioxide,  has  been  in  contact 
with  caibon  at  a  certain  temperature  for  different  lengths  of  time. 
As  before,  the  ordinates 
represent  percentages  of 
CO  and  the  distances  from 
the  curve  upward  repre- 
sent percentages  of  COj. 
It  will  be  observed  that, 
while  it  takes  a  time 
period  of  from  130  to 
160  seconds  to  attain  ap- 
proximate equilibrium  at 
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Soo'C.  (as  shown  by  the  tendency  of  the  curve  to  become  hori- 
zontal at  this  point),  it  requires  only  5  seconds  to  attain  equi- 
librium with  a  very  much  higher  percentage  of  CO  at  1100°  C. 

(g)  The  effects  of  both  time  and  temperature  are  well  shown  in 
Fig,  389,  in  which  the  three  coordinates  are  time,  temperature 
and  volume  per  cent,  of 
CO.  The  curves  shown 
are  those  of  Fig.  387, 
but  here  each  curve  is 
located  in  its  own  tem- 
perature plane.  A  sur- 
face can  be  imagined 
as  passed  through  these 
curves  and  the  coordi- 
nates of  any  point  in 
it  will  show  the  relative 
percentages  [of  CO  and  COt,  which  result  at  any  temperature 
after  any  period  of  contact. 

(h)  Unfortunately  the  surface  condition  of  the  carbon  has  an 
effect  upon  the  time  required  for  the  attainment  of  equilibrium. 
In  general  the  more  porous  the  carbon,  and  the  smaller  the 
lumps,  the  shorter  will  be  the  time  required  to  attain  the  equi- 
librium corresponding  to  the  given  temperature.  This  is  just 
what  would  be  expected,  as  carbon  of  porous  character  and  in 
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small  lumps  will  expose  most  surface  on  which  the  reaction  may 

The  effect  of  surface  (and  possibly  other)  conditions  is  shown 
by  a  comparison  of  Figs.  387  and  388.  The  full  lines  in  the  latter 
represents  the  results  of  experiments  made  with  carbon  in  the 
form  of  coke  in  lumps  about  the  same  size  as  those  of  the  char- 


Fig.  389. 

coal  used  in  obtaining  the  results  shown  in  Fig.  387.  The  dotted 
lines  show  similar  curves  for  anthracite  under  approximately 
like  conditions. 

The  curved  surface  shown  in  Fig.  389  is  then  only  one  of  a 
number  which  differ  in  curvature  with  the  character  of  the  carbon. 
The  more  porous  and  the  smaller  the  lumps  the  sharper  will  be 
the  rise  of  the  curves  as  they  leave  the  temperature  axis  at  the 
front,  and  the  sooner  will  they  become  flatter  as  they  recede. 
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(i)  The  preceding  discussion  is  purely  theoretical  and  leads 
to  the  following  conclusions:  For  best  producer  operation  (that 
is,  the  manufacture  of  gas  containing  the  maximum  amount  of 
carbon  monoxide  and  the  minimum  amount  of  carbon  dioxide 
and  nitrogen)  the  requirements  are:  — 

(1)  High  temperature' within  the  producer; 

(2)  Long  time  of  contact  between  entering  air,  gas  in  process 

of  formation,  and  hot  carbon; 

(3)  Maximum  porosity  and  minimum  size  of  fuel; 

(4)  Theoretical  air  supply, 

285.  Practical  Limitatioas.  (a)  In  the  real  producer  there  are 
a  number  of  practical  considerations  which  materialty  modify 
the  conclusions  just  given  for  the  theoretical  case.  For  instance, 
all  real  fuels  contain  ash  and  this  will  fuse  and  form  clinker  if 
the  temperature  becomes  high  enough.*  Such  clinker  is  very 
undesirable  because  it  obstructs  the  gas  passages  between  the 
lumps  of  fuel,  making  it  difficult  or  impossible  for  gas  to  flow 
through  certain  areas.  This  results  generally  in  more  violent 
combustion  in  the  parts  of  the  bed  which  are  still  unobstructed, 
and  this  localized  combustion  materially  augments  the  trouble 
by  raising  the  temperature  locally  and  causing  the  rapid  forma- 
tion of  more  clinker.  The  more  or  less  complete  obstruction  of 
the  gas  passages  will  ultimately  make,  continued  operation  im- 
possible. Clinker  also  gives  considerable  trouble  by  fusing  to 
the  walls  of  the  producer  itself. 

Thus,  in  actual  operation,  the  fusing  temperature  of  the  ash 
sets  the  limit  to  the  temperature  allowable  in  the  producer  and 
this  temperature  varies  considerably  with  different  fuels;  but, 
with  those  adapted  to  use  in  present-day  producers,  the  tem- 
perature can  generally  be  carried  at  such  a  value  as  to  give  a 
Ikeorelicai  proportion  of  from  96  to  98  per  cent  of  CO  (with  4  to 
2  per  cent  of  CO2)  by  volume  in  the  issuing  gas. 

(b)  Caking  fuels  also  cause  trouble  in  producer  operation. 
The  coalescence  of  the  individual  lumps  decreases  the  percentage 

*  A  number  of  ejtperimenters  are  now  operating  producers  at  what  are  ordi- 
narily considered  exorbitantly  high  temperatures,  by  mixing  with  the  coal  some 
cheap  material,  such  as  limestone,  which  acts  on  the  ash  as  a  flux.  He  ash  is  thus 
made  very  fluid  and  is  drained  off  just  as  it  is  in  the  ease  of  blast  furnaces.  Several 
plants  of  this  character  are  said4o  be  in  successful  operation  in  Eunq>e  but  they 
have  not  yet  been  commercially  adopted  in  this  country. 
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o£  voids  in  the  fuel  bed  and  thus  obstructs  the  fiow  of  gas.  It 
also  assists  in  causing  "arching  "  so  that  the  lower  part  of  the 
fuel  column  may  bum  to  ash  and  drop  down. while  the  upper 
part  remains  suspended  above.  Constant  or  Intermittent  stir- 
ring of  the  fuel  bed  (often  combined  with  the  maintenance  of  a 
fairly  low  temperature)  are  necessary  with  such  fuels,  although 
both  stirring  and  low  temperature  have  a  detrimental  effect  upon 
the  gas  made.  Stirring  is  often  improperly  done,  and  opens  up 
fairly  large  free  passages  through  the  bed,  thus  allowing  COt 
and  even  air  to  pass  through  without  coming  into  intimate 
contact  with  hot  carbon. 

(c)  The  theoretical  requirement  of  long  time  of  contact  is  more 
or  less  a  relative  consideration,  as  previously  indicated ;  and  the 
length  of  time  needed  was  seen  to  depend  both  upon  the  tempera- 
ture and  upon  the  physical  character  of  the  fuel. 

Remembering  that  a  producer  operates  with  a  continuous  flow 
of  gas  through  the  fuel  bed,  the  time  of  contact  between  gas  and 
carbon  must  be  measured  in  the  actual  case  by  the  length  of 
time  it  takes  a  given  particle  of  gas  to  pass  through  the  fuel  bed, 
and  hence  depends  on  the  velocity  of  the  gas  passing  through 
the  producer  and  the  length  of  the  passage  through  the  bed  of 
fuel. 

There  is  a  practical  limit  to  the  allowable  depth  of  fuel  bed  with 
any  given  fuel,  in  any  given  size,  with  any  given  type  of  pro- 
ducer. This  limit  is  set  by  the  difference  of  pressure  necessary 
to  cause  flow  through  the  bed.  The  length  of  the  gas  path 
through  the  producer  being  thus  limited,  the  time  of  contact 
varies  with  the  velocity  which,  in  turn,  depends  on  the  diameter 
of  the  fuel  bed.  Large  diameters  will  correspond  to  low  veloci- 
ties and  long  times  of  contact;  small  diameters  will  correspond 
to  high  velocities  and  short  times  of  contact. 

(d)  This  consideration  would  indicate  a  large  diameter  of 
producer  to  be  desirable  in  every  case,  but  there  are  two  practical 
limitations  which  must  be  recognized:  (i)  The  cost  of  the  in- 
stallation will  increase  as  the  size  of  the  apparatus  required  per 
horse  power  increases;  and  (2)  there  will  be  difficulty  in  operat- 
ing the  producer  under  light  loads,  for  when  a  producer  which 
is  of  such  diameter  as  to  have  a  low  gas  velocity  at  full  load  is 
operated  at  a  small  fraction  of  that  load,  the  small  amount  of  air 
passing  through  may  not  be  sufficient  to  keep  the  temperature 
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of  the  large  bed  of  fuel  up  to  that  necessary  for  the  foimation 
of  a  high  percentage  of  carbon  monoxide. 

The  diameter  of  any  given  producer  must  therefore  be  a  com- 
promise between  the  large  value  desirable  at  full  load  and  the 
smaller  value  which  is  desirable  at  light  load  and  which  involves 
less  expenditure  for  equipment. 

(a)  Practice  has  shown  that  certain  proportions  are  advisable 
with  certain  types  of  producers  and  certain  kinds  of  fuel.  In 
general  it  may  be  said  that  producers  are  built  of  such  diameters 
that  the  amount  of  fuel  gasified  when  carrying  rated  load  is 
from  lo  or  12  pounds  per  square  foot  of  cross  section  of  fuel  bed 
per  hour  in  the  simpler  types,  up  to  30  to  40  pounds  per  square 
foot  per  hour  in  the  more  complicated  types  of  producers  oper- 
ating on  particularly  suitable  fuels.  The  overload  capacity  b 
determined  by  the  blast  pressure  available,  by  the  clinkering 
temperature  of  the  ash  and  the  fusing  or  fluxing  temperature  of 
the  producer  lining. 

(f)  In  the  purchase  of  fuel,  porosity  can  hardly  be  considered 
except  in  a  general  way,  it  being  merely  incidental  to  other  con- 
siderations. The  size  of  lumps  can,  however,  be  taken  into 
account  both  as  to  effect  on  the  operation  of  the  producer  and 
on  the  price,  the  smaller  sizes  generally  costing  less  than  the 
larger.  The  smaller  the  size  of  the  fuel,  with  a  given  depth  of 
column,  the  greater  the  difference  of  pressure  required  to  pass 
the  necessary  volume  of  gas  through  the  producer;  and  with  a 
given  maximum  blast  pressure,  the  lower  is  the  capacity  of  a 
producer,  if  the  same  depth  of  column  is  maintained.  Given 
a  certain  difference  of  pressure  it  is  of  course  possible,  by  de- 
creasing the  length  of  path  through  that  bed,  to  make  any  given 
quantity  of  air  enter  the  bed  per  square  foot  of  section  in  a  given 
time;  but  this  detrimentally  shortens  the  time  of  contact  or 
else  necessitates  an  increase  of  diameter  in  order  to  reduce  the 
velocity  of  flow  to  a  satisfactory  value. 

Furthermore,  with  very  small  sizes  the  necessary  velocity  in  a 
producer  of  a  given  diameter  may  be  so  great  that  parts  of  the 
fuel  will  be  picked  up  by  the  gas  and  be  carried  out  of  the 
producer.  This  occurs  to  a  greater  or  less  extent  with  every 
producer  in  actual  operation.  Finely  divided  ash  or  a  certain 
amount  of  finely  divided  or  powdered  fuel  is  practically  always 
carried  out  by  the  issuing  gas. 
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The  larger  the  size  of  fuel  the  greater  are  the  voids,  hence  the 
passages  through  the  fuel  bed  are  of  greater  cross  section  and 
the  allowable  velocity  and  blast  pressure  are  less,  but  smaller 
surfaces  are  exposed  for  reaction. 

(g)  There  are  thus  practical  limits  to  the  largest  and  smallest 
sizes  of  fuel  which  can  be  satisfactorily  used  in  any  given  case. 
Sizes  commonly  used  vary  from  about  eight  inches  in  diameter 
to  pea  anthracite.  The  larger  sizes  are  generally  mixed  with 
smaller  ones  to  decrease  the  passage  areas  in  the  fuel  bed,  while 
the  smaller  sizes  very  often  have  the  finer  particles  screened  out 
to  increase  the  free  areas. 

(h)  Lastly,  practically  no  producer  can  be  ojwrated  with  the 
theoretical  air  supply.  In  order  to  supply  the  amount  of  oxygen 
necessary  to  produce  the  required  quantity  of  CO  (and  the  COt 
which  must  necessarily  accompany  it),  air  in  excess  of  the  the- 
oretical requirement  must  be  passed  through  the  producer.  In 
general  the  smaller  the  size  of  fuel  and  the  lower  the  velocity, 
the  smaller  need  this  excess  be,  but  it  can  never  be  entirely 
eliminated.  As  a  result,  producer  gas  practically  always  con- 
tains more  or  less  free  oxygen  and  consequently  an  excessive 
amount  of  nitrc^en.  The  typical  analyses  of  producer  gases  in 
Table  XXV  show  this. 

386.  Artificial  Cooling  of  Producers  (General),  (a)  In  con- 
sidering the  difference  between  cold  gas  and  hot  gas  efficiencies, 
it  was  shown  that  a  laige  amount  of  heat  in  excess  of  that  re- 
quired to  supply  radiation  and  similar  losses  must  be  liberated 
within  a  producer  by  the  very  process  to  which  the  formation 
of  producer  gas  is  due.  In  actual  producers  using  any  of  the 
ordinary  fuels,  the  excess  heat  would  quickly  raise  the  temper- 
ature to  a  prohibitively  high  value.  Clinker  troubles  would 
a.ssume  such  magnitudes  as  to  entirely  prevent  successful  oper- 
ation and  in  many  cases  there  would  even  be  danger  of  fusing 
the  refractory  lining  of  the  producer  shell. 

(b)  To  prevent  such  difficulties  producer  operation  is  modi- 
fied in  several  different  ways  by  introducing  some  heat  absorb- 
ing process  to  lower  the  operating  temperature.  Part  of  the 
excess  heat  is  absorbed  naturally  to  a  certain  extent  with  all 
real  fuels,  for  they  contain  hydrocarbons  and  water  which  are 
vaporized  (and  to  a  certain  extent  modified  chemically)  at  the 
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temperatures  attained;  but  it  is  only  with  exceptionally  wet 
fuels,  such  as  poorly  dried  peat,  that  enough  heat  is  absorbed  in 
this  manner  to  make  operation  practical.  The  reduction  of  tem- 
perature due  to  the  presence  of  C0%,  nitrogen  and  moisture  in 
the  air  (from  the  atmosphere)  is  also  slight.  Hence  in  actual 
operation  it  is  necessary  to  have  some  artificial  means  of  cooling. 

(c)  Two  methods  of  artificially  controlling  the  temperature  are 
in  use.    They  may  be  called 

1.  The  "Carbon  Monoxide"  Method,  in  which  burned  pro- 
ducer gas  is  returned  to  the  producer  in  mixture  with  the  air 
supply,  and  absorbs  heat  largely  by  the  reduction  of  contained 
CO,  to  CO;  and 

3,  The  Water  Vapor  Method,  in  which  water  vapor  is  mixed 
with  the  air  supply  and  absorbs  heat  by  reduction  in  contact 
with  hot  carbon. 

The  details  of  these  two  methods  are  considered  in  the  follow- 
ing sections. 

287.  The  "  Carbon  Monoxide  **  Method  of  Temperature  Coa- 
trol-  (a)  Burned  producer  gas  may  be  roughly  said  to  consist 
of  carbon  dioxide  and  water  vapor,  mixed  with  nitrogen.  Re- 
turning such  material  to  the  producer  will  effect  cooling  in  two 
distinct  ways:  (i)  The  carbon  dioxide  passing  over  heated  car- 
bon will  be  more  or  less  completely  reduced  to  carbon  monoxide; 
and  (2)  the  water  vapor  in  contact  with  hot  carbon  will  be 
more  or  less  completely  broken  up  to  form  hydrt^en,  carbon 
monoxide  and  carbon  dioxide. 

(b)  Under  ordinary  circumstances  the  first  way  will  be  the 
only  one  of  appreciable  magnitude  because  of  the  small  amount 
of  water  vapor  generally  present  when  this  method  of  cooling 
is  used.  The  quantity  of  carbon  dioxide  which  must  be  returned 
in  order  to  maintain  a  given  temperature  in  a  theoretical  case 
can  be  approximately  determined  if  the  amount  of  carbon  dioxide 
and  carbon  monoxide  which  will  be  in  equilibrium  at  that  tem- 
perature and  the  amount  of  heat  which  must  be  absorbed  to 
maintain  the  desired  temperature  are  known.  Knowing  the 
amount  of  heat  (see  Eq.  424)  which  is  absorbed  for  each  unit 
weight  of  carbon  present  in  carbon  dioxide  when  the  latter  is 
reduced  to  monoxide,  it  is  possible  to  determine  how  much 
carbon  dioxide  will  have  to  be  reduced  and  how  much  carbon 
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monoxide  will  result.  It  is  then  only  necessary  to  find  the 
amount  of  carbon  dioxide  which  will  be  in  equilibrium  with  this 
CO,  to  add  this  amount  to  that  used  in  forming  the  monoxide, 
and  the  result  is  the  total  quantity  of  carbon  dioxide  which 
must  be  thus  returned. 

(c)  It  is  interesting  to  note  that  nearly  all  carbon  returned  in 
the  form  of  carbon  dioxide  is  used  repeatedly,  being  reduced  to 
carbon  monoxide  in  the  producer,  burned  to  dioxide  in  the  ap- 
paratus utilizing  the  gas,  and  returned  to  the  producer  again 
for  reduction,  and  so  on.  Hence  the  carbon  furnished  by  the 
fuel  will  be  less  than  the  total  carbon  in  the  issuing  gas  by  just 
the  amount  which  is  thus  used  over  and  over  again.  It  should, 
however,  be  noted,  that  there  is  a  natural  limit  to  the  amount 
that  can  thus  be  used.  The  carbon  dioxide  can  be  reduced  to  car- 
bon monoxide  only  with  the  absorption  of  heat  and  this  heat  can 
come  only  from  fuel  carbon  burned  in  the  producer.  The  method 
is  then  simply  one  which  results  in  the  entrapping  in  available 
form  of  some  of  the  heat  which  would  otherwise  be  wasted. 
The  actual  amount  of  carbon  which  can  thus  be  used  repeatedly 

in  any  given  case  is  com- 
.,  ^Hi;  paratively  small  and  the 

principal  advantage  of 
the  process  lies  in  the 
temperature  control  and 
uniform  composition  of 
gas  (see  (d)  below)  rather 
than  in  the  saving  of  fuel. 
The  operation  of  arti- 
■  ^S^  hcially  cooled  producers 

„  is   shown    diagrammatj- 

cally  in  Fig.  390  (6)  in 
comparison  with  the  uncooled  method  of  operation  shown  in 
Fig.  390  (a).  The  way  in  which  more  heat  is  made  available  at 
the  expense  of  what  would  otherwise  be  lost  is  well  shown  by  the 
width  of  the  various  streams. 

(d)  The  fact  that  the  time  of  ignition  in  internal  combustion 
engines  should  ordinarily  be  varied  with  the  composition  of  the 
fuel  was  mentioned  in  Sect.  212  (h).  When  gas  is  made  in  a  pro- 
ducer controlled  by  the  carbon  monoxide  method  its  composi- 
tion is  remarkably  uniform  from  light  loads  to  full  loads,  hence 
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the  time  of  ignition  can  remain  fixed  without  danger  of  large 
variations  in  thermal  efficiency.  This  must  be  considered  an 
advantage  possessed  by  this  process  in  comparison  with  that 
considered  below. 

288.  The  Water  Vapor  Method  of  Temperature  Cootroi.  (a) 
Experiment  shows  that  when  steam  is  passed  over  incandescent 
carbon  a  certain  amount  of  hydrogen  is  released,  that  the  oxygen 
previously  combined  with  it  unites  with  some  of  the  carbon  to 
form  carbon  monoxide  and  carbon  dioxide,*  and  that  some  of 
the  steam  will  still  remain  unchanged  regardless  of  the  tempera- 
ture attained  and  of  the  amount  of  carbon  present.  It  is  again 
a  case  of  chemical  equilibrium  similar  to  that  considered  in 
Sect.  284  and  the  resultant  composition  will  depend  largely  on 
the  temperature. 

No  matter  what  the  temperature  is,  a  certain  amount  of  heat 
will  be  absorbed  in  the  process  of  decomposing  the  water  and 
this  is  always  greater  than  that  liberated  by  the  combination  of 
liberated  oxygen  with  carbon  to  form  either  CO  or  COt.  Hence, 
the  process,  when  used  in  a  producer,  must  result  in  lowering  the 
producer  temperature,  and  by  properly  proportioning  the  amount 
of  steam  per  pound  of  air  the  temperature  can  be  directly  con- 
trolled. 

(b)  The  gas  made  by  this  process  will  contain  hydrogen,  and 
a  small  amount  of  methane  as  well  as  carbon  monoxide,  as  a  com- 
bustible constituent;  and  since  all  of  the  hydrogen  and  some 
of  the  carbon  monoxide  were  formed  in  such  a  way  as  not  to 
necessitate  the  introduction  of  nitrogen,  there  will  be  a  smaller 
percentage  of  nitrogen  in  the  resulting  gas  than  when  made  by 
either  of  the  processes  previously  described.  The  gas  may,  in 
fact,  be  considered  as  made  by  the  theoretical  process  outlined 
in  Sect.  282,  with  an  admixture  of  hydrc^en,  carbon  monoxide 
and  a  small  amount  of  carbon  dioxide,  all  resulting  frojn  the 
action  of  the  steam. 

(c)  As  a  result  of  the  presence  of  the  hydrogen  and  of  carbon 
monoxide  not  accompanied  by  its  proportion  of  nitrogen,  the 
calorific  value  of  gas  made  by  this  process  is  higher  than  that 
made  by  those  previously  described. 

(d)  One  of  the  disadvantages  of  this  process  is  that  the  com- 

*  A  small  amount  of  methane,  CHi,  is  also  found  in  all  cases. 
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position  of  the  gas  is  very  changeable,  the  hydrogen  content 
increasing  from  a  very  small  amount  at  light  loads  to  very  large 
ones  at  heavy  loads.  This  necessitates  a  constant  shifting  of 
the  time  of  ignition  if  a  uniformly  high  thermal  efficiency  is 
to  be  obtained, —  the  ignition  occurring  earliest  with  minimum 
hydrogen  content.  Such  constant  shifting  with  rapidly  varying 
load  is,  however,  not  practicably  attainable,  hence  the  engine  is 
apt  to  operate  at  widely  varying  efficiencies,  and,  in  extreme 
cases,  may  not  even  operate  satisfactorily. 

(e)  There  are  also  many  methods  of  applying  this  process 
which  give  poor  results  because  of  the  method  rather  than  the 
intrinsic  nature  of  the  process.  Any  method  of  controlling  the 
steam  supply  which  depends  only  on  the  instantaneous  load  on 
the  engine  must  cause  unsatisfactory  operation  in  the  following 
way:  During  a  period  of  very  light  load  the  fuel  bed  has  a  ten- 
dency to  cool  down  and  if  continued  for  any  great  length  of  time 
the  temperature  drop  will  be  serious.  Imagine  full  load  to  be 
demanded  suddenly  after  such  a  period.  The  fuel  bed  tempera- 
ture is  hardly  high  enough  to  make  the  necessary  quantity  of 
monoxide,  and  if  the  producer  is  fitted  with  a  device  which  will 
immediately  throw  on  full  steam  supply  with  demand  (or  fuU 
load,  the  fuel  bed  will  be  still  further  cooled  by  the  deluge  of 
water  vapor.     Many  failures  of  otherwise  successful  producers 

■   have  been  due  to  just  such  actions. 

Forms  of  steam  control  which  depend  upon  the  temperature 
of  the  gas  issuing  from  the  producer,  or  the  equivalent  of  this, 
seem  to  give  better  results. 

(f)  The  fact  that  water  must  be  vaporized  before  it  can  be 
mixed  with  the  entering  air  is  often  taken  advantage  of  to  con- 
serve some  of  the  sensible  heat  in  the  gas  leaving  the  producer. 
An  apparatus  variously  known  as  a  vaporizer,  an  economizer,  or 
by  several  other  names,  is  so  arranged  that  these  gases,  while 
passing  through  or  around  it,  heat  and  vaporize  water  contained 
within  it.  Somewhat  similar  devices  also  called  economizers, 
or,  more  correctly,  prehealers,  are  often  arranged  to  preheat  the 
air  on  its  way  to  the  producer  so  that  it  may  pick  up  more  water 
vapor  and  also  return  to  the  producer  some  of  the  heat  that 
would  otherwise  be  wasted. 

The  upper  part  or  cover  of  the  producer  shown  in  Fig.  5  forms 
a  vaponzer,  the  vapor  being  picked  up  by  the  air  supply  as  it 
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passes  over  the  surface  of  the  water.  A  somewhat  similar  de- 
vice is  shown  in  Fig.  393,  Other  forms,  better  known  as  econo- 
mizers, are  shown  in  Figs.  391    and  392. 

389.  Effects  of  Hydrocarbons  in  Fuels,  (a)  The  behavior  of 
real  fuels  in  producers  and  the  composition  of  the  resulting 
gases  are  much  modified  by  the  presence  of  volatile  hydrocarbons. 
These  are  distilled  off  within  a  producer  and  are  very  muck 
modified  by  the  high  temperature  of  the  heated  fuel  and  refrac- 
tory material  before  finally  issuing  with  the  gas, 

(b)  The  tendency  of  all  such  mixtures  of  hydrocarbons  when 
heated  is  to  undergo  changes,  yielding  carbon,  hydrogen  and 
new  hydrocarbons,  some  of  which  are  more  volatile  than  the 
originals  and  others  less  volatile.  If  heating  is  continued  long 
enough  and  at  a  sufficiently  high  temperature  the  ultimate  prod- 
ucts are  practically  hydrogen,  methane  and  carbon  (lampblack). 
The  hydrogen  and  more  volatile  hydrocarbons,  such  as  methane, 
form  desirable  constituents  of  the  producer  gas  *  and  the  carbon 
can  be  gasified  if  it  remains  in  the  producer,  or  it  is  compara- 
tively easily  separated  if  it  passes  out  with  the  issuing  gas.  The 
less  volatile  hydrocarbons,  however,  if  allowed  to  issue  with  the 
gas,  will  subsequently  condense,  giving  a  thick,  viscous,  or  semi- 
solid material  known  either  as  tar  or  ^>:A,  .depending  upon  its 
composition  and  consistency.  Such  material  is  apt  to  cause 
pipe  stoppages,  to  clog  the  gas  cleaning  apparatus,  the  engine 
valves  and  such. 

(c)  With  anthracite  fuels  the  amount  of  tar  formed  is  com- 
paratively small  and  gives  little  trouble  as  it  is  easily  separated 
from  the  gas.  BitumiTUJus  fuels,  on  the  other  hand,  yield  large 
quantities  of  tar  if  used  in  producers  of  the  simpler  kinds. 
Such  tar  must  be  separated  from  the  gas  if  the  latter  is  to  be 
transported  any  distance  from  the  producer,  or  is  to  be  used  in 
internal  combustion  engines  or  in  any  apparatus  requiring  it  to 
flow  through  small  orifices.  This  elimination  not  only  entails 
the  use  of  more  or  less  costly  apparatus,  which  generally  con- 
sumes power,  but  also  results  in  lowered  thermal  efficiency,  as 

*  This  statement  is  true  as  far  as  defimte  knowledge  goes  at  present,  but  it 
seems  probable  that  under  certain  conditions  some  of  the  products  may  prove 
undesirable  because  of  chemical  instability  leading  to  spontaneous  ignition  at  low 
compressions. 
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the  calorific  value  of  the  separated  tar  represents,  in  many  cases, 
a  considerable  portion  of  that  of  the  original  fuel. 

(d)  The  most  successful  method  of  elimination  so  far  produced 
depends  upon  the  destruction  of  the  tar  within  the  producer. 
This  is  accomplished  by  passing  the  tar  forming  vapors  (dis- 
tilled ofif  the  freshly  charged  fuel)  through  an  incandescent 
fuel  bed  before  leaving  the  producer.  The  process  taking  place 
is  called  cracking  and  results  in  the  formation  of  hydrogen, 
methane,  small  quantities  of  other  very  volatile  hydrocarbons 
and  solid  carbon.     The  solid  carbon  largely  remains  within  the 


Fig.  391.  — Up  Draft  Suction  Producer. 

producer  bed  and  is  subsequently  gasified,  while  the  hydrogen 
and  other  products  of  the  cracked  hydrocarbons  pass  off  with 
the  gas. 

(e)  This  process  can  be  carried  on  in  an  ordinary  up  draft 
producer  operating  much  like  that  of  Fig.  391,  but  modified  so 
that,  while  the  gas  to  be  used  is  drawn  ofif  from  the  top  of  the 
main  fuel  column,  the  volatiles  distilled  off  from  the  top  of  the 
freshly  charged  fuel  in  the  extended  hopper  are  piped  around 
and  introduced  with  the  air  entering  at  the  bottom.  This 
method  has  not  met  with  great  commercial  success,  although 
it  is  used  to  some  extent  in  Europe  for  large  installations. 

(f)  Another  and  a  very  successful  method  is  to  reverse  the 
direction  of  flow  of  gas  through  the  producer,  introducing  air 
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and  fuel  at  the  top  and  removing  gas  at  the  bottom.  This  gives 
what  is  known  as  a  down  draft  producer,  one  example  of  which 
is  shown  in  Fig.  592.  In  this  particular  type,  a  bed  of  coke  is 
ignited  upon  the  brick  arch  which  forms  the  grate,  and  the  bitu- 
minous coal  is  Bred  upon  this  from  above. 

(g)  Few  of  the  down  draft  producers  so  far  constructed  ha\-e 
permitted  of  continuous  operation  because  of  the  difficulty  of 
removing  the  ash  and  clinkers  without  shutting  down  the  pro- 
ducer. They  are,  therefore,  generally  operated  intermittently, 
say  for  a  week,  after  which  they  are  cleaned  out  and  restarted. 
The  type  shown  in  Fig.  393,  which  is  known  as  a  water  bottom 


Fig.  393.  —  Down  Diaft  Producer,  Continuously  Operated.     (Akerlund  Type.) 

producer  (see  next  section),  overcomes  this  difficulty  and  per- 
mits of  continuous  operation. 

(h)  To  circumvent  the  difficulties  met  in  attempting  to  gas- 
ify bituminous  and  similar  fuels  in  up  draft  producers,  the 
so-called  double  zone  type  of  producer  is  also  used.  One  exam- 
ple of  this  type  is  shown  in  Fig.  394.  This  producer  may 
be  regarded  as  a  down  draft  producer  superimposed  upon  one 
of  the  up  draft  kind.  Air  enters  both  top  and  bottom  and 
gas  is  drawn  off  near  the  middle  of  height.  The  only  draw- 
back is  the  necessity  of  carefully  watching  operations  so  that 
the  upper  incandescent  zone  may  remain  extensive  enoug'h  to 
successfully  crack  the  hydrocarbons  and  so  that  the  combus- 
tion below  the  "gas  offtake  "  may  occur  at  just  the  proper  rate 
to  completely  gasify  all  the  coked  material  coming  down  from 
above. 
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290.  Water  Bottom  and  Grate  Bottom  Producers,  (a)  N'o 
matter  what  the  type  of  producer,  the  column  of  fuel  must  be 
supported  in  some  way.  Producers  are  divided  roughly  into 
two  types  depending  upon  the  way  in  which  the  fuel  bed  is 
supported.  Producers  arranged  like  those  in  Figs.  393  and  394, 
-  -  - , .  -  ,. ,  ,.^,  in  which  the  bed  of  fuel  is 

supported  on  a  pile  of  its  own 
ash,  resting  in  a  saucer  shaped 
depression  filled  with  water, 
.   are  called  vmter  bottom  pro- 
"   ducers.    The  shell  of  the  pro- 
ducer must  dip  into  the  water 
by   a   sufhcient   amount    to 
prevent   the   passage  of  air 
into    the    producer,    or   the 
escape  of  gas  out  of  the  pro- 
ducer, under  the  action  of  the 
greatest  difference  of  pressure 
Y\g_  3gj_  which  will  ever  occur  during 

operation. 
Producers  of  this  kind  possess  the  great  advantage  of  permit- 
ting the  convenient  withdrawal  of  ash  at  any  time  during  opera- 
tion. They  also  dispense  with  almost  all  of  the  metal  work 
found  in  other  types  at  the  bottom  of  the  fuel  column  where  the 
temperature  is  apt  to  become  dangerously  high  if  attendants 
are  careless  and  where  the  rough  work 
and  sharp  ash  and  clinker  cause  rapid 
depreciation. 

(b)  Producers  in  which  the  column 
of  fuel  is  not  supported  by  ashes  in  a 
water  sealed  saucer  may  be  roughly  ' 
grouped  under  the  head  of  grate  bottom  '^  pj^  ^ 
producers.  Examples  are  shown  in 
Figs.  391,  392,  395  and  396.  The  grates  may  be  of  any  degree 
of  complexity  from  the  simple  grid  of  cast  iron  bars  or  of  plain 
iron  pipes,  or  the  arck  of  fire  brick  shown  in  Fig.  392,  to  the  most 
complicated  of  mechanical  grates,  such  as  the  rotating  and  scrap- 
ing devices  shown  in  Figs.  395  and  396,  or  a  rocking  grate  much 
like  that  used  under  steam  boilers,  as  shown  in  Fig.  391. 

(c)  Mechanical  grates,   operated   continuously  by  power  in 


D.;.'..c..iCjOOglC 


GAS  PRODUCERS  AND  PRODUCER  GAS  613 

large  sizes  and  intermittently  by  hand  in  small  ones,  are  decidedly 
advantageous.  They  make  possible  the  easy  working  down  of 
ash  and  clinker,  which  in  other  cases  would  have  to  be  barred 
down  by  poking  from  above,  from  the  sides  and  through  the 
bottom.  When  continuously  in  motion  they  tend  to  maintain 
uniform  conditions  within  the  producer,  shaking  the  fuel  column 
sufficiently  to  keep  it  open,  to  work  down  ash  and  to  break  up 
clinker. 

Combined  with  a  depth  of  ash  sufficient  to  seal  against  leak- 
age in  or  out,  or  with  a  water  bottom,  they  afford  ideal  operating 
conditions. 

291.  Induced  Draft  and  Forced  Draft.  (&)  In  developing  the 
theory  of  the  producer  it  was  assumed  that  air  could  be  made 
to  enter  and  the  resultant  gas  to  leave.  This  flow  can  only  be 
produced  by  maintaining  a  diflference  of  pressure  between  inlet 
and  outlet  orifices.  Two  distinct  methods  are  used  for  creating 
flow  in  this  way.  In  one  the  pressure  on  the  entering  side  is 
raised  above  that  of  the  atmosphere;  that  is,  air  is  pumped  into 
the  producer.  Such  producers,  which  are  operated  under  what 
corresponds  to  forced  draft  in  boiler  practice,  are  called  pressure 
producers.  The  pressure  of  air  and  gas  within  the  producer  is 
greater  than  the  atmospheric  pressure  outside  of  the  producer 
shell  by  the  amount  necessary  to  cause  flow  through  the  pro- 
ducer and  all  subsequent  apparatus.  One  great  disadvantage 
of  such  types  is  the  fact  that  a  leak  anywhere  in  the  apparatus 
results  in  the  outflow  of  poisonous  producer  gas.  Opening  of 
poke  holes  for  inspection  of  the  fire  or  for  stirring  up  the  bed 
will  result  similarly.  For  such  reasons  pressure  producers  must 
always  be  operated  in  well  ventilated  structures,  preferably  with- 
out side  walls  where  climatic  conditions  permit. 

Air  is  generally  pumped  into  such  producers  by  a  steam  jet 
blower  similar  to  that  shown  in  Fig.  395.  With  proper  propor- 
tions the  amount  of  steam  can  be  regulated  so  as  to  just  equal 
that  required  for  cooling  the  producer  by  decomposing  in  con- 
tact with  the  hot  carbon.  In  general  this  steam  must  be  under 
so  high  a  pressure  that  a  separate  boiler  is  necessary  for  its  gen- 
eration, but  in  lat^  plants  this  is  not  a  great  disadvantage.  In 
some  types  the  steam  is  generated  in  a  vertical  water  tube  boiler 
which  receives  the  hot  gas  coming  from  the  producer.     In  this 
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way  part  of  the  sensible  heat  in  the  gas  is  returned  to  the  fuel 
column. 

Any  other  form  of  air  pump  can  be  used;  a  very  common 
one  is  that  shown  at  the  right  in  Fig,  394.  As  shown  it  is  used 
as  an  exhauster,  but  an  exactly  similar  device  can  be  used  as 
a  blower,  the  only  difference  being  in  its  location  and  method  of 
connection. 

(b)  The  other  method  of  operation  referred  to  above  causes 
flow  through  the  producer  and  subsequent  apparatus  by  lower- 
ing the  pressure  at  the  outlet  to  a  value  below  that  of  the  sur- 
rounding atmosphere.  Atmospheric  pressure  at  the  inlet  is  then 
sufficient  to  cause  flow.  Such  producers,  operated  under  condi- 
tions corresponding  to  induced  draft  in  boiler  practice,  are  known 
either  as  induced  draft  producers  or  as  suction  ^odwcerj,  depend- 
ing upon  the  apparatus  used  for  reducing  the  pressure. 

When  an  exhauster  hke  that  in  Fig.  394,  or  any  similar  appa- 
ratus, is  used  the  producer  is  called  an  induced  draft  apparatus; 
when  a  gas  engine  operated  by  the  producer  draws  its  own 
charge  through  the  system  by  lowering  the  pressure  during  each 
suction  stroke  as  shown  in  Fig.  391,  the  apparatus  is  called  a 
suction  producer. 

(c)  One  great  advantage  of  all  induced  or  suction  draft  sys- 
tems is  that  any  leak  always  results  in  the  flow  of  air  into  the 
apparatus  rather  than  escape  of  gas  out  of  the  apparatus.  Such 
air  may,  in  extreme  cases,  furnish  oxygen  sufficient  to  bum  an 
appreciable  quantity  of  the  gas  within  the  apparatus,  as  for  in- 
stance in  case  the  leak  is  immediately  above  the  fuel  bed  in  the 
producer  where  the  gases  still  have  a  high  enough  temperature  to 
ignite,  and  this  would  result  in  a  diminished  output  of  power  gas, 
but  could  not  ordinarily  endanger  human  life.  A  leak  at  a  point 
beyond  the  producer  would  result  in  the  mixture  of  air  and  cold  gas 
which  could  be  entirely  counterbalanced  by  the  admission  of  less 
air  to  the  apparatus  in  which  the  gas  is  subsequently  burned. 
However,  such  mixtures  of  air  and  gas  within  the  apparatus 
represent  a  possible  source  of  trouble  as  they  may  sometimes 
acquire  explosive  proportions  and  there  is  always  the  possibility 
of  ignition.  The  high  pressures  resulting  from  explosions  would 
endanger  the  apparatus  and  possibly  human  life,  but  can  easily 
be  guarded  against  by  providing  some  form  of  pressure  relief 
such  as  a  water  seal  or  large  flat  door,  or  plate,  with  minimum 
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inertia  so  as  to  permit  of  rapid  opening  with  minimum  pressure 
rise. 

(d)  There  are  a  few  types  of  producer  plants  so  constructed 
that  they  operate  on  what  is  known  as  a  balanced  draft.  This  is 
generally  achieved  by  using  the  equivalents  of  one  blower  and 
one  exhauster.  The  combined  action  of  the  two  is  such  that 
the  pressure  within  the  producer  itself  is  not  greatly  different 
from  atmospheric,  that  on  the  outlet  side  being  generally  main- 
tained at  a  value  equal  to  atmospheric.  The  dangers  associated 
with  leakage  in  or  out  are  thus  minimized. 

293.  Mechanical  Chsrging.  (a)  Most  of  the  producers  used 
in  power  plants  are  charged  by  hand,  particularly  in  the  smaller 
sizes.  With  small  producers  the  shell  is  generally  made  of  such 
depth  that  it  will  hold  sufficient  fuel 
for  from  three  to  six  hours'  operation 
without  rechai^ing.  Such  producers 
are  commonly  charged  when  starting 
in  the  morning,  again  at  about  midday 
and  iinally  at  night  before  shutting 
down. 

(b)  With  large  producers  it  is  gener- 
ally found  best  to  charge  at  shorter 
intervals  because  more  uniform  results  Fig.  357. 

are  thus  obtained  and  because  the  fuel 

column  is  more  easily  handled  when  this  is  done.  Where  frequent 
chai^ng  is  necessary  a  mechanical  device  such  as  is  shown  in  Fig. 
397  has  many  advantages,  the  most  prominent  of  which  are:^ — 

(1)  Uniform  rate  of  charging  so  that  there  are  no  sudden 
fluctuations  in  quality  of  gas  as  happens  when  large  quantities 
of  green  fuel  are  charged  at  long  intervals; 

(2)  Uniform  distribution  of  fuel  over  the  entire  diameter  of 
producer, —  a  very  difficult  matter  in  hand  charging  of  lai^e 
producers  unless  much  hand  leveling  is  done,  which  generally 
permits  the  admission  of  considerable  quantities  of  air  or  the 
discharge  of  lar^e  volumes  of  gas  during  the  operation;  and 

(3)  Saving  of  labor  and  hence  of  operating  expense, 

293.  Cleaning  ^paratus.  (a)  The  gas  leaving  a  producer 
has  a  comparatively  high  temperature  and  carries  in  suspension 
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more  or  less  solid  matter  and  also  vapors  which,  upon  cooling, 
will  condense  to  form  water  and  tar.  The  function  of  the  clean- 
ing apparatus  is  to  cool  the  gases  and  to  remove  solids,  water 
and  tar. 

(b)  In  the  broad  sense  every  part  of  the  apparatus  beyond 
the  producer  outlet  flange  is  cooling  and  cleaning  apparatus,  but 
commercially  the  term  is  applied  to  the  several  distinct  units 
such  as  Viet  and  dry  scrubbers,  tar  extractors  and  such. 

(c)  The  methods  employed  for  cooling  are  almost  obvious  from 
the  figures  of  actual  producers  shown.  A  certain  amount  of 
sensible  heat  is  removed  from  the  gas  by  air  or  water,  or  both, 
in  the  economizer  or  its  equivalent.  Part  of  the  sensible  heat 
of  the  gas  is  lost  by  radiation  from  the  pipes  connecting  the 
various  parts.  By  far  the  largest  amount  is  generally  removed 
in  wet  scrubbers,  by  bubbling  the  gas  through  water,  or  by  passing 
it  through  a  space  filled  with  a  very  fine  spray  of  water,  or  over 
water  films  on  coke  or  on  similar  solid  material,  or  by  a  combina- 
tion of  these  methods. 

(d)  The  methods  of  removing  solids  (and  in  some  cases  liquids) 
depend  upon  three  principles:  (i)  Separation  by  gravitation, 
(2)  separation  by  change  of  direction,  and  (3)  separation  by 
wetting  solid  particles  and  retention  of  such  wetted  material. 

Settling  of  solid  (and  liquid)  m^itter  will  result  to  a  certain 
extent  when  the  velocity  of  flow  is  sufficiently  reduced.  This 
reduction  in  flow  may  be  brought  about  either  by  an  enlai^- 
ment  in  the  size  of  the  passage  or  by  decrease  in  volume  due  to 
lowering  the  temperature  of  the  gas,  or  by  both  these  processes. 
In  fact  more  or  less  separation  of  the  kind  always  occurs  in  the 
pipes  because  of  natural  cooling.  Separation  by  change  in  direc- 
tion occurs  whenever  the  gas  passes  through  an  elbow  or  similar 
fitting,  the  solids  (and  liquids)  having  a  tendency  to  travel  to 
the  outside  of  the  curve. 

Special  apparatus  for  utilizing  these  first  two  principles  is 
seldom  fitted  to  producers,  and  particularly  not  to  those  used 
for  power  work,  though  the  fact  that  such  separation  must 
always  occur  to  a  certain  extent  as  the  gas  flows  through  the 
passages  may  be  utilized  in  design  to  lighten  the  work  required 
of  the  following  apparatus.  It  should  also  be  taken  into  account 
in  designing  the  piping  by  arranging  openings  through  which 
cleaning  can  be  easily  effected. 
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By  far  the  largest  amount  of  solid  material  is  removed  by  wet 
scrubbing  which  is  also  used  for  the  cooling  effect.  The  appa- 
ratus is  so  constructed  that  the  solid  particles  are  well  wetted 
and  are  then  allowed  to  separate  out  by  gravity,  or  they  are 
"scrubbed"  out  by  bringing  them  in  contact  with  wetted  surfaces 
to  which  they  adhere.  Separation  by  gravity  is  well  shown  in  the 
cases  where  gas  is  bubbled  through  water,  the  particles  of  dust 
on  the  surface  of  the  "  bubble  "  being  wetted  and  caught  by  the 
liquid,  after  which  they  slowly  settle  to  form  a  sort  of  mud. 

Separation  by  wet  scrubbing  is  well  illustrated  by  the  opera- 
tion of  coke  or  grid  filled  towers  or  "scrubbers  "  such  as  those 
shown  in  Figs.  391  and  392. 

Even  the  best  wet  scrubbers  will  allow  a  small  amount  of 
dust  to  pass  through  them.  This  material,  together  with  me- 
chanically entrained  water  and  some  tar,  is  often  finally  sepa- 
rated in  a  "dry  scrubber  "  filled  with  excelsior  or  sawdust„such 
as  that  shown  in  Fig.  393. 

After  the  tar-forming- vapors  have  been  condensed,  the  small 
particles  or  "  droplets  "  of  tar  behave  in  much  the  same  way  as 
do  the  dust  particles.  The  apparatus  used  for  dust  removal, 
and  in  particular  the  wet  scrubber,  removes  large  proportions  of 
tar  as  well. 

(e)  When  the  tar  content  of  the  gas  is  great,  as  when  bitu- 
minous coals  are  used  in  a  producer  which  does  not  provide  for 
breaking  up  the  hydrocarbons  within  the  fuel  bed,  it  is  often 
necessary  to  use  a  separate  "  tai  remover."  These  are  generally 
mechanically  operated  scrubbing  devices  in  which  the  gas  is 
well  wetted  by  a  spray  of  water  and  then  brought  into  forcible 
contact  with  moving  and  stationary  surfaces.  The  tar  collects 
upon  these  surfaces  and  the  liquid  is  driven  off  or  drained  off 
continuously.  Such  separators  often  take  forms  resembling  fan 
blowers,  or  series  of  propellers  or  impeller  wheels,  with  adjacent 
units  rotating  in  opposite  directions. 

304.  Producer  Gas  from  OIL  (a)  Many  attempts  have  been 
made  to  construct  producer-gas  plants  which  would  successfully 
gasify  crude  oil  and  fuel  oil,  but  most  have  resulted  in  failure. 
There  are,  however,  a  few  plants,  of  several  different  types,  in 
successful  operation,  which  indicates  that  the  problem  of  gasi- 
fying oil  in  a  producer  is  not  impossible  of  solution. 
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(b)  The  difBculties  met  in  attempts  to  gasify  oil  are  similar  to 
those  experienced  with  the  gasification  of  the  volatiles  in  bitu- 
minous coals  and  similar  fuels.  Either  tar,  or  lampblack,  is 
generally  produced  in  large  quantity,  and  gives  trouble  in  clean- 
ing, besides  reducing  the  efficiency. 

(c)  One  of  the  solutions  of  this  problem  is  notable  for  its  dm- 
plicity.  The  producer  is  arranged  for  down  draft  and  is  built 
with  a  brick  arch  grate  similar  to  that  shown  in  Fig.  392.  A 
bed  of  incandescent  coke  is  maintained  on  this  arch  and  the  oil 
is  sprayed  into  the  upper  part  of  the  producer,  the  resulting  gas 
passing  downward  through  the  coke  bed.  All  tar-forming  vapors 
are  destroyed  by  cracking  and  the  resultant  lampblack  is  nearly 
all  caught  in  the  coke  bed  which  is  thus  automatically  replenished. 
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unuzATioir  of  waste  heat— FiHAncm.  consmERATions. 

295.  General,  (a)  It  has  been  seen  that  in  connection  with 
steam  power  plants  very  large  amounts  of  heat  are  wasted  in 
the  flue  gas  (loss  c  in  Fig.  3)  and  in  the  exhaust  steam  (width  E 
in  Fig,  3).  The  prohtable  reduction  of  these  tosses  is  obviously 
of  the  greatest  importance,  and  it  is  the  object  of  this  chapter 
to  outline  briefly  the  different  methods  of  its  accomplishment 
and  some  of  the  more  important  problems  connected  therewith. 
In  most  cases  it  will  be  seen  that  some  of  the  waste  heat  is  used 
in  increasing  the  temperature  (sensible  heat)  of  the  feed  water, 
thus  reducing  the  amount  of  fuel  required  to  convert  the  feed 
water  into  steam; 

296.  Utillzatioa  (tf  th«  Heat  in  the  Flue  Gases,  (a)  One  very 
common  method  of  saving  some  of  the  heat  that  would  ordina- 
rily be  wasted  up  the  stack  is  to  heat  feed  water  by  passing  it 
through  tubes  which  are  surrounded  by  the  flue  gases  after  they 
have  left  the  boiler.  The  heating  apparatus  in  this  case  is 
commonly  called  an  "Economizer."  Its  use  effects  a  saving  of 
heat  which  in  exceptional  cases  may  amount  to  as  much  as  15 
per  cent  of  the  total  calorific  value  of  the  fuel.  The  apparatus, 
its  method  of  operation,  advantages  and  disadvantages,  etc., 
will  be  discussed  in  detail  later. 

(b)  In  certain  instances,  some  of  the  heat  of  the  flue  gas  can 
be  used  profitably  for  heating  the  air  used  in  the  furnace;  and 
if  the  local  conditions  are  favorable,  the  hot  gases  may  be  used 
in  drying-kilns  and  such. 

But  in  all  cases  where  the  temperature  of  the  flue  gas  is  de- 
creased there  is  a  detrimental  effect  on  the  draft  (if  natural), 
to  offset  which  entails  an  additional  expense  for  an  increased 
height  of  stack,  or  for  artificial  draft  apparatus  and  its  opera- 
tion. 
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297.  Utilization  at  the  Heat  in  the  Exhaust  Steam,  (a)  It 
has  been  seen  that  lowering  the  pressure  of  the  exhaust  steam 
issuing  from  a  prime  mover  results  in  an  increase  of  the  available 
percentage  of  the  total  heat  furnished  by  the  boiler  and  hence 
reduces  the  proportion  wasted  in  the  exhaust.  This  decrease  of 
pressure  is  commonly  effected  by  using  a  coTtdenser,  of  which 
there  are  many  types.  But  there  is  in  each  power  plant  a  limit 
of  vacuum  beyond  which  it  does  not  pay  to  go;  and  even  where 
the  best  vacuums  are  used,  the  exhaust  steam  still  contains  the 
larger  part  of  the  heat  that  is  brought  from  the  boiler,  and  this 
heat  is  nearly  all  surrendered  to  the  condensing  water.  How- 
ever, some  of  this  heat  may  be  returned  to  the  boiler  with  the 
feed  water  (this  being  saved)  but  the  proportion  is  generally 
quite  small  if  the  vacuum  is  good.  In  Fig.  3  this  return  is  shown 
by  the  lower  streaim  line,  for  one  particular  arrangement  of 
plant.  Condensers  and  methods  of  supplying  the  feed  water 
with  heat  from  the  exhaust  steam  wilt  be  discussed  more  in 
detail  later. 

(b)  When  the  steam  is  exhausted  at  atmospheric  pressure, 
the  feed  water  can  be  heated  nearly  to  212°  by  it  and  thus  quite 
a  considerable  saving  may  be  accomplished;  but  only  a  small 
percentage  of  the  total  exhaust  steam  of  the  entire  plant  can  be 
profitably  utilized  in  this  manner.  Frequently  the  main  prime 
mover  is  operated  condensing  and  the  auxiliary  apparatus  non- 
condensing,  the  exhaust  steam  of  the  latter  being  used  for  feed- 
water  heating.  This  results,  in  most  instances,  in  more  profit 
than  arises  from  operating  the  auxiliaries  condensing.  The  pieces 
of  apparatus  in  which  the  feed  water  is  heated  by  the  exhaust 
steam  are  called  feed-water  heaters;  they  will  be  discussed  in  de- 
tail later, 

(c)  When  the  local  conditions  are  suitable,  some  of  the  heat 
of  the  exhaust  steam  can  be  used  in  industrial  processes  which 
require  temperatures  lower  than  that  corresponding  to  the  ex- 
haust pressure.  Thus,  for  example,  a  steam  prime  mover  might 
furnish  power  for  an  industry  in  which  the  heat  of  the  exhaust 
steam  could  be  utilized  in  dryers,  or  in  kettles  used  for  digesting 
various  materials,  and  the  condensate,  with  its  sensible  heat, 
might  be  returned  as  feed  water  to  the  boiler.  In  other  indus- 
tries in  which  solutions,  having  temperatures  of  vaporization 
below  212°,  are  evaporated  in  "evaporating  pans  "  at  atmospheric 
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pressure,  or  in  "vacuum  pans  "  under  partial  vacuums,  the  latent 
heat  of  the  exhaust  steam  can  be  used  to  supply  the  heat  neces- 
sary to  evaporate  the  water  from  the  solution;  and  in  such 
cases  not  only  may  the  vacuum  pan  act  as  a  condenser  for  the 
power  plant  and  thus  reduce  the  back  pressure  on  the  prime 
mover,  but  the  hot  condensate  may  be  returned  as  boiler  feed, 

(d)  Many  plants  are  situated  in  localities  where  the  artificial 
heating  of  buildings  is  necessary  for  a  large  portion  of  the  year. 
For  such  heating,  low-pressure  steam,  i.e.,  steam  at  or  near 
atmospheric  pressure,  is  satisfactory;  hence,  the  exhaust  steam. 
from  engines  suitably  located  can  often  be  used  for  heating  pur- 
poses for  many  months  in  each  year. 

As  in  the  case  of  vacuum  pans,  the  heating  system  can  some7 
times  act  as  a  condenser  for  the  power  plant,  but  in  such  cases 
the  vacuum  carried  (if  any)  is  very  imperfect,  the  pressure  not 
being  much  below  atmospheric.  Such  "vacuum  systems  "  are 
generally  operated  at  a  pressure  of  but  1  or  2  pounds  below 
atmospheric,  despite  the  fact  that  the  lower  the  pressure  of 
condensation,  the  greater  is  the  latent  heat  surrendered  by  the 
steam.  The  reasons  for  not  using  greater  vacuums  are;  (i) 
Lowering  the  temperature  of  the  steam  in  the  radiator  neces- 
sitates a  greater  amount  of  radiating  surface  (which  involves 
greater  first  cost),  and  (2)  lowering  the  pressure  makes  it  more 
difficult  to  keep  the  joints  tight  {that  is,  to  prevent  the  inflow  of 
air),  for  even  if  the  heating  system  is  of  only  moderate  extent, 
there  are  hundreds  of  joints  and  it  is  difficult  to  insure  perma- 
nent tightness  in  all  of  them. 

In  other  heating  systems,  called  Pressure  Systems,  the  steam 
is  at  a  pressure  somewhat  above  atmospheric,  the  back  pressure 
on  the  engine  being  generally  from  5  to  20  pounds  gauge  pres- 
sure. 

(e)  Supposing  that  the  condensate  from  the  heating  system 
is  used  for  feed  water  (without  loss  of  temperature)  and  that  all 
the  heat  in  the  exhaust  steam  above  feed-water  temperature 
can  be  used  for  heating  purposes,  then,  in  the  ideal  case,  the 
efficiency  of  the  combined  system  is  100  per  cent,  for  all  of  the 
heat  which  is  given  to  the  steam  by  the  boiler  and  not  converted 
into  useful  work  is  utilized  in  heating.  In  the  actual  case  some 
of  the  heat  is  lost  by  cylinder  radiation,  by  mechanical  friction 
of  engine  and  driving  machinery,  and  by  useless  radiation  in 
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pipes  between  engine  and  heating  system;  but  even  then  the 
efficiency  of  the  combination  is  relatively  high  while  it  is  in 
operation.  In  fact,  the  cylinder  radiation  and  dissipation  of 
heat  due  to  friction  and  work  may  not  be  waste  if  the  same 
amount  of  heat  would  otherwise  have  to  be  used  for  warming 
the  engine  room. 

Whether  or  not  it  would  pay  financially  to  utilize  the  exhaust 
steam  for  heating  buildings  depends  on  the  location  of  the  power 
plant,  the  length  of  the  annual  period  of  time  during  which  the 
heating  is  necessary,  the  percentage  of  the  total  steam  that  can 
be  used  during  such  periods,  the  excess  cost  of  equipment  over 
that  otherwise  required  and  many  other  items  which  need  not 
be  considered  in  this  brief  discussion. 

:298.  Heat  Transmissioa.  —  In  order  to  transfer  the  heat  from 
the  hot  gases,  or  steam,  to  the  feed  water  or  other  absorbing 
media,  some  kind  of  heat  transmission  must  occur.  Hence  to 
properly  understand  the  operation  of  condensers,  economizers, 
feed-water  heaters  and  similar  apparatus,  one  must  have  a 
knowledge  of  the  general  theory  of  the  transmission  of  heat. 
The  subject  will,  therefore,  be  discussed  (in  the  next  chapter) 
before  such  apparatus  is  considered  in  detail. 

2g().  Financial  Considerations,  (a)  Suppose  the  installation 
of  certain  apparatus  would  effect  a  substantial  saving  in  the 
weight  of  coal  used;  then  from  the  standpoint  of  heal  utilization 
there  would  be  a  gain.  But  suppose,  further,  that  the  expense 
chargeable  against  the  installation  and  the  operation  of  the 
apparatus  itself  would  be  more  than  the  saving  in  the  cost  of 
coal;  then,  of  course,  the  installation  would  not  be  profitable 
jinanciaMy. 

Obviously  the  advisability  of  the  adoption  of  additional  equip- 
ment depends  on  whether  it  will  effect,  in  the  long  run,  a  saving 
greater  than  all  expenses  in  any  way  chargeable  against  it. 

(b)  The  capital  invested  in  apparatus  must  be  guarded  against 
fall  in  value  in  order  to  protect  the  investor;  but  the  apparatus 
is  subject  to  decrease  in  value  because  of  wear  and  possible  acci- 
dents, and  also  because  it  may  become  obsolete  by  the  introduc- 
tion of  improvements.  This  decrease  in  value  is  called  "depre- 
ciation."   Therefore,  each  year  there  must  be  set  aside  a  certain 
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sum  (a)  so  that  the  amount  thus  accumulated  plus  the  remaining 
market  value  of  the  apparatus  will  at  least  equal  the  investment. 
The  more  rapidly  the  apparatus  deteriorates  or  becomes  obso- 
lete the  greater  is  the  annual  depreciation  to  be  set  aside. 

Furthermore,  the  capital  must  receive  yearly  interest  (b)  to 
be  profitable;  and  as  the  investment  increases  so  also  do  the 
expenditures  for  taxes  (c),  and  tTtsumnce  (d);  and  should  addi- 
tional space  be  demanded  by  the  apparatus,  there  may  be  in- 
creased annual  rent  (e)  to  pay.  These  items,  and  perhaps  some 
others,  constitute  what  are  called  the  Fixed  Charges  against  the 
apparatus. 

(c)  Besides  these  items,  the  yearly  cost  of  operating  the  appa- 
ratus must  be  considered,  the  principal  items  of  such  additional 
expense  being  some  or  all  of  the  following:  —  (i)  Labor  or 
attendance;  {2)  fuel  consumption;  (3)  luaier  used;  (4)  oil,  waste 
and  other  supplies;  (5)  repairs  and  maintenance,  and  possibly 
other  items. 

If  the  saving  in  expenditure  for  fuel  per  year  should  be  greater 
than  the  sum  of  items  {a)  to  (e)  and  of  (i)  to  (5)  and  of  any 
others  not  included,  the  installation  of  the  apparatus  will  be  a 
source  of  profit,  otherwise  not. 

(d)  It  is  not  within  the  scope  of  this  book  to  enter  into  the  de- 
tailed discussion  of  the  financial  problems  connected  with  power- 
plant  engineering;  but  it  is  deemed  necessary  to  show  that  the 
heat  saving  is  not  the  final  criterion.  The  foregoing  very  brief 
discussion  is  given  for  that  purpose  and  to  make  clear  to  the 
reader  what  is  meant  when  such  phrases  as  "aside  from  the 
financial  considerations  involved  "  are  used  in  the  chapters  which 
follow. 
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HEAT  TRANSFER. 

300.  GeaeraL  (a)  In  previous  chapters  it  has  been  assumed 
possible  to  transfer  heat  from  body  to  body  at  will,  limited  only 
by  the  law  that  a  body  cannot  gain  heat  from  one  at  a  lower 
temperature  unless  energy  is  expended  to  cause  the  transfer. 
It  is  now  necessary  to  investigate  more  closely  the  phenomena 
connected  with  the  "flow  "  of  heat  under  the  "driving  force  "  of 
a  temperature  difference. 

(b)  At  the  outset  it  must  be  clearly  understood  that  from  the 
engineer's  viewpoint  the  whole  subject  of  heat  transfer  is  in  a 
most  undeveloped  state.  Many  experiments  have  been  made, 
numerous  laws  have  been  suggested,  and  much  that  is  true  has 
been  recorded;  but  there  are  still  many  points  about  the  subject 
which  are  matters  of  dispute  and  the  settlement  of  which  b 
anxiously  awaited.  It  will  be  shown  later  that  this  is  not  so 
much  due  to  the  lack  of  scientific  knowledge  as  to  the  lack  of 
means  of  applying  known  facts,  and  of  inability  to  analyze  the 
exact  conditions  under  which  the  heat  transfers  occur. 

301.  Heat  Conduction,  (a)  Assume  the  metallic  bar  shown 
in  Fig.  399  to  be  so  insulated  along  its  entire  length  that  no  heat 

can  be  dissipated  by  it  to  the  surrounding 

"g^     atmosphere.    Assume  further  that  the  ends 
are  so  arranged  that  heat  can  be  continu- 
ously supplied  to  the  bar  at  end  A  and  the 
pj  same  amount  continuously  removed  from 

end  B.  Under  these  circumstances  the  heat 
supplied  will  all  flow  along  the  length  of  the  bar,  i.e.,  flow  through 
the  bar.  Experience  shows  that  under  such  conditions  the  tem- 
perature at  B  will  always  be  lower  than  the  temperature  at  A ,  that 
is,  that  there  must  be  a  temperature  difference  if  heat  is  flowing. 
This  is  very  similar  to  the  phenomena  met  in  the  flow  of  electric 
currents  in  similar  conductors.  It  is  necessary  that  a  difference 
614 
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of  potential  exist  between  two  points,  A  and  B,  if  an  electric 
current  is  to  flow  between  them.  In  the  one  case  then  electricity- 
flows  "because  "  of  a  difference  of  electrical  potential  or  electro- 
motive force,  in  the  other  heat  flows  "because  "  of  a  difference 
of  temperature,  or,  paralleling  the  above,  a  difference  of  "heat 
potential." 

(b)  Since  it  is  supposed  that  the  molecules  of  a  substance 
move  faster  when  at  a  high  temperature  than  when  at  a  low  one, 
the  sensible  heat  associated  with  the  substance  may  therefore 
be  conceived  as  being  measured  by  the  tntensity  of  molecular 
motion,  and  heat  conduction  may  be  considered  as  merely  the 
imparting  of  such  motion  to  successive  groups  of  molecules  along 
the  path  of  heat  flow.  According  to  this  view  when  one  end  of 
a  solid  body  is  heated  the  molecules  begin  to  vibrate^  more  and 
more  rapidly  but  they  impart  some  of  their  energy  to  those 
molecules  immediately  adjacent  to  them,  and  these  in  turn  pass 
on  some  to  their  neighbors,  and  so  on  through  the  entire  sub- 
stance. 

(c)  The  laws  governing  this  sort  of  heat  flow  are  compara- 
tively simple.     To  develop  them  assume  the  two  parallel  planes 
A  and  B,  in  the  condiucting  body  shown  in 
Fig.  400,  to  each  have  unit  area,  to  be  unit 
distance  apart  and  to  be   maintained  at 
temperatures  Ta  and  Tt,  the  former  being 
one  degree   Fahrenheit  greater  than   the  Fig.  4i». 
latter.     Then  there  will  be  a  Sow  of  heat 

from  AtaB;  and,  assuming  no  loss  from  the  walls  of  the  inter- 
vening body,  heat  will  have  to  be  supplied  at  A  and  removed  at 
B  at  exactly  the  same  rate  as  it  flows  between  these  points,  if 
these  temperatures  and  the  flow  are  to  be  maintained  constant. 

(d)  Experiment  shows  that  under  such  conditions  a  very  defi- 
nite amount  of  heat  will  flow  from  ^4  to  5  per  unit  of  time  in 
any  given  material  and  this  quantity  is  called  the  Specific  Heat 
Conductivity.  It  will  hereafter  be  designated  by  the  Greek  let- 
ter a,*  and,  as  used  in  most  engineering  calculations,  it  is  the 
number  of  B.t.u.  flowing  per  hour  in  the  material  between  two 
parallel  planes  with  area  of  each  equal  to  one  square  foot,  with 

•  The  letter  X  is  very  comraonly  used  tor  this,  but  because  it  has  already  been 
employed  in  this  book  to  represent  another  equally  important  quantity  it  is  thought 
best  to  prevent  confuaon  by  ad^^ting  the  above  unusual  symbol. 


^ 
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one  inch  space  between  and  with  a  difference  of  temperature  of 
one  Fahrenheit  degree* 

(e)  It  is  easy  to  see  that  if  planes  having  areas  of  twice  this 
amount,  i.e.,  two  square  feet,  are  assumed,  twice  as  much  heat 
would  flow  between  them  in  a  given  time.  The  heat  flow,  or 
conductivity,  therefore  varies  directly  as  the  cross  section,  in 
the  same  way  that  electrical  conductivity  does. 

Similarly,  to  cause  heat  in  quantity  a  to  flow  between  two 
planes  of  unit  area,  but  at  iwo  units  distance  apart,  will  require 
twice  the  temperature  difference  that  is  needed  when  they  are 
but  one  unit  apart.  This  can  easily  be  seen  by  imagining  an 
intermediate  plane  at  unit  distance  from  each  of  the  others.  One 
degree  of  temperature  difference  will  cause  «  heat  units  to  flow 
from  plane  A  to  the  intermediate  one  and  plane  B  must  be  one 
degree  lower  than  the  intermediate  to  maintain  the  same  rate 
of  flow.  In  other  words  heat  conductivity,  like  electrical  con- 
ductivity, varies  inversely  as  the  length  of  the  conductor. 

"J   "     AQ  =  the  heat  flow  between  two  parallel  planes  of  equal 
area  in  a  given  material  in  one  hour, 
0  =  the   temperature  difference  in   Fahrenheit  de- 
grees, 
S  =  area  of  each  of  the  two  planes  in  square  feet,  and 
8  =  distance  apart  of  the  planes  in  the  conductor,  in 
inches, 
then,  from  the  two  statements  in  (e)  above, 

A(3  =  e.^B.t.u (428) 

And,  if  Sa/B  be  called  the  conductivity  of  the  heat  path,  its 
reciprocal  6/Sa  may  be  called  the  heat  resistance,  R,  just  as  the 
reciprocal  of  electrical  conductivity  is  called  the  electrical  re- 
sistance.    If  this  is  done  equation  (42S)  may  be  written 

AQ^e-i-  (S/Sa)  =  $/R, 
the  last  term  of  the  expression  resembling  Ohm's  Law,  but  giving 
the  heat  flowing  in  unit  time  in  terms  of  temperature  difference 
divided  by  heat  resistance,  instead  of  electrical  flow  in  unit  time 
in  terms  of  voltage  difference  divided  by  electrical  resistance. 

*  This  curioua  mixture  of  units  is  used  as  a  matter  of  amvcnience  in  cngineeniig 
calculations. 
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Thia  fomi  of  expression  can  be  used  to  tind  heat' flow  with  any 
complicated  combination  of  resistances  just  as  is  done  in  elec- 
trical problems,  and,  in  general,  paths  with  resistances  in  parallel 
or  in  series  might  be  considered.  However,  in  practical  cases 
resistances  in  series  are  generally  the  only  ones  of  importance, 
and  for  such  instances 

^Q  =  9^{SR) (429) 

(g)  The  specific  heat-conductivity,  a,  varies,  in  general,  with 
the  kind  of  conductor  in  about  the  same  way  as  does  electrical 
conductivity;  thus,  good  conductors  of  electricity  are  generally 
good  conductors  of  heat,  and  vice  versa.  It  also  varies  with 
purity  of  material,  being  different  for  instance  for  pure  copper 
and  copper  containing  small  quantities  of  other  metals,  and  with 
temperature  much  as  does  electrical  conductivity.  The  con- 
ductivity oil  at  any  temperature  above,  or  below,  a  chosen  datum 
can  be  expressed  in  terms  of  the  conductivity  ao  at  datum  tem- 
perature by  the  equation 

and  with  32°  F.  as  datum  this  becomes 

o.  =  «,sil-|-(3((-32)! (430) 

in  which  (3  is  a  constant  which  has  values  varying  with  the  mate- 
rial, being  positive  with  some  and  negative  with  others. 

The  values  of  an  and  fi  are  given  in  Table  XXVI  for  some  of 
the  common  heat  conductors  used  by  the  engineer. 

Comparison  of  the  specific  conductivities  tabulated  will  show 
that  for  metals  they  are  several  hundred  times  as  great  as  for 
water,  and  that  for  this  latter  substance  the  conductivity  is 
several  times  the  value  for  gases.  Stagnant  gases  are  about  the 
poorest  conductors,  and  stagnant  water  is  nearly  as  bad. 

302.  Heat  Transfer  by  Convectioa.  (a)  When  fiuids  (liquids 
and  gases)  have  their  temperatures  raised  locally,  the  heat  energy 
is  distributed  through  the  mass  of  fluid  not  only  by  conduction, 
such  as  was  just  considered,  but  also  by  what  is  known  as  "con- 
vection." Most  liquids  are  comparatively  poor  heat  conductors 
and  practicall>-  all  gases  are  very  bad  ones,  but  under  proper 
conditions  heat  may  be  transferred  to  distant  parts  of  the  fluid 
very  quickly  by  convection. 
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Mateiuk. 

•>Bt. 

... 

Cast  iron 

330.00 

Average  values  for  gray  iron. 

Variations     with     composition 

Wrought  iron 
(unworked) 

very  great. 

450  00 

-o.oooc 

See  next  below  as  indication  of 

Wrought  iron 

(worked) 

-o.oooe 

Steel  (soft)  

300.00 

-O.OOOJ 

See  below  as  indication  of  vari- 
ations. 

Steel  (mod.  hard) 

240.00 

—0.0003 

Steel  (very  hard) 

180 

Copper  (pure) 

1400 

—0.000 

Values  given  by  different  experi- 

Copper 
(commercial) . . . 

menters    vary   considerably. 

+0.000 

Probably  due  to  variations  m 

purity  and  condition. 

Brass  (yellow) 

4J0 

+0-0014 

[Varies  greatly  with  composi- 

Brass  (red) 

540 

+0.0008 

1     tion. 

750 

+0.0003 

Aluminum 

-"-Uiiia 

1041 

+O.O0O* 

Cylinder  oU 

0.784 

—0.0015 

Naturally  varies  with  kind  of 
oil,  cylinder  oil  not  being  a 

definite  compound. 

Water 

3.6158 

+0.0053 

These  values  seem  best  authen- 

ticated.     Authorities    differ 

greatly. 

Air 

o.llgS9 

+0.00:7 

Varies  with  humidity,  etc. 

Hydrogen, .....,., 

0.71933 

Fire  brick 

6.948  at  1300°  P.     Varies  con- 

siderably with  composition  of 
brick. 

"  Insulating  " 

materials 

0.4  to  1.2 

Such  materials  as  cork,  cellular 
paper,  asbestos  mixtures,  etc. 

•  Compiled  largely  from  the.Landolt-Bomslein-Myerhoffer  Tabellen,  and  from 
"Hutte,"  Des  Ingenieurs  Taschenbuch. 

There  ts  still  considerable  uncertainty  and  disagreement  r^arding  the  ^wdfic 
conductivities  of  the  various  substances  and  the  U.  S.  Bureau  of  Standards  is  now 
carrying  on  investigations  on  this  subject.  The  results  will  presumably  be  pub- 
lished eventually  in  a  bulletin. 

t  or  is  heat  in  B.  t.  u.  conducted  per  square  foot,  per  degree  difference,  per 
hour,  per  inch  thickness  of  material.    |9  is  the  constant  in  Eq.  (430). 
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(b)  Practically  all  fluids  increase  in  volume  when  heated, 
that  is,  their  density  decreases.  Local  heating  will  therefore 
cause  local  decrease  of  density;  but  this  will  disturb  the  n;ie- 
chanical  equilibrium  of  the  fluid  and  there  will  be  a  tendency  for 
the  heated  portions  to  rise.  This  will  be  more  marked  the  more 
intense  and  local  the  heating,  and  it  results  in  the 
flow  of  the  heated  material  through  the  rest,  that  is, 
currents  are  formed,  or  "circulation  "  occurs.  This 
process  very  rapidly  distributes  heat  energy  to  all  parts 
of  the  mass  even  though  the  fluid  be  a  poor  conductor  ' 
of  heat.  Examples  of  convection  currents  caused  by 
local  heating  are  shown  by  the  arrows  in  Figs.  401 
and  350. 

(c)  The  marked  distinction  between  heat  conduction  pig^^oi. 
"  and  heat  convection  can  now  be  clearly  shown,  if  the 

views  expressed  are  assumed  correct:  Heat  conduction  is  due 
to  the  individual  motions  of  single  molecules,  while  heat  con- 
vection is  the  common  transportation  of  groups  of  molecules. 

(d)  No  attempt  will  be  made  to  give  an  expression  for  the 
rate  at  which  heat  is  distributed  through  a  fluid  by  convection, 
as  it  would  be  very  complicated  and  of  little  use  at  best.  It 
would  at  least  involve  differences  of  temperatures  and  densities, 
specific  heats,  viscosity  and  molecular  friction.  In  general  it 
may  be  said  the  heat  transfer  by  convection  will  increase  with 
temperature  difference,  or  with  the  intensity  of  local  heating, 
and  will  be  greater  the  less  the  viscosity  of  the  material, 

303.  Heat  Transfer  by  Radiation,  (a)  Experiment  shows 
that  bodies  at  all  temperatures  radiate  energy  at  the  expense  of 
their  associated  heat,  which  energy,  when  stopped  or  absorbed 
by  another  body  or  medium,  becomes  evident  as  heat  energy. 
This  does  not  mean  that  the  radiated  energy  is  in  the  form  of 
heat  when  on  the  way  between  the  two  bodies;  in  fact,  if  heat 
ener^  is  to  be  considered  as  connected  with  the  motion  or  con- 
dition of  molecules,  radiant  energy  of  this  kind  cannot  be  heat 
as  it  will  pass  through  a  vacuum  devoid  of  molecules  of  any  kind. 

(b)  Like  light,  radiant  energy  is  supposed  to  be  transmitted 
by  the  hypothetical  "ether,"  and  to  be  a  vibratory  form  of 
energy.  It  is  further  commonly  supposed  that  the  molecules 
of  a  body  start  such  vibrations  in  the  ether  at  the  expense  of 
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part  of  their  enei^,  and  that  the  ener^  associated  with  mole- 
cules of  other  bodies  can  be  augmented  at  the  expense  of  these 
ether  vibrations.  Whether  the  ether  exists  or  not,  and  whether 
the  process  goes  on  in  this  way  or  not,  is  really  immaterial.  The 
facts  remain  that  a  body  can  lose  heat  by  radiating  energy, 
which  is  not  what  is  commonly  called  heat  after  leaving  that 
body,  and  that  substances  can  be  raised  in  temperature,  vapor- 
ized and  so  on,  by  receiving  such  radiated  energy.  This  energy 
will  hereafter  be  called  radiant  energy.* 

(c)  The  rate  at  which  heat  energy  is  radiated  by  a  body  in- 
creases very  rapidly  as  the  absolute  temperature  is  raised.  Un- 
fortunately the  exact  law  governing  has  not  yet  been  definitely 
determined,  but  it  seems  probable  that  the  amount  of  energy 
radiated  varies  with  the  fourth  power  of  the  absolute  tempera- 
ture. The  heat  AQh  radiated  per  unit  of  surface  per  unit  of 
time  by  a  body  maintained  at  a  constant  absolute  temperature 
T  is  then  given  by  the  equation 

AQR  =  kT* (431) 

in  which  it  is  a  constant,  which  depends  on  the  character  of  the 
material. 

The  net  loss  of  heat  from  the  body  by  radiation  is  not  given 
by  this  equation  however.  As  any  radiating  body  must  be  sur- 
rounded by  others  with  definite  temperatures,  it  must  be  receiving 
radiant  energy  as  well  as  sending  it ;  hence,  the  net  result  of  such 
an  interchange  would  be  a  loss  or  gain  of  heat  equal  to  the  dif- 
ference between  that  sent  and  that  received.  On  this  basis  the 
net  heat  lost  per  unit  of  time  by  unit  surface  of  a  body  main- 
tained at  temperature  7*1  (abs.),  radiating  to  another  parallel 
surface  maintained  at  lower  temperature  7*1  (abs.),  and  with 
vacuous  space  between  the  two  surfaces,  would  be 

AQsjv  =  kT,*  -  kT,*  =  k  {T,*  -  r,*).     .     .     C432) 

which  is  known  as  Stefan's  Law. 

(d)  Since  the  radiant  energy,  like  light,  travels  or  radiates  in 
all  directions  from  the  surface  of  the  body  which  serves  as  its 
source,  equations  like  those  just  given  must  be  used  with  a  certain 

*  The  name  "radiant  heat"  is  often  given  to  what  is  here  called  radiant  eoecgy. 
It  is  not  adopted  in  this  book  because  of  the  coofusion  of  ideas  which  nuy  nault 
from  its  use;  see  (i)  of  this  section. 
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amount  of  care.  The  radiating  and  receiving  surfaces  may  be  so 
arranged  that  all  enei^  lost  by  one  is  received  by  the  other  (in 
which  case  Eq.  (432)  applies),  or  they  may  be  so  arranged  that 
part  of  the  enei^y  is  not  caught  (and  Eq,  (432)  should  then  be 
modified) . 

in  Fig.  402  the  hot  surface  under  consideration  b  supposed 
to  be  a  small  area  S  in  the  plane  ab,  which  is  of  infinite  area 
ajid  has  the  same  temperature  throughout. 
The  plane  AB  is  a  similar  one  of  infinite 
extent  having  a  uniform  but  lower  tem-  *~**='^''p***=*'*^ 
perature.  It  is  obvious  that  the  solid 
angle  41,  representing  the  extreme  angle  with  which  the  rays 
from  surface  S  strike  plane  AB,  approaches  180°  as  a  limit,  and 
that  all  energy  radiated  from  S  must  be  intercepted  by  AB  or 
pass  through  it.  In  such  case  the  hot  surface  Sis  said  to  "see" 
nothing  but  the  cold  surface  and  the  radiant  energy  received 
from  5  by  the  cold  surface  is  given  in  Eq.  (431). 

If,  however,  the  surfaces  are  arranged  as  in  Fig.  403,  in  which 

the  cold  surface  is  again  represented  by  AB,  it  is  evident  that 

mam////Arw//^///////////////i//i,b  ^^  solid  angle  ^  is  considerably  less  than 

7    \  180°.     All  rays  from  5  passing  outside  of 

i^^\^  this  angle  miss  the  cold  surface  entirely  and 

^^^^  are  lost  in  the  space  beyond.     The  part  of 

*p.  the  total  radiant  energy  intercepted  by  the 

cold  surface  would  then  be  equal  to  that 

given  by  Eq.  (431)  multiplied  by  the  ratio  of  the  solid  angle  ^ 

to  the  solid  angle  180".     Note,  however,  that  this  does  not  give 

the  net  heat  lost  by  the  hoi  surface,  for  this  will  be  all  that  can 

be  lost  through  the  solid  angle   180"  minus  all  that  is  gained 

through  that  same  angle.     Other  cases  can  be  analyzed  in  similar 

manner,  the  amount   of  radiant   energy   received   by  a   body 

depending  on  the  angle  ^. 

(e)  The  condition  of  the  surface  of  a  body  determines  to  a 
considerable  extent  the  rate  at  which  it  will  give  of!  or  absorb 
radiant  energy.  Dull  black  surfaces  are  excellent  radiators  and 
absorbers.  Polished  metallic  surfaces  are  very  poor  in  both 
respects. 

(f)  Some  few  substances  are  practically  transparent  to  radiant 
energy,  that  is,  they  allow  practically  all  of  it  to  pass  through 
their  structure  without  absorption,  but  all  absorb  more  or  less. 
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Every  substance  will  absorb  radiant  enei^  with  the  same  wave 
lengths  as  that  which  it  radiates,  and  the  theoretical  limit  of 
transparency  to  radiant  energy  would  be  attained  with  a  body 
which  radiated  energy  of  one  wave  length  only  and  hence  ab- 
sorbed radiant  energy  of  that  wave  length  only. 

Most  solid  substances  radiate  energy  of  many  dilTerent  wave 
lengths  and  absorb  in  an  equally  broad  fashion.  Gases  on  the 
other  hand  radiate  energy  of  only  one  or  very  few  wave  lengths 
and  are  proportionately  transparent  to  radiant  energy. 

(g)  In  the  case  of  two  dull  black,  parallel  surfaces  of  the 
same  material  and  with  vacuous  space  between,  Eq.  (4.32)  will 
give  the  approximate  net  number  of  B.t.u.  of  radiant  «ieigy 
interchanged  per  hour  per  square  foot  of  surface,  if  k  has  the 
value  of  about  16  X  lO"",  the  temperatures  being  on  the  Fah- 
renheit scale.* 

No  real  body  has  exactly  the  pro[>erties  of  the  ideal  black  one, 
but  sooted  and  lamp-blackened  surfaces  generally  approach  the 
ideal  case  within  5  per  cent  or  less. 

(h)  In  connection  with  Eq.  (432)  it  should  be  noted  that  even 
if  the  two  radiating  surfaces  are  so  arranged  that  each  "sees" 
only  the  other,  kTi*  will  represent  all  the  heat  lost  by  body  1, 
but  kTi*  will  not  necessarily  represent  all  lost  by  body  2,  by 
radiation  in  the  direction  toward  body  I ;  this  would  be  true 
only  if  the  vibrations  caused  by  both  parallel  surfaces  were 
exactly  alike. 

(i)  In  connection  with  the  subject  of  heat  radiation  it  may  be 
well  to  call  attention  to  an  anomalous  expression  in  common 
engineering  usage.  All  apparatus  which  is  maintained  at  a 
temperature  higher  than  that  of  the  surrounding  atmosphere 
loses  heat  to  the  latter  and  this  loss  is  commonly  spoken  of  as 
heat  lost  by  "radiation."  As  a  matter  of  fact  only  part  of  it 
is  lost  in  such  manner,  the  major  portion  being  dissipated  by 
convection,  and  a  smaller  part  by  conduction  through  the 
atmosphere. 

304.  Heat  Transfer  in  £ngiiieering  Apparatus,  (a)  The  three 
distinct  methods  of  heat  transfer  so  far  considered  are  never 
*  For  detailed  discussion  of  the  subject  see  Bull.  2.  U.  S.  Bureau  of  Standaids, 
1905;  pg.  10;  of  Bull.  18,  U.  5.  Bureau  of  Mines;  and  Dalby,  Heat  Transmimioa, 
British  Inst,  of  M.  E.,  igog,  the  latter  fonlAioitig  rderenca  to  over  joo  papen 
on  the  general  subject  of  heat  ti 
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really  found  existing  separately  in  any  actual  engineering  prob- 
lem, for,  in  general,  all  three  methods  of  transfer  are  operating 
at  the  same  time.  Nor  does  the  engineer  as  a  rule  have  to  deal 
with  heat  transfer  in  or  through  but  one  substance,  or  from  a 
single  simple  substance  to  another  single  simple  substance.  In 
general,  his  problems  are  so  complicated  that  in  the  end  it  is 
found  simpler,  in  the  present  state  of  knowledge,  to  design  by 
the  use  of  empirical  or  semi-empirical  equations  rather  than  to 
attempt  a  rational  treatment  of  each  case. 

(b)  An  idea  of  the  sort  of  problems  which  occur  can  be  given 
by  considering  a  single  case  analogous  to  practice  and  developing 
the  ideal  equations  for  it,  in  so  far  as  this  can  be  done. 

Imagine,  for  example,  a  sheet  of  metal  separating  two  mediums 
at  different  temperatures,  as  is  shown  semidiagrammatically  in 
Fig.  404,  in  which  5  is  a  section  through  the 
metal  perpendicular  to  its  surfaces  bb'  and  cc', 
while  A  and  C  represent  sections  through  the 
mediums  on  each  side  of  the  plate.  The 
dotted  tines  aa'  and  dd'  represent  isothermal 
planes  in  these  mediums,  the  material  in  plane 
aa'  having  a  temperature  h,  and  that  in  plane 
dd'  having  a  lower  temperature  l^. 

From  what  has  already  been  said  about  con- 
duction, it  is  evident  that  heat  will  flow,  or  p- 
be  conducted,  from  the  plane  aa'  through  the 
mediums  A,  B  and  C  to  the  plane  dd'  so  long  as  the  tempera- 
ture difference   is  maintained.     If   the  only   method    of    heat 
transfer  be  assumed  to  be  conduction,  the  heat  flow  can  be  cal- 
culated by  Eqs.  {428)  and  (429). 

(c)  The  problem  of  conduction  may  be  considered  to  be  the 
determination  of  the  amount  of  heat  which  can  be  made  to  flow 
by  the  temperature  difference  (/i  —  (j) ,  through  the  three  prisms 
with  lengths  &i,  ht  and  h  inches,  arranged  in  series  as  shown  in 
perspective  in  Fig.  405  {a),  in  which  the  planes  aa'  and  dd'  are 
similar  to  those  in  Fig.  404.  * 

(d)  Investigating  now  in  detail  the  assumed  problem  of  heat 
conduction  in  connection  with  Fig.  405  (a),  it  is  evident  that  there 
must  be  a  constant  drop  of  temperature  along  the  length  ii,  if 
heat  is  flowing  along  this  first  prism.  This  is  shown  graphically 
by  the  line  from  d  to  ti,  at  (6)  in  the  figure,  the  temperatures  being 
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represented  by  ordinates  above  an  arbitrary  chosen  line  which 
is  not  shown.  The  temperature  drops  steadily  from  a  value  h 
at  the  plane  aa'  to  a  value  h  at  the  surface  bb'. 

At  this  surface  there  is  an  abrupt  and  marked  temperature 
drop  to  k'  which  is  necessary  to  overcome  the  surface  resistance 
and  make  the  heat  enter  the  second  medium,  for  careful  experi- 
ment shows  that  a  surface  offers  a  certain  resistance  to  heat  flow, 
as  it  is  found  that  a  temperature  drop  must  occur  at  a  surface 
to  cause  heat  to  enter  any  given  mate- 
rial.    This  so-called  surface   or  contact 
resistance  is  often  compared  with  that 
offered  by  a  joint  in  an  electrical  cir- 
cuit.     But  while    there  are   points  of 
resemblance,  there  are  also  many  dif- 
ferences between  the  two  cases,  hence 
the  parallel  should  not  be  carried  too 
far. 

There  is  then  a  steady  drop  through- 
out the  length  6i  of  the  second  prism 
)  until  the  temperature  /,  is  reached,  the 
line  from  h'  to  U,  in  general,  having  a 
different  slope  from  the  line  /ifc  because 
of  difference  in  the  specific  conductiv- 
ity. At  the  surface  cc'  there  is  again  an 
abrupt  drop  from  tc  to  tt  and  then  the 
temperature  decreases  through  the  third 
Fie  405  medium  until  the  assumed  temperature 

/j  is  reached  in  the  plane  dd'. 
In  the  example  illustrated  in  the  figure,  gas  and  water  are 
the  mediums  on  the  opposite  sides  of  the  plate,  as  is  the  case 
with  boiler  heating  surface.  But  in  the  boiler  there  are  addi- 
tional resistances  due  to  the  soot  on  the  external  surfaces  and 
scale  and  grease  on  the  interior  walls. 

fe)  Since  heat  flow  is  equal  to  temperature  difference  divided 
by  resistance,  the  amount  of  heat  per  hour  could  be  found  in 
this  case  if  all  the  resistances  were  known.  The  resistances 
being  in  series  they  are  additive,  as  previously  indicated  in 
Eq.  (429),  and  therefore  in  this  case 
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in  which  Ri,  Rt  and  ^j  are  the  resistances  of  the  paths  Si,  St  and  . 
St,  and  R'  and  R"  are  the  contact  resistances  of  the  planes  bb' 
and  cc'  respectively.  Then,  remembering  that  unit  cross  section 
has  been  assumed,  and  that  R  =  S/Sa,  this  equation  may  be 
written 

'^g-..       .       .'       ,       .'     ■     ■     •     (434) 


in  which  subscripts  are  used  as  in  Eq.  (433)  and  the  symbols  have 
the  same  meaning  as  in  Eq.  (428)  excepting  that  no  idea  of 
length  is  attached  to  the  specific  heat -conductivities  a'  and  a". 
Evidently  the  total  conductivity  per  unit  area  is  the  reciprocal 
of  the  denominator  in  Eq.  (434).  If  this  is  represented  by  K, 
then  for  any  area  S,  the  equation  becomes 

£i^Q  =  KSe (435) 

(f)  Such  equations  as  Eq.  (434)  or  (435)  can  of  course  be 
solved  for  any  given  case  if  the  values  of  the  specific  conductivi- 
ties (a)  or  the  total  conductivity  {K)  are  known;  but  in  any  real 
case  such  a  calculation  would  be  of  little  value  as  heat  transfer 
will  also  be  produced  simultaneously  by  radiation  and  convec- 
tion, the  latter  generally  being  forced  to  a  certain  extent.  So 
great  is  the  effect  of  convection  in  most  engineering  problems 
that  it  is  often  the  most  important  consideration  as  can  be  well 
shown  numerically.  If  heat  is  transferred  from  a  metal  plate  to 
quiescent  water  under  such  conditions  that  convection  currents 
are  practically  eliminated,  the  amount  of  heat  transferred  per 
square  foot  per  hour  per  Fahrenheit  degree  difference  of  tem- 
perature will  be  of  the  order  2.8  B.t.u.  (=  ott).  If  on  the  other 
hand  the  water  be  in  violent  motion,  or  in  ebullition  so  as  to 
assist  convection  as  much  as  possible,  the  heat  transferred  may 
be  of  the  order  1500  B.t.u. 

(g)  It  has  already  been  seen  that  stagnant  gases  and  water 
have  conductivities  several  hundred  times  poorer  than  metals. 
Hence  the  stagnant  film  of  fluid  that  adheres  to  the  surfaces  of 
the  metal  plates  increases  greatly  the  difficulty  of  heat  trans- 
mission to  and  from  such  plates.  These  surface  films  may  be 
regarded  as  being  constituted  of  the  molecules  of  fluid  caught 
in  the  microscopic  irregularities  of  the  plate's  surface,  or  of  those 
which  they  entangle  or  retard.    They  act  as  heat  insulators 
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which  prevent  the  hotter  particles  of  one  fluid,  and  the  colder 
particles  of  the  other,  from  coming  in  contact  with  the  plate. 
Obviously  violent  agitation  of  the  fluids  tends  to  destroy  or  re- 
duce the  thickness  of  the  films  and  thus  makes  the  conditions 
more  favorable  for  heat  transmission.  Therefore  the  more  vio- 
lent the  circulation  or  convection  currents  (within  reason)  the 
more  rapid  will  be  the  heat  transfer  per  square  foot  of  surface; 
and  this  is  not  only  because  of  the  effect  on  the  film,  but  also 
because  the  hotter  portions  of  the  fluid  are  brought  to  the  plate 
at  a  more  rapid  rate.  If  gas  and  water  are  the  two  fluids,  as  in 
the  steam  boiler,  the  temperature  drop  Ad  (in  Fig.  405  {b))  neces- 
sary to  pass  the  heat  through  the  gas  film  is  relatively  very  much 
greater  than  the  drop  A/j  through  the  metal  of  the  plate  and 
through  the  water  film;  in  some  cases  it  may  represent  98  per 
cent  of  the  difference  between  the  temperatures  of  the  hot  gas 
and  the  water. 

The  important  part  played  by  such  films  can  be  shown  by 
an  example;  If  a  bunsen  flame  is  placed  below  a  metallic  vessel 
containing  boiling  water  the  flame  will  not  quite  touch  the  metal 
but  will  spread  out  into  a  sheet  at  a  distance  of  about  j^j  to  ^  of 
an  inch  from  the  plate.  Because  of  its  high  conductivity  the 
plate  on  the  gas  side  can  be  only  a  few  degrees  higher  in  temper- 
ature than  the  water,  hence  through  the  very  short  distance  of  A 
to  ^n  of  an  inch  there  must  be  a  drop  of  temperature  from  that 
of  a  bunsen  flame  to  a  value  only  slightly  above  that  of  water 
boiling  at  atmospheric  pressure. 

(h)  Some  of  the  difficulties  which  arise  in  actual  engineering 
problems  involving  the  transmission  of  heat,  and  the  reason  for 
using  empirical  or  semi -empirical  formulas,  will  now  be  apparent. 
These  problems  are  still  further  complicated  by  the  coatings  o( 
scale,  grease,  soot,  paint  and  other  material  on  the  surfaces  of  the 
transmission  plates  and  by  the  relative  directions  of  the  flow  of 
the  fluids  on  the  opposite  sides  of  the  plates.  The  effect  of  this 
flow  can  be  analyzed  quite  accurately,  as  will  be  seen  in  the  suc- 
ceeding sections.  It  will  first  be  discussed  in  a  general  way  3.nA 
later  the  mathematical  treatment  will  be  given  in  more  detail. 

505.  Effectiveness  of  Heat  Transmittiitg  Surfaces,  (a)  It 
has  been  seen  that  the  rate  of  transmission  of  heat  through  a 
plate  depends  directly  on  the  difference  between  the  tempera- 
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tures  of  its  two  surfaces.  Obviously  when  the  temperatures  of 
the  fluids  on  either  side  of  the  plate  are  maintain«i  constant, 
the  temperature  drop  is  the  same  at  all  points  over  the  surface, 
hence  the  rate  of  transmission  and  effectiveness  of  surfaces  is 
uniform,  over  the  whole  area.  But  when  there  is  flow  of  one  or 
both  of  the  fluids,  the  conditions  are  quite  different. 

(b)  Imagine,  for  instance,  that  the  tube  in  Fig.  406  is  sur- 
rounded with  boiling  water  (temperature  constant)  and  that  hot 
gas  flows  from  atob,  becoming  cooler  as  it 
progresses.  Then  the  average  tempera- 
ture drop  (difference  of  temperature)  (flmj 
through  the  wall  back  of  surface  Si  is 
greater  than  that  (6^)  at  surface  Si,  and 
this  latter  is  greater  than  that  (fl,.J  at  sur- 
face  St  and  so  on  through  the  length  of  the 

tube.  With  a  tube  of  infinite  length  the  gas  could  theoretically 
be  coaled  to  the  temperature  of  the  water  and  the  temperature 
difference  at  the  end  6wouId  bezero.  Thus5„,>fl,»,>#.,>.  .  .  fl„, 
and  each  portion  of  the  surface  is  less  effective  than  those  pre- 
ceding and  more  so  than  those  following.  The  nearer  the  tem- 
perature of  the  gas  approaches  that  of  the  water  the  less  effective 
is  the  adjacent  heating  surface,  although  it  costs  as  much  per 
square  foot  as  the  more  effective  portions.  Hence,  as  was  seen 
in  Sect.  261(c),  there  is  in  each  case  some  particular  extent  of 
surface  which  will  give  the  greatest  financial  return. 

Obviously  as  the  curve  of  temperature  change  of  the  gases  is 
not  straight,  the  mean  temperature  difference  for  the  surface 
as  a  whole  is  not  one-half  the  sum  of  the  initial  and  final  differ- 
ences. Before  the  case  can  be  analyzed  mathematically  it  will 
be  necessary  to  find  the  true  value  of  the  mean  temperature 
difference. 

(c)  Besides  the  foregoing  case,  the  cold  fluid  may  flow  and  the 
hot  one  may  be  at  constant  temperature,  or  both  the  cold  and 
hot  fluids  may  be  flowing  and  the  currents  may  be  either  In  the 
same  direction  or  in  opposite  directions.  In  each  of  these  addi- 
tional cases  the  temperature  difference  varies  over  the  surfaces, 
but  the  methods  of  variation  are  quite  different  from  the  case 
described  in  the  preceding  paragraph.  All  these  cases  will  be 
considered  in  detail  in  later  sections. 

(d)  In  all  cases  of  heat  transmission  through  plates  from  hot 
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fluids  to  cold  ones  it  may  be  noted  ttiat,  neglecting  radiation 
losses,  the  heat  surrendered  by  the  hot  fluid  must  equal  that 
received  by  the  cold  one  and  must  also  equal  that  flowing 
through  the  intervening  material ;  hence 

CaH^*  (n  -  n)  =  AQ  =  CM.  ih  -  o,  .   ■  (436) 

in  which 

AQ  =  heat  transmitted  in  a  unit  of  time. 
Ck  and  C  =  the  specific  heats  of  the  hot  and  cold  fluids. 
Wk  and  Wc  =  weights  of  the  fluids  flowing  per  unit  of  time. 
A,  and  k  =  temperatures  of  cold  fluid  at  ends  a  and  b  (Fig. 
406). 
Ta  and  Ti,  =  temperatures  of  hot  fluid  at  ends  a  and  b  (meas- 
ured on  the  same  temperature  scale  as  that 
used  for  ta  and  fe).* 
If  the  object  is  to  have  the  cold  fluid  abstract  a  certain  gtuintily 
of  heat  AQ  in  a  given  time  with  initial  temperature  t,,  it  may  be 
accomplished  with  lai^e  weight  Wc  of  material  leaving  at  low 
temperature  h,  or  by  a  small  weight  leaving  at  high  tempera- 
ture, and  similarly  in  regard  to  the  quantity  of  heat  supplied 
by    the   hot   fluid.     Obviously  the   final   temperature    attained 
by  either  fluid  may  be  controlled  by  regulating  the  weight  of 
material  flowing  per  unit  of  time. 

(e)  Again,  in  all  cases  of  heat  transmission  (neglecting  radia- 
tion losses),  the  heat  given  up  by  one  medium  and  received  by 
the  other  must  equal  the  conductivity  of  the  path  multiplied  by 
the  area  of  surface  transmitting  heat  and  by  the  temperature 
difference,  as  in.  Eq.  (435).  However,  in  case  one  or  both  fluids 
flow,  the  temperature  difference  is  not  constant  but,  as  has  just 
been  seen,  varies  from  point  to  point,  hence  a  mean  tem[>erature 
difference  S„  must  be  used.     For  all  conditions,  then, 

AQ  =  KSe„ (437) 

in  which 

AQ  =  heat  transmitted  (B.t.u.  per  hour) 
=  heat  lost  by  hotter  medium 
=  heat  gained  by  cooler  medium. 

*  r  is  not  here  used  to  represent  absolute  temperature  but  merely  that  of  the 
hotter  medium  measured  on  the  same  temperature  scale  as  t.  Its  use  avoids  the 
employment  of  primes,  additional  subscripts,  or  other  complications  that  would 
be  necessary  to  distingiJsh  between  the  temperatures  of  the  hot  and  cold  bodies 
if  the  same  letter,  such  as  t,  were  used  for  both. 
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K  =  conductivity  of  heat  path  (fi.t.u.  per  sq,  ft.,  per  hr., 

per  "  F.). 
S  =  total  surface  (sq,  ft.). 
9.  =  mean  temperature  difference  ("  F.) 
—  6  when  no  flow  occurs, 

(f)  But  before  Eq.  437  can  be  used  fl«  must  first  be  deter- 
mined. As  will  be  shown  later  it  is  given  for  all  cfises  by  the 
equation  0—0 

m  which  *  ^    '    ' 

ffa  =  temperature  difference  at  end  a  of  the  surface. 
81,  ™  temperature  difference  at  end.6  of  the  surface. 

Therefore,  no  matter  what  the  conditions  of  flow, 

'"^-"^li^w:) '«" 

306.  Cases  of  Heat  TraoBnussion  through  Plates,  (a) 
There  are  five  cases  of  heat  transmission  through  plates,  and 
Eqs.  (436)  to  C440)  apply  to  all  of  them.  They  will  be  described 
briefly  in  this  section  and  in  more  detail  later. 

(b)  Case  I.  (T  =  const.)  A  hot  substance  at  constant  tern- 
peralure  T  surrenders  heat  to  a  flowing  cold  substance,  -whose  tem- 
perature t  is  increased.  Surface  condensers  and  feed  water 
heaters  are  examples  of  this  case,  for  in  both  of  these  heat  of 
the  exhaust  steam  (at  constant  temperature)  T.oon«. 

is  surrendered  to  water  which  is  raised  in 
temperature  as  it  flows  through  the  appa- 
ratus. This  case  is  shbwn  by  the  curves  in 
Fig.  407,  in  which  ordinates  are  tem[>eratures 
and   abscissas  are   extent   of   surface.     The  Fig.  407 

upj>er  curve  is  for  the  hot  fluid  and  the  lower 
for  the  cold  one,  the  flow  being  toward  the  right.  It  will  be  seen 
that  the  final  temperature  of  the  cold  body  depends  on  the  total 
length  of  surface,  and  that,  as  the  flow  progresses,  the  tempera- 
ture /  of  the  cold  medium  gradually  approaches  that  {T  -■  const.) 
of  the  hot  fluid,  and  the  temperature  difference  and  value  of  the 
surface  (per  square  foot)  becomes  less. 
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The  efficiency  of  the  heating  surface  is  evidently 

Ef.  "  Heat  transmitted  -i-  maximum  amount  absorbable 


aWcB. 


(441) 


Fig.  408. 


(c)  Case  n.  (t  =  const.)  A  substance  at  constant  tempera- 
ture (f )  receives  heat  from  a  hotter  flowing  substance  whose  tempera- 
ture (70  decreases.  An  example  of  this  is  the  steam  boiler,  in 
which  the  boiling  water  (at  constant  temperature  /)  receives 
heat  from  the  hot  gases  which  decrease  in  temperature  T  as 
they  prf^ress.  This  case  is  the  reverse  of 
Case  I,  and  Eq.  (441)  applies  except  that 
Ci,W),  would  be  substituted  for  CcWc-  Fig. 
40S  is  the  diagram  for  this  case. 

(d)  Case  m.  Parallel  Flow.  The  term 
is  understood  by  engineers  to  mean  parallel 
flow  in  the  same  direction  on  opposite  sides 
of  the  plate.  The  hot  and  cold  substances  both  flow  in  the  same 
direction,  their  temperatures  converging  nearer  to  equality  as  they 
progress,  as  shown  in  Fig.  409  in  which  the  arrows  show  the 
direction  of  flow. 

With  finite  surface  the  heat  transmitted  i 
=  C,W,  (It  ~  /a)-  If  the  object  is  to  absorb 
heat,  the  maximum  amount  which  the  cold 
fluid  could  receive  is  CcWfia,  and  the  Com- 
parative Efliciency  (to  be  used  in  comparisons 
with  other  cases)  is  therefore 

_  aw.  (ft  -  ta)  _ 


i  C^Wk  {T, 


CEf.-. 


(442) 


Fig.  409- 


But  if  the  object  is  to  cool  the  hot  fluid  the  maximum  amount  of 
heat  that  could  be  surrendered  is  ChWkda  and  in  that  case  the 
Comparative  Efficiency  is 

CkWk  (T,  -  n)    r^-n 

ChWa9^  "  9a 


CBh- 


(443) 


No  matter  how  extensive  the  surface,  r„  in  the  figure,  is  the 
limit  of  temperature  to  which  the  hot  fluid  can  be  cooled  and 
the  cold  one  heated.  The  heat  available  for  transmission  is 
CaWa9o  (or  CfWfia)  and  with  infinite  surface  only   the  part 
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C»W*  (r.  -  r,),  or  aw,  (r,  -  /,),  could,  be  transmitted. 
Hence  the  maximum  possible  efficiency  is 

£/*  -  (n  -  r.)  ^  ff, (444) 

or  £/,  =  Cn  -(.)-#« (445) 

which  is  less  than  that  attainable  in  any  of  the  other  cases.  It 
would  therefore  appear  that  this  arrangement  should  always  be 
avoided;  however,  if  only  a  relatively  small  portion  of  the  avail- 
able temperature  head  fln  is  to  be  utilized,  parallel  flow  may  be 
advantageously  used,  as  under  these  conditions  it  requires  less 
heating  surface  (and  hence  the  initial  cost  is  less)  to  produce  the 
same  result  than  is  required  in  some  other  arrangements. 

(e)  Case  IV.  Counter  flow.  The  hot  and  cold  substances  flaw 
in  opposite  directions,  the  temperature  of  the  former  approaching 
the  lowest  temperature  of  the  latter,  and  vice  versa,  as  they  proceed. 
This  is  shown  in  Fig.  410,  in  which  the  directions  of  flow  are 
shown  by  the  arrows,  T^  being  the  initial  tern-  ^ 
perature  of  the  hot  fluid  and  ti,  being  that  of 
the  cold  one.  The  relation  between  the  heat  ' 
absorbing,  or  surrendering,  capacities  of  the 
two  fluids  is  given  by  the  ratio  of  CrWc  to  C^W* 
and  this  determines  whether  the  two  curves 
diverge  or  converge  or  are  parallel.     With  infi-  Fig.  410. 

nite  surface  it  can  be  shown  that  the  hot  medium 
would  be  cooled  to  the  initial  temperature  tn  of  the  cold  one  if 
CkWk  <  CtWr-,  or  the  cold  medium  will  be  raised  to  the  initial 
temperature  T^  of  the  hot  fluid  if  CB'c  <  CnH^*;  and  in  this  ideal 
case  the  efficiency  is  unity,  since  all  the  heat  possible  is  trans- 
mitted with  the  materials  in  question.  Hence  the  only  limit  to 
the  efficiency  is  the  extent  of  the  heating  surface.  But  a  com- 
parison of  Fig.  410  with  Fig,  409  will  show  that  the  mean  tem- 
perature head  is  less  with  counter  current  flow  than  with  parallel 
flow,  hence  to  accomplish  the  same  degree  of  heating  (or  cooling), 
and  to  obtain  the  same  efficiency,  more  extensive  surface  (at 
greater  cost)  is  required.  Counter  current  apparatus  is  there- 
fore characterized  by  high  possible  efficiency  and  by  economy  of 
amount  of  heating  or  cooling  material,  as  an  offset  for  the  greater 
surface  necessary. 

(()  CaseV.     (r  and  l  both  constant.)     Transmission  of  heat 
from  a  hot  fluid  of  constant  temperature  (T)  to  a  cold  one  which 
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remains  at  constant  temperature  (().  The  vacuum  pan  is  an  ex- 
ample of  this  case,  since  the  latent  heat  of  the  steam  (at  constant 
temperature)  furnishes  the  heat  for  evaporating  (at  constant 
temperature)  the  other  medium. 

(g)  The  mathematical  treatment  of  these  five  cases  will  now 
be  discussed  in  the  succeeding  sections.* 

307.  Case  I.  (T  =  Const)  A  Hot  Substance  at  Coiutaot 
Temperature  Surrenders  Heat  to  a  Cold  Fluid  which  Flows, 
(a)  Assume  the  conditions  shown  in  Fig.  411  and  imagine  that 
We  pounds  of  the  cooler  materia) 
flow  over  the  small  surface  SS  in  a 
given  time  and  that  as  a  result  their 
temperature  is  raised  an  amount 
St  (  =  «).  Then,  if  the  specific  heat 
of  the  cooler  material  be  Ce,  the 
heat  SQ  absorbed  from  the  area  SS 
-  (»   per  unit  of  time  is 

SQ  =  aWM  =  CcWc-iB; 
but  this  must  equal  the  heat  trans- 
mitted through  SS  in  the  same  time, 
hence 

SQ  =  (T-t)K-5S=gK'SS, 
in  which  T  and  (  are  average  tem- 
peratures (to  same  scale)  over  SS 
and  the  other  symbols  have  the  same  significance  as  in  Sect.  305. 
Equating  the  two  values  of  iQ  in  the  two  preceding  equations 
gives 

CcWt-Se  =  0K-SS. 

from  which  £l=-mJj^- 

Integration  of  this  gives 


'os-X  -  7 


(44« 


which,  rearranged  and  multiplied  by  (#0  — 

*  These  sections  may  be  omitted  ia  a  briefer  study. 
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Now  from  Fig.  411  it  is  seen  that  (Sa  —  ft)  =  (fe  —  („)  hence 
aw,  (fl.  -  fc)  =  CcWc  ik  -  to) ; 
but  the  last  member  of  this  equation  is  AQ,  hence  the  equation 
above  becomes  /a  _  aa 

^e  =  ^^i^(5l) («'> 

which,  in  connection  with  Eq.  (437),  shows  that  _;    i  ■''^ 

(g.  -  ft) 
■  log,  (fl./ft) 


"--  1^,..  ffl  /fl.l W8) 

as  given  in  Eq.  (438). 

(b)  For  certain  purposes,  however,  it  is  more  convenient  to 
write  the  value  of  dm  in  another  form.  From  Fig.  411  it  is  evi- 
dent that  e„  =  (r  -  to)  and  ft  =  (T  -  tt),  substituting  which  in 
Eq.  (448)  and  simplifying  gives  the  more  useful  expression 

(449) 


Transforming  Eq.  (446)  gives 

l"'°^"'(S)"''""°'''""""  ■  •  <'"°> 

where  n  is  the  number  whose  Naperian  logarithm  is  KS/CcW„ 
as  given  by  the  Log.  Tables  in  the  Appendix. 

Hence  for  any  extent  of  area  S,  the  temperature  difference  at 
the  end  6,  in  terms  of  the  known  value  at  end  a,  is 

ft  =  ft  +  B; (451) 

and  by  taking  different  extents  of  area  S  and  solving  for  the  cor- 
responding values  of  61,  data  may  be  obtained  for  plotting  curves 
which  show  how  the  temperature  difference  varies  as  the  flow 
progresses,  for  given  values  of  K,  Cc  and  W.. 

(c)  The  efficiency  of  heat  transmission  (neglecting  losses)  for 
this  case  was  given  in  Eq.  (441).  Substituting  the  value  of  ft 
from  Eq.  (451)  gives 

from  which  the  values  of  the  efficiencies  corresponding  to  dif- 
ferent extents  of  area  S  can  be  readily  computed  in  any  given 
case,  and  the  data  thus  obtained  can  be  used  for  constructing  a 
curve  to  show  the  variation  graphically. 
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308.  Case  n.  (t  =  Const)  A  Substance  at  C<Hi8tattt  Tem- 
perature (t)  Receives  Heat  from  Another  Flowing  Substance 
whose  Temperature  Decreases.  This  is  the  case  shown  in 
Fig.  412  and  is  the  reverse  of  Case  I. 
The  treatment  is  similar  to  the  last 
case  except  that  T,  ST  and  GkW*  are 
substituted  for  t,  it  and  C,W^.  AQ 
is  given  by  Eq.  (447)  without  change 
and  ««  by  Eq.  (448). 

Since  in  this  case  *,  =  {T^  ~  t)  and 
61,  =  (Tt  —  Oi  substitution  of  these 
quantities  in  Eq.  (448)  gives 

T.-T„  ,       , 

(453) 


log,^ 


- 1 


'Tt  —  t 
Paralleling  Eq.  (450) 

floA-e'^"/'^''**  =«,  (454) 
where  «  is  the  number  whose  log.  is  (KS/CkWi,).  Using  this 
value  of  n,  Eqs.  (451)  and  (452)  can  be  applied  to  this  case. 

30Q.  Case  m.  Parallel  Flow  in  the  Same  Direction,  (a) 
This  case  is  shown  by  the  curves  in  Fig.  413.  As  in  the  previous 
cases  the  heat  lost  by  the  one  mate-  i^^^^==j^ 
rial  in  passing  any  area  equals  that  npmjr 
transmitted  through  the  wall  and 
also  equals  thai  received  by  the  -, 
second  material  (neglecting  losses). 
Therefore,  for  an  infinitesimal  area, 
iS  in  the  figure, 

SQ  -=  STC^Wk  =  StCWc     .     (a) 
and  for  the  entire  area 

AQ  =  AnCW^  ^  MiCcW,,   (b) 
where   ATt   and   Ak  are  the  total 
charges  in  the  temperatures  of  the 
hot  and  cold  fluids.     It  is  also  evident  from  Fig.  413  that  for 
surface  SS 
and  that 


Fig.  413- 


An  +  fffc  +  Ah  =  9-. 
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Equations  (o)  and  (c)  may  now  be  used  to  derive  two  more 
which  will  be  of  value  later.     From  (a) 

sraWk  -  Stew,  =  o, 

and  multiplying  Eq.  (c)  by  CcWc  gives 

sTcw,  +  stc.w,  =  iecw,. 

Adding  these  last  two  equations  and  solving  gives,  for  the  small 
area  SS,  /-  ii/- 

''^'"aw^'+'c.w. <"> 

which  will  be  used  later. 

By  anaiogy  it  is  also  evident  that  for  the  total  area  S 

4r..A« '^•'^- 

CWt  +  CW, 

Substituting  now  in  Eq.  (i)  tlie  value  of  AT*  just  found  gives 
■'  C.W.  +  c.w,  ■ 


^Q-V.->>)rii/  j-rir. W 

wliicli  will  also  be  used  later. 

(b)  Returning  now  to  fundamentals,  it  is  evident,  as  in  pre- 
vious cases,  that 

(Q  -  STCtW^  -  KS  •  SS.  . 
From  which 

ST/HK'SS)/(aWi).    , 

Substituting  for  ST  its  value  from  Eq.  («)  and  rearranging  gives 

u    „  ,^/aiy.  +  C.W,^ 

j~K-SS\^    C^^^C.W.   I 
and  integrating  between  the  limits  a  and  b  yields 

'os-wr'^^  aw,c.w. '*> 

Multiplying  both  sides  by  (fl.  —  St)  and  rearranging  gives 
,.       .,    C,W,C,W,  (».-».) 

(«.  -  »•)  cw.  +  C,W.  -  '^■'log.  (S./».)  ■     ■     ■     '' 

But  from  Eq.  (g)  it  is  seen  that  the  left-hand  member  is  AQ, 

hence,  as  in  the  other  cases, 

-^e-^-^i^iTfe (455) 
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Comparison  with  Eq.  {437)  shows  that 
(g.  -  9t) 
"  log.  (ffV«0 
as  in  the  other  cases. 

From  Eq.  (A)  -./c.tr. +c>ir>\ 

"ff.^".      (458) 

(C  w  +  C)lWi,\ 
r  w  r  w  ]' 
This  last  equation  makes  it  possible  to  determine  9t,  when  9,  and 
5  are  known. 

(c)  From  Fig,  413  it  is  apparent  that  AT^  =  {T,  —  Tt). 
Substituting  this  in  equation  (J),  putting  *»  =  fi,  -i-  n,  and  solv- 
ing gives  ,        -w         rw        \ 

^'-^•-'•(■-^(c.tF.;c.J  •  ■  to) 

And  by  analogy  ,  v,        ^  r^^ 


(■-i)(c.iyf'7a»r.)-  ■  ■   <"*" 


Then  if  ^  =  o,  which  occurs  when  5  =  » ,  Tfc  becomes  equal  to 
h  and  equal  to  the  limiting  temperature  Tt.    Thus 
C,W, 


T,-T,- 


'•{cw.+  'aw)-    ■  ■  ■  <t*'' 

Since  the  maximum  amount  of  heat  that  can  be  transmitted 
is  {T,  —  r,)  CW,,  =  (r,  -  Q  C,W„  the  irue  efficiency  is  there- 
fore, in  the  ideal  case, 

Tm  -  (?•.  -  r.)  CW,  _  (T.  -  n) 
•^'     (r. -r,)G,in~(r. -r.)'  ■  •  •   ^^  ' 

As  given  in  Eqs.  (443)  and  (442)  the  comparative  efficiency 
{/or  comparison  with  the  other  cases)  is 

C£/.-^^^^ (464) 

»r  CE/.-!^ (465) 

depending  on  whether  the  object  is  to  cool  the  hot  fluid  or  to 
heat  the  cold  one. 


jcbyGoogIc 


BEAT  TRANSFER  647 

310.  Case  IV.  Counter  Flow,  (a)  This  case  is  shown  in 
Fig.  414,  the  directions  in  which  the  temperature  curves  are 
generated  being  shown   by  the  arrows.     Compared   with   the 

other  cases  it  is  a  little  more  difficult     ^ 

to  develop  usable  equations  for  this  ^r 
sort  of  flow  because,  in  general,  only     ^ 
the  initial  temperatures  To  and  ti,  at  ^'' 
opposite  ends  of  the  plate  are  known 
and  both  6^  and  6b  are  unknown.  i 

(b)  As  in  previous  cases,  however, 
iQ  =  5TC,,W„  =  K8-&S    .     (a) 

=  btC.W, (b) 

Hence 

*'/*^=^  =  ^'-     ■      ^'' 
the  symbol   Z  being    introduced   as 
ttlis  ratio  will  be  frequently  used  in 
the  following  development.     From  the  figure  it  is  seen  that  the 
change  in  temperature  difference  over  any  elementary  area  SS  is 

»  =  tfi  -  fl,  =  ir  -  S(. 
Substituting  for  &t  in  terms  of  ^T  from  Eq.  (c)  and  solving  gives 

>T  -  »/(l  -  Z) Id) 

If  this  is  substituted  in  Eq.  (a)  there  results,  after  transforma* 


CtW, 


K-SS, 


which,  being  integrated  between  limits  a  and  b,  gives 


'"B-  i  ■ 


"KS, 


(466) 


which,  after  both  sides  are  muttiptied  by  (9o  —  fls)  and  rearranged, 
,  CH'.  _  KSjS.-l,) 


gives 


(«.  -  «.)  7 


■  log.  (»./»•)  ■ 
(c)  From  the  figure  it  is  further  apparent  that 
An +  9,-41. +  «.; 
and  from  Eq.  (c),  by  analogy 

4(. -ZAr,,   ... 


(467) 


Ds-„ct,C.oi)gle 


648  BEAT-POWER  ENGINEERING 

substituting  from  which  in  the  last  equation  and  solving  gives 

Ar»  =  ((»a-fc)-i-(l-2) (/) 

Now  AQ  =-  ^TtC^W„  and  substituting  the  value  of  47\  just 
found  gives  ;-.  iir 

4e-(«.-».)f^- («) 

(d)  Returning  now  to  Eq.  (467)  and  comparing  with  Eq.  (g), 
it  is  obvious  that  the  left-hand  member  is  equal  to  AQ,  hence 

Art  _  -^-^Cffii  —  Ob)  ,      . 

^'^-IS^JiM- •    '''"^* 

"■-i3iJ(S7S)-  •••■■•■   (469) 

These  expressions  are  evidently  the  same  as  in  the  other  cases. 
However  they  are  not  of  value  until  0a  and  0i,  have  been  deter- 
mined, either  by  the  methods  which  will  now  be  given,  or  from 
actual  experiment  with  existing  apparatus. 

(e)  From  Eq,  (466)  it  is  evident  that 

e^/e^  =  e'ci^^"^  =  n (470) 

in  which  n  is  the  number  whose  Nap.  log  is  ^y  ■  KS.  Sub- 
stituting the  value  of  fl»  from  this  equation  in  Eq.  (/)  gives 

Ar»  =  e.(i-^)^(i-z) (A) 

From  Fig.  414  it  can  be  seen  that 

A(.  =  cr.  -  4  -  e.). 

substituting  which  in  Eq.  (e)  and  solving  gives 

^Tt=(T.-k-e,)/Z (i) 

Now  subtracting  Eq.  (t)  from  Eq.  (A)  and  solving  gives 


z       \z^  i-zr 


(470 

by  which  the  temperature  difference  at  one  end  can  be  deter- 
mined in  terms  of  known  quantities. 
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(f)  With  9a  known,  the  value  of  %  follows  from  Eq.  (470);  LQ 
and  S^  can  be  determined  from  Eqs.  (468)  and  (469) ;  and  the 
final  temperatures  of  cold  and  hot  fluids  are 

/.  =  (n-e.) (472) 

and  n  =  ((i  +  e») (473) 

(g)  It  is  important  to  note  that  the  expressions  in  (f)  can  be 
used  only  to  determine  the  conditions  at  the  ends  a  and  b  or  over 


the  entire  length  of  area  S.  They  cannot  be  used  for  interme- 
diate points,  that  is,  for  plotting  the  curves  TaTb  or  tJt  and  the 
like. 

311.  Case  V.  (T  =  const.  &  t  =  const.)  A  Hot  Substance 
Surrenders  Heat  at  Constant  Temperature  to  a  Cold  Substance 
whose  Temperature  is  Constant,  (a)  This  case  is  exemplified 
in  vacuum  pans  in  which  steam  at  constant  temperature  {T) 
surrenders  some  of  its  latent  heat  to  evaporate  a  solution  at 
constant  temperature  {l).  The  type  of  apparatus  which  is 
known  as  a  "single  effect  vacuum  pan"  Is  illustrated  in  Fig.  415 
in  one  of  its  many  forms  and  arrangements. 

(b)  In  such  case  fl™  =•  (T  —  /)  and  the  heat  transmitted 
through  the  heating  surfaces  is  A^  =  KSO^  from  Eq.   (437). 
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Neglecting  losses,  the  weight  of  steam  condensed  in  unit  time 
by  an  amount  of  heat  equal  to  AQ  is  obviously 

W.-iOA (474) 

where  r  is  the  latent  heat  of  steam  at  temperature  T^F.;  and 
the  weight  of  solution  evaporated  in  unit  time  is 

W,  =  ^Q/[K~{h-32)\ (475) 

where  \,  is  the  total  heat  (above  32")  per  pound  of  the  vapor 
formed  at  temperature  (  from  the  solution,  and  to  is  the  tem- 
perature at  which  the  solution  enters  the  vacuum  pan. 

(c)  The  vapor  (at  temperature  ti)  from  the  solution  in  one 
vacuum  pan  may  be  used,  as  in  Fig.  416,  to  vaporize  (at  lower 


Fig.  416. 


temperature  d)  the  solution  in  a  second  vacuum  pan,  the  latter 
acting  as  condenser  for  the  first  element;  the  vapor  from  the 
second  pan  (at  temperature  h)  may  be  similarly  used  to  evapo- 
rate (at  lower  temperature  I3)  the  solution  in  a  third  pan,  and 
so  on,  the  vapor  from  the  last  pan  being  carried  to  a  condenser. 
When  more  than  one  pan  is  thus  used  the  arrangement  is  termed 
"multiple  effect."  Arrangements  are  called  "double  effect," 
"triple  effect,"  "quadruple  effect,"  and  so  on  according  to  the 
number  of  pans  in  the  series.  In  Fig.  416  the  weak  solution  is 
admitted  at  /  to  the  first  pan  from  which  it  is  fed  at  proper  rate 
through  valves  Vi  and  Vt  to  the  other  ones.  The  strong  solu- 
tion is  withdrawn  from  the  respective  pans  iLtA,B  and  C. 
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APPARATUS  FOR  HEAHNO  FSSD  WATER. 

312.  Object  of  Heating  Feed  Water,  (a)  The  principal 
advantages  to  be  derived  from  heating  the  feed  water  supplied 
a  btHler  are: 

(1)  A  decrease  in  the  amount  of  fuel  required  to  generate  the 
steam,  hence  an  increase  in  the  over-all  efficiency  of  the  plant; 

(2)  less  severe  strains  in  the  boiler  metal,  as  there  is  less  differ- 
ence of  temperature  between  boiler  shell  and  the  fresh  feed  water; 

(3)  the  partial  deposition  outside  of  the  boiler  of  scale-forming 
impurities  contained  in  the  water;  and  (4)  an  increfkse  in  the 
steaming  capacity  of  the  boilers  as  less  heat  need  be  transmitted 
per  pound  of  steam  generated. 

(b)  An  idea  of  the  saving  of  fuel  derived  from  the  use  of  hot 
boiler  feed  can  be  obtained  by  analyzing  an  average  case.  As- 
sume, for  instance,  that  the  water  as  received  at  the  plant  has 
an  average  temperature  of  60°  F.  with  q  =  28.08  and  that  it 
is  converted  into  steam  at  a  pressure  of  150  lbs.  abs.  (with 
X  =  1193.4),  thus  requiring  the  addition  of  I193.4  —  28.08=1164 
B.t.u.  (approx.)  per  pound.  Assuming  the  specific  heat  of 
water  as  unity,  every  11.64  (say  12)  degrees  by  which  the  tem- 
perature of  the  water  is  raised  before  its  introduction  into  the 
boiler  means  i  per  cent  less  heat  to  be  added  in  the  boiler,  which 
would  roughly  correspond  to  a  saving  of  I  per  cent  of  fuel. 

Expressed-  as  a  formula,  the  theoretical  saving,  due  to  using 
hot  feed  water  at  temperature  t/  instead  of  cold  at  temperature 
tf,  in  a  boiler  generating  dry  saturated  steam  is  approximately: 

per  cent  saving  =  ^ ~  X  loo,    .     .     .     (476) 

in  which  .  ^      ^ 

qj'  =  sensible    heat   of    the    hot    feed   water    above    32°  F. 

=  ('/'  -  32)  approx., 
2/  =  sensible   heat   of   the   cold    feed  water   above   32°  F. 

=  (*/  -  32)  approx., 
X  =  total  heat  of  steam  above  32°  F.  at  boiler  pressure. 
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If  the  Steam  is  superheated  in  the  boiler,  the  saving  is 


per  cent  saving  - 


CpD  +  \-q, 


-Xioo. 


(477) 


The  savings  in  per  cent  resulting  from  different  amounts  of 
feed-water  heating  with  different  initial  temperatures  for  the 
case  of  saturated  steam  are  shown  diagrammatically  in  Fig.  417. 
These  are  obtained  by  the  method  just  given. 

(c)  Inspection  of  these  curves  will  show  that  if  water  at  as 
low  a  temperature  as  40°  F.  is  raised  to  a  temperature  of  300°  F., 
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i.e.,  through  a  range  of  160"  F.,  the  saving  will  be  slightly  over 
13  per  cent;  and  a  change  from  60°  to  180°  effects  a  saving  of 
about  10  per  cent  of  the  fuel  that  would  otherwise  be  needed. 

As  the  boilers  do  not  have  to  transmit  as  much  heat  per  pound 
of  steam  generated  from  preheated  feed  water  as  from  cold 
water,  smaller  or  fewer  boilers  may  be  used  for  a  given  output, 
when  other  considerations  permit. 

313.  Feed-Water  Heaters  in  General,  (a)  One  iftethod  d 
heating  the  boiler  feed  water  is  by  using  for  that  purpose  some 
of  the  latent  heat  in  the  exhaust  steam  from  a  steam-driven 
prime  mover  {as  has  already  been  explained  in  Section  297),  the 
apparatus  in  which  the  transmission  occurs  being  called  a  Feed- 
Water  Heater,  or  an  Exhaust  Steam  Feed-Water  Heater, 
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(b)  If  tt  pounds  of  steam  are  utilized  for  heating  per  pound 
of  raw  feed  water  which  is  at  temperature  //,  then 

W  -h)^-m[K-it,'-i2)]-XES, 

in  which  (/'  —  temperature  finally  attained  by  the  feed  watet 
and  condensed  steam,  t 

X  —  total  heat  above  32"  of  1  lb.  of  steam  used  for 
heating,  and 
Ef  •"  efficiency  of  heater. 

Then  the  temperature  of  the  feed  water,  when  w  lbs.  of  steam 
are  used  per  pound  of  feed,  is 

^  t,  +  w(\  +  i2)Ef 
''  i+wEf         .     ■     -     ■     ■     (478) 

and  to  attain  a  temperature  of  t/  the  weight  of  steam  required 
per  pound  of  raw  feed  is 

-°|X-'('.7-3.)l"^-^-     ■     ■     •     <*"' 

In  the  foregoing  it  has  been  assumed  that  the  condensed  steam 

is  finally  cooled  in  the  heater  to  the  temperature  of  the  outgoing 

feed  water.     Any  error  which  is  thus  introduced  is  corrected  by 

the  efficiency  factor. 

(c)  //  the  condensed  steam  is  not  returned  to  the  boiler  with 
the  feed,  this  expression  for  w  also  gives  the  maximum  propor- 
tion of  the  total  steam  generated  which  can  be  utilized  for  heat- 
ing an  equivalent  weight  of  feed  water.  For  example,  if  feed 
water  at  60°  is  heated  to  212°  F.  by  steam  from  an  engine  ex- 
hausting at  atmospheric  pressure,  and  if  Ef  =  .90,  the  maximum 
possible  weight  of  steam  so  utilized  is  found  to  be  about  17  per 
cent,  or  about  Jth  of  all  that  is  available.  It  is,  of  course,  de- 
sirable that  the  heat  in  the  remaining  portion  (J)  should  be 
utilized  in  some  other  way  as  far  as  is  possible. 

In  plants  in  which  the  main  units  are  operated  condensing,  the 
auxiliary  engines,  which  generally  use  less  than  \  of  the  total 
steam,  are  operated  noncondensing  and  their  exhaust  steam  is 
utilized  for  feed  heating.  This  results  in  greater  thermal  effi- 
ciency of  the  plant  as  a  whole  than  would  exist  if  the  auxiliaries 
were  connected  to  the  condenser,  since  all  the  heat  of  the  steam 
not  used  for  power  is  then  theoretically  returned  to  the  boiler. 
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(d)  When  the  condensed  steam  (at  (/')  is  returned  to  the  boiler 
with  the  feed,  the  total  weight  of  feed  per  pound  of  raw  feed 
is  (i  +  w),  and  the  proportion  of  raw  to  total  is  l/(i  +  w), 
where  w  is  the  weight  of  steam  condensed  per  pound  of  raw  feed, 
as  given  by  Eq.  (479).  Then  the  steam  condensed  per  pound 
of  total  feed  water  is 

If' -  to/(i +itf) (480) 

which  is  the  maximum  proportion  of  the  total  steam  generated 
that  can  be  utilized  for  feed  heating  in  such  cases. 

(e)  If  the  heater  is  located  in  the  exhaust  system  between  the 
prime  mover  and  the  condenser,  it  is  called  a  (i)  Vacuum  Heater, 
and  the  maximum  temperature  which  the  feed  water  can  theoreti- 
cally attain  is  that  corresponding  to  the  vacuum.  When  located 
in  the  exhaust  system  of  a  noncondensing  unit,  it  is  termed  an 
{2)  Atmospheric  Heater,  and  the  theoretical  temperature  attain- 
-able  with  sufficient  steam  is  212°.  Should  the  heater  take  steam 
from  the  auxiliary  apparatus  of  the  power  plant  it  may  be  named 
an  (3)  Auxiliary  Healer.  If  the  condensate  from  the  main  units 
is  not  used  as  feed  and  there  is  not  enough  steam  from  the 
auxiliary  apparatus  to  raise  the  temperature  to  the  maximum 
otherwise  attainable,  the  vacuum  and  auxiliary  heaters  are 
sometimes  arranged  in  series  —  the  water  first  passing  through 
the  former,  which  is  then  called  a  (4)  Primary  Heater,  and  finally 
through  the  latter,  which  becomes  the  (5)  Secondary  Heater. 
When  the  pressure  of  the  steam  used  for  heating  is  considerably 
above  atmospheric,  the  apparatus  is  a  (6)  Pressure  Heater. 

When  the  arrangement  is  such  that  the  feed  water  and 
steam  intermingle  in  the  Same  chamber  the  heater  is  said  to 
be  of  the  (7)  Open  Type;  and  when  the  two  substances  are 
kept  separate  by  heat-transmitting  surfaces  it  is  of  the  (8) 
Closed  Type. 

314.  Open  Heaters,  (a)  Heaters  of  this  type  are  generally 
in  the  form  of  rectangular  boxes,  or  circular  shells,  fitted  with 
coarse  cascading  or  spraying  devices  to  break  up  the  water  as 
it  passes  through  and  thus  bring  it  into  more  intimate  contact 
with  the  steam.  They  usually  contain  a  filtering  bed  or  settling 
chamber  in  which  the  solids  carried  in  suspension  or  in  solution 
are  more  or  less  completely  removed  after  heating.  When 
necessary,  they  are  also  fitted  with  oil  separators  in  the  steam 
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inlet  for  removing  the  cylinder  oil  from  the  steam  before  it  comes 
in  contact  with  the  water.  This  oil,  if  carried  over  to  the  boiler, 
would  seriously  reduce  the  transmission  of  heat  in  that  apparatus 


Fig.  418.  —Open  Heater, 
and  might  even  cause  overheating  of  the  metal  parts  subjected 
to  high  temperatures.     Two  of  the  great  variety  of  heaters  of 
this  type  are  shown  in  Figs,  418  and  419,  the  water  level  in  the 
latter  being  automatically  regulated  by  a  float. 


Fig.  419.  —Open  Heater. 

(b)  The  main  advantages  of  Open  Atmospheric  Heaters  are: 
(i)  the  feed  water  can  be  heated  nearly  to  212°  F.  if  sufficient 
steam  is  available,  and  surplus  steam  can  be  utilized  for  heating 
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buildings  and  in  industrial  processes  where  conditions  permit; 
(2)  scale  and  oil  do  not  affect  the  surrender  of  the  heat;  and  (3) 
the  hot  condensed  steam  is  returned  to  the  boiler  with  the  raw 
feed,  but  should  be  purified  of  oil  (if  any  is  brought  over  from 
the  engine  cylinder  by  the  steam). 

The  open  heater  may  be  arranged,  as  in  Fig.  419,  to  include  in 
its  structure  (a)  an  oil  separator,  which  is  usually  located  in  the 
exhaust  pipe  at  entrance  to  heater,  (i)  a  filter  for  removing 
sediment,  part  of  which  may  be  precipitate  brought  down  by 
heating,  and  (c)  a  hot  well,  which  may  also  receive  the  returns 
(condensate)  from  systems  for  heating  buildings  and  such.  As 
the  feed  water  is  hot  and  at  pressure  near  atmospheric  these 
heaters  should  be  located  above  the  feed  pump  and  this  latter 


Fig.  4w, 

should  be  suitable  for  pumping  hot  water.  If  the  raw  water  is 
not  available  under  sufficient  head  to  flow  into  the  heater,  a 
second  or  cold-water  pump  must  be  added. 

(c)  The  proportion  of  the  total  steam  generated  that  can  be 
used  for  heating  the  feed  water  is  obtainable  from  Eq,  (479). 
being  about  Jth  in  ordinary  cases,  and  the  saving  of  fuel  effected 
is  given  by  Eq,  (476)  or  (477),  the  maximum  being  about  ith. 
Fig.  420  shows  in  full  lines  the  energy  stream  for  a  power  plant 
having  all  units  exhausting  to  atmosphere  but  using  as  much 
waste  heat  as  is  possible  in  a  feed-water  heater;  and  in  dotted 
lines  it  illustrates  the  same  case  when  no  heater  is  used.  In  the 
first  case  the  over-all  thermal  efficiency  is  A  /B  and  in  the  second 
A  IB',  the  heat  supplied  to  the  prime  mover  being  C  in  both 
cases. 

(d)  If  the  main  engines  are  condensing,  and  the  steam  from 
steam-driven  auxiliary  apparatus  is  used  for  feed  heating,  the 
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Stream  line  is  that  illustrated  in  Fig.  421  by  the  heavy  lines.  A 
is  the  heat  utilized,  B  is  the  heat  value  of  the  fuel  used,  C  is 
the  heat  supplied  to  the  main  and  auxiliary  engines,  and  the 
ratio  A/B  is  the  over-all  thermal  efficiency. 


Fig.''4al. 

But  if  the  auxiliaries  are  power  driven,  the  enei^  being  fur- 
nished by  the  main  units,  then  the  case  is  shown  in  the  same 
figure  by  the  dotted  lines;  the  useful  output  is  A  (as  before), 
B'  is  the  heat  value  of  the  fuel  used,  and  C  is  the  heat  furnished 
to  the  main  units,  its  amount  being  ~-   ~ -- 

less  than  C  because  the  water  rates 
of  the  lai^er  units  are  lower  than 
those  for  the  small  auxiliary  engines. 
The  over-all  thermal  efficiency  in  this 
case  is  A/B'  which  is  less  than  when 
the  auxiliaries  are  driven  by  steam  and 
their  exhaust  is  used  for  feed  heating. 

315.  Closed  Heaters,  (a)  Heaters 
of  this  type  are  so  arranged  that  the 
steam  does  not  come  in  contact  with 
the  water.  They  are  generally  con-  m 
structed  with  straight  or  coiled  tubes 
contained  in  a  shell  of  some  sort,  with 
proper  provision  being  made  for  in- 
equalities in  expansion.  The  water 
generally  passes  through  the  tubes  or       „,  —closed  H 

coils  and  the  steam  fills  the  envelop- 
ing space,  the  condensation  being  drained  off  as  it  collects.     The 
three   most  common  of  the   many   possible  arrangements  are 
shown  in  Figs.  422  to  424. 
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(b)  Closed  heaters  are  comparatively  difficult  to  clean  as  a 
large  part  of  the  impurities  in  the  water  is  deposited  on  the  inside 
of  the  tubes  and  forms  a  coating  similar  to  boiler  scale.  To 
counteract  this  effect,  the  water  is  often  forced  through  the 
tubes  at  enormously  high  velocity,  tending  to  keep  them  clean 
by  "scouring."  However  the  power  required  for  pumping 
places  a  practical  limit  to  the  velocities  used  and  the  method  is 
only  partly  successful.  If  the  steam  contains  oil,  and  it  is  not 
removed  before  entering  the  heater,  the  tubes  will  become  coated 


Fig.  413.     Coil  Heater. 


Fig.  424,  - 


with  this  material,  which  is  of  low  conductivity,  and  the  rate 
of  heat  transmission  will  be  greatly  impaired. 

(c)  These  heaters  are  generally  placed  between  the  feed  pump 
and  the  boiler,  hence  the  former  deals  with  cold  water  only  and 
but  one  pump  is  required  (not  considering  reserve  pumps  for 
emergencies)  as  against  two  with  open  heaters  which  do  not 
receive  the  raw  water  under  head.  The  feed  water  is  free  from 
oil,  but  the  condensate  is  generally  wasted.  Figs.  420  and  421 
apply  equally  well  to  this  case  except  that  the  heater  loss  E 
includes  the  sensible  heat  of  the  condensate  (measured  above 
the  temperature  of  the  raw  feed)  unless  there  is  more  than 
enough  steam  to  raise  the  feed  temperature  to  the  maximum 
possible  value.     The  maximum  temperature  attainable  is  gen- 
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erally  2  degrees  or  more  below  the  steam  temperature,  which 
latter  depends  on  the  pressure  of  the  steam  used. 

(d)  In  all  such  cases,  the  auxiliary  apparatus,  such  as  heaters, 
should  be  so  piped  that  when  out  of  commission  the  steam  can  be 
exhausted  to  atmosphere  direct,  and  the  feed  water  can  be 
by-passed  around  the  heater.  The  piping  is  therefore  arranged 
somewhat  as  in  Fig.  425,  S  and  _  _^ 
W  being  the  steam  and  water 
by-pass  valves  which  are  nor- 
mally closed. 

(e)  The  saving  effected  by 
closed  heaters  can  be  found  from 
Eqs.  {476)  and  {477),  the  tem- 
perature attained  by  the  feed 
water  is  given  by  Eq.  (478),  and 
the  proportion  of  the  total  steam 
generated,  that  can  be  used  for 
heating  the  raw  feed,  is  given  by 
Eq.  (479}  ■ 

(f)  The  heat  transmission  falls  under  Case  I  of  Sections  (306) 
and  (307).  The  mean  temperature  head  is  given  by  Eqs. 
(438)  or  {449)  and  the  number  of  square  feet  of  heating  surface 
can  be  found  from  Eq.  {440)  when  K  is  known.  For  feed-water 
heaters  K  varies  widely  with  the  kind  of  material,  character  of 
surface  (scale,  oil  film,  corrugations,  etc.),  with  the  velocity  of 
flow  of  feed  water  and  with  other  factors.  It  ranges  ordinarily 
with  copper,  or  brass,  tubes  from  175  with  velocity  of  12J  feet 
per  minute  and  single  pass,  to  250  with  velocity  of  50  ft.  per  min. 
and  multipass;  with  a  velocity  of  150  ft.  per  min.  through  coils 
it  reaches  300  B.t.u.  per  square  foot  per  hour  per  degree  differ- 
ence in  temperature,  while  under  very  favorable  conditions  much 
higher  values  are  attainable. 

(g)  Closed  heaters  with  copper  tubes  are  sometimes  rated  in 
terms  of  "heater  horse  power,"  J  square  foot  of  surface  being 
allowed  per  rated  horse  power.  On  this  basis,  if  the  steam 
pressure  is  atmospheric  and  if  K  =  I92,  the  30  lbs.  (approx.)  of 
feed  water  required  per  so-called  boiler  horse  power  will  be 
heated  from  60°  to  194°  (134°  increase)  by  the  J  square  foot  of 
surface  —  or  i  sq.  ft.  will  heat  about  90  lbs.  of  water  (the  amount 
required  for  3  boiler  h.p.)  through  this  temperature  range. 
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316.  Economizers,  (a)  The  function  of  the  economizer  is  to 
abstract  a  portion  of  the  heat  from  the  flue  gases,  and  to  deliver 
it  to  the  feed  water  on  its  way  to  the  boiler,  thereby  somewhat 
reducing  the  large  loss  c  in  Fig.  3.     The  energy  stream  for  this 


Fig.  416. 

case  is  shown  by  the  full  lines  in  Fig.  426,  in  which  the  case 
without  the  economizer  is  that  with  dotted  lines,  the  boiler  per- 
formance being  assumed  to  remain  unchanged.  For  the  same 
boiler-output  the  fuel  used  is  in  the  ratio  of  B  to  B'. 


(b)  One  form  of  economizer  is  shown  in  Fig.  427.  The  appa- 
ratus usually  consists  of  nests  of  staggered,  vertical,  cast-iron 
tubes  fitted  into  top  and  bottom  headers  (with  metal  to  metal 
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joints),  each  set  of  headers  being  connected  together  by  longi- 
tudinal branch  pipes  having  handholes  which  give  access  to  the 
interior  for  washing  out  deposits.  In  the  upper  headers  are 
located  removable  lids  opposite  the  ends  of  the  tubes  in  order 
to  give  access  to  the  latter,  and  power-driven  scrapers  constantly 
move  along  the  external  surfaces  of  the  tubes  to  remove  the 
deposit  of  soot,  the  scrapings  falling  to  a  pit  below,  from  which 
they  are  withdrawn  from  time  to  time.  The  water  is  preferably 
introduced  at  the  end  farthest  from  the  boiler  and  discharged 
from  the  nearer  end;   for  its  direction  of  flow  is  then  counter  to 

that  of  the  flue  gases,  thus 
obtaining  the  counterflow 
of  Case  IV,  discussed  in 

Chapter    XXXV.       The 

setting  b  either  of  brick 

or  of  sheet  steel  lined  with 

nonconducting  material 

(magnesia    or    asbestos) ; 

the  arrangement  of  flues  p^  ^,8 

is  such  (see  Fig.  428)  that 

the  gases  from  the  boilers  can  be  by-passed  direct  to  the  stack 

when  the  economizer  is  out  of  commission,  and  the  water  can  be 

delivered  direct  to  the  boiler. 

(c)  In  some  instances  the  flue  gases  are  cooled  from  ordinary 
stack  temperature  of  550°  to  650°  F.  to  as  low  as  240°  F.  and  the 
water  is  heated  to  270°  or  more;  temperatures  much  higher  than 
can  be  obtained  with  an  atmospheric  feed-water  heater.  But 
because  the  temperature  of  the  stack  gases  is  low  and  because 
of  the  additional  resistance  in  the  flues  due  to  the  presence 
of  the  economizer  tubes,  the  natural  draft  must  generally  be 
assisted  in  some  manner.  Hence,  in  connection  with  the  finan- 
cial problem  involved,  the  cost  of  such  draft  apparatus  and 
the  annual  expenses  chargeable  against  it  must  be  added  to 
the  charges  against  the  economizer  itself,  including  those  for  the 
space  it  occupies  and  the  power  required  for  driving  the 
scrapers.  As  the  economizer  occupies  a  great  deal  of  space  it 
is  frequently  placed  either  above  the  boiler  or  outside  of  the 
building. 

(d)  In  addition  to  the  four  advantages  accruing  in  all  cases 
from  heating  feed  water,  as  given  in  Section  312  (a),  the  econo- 
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mizer  has  (5)  a  great  reserve  of  hot  water  near  the  vaporizing 
point,  ready  to  meet  sudden  demands  on  the  boiler;  (6)  its  use 
may  make  it  possible  for  the  boiler  itself  to  operate  with  higher 
efficiency,  and  (7)  it  is  especially  advantageous  when  the  boilers 
are  being  forced,  for  then  the  flue  gases  are  hottest  and  the 
stack  waste  is  ordinarily  the  greatest.  Owing  to  the  higher  tem- 
perature attained  by  the  water,  some  scale-forming  materials 
are  .'deposited  which  are  not  precipitated  in  atmospheric  feed 
heaters. 

(e)  If  the  counterflow  principle  is  used  in  the  economizer 
the  equations  of  Section  310  apply.  A  simple  approximation 
can  be  made  however  by  assuming  the  two  curves  in  Fig.  414  to 
be  straight  lines,  then,  at  the  middle  of  the  curves, 

e.  =(r.  -  An/2)-(4  +  Aia/.)=  n -  /» -  i {at,  +  At,),  (a) 

But  CpGAn-wAA. (b) 

where  Cp  =  specific  heat  of  gas  (=  0.24), 

G  =  weight  of  gas  per  boiler  h.p.-hr,, 

w  =  pounds  of  water  per  boiler  h.p.-hr. 

Solving  (b)  for  ATt  and  substituting  in  (a)  gives 

0^=  T,-tt~  ^AU  (i  +  w/GC;).    .     .     .     (c) 

But  the  heat  absorbed  in  the  economizer  by  the  water  used 
per  boiler  horse  power  is  Q  =  wAi,,  hence  Eq.  (437)  becomes 
(per  boiler  h.p.) 

wAU  =  KS0^ (d) 

Substituting  the  value  of  9m  from  (c)  and  solving  gives  the 
increase  in  the  temperature  of  feed  water  as 


H^^> 


(481) 


In  practice  S  ranges  from  2\  to  5  square  feet  per  boiler  horse 
power.  Corresponding  to  gas  temperatures  of  300°  and  600"  F. 
respectively  K  has  values  of  about  2\  and  3i  B.t.u.  per  square 
foot  per  degree  difference  of  temperature  per  hour.  The  weight 
of  water  (w)  per  boiler-horse-power  hour  is  geaerally  taken  at 
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about  30  lbs.;  and  the  weight  of  gas  (G)  per  boiler-h.p./hr.  as 

G=  (H-I1.6X)  XF, 

where  x  =  excess  coefficient, 

F  =  weight  of  combustible  per  boi!er^.p./hr. 
=  3  to  4  lbs. 

G  is  ordinarily  from  80  to  120  lbs.  per  boiler  h.p./hr. 
Then  the  final  temperature  of  the  feed  water  is 

(/  =  (*  + A/. (482) 

and  the  final  temperature  of  the  flue  gas  is 

n~  T,-^Tt, (483) 

in  which  An=^; C484) 

and  if  «f=  30,  G  =  80,  and  C^  =  0.24 

An-  r.56A(. (485) 

(f)  The  per  cent  saving  effected  by  raising  the  feed  temperature 
by  the  amount  At,  may  be  obtained  from  Eqs.  (476)  and  (477}  by 
substituting  A/o  for  the  numerator.  The  actual  saving  of  boiler 
and  economizer  taken  together  may  be  still  more,  since  the 
boiler  may  have  higher  efficiency  because  of  the  better  conditions 
of  operation. 
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317.  Advisabili^  of  Condensing.  The  principal  advantages 
accruing  from  the  use  of  condensers  in  connection  with  steam- 
driven  prime  movers  are:  (i)  Improved  thermal  efficiency  of  the 
unit  (except  in  the  smaller  sizes);  (2)  greater  power  from  a 
given  size  of  prime  mover;  and,  when  the  condensate  is  used 
for  feed  water,  there  are  the  additional  advantages  of  (3)  the 
thermal  gain  from  using  hot  feed  water  and  (4)  the  freedom 
from  deposits  of  scale  in  the  boiler  because  the  feed  water  b 
distilled. 

However,  despite  the  apparent  advantages,  it  is  not  always 
desirable  to  operate  condensing,  for  financial  and  other  reasons. 
The  additional  expense  for  the  extra  equipment,  its  installation, 
attention  and  upkeep,  the  expenditure  for  condensing  water,  for 
pumps  and  their  operation,  and  the  additional  space  required  by 
the  apparatus  may  in  some  cases  wholly  offset  the  advantages.  It 
is  generally  not  considered  profitable  to  operate  condensing  with 
small  engines,  or  with  simple  engines  of  the  ordinary  types  (some 
special  types,  such  as  the  unidirectional  flow  engine,  operate 
to  best  advantage  when  condensing);  nor  should  condensers 
ordinarily  be  used  when  a  considerable  part  of  the  exhaust 
steam  can  be  employed  for  heating  or  for  industrial  purposes, 

518.  Condensers  in  General,  (a)  The  two  main  classes  into 
which  all  types  of  condensers  may  be  divided  are:  (i)  Direct- 
contact  Condensers  and  (2)  Surface  Condensers.  In  the  former, 
the,  steam  and  condensing  water  mingle  in  the  same  chamber, 
while  in  the  latter  type  they  are  kept  separated  by  heat-trans- 
mitting surfaces.  In  each  class  there  are  many  different  arrange- 
ments possible  and  some  of  these  will  be  considered  in  detail 
later. 

(b)  Theoretically,  the  material  handled  by  a  condenser  is  low- 
pressure  steam;  actually  it  is  a  mixture  of  water,  water  vapor 
664 
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and  air.  Part  of  this  air  comes  from  the  boiler,  being  carried  into 
that  vessel  in  solution  in  the  feed  water,  and  part  of  it  leaks  into 
the  system  through  the  stuffing  boxes  surrounding  the  piston 
and  valve  rods,  through  the  joints  of  pipes  and  of  such  other 
parts  of  the  equipment  as  are  handling  the  material  below  atmos- 
pheric pressure.  Also  the  water  used  for  condensing  carries  air 
in  solution  when  under  atmospheric  conditions,  and  in  direct-con- 
tact condensers  this  air  is  released  under  diminished  pressure  and 
is  added  to  that  which  enters  in  the  various  ways  just  outlined. 

(c)  Then,  according  to  Dalton's  law,  the  total  pressure  within 
the  condenser  is  the  combination  of  the  pressures  of  the  air  and 
vapor,  t.  e.,  it  is  the  sum  of  their  partial  pressures.  The  import- 
atice  of  this  fact  is  best  appreciated  from  an  example. 

Assume  the  temperature  within  a  condenser  to  be  115°  F. 
Then  if  the  condenser  contained  only  water  anQ  saturated  steam 
at  this  temperature  the  pressure  within  the  enclosure  would  be 
2.99  inches  of  mercury,  corresponding  to  a  vacuum  of  26.93 
inches.  H,  however,  every  pound  of  steam  has  mixed  with  it 
one-quarter  of  a  [>ound  of  air,  which  is  not  at  all  uncommon,  the 
pressure  due  to  this  air  can  be  found  as  follows: 

One  pound  of  saturated  steam  at  a  pressure  of  2.99"  Hg.  occu- 
pies a  volume  of  231.9  cu.  ft.  This  must  also  be  the  volume 
occupied  by  the  0.25  lbs.  of  air  mixed  with  it,  and  the  tempera- 
ture of  this  air  is  that  of  the  steam  (115").  Then  from  the  law 
of  ideal  gases,  the  pressure  of  the  air  in  the  condenser  is 

or  p  =  0.46  inches  of  mercury. 

Thus,  the  total  pressure  in  the  condenser  will  then  be  2.99" 
+  0.46"  "  3.45  in.  Hg.  and  the  vacuum  will  be  29.92  —  3.45 
~  26.47  ■"■  ^S-  ^^^  back  pressure  on  the  prime  mover  is 
slightly  higher  than  this,  as  a  pressure  drop  must  exist  between 
that  piece  of  apparatus  and  the  condenser  in  order  to  cause  the 
steam  to  flow  through  the  exhaust  pipe. 

With  one  pound  of  air  per  pound  of  steam,  which  is  a  possible 
condition,  the  pressure  due  to  the  air  would  be  1.84  inches  of 
mercury,  under  the  same  circumstances,  and  the  vacuum  would 
only  be  25.09  inches. 

The  air  is  thus  seen  to  have  a  very  appreciable  effect  upon  the 
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vacuum  and  every  precaution  should  therefore  be  taken  to 
prevent  an  excessive  amount  of  it  entering  the  apparatus.  U 
allowed  to  accumulate  it  would  gradually  increase  in  pressure 
and  destroy  the  vacuum.  It  must  therefore  be  removed  as 
rapidly  as  it  collects.  Before  it  can  be  discharged  from  the 
condenser,  however,  its  pressure  must  be  raised  to  that  of  the 
atmosphere  (or  slightly  above)  which  is  done  by  an  air  com- 
pressor or  pump  having  terminal  pressures  sufficiently  above 
atmospheric  to  effect  a  discharge.  When  this  pump  handles 
only  the  air  it  is  called  an  "Air  Pump,"  or  "Vacuum  Pump." 

In  some  cases  where  the  water  is  discharged  from  the  condenser 
with  considerable  velocity,  the  arrangement  is  such  that  the  air 
is  ejected  by  the  water,  no  separate  air  pump  being  needed. 

(d)  Condensers  in  steam-power  plants  practically  always  use 
water  as  the  condensing  medium,  but  any  liquid  or  gas  that 
could  be  obtained  cheaply,  in  sufBcient  quantities  and  at  a  low 
temperature,  could  be  used;  in  fact  air  has  been  so  utilized  in  a 
number  of  special  instances. 

It  is  seldom  that  water  is  available  under  a  head  sufllicient  to 
cause  it  to  flow  into  or  through  a  condensing  apparatus.  It  is 
therefore  generally  delivered  to  the  condenser  by  a  "  Circulatittg 
Pump,"  which  may  be  independently  driven  by  steam,  by  electric 
motor  or  by  belt,  or  may  be  operated  by  links  driven  by  the 
prime  mover.  These  pumps  generally  have  comparatively  low 
lifts  and  handle  large  volumes,  hence  the  centrifugal  type  is 
commonly  used,  although  there  are  many  cases  where  the  rotary 
or  the  reciprocating  types  have  the  advantage  and  are  installed. 

In  apparatus  in  which  condensing  water  and  steam  mix  and 
form  a  vacuum,  the  condensing  water  is  often  forced  into  the 
condenser  by  the  atmospheric  pressure  acting  on  the  surface  of 
the  water  outside,  no  circulating  pump  being  used.  This  is  very 
common  practice  where  the  suction  head  is  not  over  15  feet, 
and  it  is  used  even  with  greater  heads  in  some  instances. 

(e)  The  removal  of  the  water  from  the  vacuum  chamber  of 
the  condenser  may  be  accomplished  in  several  ways.  If  the  hot 
well,  which  receives  the  condensate,  can  be  located  with  water 
level  at  least  34  feet  below  the  condenser,  the  water  can  be 
discharged  by  gravity  through  a  "Tail  Pipe,"  or  "  Barometric 
Tube,"  whose  lower  end  is  submerged  in  the  hot  well  (the 
34-foot  column  of  water  corresponding  to  a  30  inch  column  of  Hg. 
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on  the  barometer).  In  other  cases  it  is  necessary  to  have  pumps 
which  raise  the  water  from  condenser  pressure  to  atmospheric. 
Such  pumps  are  called  "  Tail  Pumps,"  "Hot-well  pumps,"  etc., 
when  they  handle  only  water  (and  whatever  air  it  happens  to 
have  entrapped).  In  many  instances,  however,  the  same  pump 
plunger  discharges  both  the  water  and  the  free  air,  in  which  case 
the  one  pump  serves  both  as  hot-well  pump  and  as  air  pump, 
and  is  then  called  a  "  Wet  Vacuum  Pump  "  or  "  Wet  Air  Pump." 

(f)  Each  prime  mover  may  have  its  independent  condenser  or 
there  may  be  a  central  condensing  equipment  for  a  number  of 
units.  In  the  former  case  the  exhaust  piping  may  be  made 
short,  direct  and  with  few  joints;  in  the  latter,  because  of  the 
greater  length  of  pipe  and  larger  number  of  joints,  there  is  more 
opportunity  for  air  infiltration  and  more  resistance  to  flow,  but 
lai^er  and  more  economical  auxiliaries  may  be  used. 

In  order  to  permit  of  operating  noncondensing  when  the  con- 
densing apparatus  is  out  of  commission,  the  exhaust  pipe  should 
contain  a  valve  which  can  be  opened  to  the  atmosphere.  This 
valve  is  usually  arranged  to  open  automatically  when  the  con- 
denser ceases  to  operate.  To  permit  of  repairs  while  the  engine 
is  running  there  should  be  a  shut-off  valve  in  the  exhaust  pipe 
leading  to  the  condenser;  and  should  several  condensers  dis- 
charge to  a  common  main  there  should  also  be  shut-off  valves 
between  them  and  that  pipe. 

319.  Contact  Condensers,  (a)  There  are  several  different 
kinds  of  contact  condensers  only  a  few  of  which  will  be  described. 
That  in  Fig.  429  is  known  as  the  "Ordinary  Jet  Condenser.'"* 
In  it  the  injection  water  entering  at  /  and  the  steam  entering  at  5 
mingle  in  the  conical  condenser  head  B  and  the  resulting  mixture 
of  condensate,  injection  water  and  non condensable  gases  is  raised 
to  atmospheric  pressure  and  discharged  by  the  wet  air  pump 
located  below,  the  flow  of  injection  water  being  regulated  by 
handwheel  H.  At  (c)  in  Fig.  429  is  a  diagram  of  the  piping  for 
such  a  condenser.  It  includes  an  atmospheric  relief  valve  {A) 
which  will  automatically  open  to  the  atmosphere  when  the  valve 
V  is  closed  for  making  repairs  to  the  condenser,  or  when  the 
vacuum  is  "broken,"  as  when  the  injection  water  fails. 

*  The  tenn  "Jet  Condenser"  is  also  used  as  bemg  synonymous  with  "direct 
contact  condenser." 
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If  the  suction  lift  for  the  injection  water  is  not  too  great  this 
water  may  be  siphoned  into  the  condenser  by  the  vacuum  after 
it  has  been  established  by  priming  and  starting  the  pump.  In 
such  cases  this  lift  may  be  as  much  as  15  to  18  feet,  provided  the 
piping  is  short  and  not  restricted.  When  the  water  is  supplied 
in  this  manner  there  is  danger  of  flooding  and  wrecking  the 
engine  in  case  the  pump  ceases  to  operate  before  valve  C  is  closed, 
or  if  it  runs  so  slowly  that  it  cannot  discharge  the  water  as  fast 
as  it  collects.     To  prevent  the  possibility  of  such  disaster  various 


Fig.  4ig. — Jet  Condenaer. 

expedients  are  adopted,  such  as  providing  a  float  (F  in  Fig,  429) 
which,  when  the  water  level  becomes  dangerously  high,  will  be 
raised  and  open  a  valve  v  to  admit  the  atmosphere  to  the  con- 
denser and  thus  "break"  the  vacuum  and  stop  the  flow  of 
injection  water. 

If  a  pump  is  used  for  the  injection  water  the  head  against  which 
it  operates  is  the  difference  between  the  total  head  and  that 
through  which  the  water  would  be  "drawn  "  by  the  vacuum. 
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(b)  The  term  "  Barometric  Condenser  "  may  be  applied  to  any 
form  of  direct-contact  condenser  having  the  barometric  tube. 
Fig.  430  shows  one  arrangement  commonly  called  the  "  Siphon  " 
Type*  The  injection  water  entering  the  condenser  head  B 
from  pipe  /  passes  downward  in  a  thin  annular  sheet  around  the 
hollow  cone  in  the  condenser  head  and  unites  with  the  steam 
which  passes  through  the  cone.  The  mixture  is  discharged 
through  the  neck  or  throat  N  with  sufficient  velocity  to  carry 
with  it  the  noncondensable  gases.  A  is  an  atmospheric  relief 
valve  and  /f  is  a  handwheel  for  regulating  the  injection  water. 
The  water  level  L   in  the  tail 

pipe  depends  on  the  vacuum 
maintained,  but  for  safety  the  tail 
pipe  is  extended  34  feet  above 
the  water  level  in  the  hot  well. 

If  injection  water  is  available 
at  a  head  k  (in  the  figure)  of  not 
over  18  feet,  it  may  be  "drawn 
in  "  by  the  vacuum  after  this  has 
once  been  established  by  opening 
the  lower  valve  shown  dotted,  or 
in  some  other  manner,  and  in 
such  case,  the  pump  P  can  be 
dispensed  with.  At  the  foot  of 
the  exhaust  pipe  there  should  be 
eitheradratn,oran  "entrainer," 
the  latter  being  so  arranged  that 
the  exhaust  steam  impinges  on 
the  surface  of  the  water  which 
has  collected  in  a  pocket,  and 
gradually  picks  it  up  in  small 

particles  and  disposes  of  it  by         c..„  c-  1.     ,"    j 

*^      .  _'^  ,       ■'  Fig-  43°-    Siphon  Condenser. 

entramment.      Because   of   the 

great  head  room  required  by  these  condensers  they  are  fre- 
quently located  outside  of  the  power  house;  and  sometimes  a 
Tail  Pump  is  substituted  for  the  tail  pipe,  as  in  Fig.  431. 

(c)  Fig.  431  shows  a  direct -con  tact  condenser  somewhat  simi- 
•  All  direct-con UcC  condensers  can  be  used  to  siphon  the  condensing  water, 

but  the  term  "  Siphon  Condenser  "  is  generally  applied  only  when  there  b  the 
neck  N  shown  in  Fig.  430. 
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lar  to  the  one  just  discussed  except  that  it  uses  a  "dry  air 
pump "  for  removing  the  air.  As  the  volume  of  air  to  be 
handled  will  increase  with  its  temperature,  and  as  the  size 
of  the  dry  air  pump  will  increase  with  the  volume  of  the 
air,  the  latter  is  usually  cooled  in  some  manner  before  it 
goes  to  the  air  pump.  In  the  arrangement  shown  this  is  done 
by  passing  it  through  a  spray  of  cold  water,  in  the  upper 
part  of  the  condenser  head,  on  its  way  to  the  discharge  opening. 


Rg.  431.  — Condenser  with  Dry  Air  Pump. 

(d)  TheEjector  Condenser,  shown  diagmmmatically  in  Fig.  433, 
operates  on  the  same  principle  as  the  steam  ejector  which  is  used 
for  forcing  water  into  boilers  against  the  pressure  of  the  steam. 
The  injection  water  enters  at  /  and  passes  through  the  neck  of 
the  combining  tube  B,  where  it  rapidly  condenses  the  exhaust 
steam  which  passes  through  small  nozzles  in  the  wall  of  this 
tube.  Some  of  the  heat  surrendered  by  the  condensed  vapor 
is  converted  into  kinetic  energy  of  the  steam  jets  flowing  through 
these  nozzles  and  the  momentum  acquired  propels  the  water 
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with  high  velocity  through  the  neck.  This  velocity  is  reduced 
in  the  expanding  tube  below  so  that  the  pressure  is  raised  to 
atmospheric  when  the  end  E  is  reached. 

To  start  the  flow  of  injection  water  with  the  arrangement 
shown,  boiler  steam  may  be  admitted  through  the  starting 
valve  C.  This  steam  then  issues  through  the  check  valve  D 
and  partly  exhausts  the  atmosphere  from  the  injection  pipe,  thus 
causing  the  water  to  rise  and  enter  the  condenser.     The  valve 


Fig.  432.  — Ejector  Condenser. 

C  may  then  be  closed,  the  exhaust  steam  continuing  the  circu- 
lation of  the  water  in  the  manner  just  described.  The  siphoning 
of  injection  water  can  also  be  started  by  admitting  high  pressure 
water  through  the  starting  valve  C,  in  which  case  valve  D  can  be 
omitted. 

The  operation  of  the  condenser  ceases,  of  course,  when  the 
supply  of  exhaust  steam  is  discontinued,  hence  this  arrangement 
of  condenser  cannot  be  used  for  intermittent  service,  nor  is  it 
satisfactory  if  the  load  varies  widely  and  frequently.  With 
steady  load  the  "  suction  lift  "  may  be  16  feet;  with  variable  loads 
it  is  limited  to  a  smaller  value. 
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The  combining  tube  may  be  arranged  with  adjustable  internal 
throttling  device  and  external  sleeve  to  permit  the  regulation  of 
the  water  and  steam  openings  to  suit  the  load.  Should  the 
water  contain  foreign  matter  a  strainer  should  be  located  in  the 
injection  pipe. 

If  the  conden^ng  water  is  supplied  imder  a  head  of  20  feet,  or 
more,  a  slightly  modified  arrangement  can  be  used  and  a  more 
certain  vacuum  obtained  even  with  wide  variations  in  load, 

(e)  With  all  types  of  contact  condensers  the  weight  of  water 
required  per  pound  of  dry  steam  for  any  vacuum  is 

„,  -  X,  -  (f,  -  32) 

where        X,  =  total  heat  above  32'  F.  per  pound  of  steam  at 
exhaust  pressure, 
ti  —  temperature  of  injection  water,  "  F,, 
t^  -  temperature  of  mixture,    "  F.     (This  is  generally 
from  10  to  15°  less  than  the  temperature  of  the 
exhaust  steam),  and 
Ef  =  efficiency  of  heat  absorption  (■»  0.85  to  0.95). 
The  temperature  of  the  water  in  the  hot  well  is  practically 
that  of  the  mixture,  and  this  water  Is  available  for  boiler  feed 
when  the  character  of  condensing  water  permits.     The  weight 
of  water  to  be  handled  by  the  circulating  pump  per  hour  is 
10  X  weight  of  steam  condensed  in  that  time,  and  the  weight 
delivered  by  the  discharge  pump  is  {ic  +  i)  X  wt.  of  steam. 

(f)  The  principal  advantages  of  direct-contact  condensers 
are:  (i)  Their  simplicity;  (2)  low  first  cost;  (3)  low  cost  of 
upkeep;  and  (4)  small  space  required.  They  have,  however, 
certain  detrimental  features  which  in  some  instances  may  partly 
or  wholly  counterbalance  these  advantages:  (a)  If  the  in- 
jection water  is  sea  water,  or  has  scale-forming  impurities,  or  is 
otherwise  unsuitable  for  boiler  feed,  none  of  the  heal  in  the 
condenser  discharge  can  be  returned  to  the  boiler;  (i)  the  dis- 
tilled water  resulting  from  the  condensation  of  the  steam  is  lost 
since  it  is  mixed  with  the  injection  water,  whereas  with  surface 
condensers  it  is  available  for  boiler  feed;  (c)  the  temperature  of 
the  hot-well  water  used  for  boiler  feed  is  lower  than  that  from  a 
surface  condenser  of  proper  design;  (d)  it  is  more  difllicult  to 
obtain  a  good  vacuum  than  with  surface  condensers,  because  of 


L.i,-.c..-cX'OOg[C 


CONDENSERS  AND  RELATED  APPARATUS  673 

the  air  intrcxluced  by  the  injection  water;    and  (e)  lai^er  air 
pumps  are  therefore  required. 

320.  Surface  Condensers,  (a)  A  water-cooled  surface  con- 
denser is  essentially  an  enlargement  in  the  exhaust  piping  through 
which  pass  tubes  which  contain  the  flowing  condensing  water. 
If  this  water  flows  merely  from  one  tube  header  to  the  other,  the 
apparatus  is  called  a  "single  pass"  condenser,  and  "multipass 
condenser  "  is  the  general  term  applied  when  the  water  flows 
across  the  steam  chamber  two  or  more  times,  A  double-pass 
condenser  of  the  ordinary  typre  is  shown  in  Fig.  433,  with  cooling 


Fig.  433.  — Double  Flow  Surface  Condenser. 
water  flowing  from  the  lower  pare  (-4)  of  one  head  to  the  other 
bead  (B)  and  then  back  to  the  upper  part  (C)  of  the  first  one. 

The  arrangement  of  piping  for  a  surface  condenser  resembles 
that  for  the  jet  condenser  in  Fig.  429(0}.  In  order  to  insure 
the  flooding  of  all  the  condenser  tubes  at  all  times  the  condensing 
water  is  usually  introduced  at  the  bottom  of  the  condenser  and 
discharged  at  the  top. 

(b)  The  surface  condenser  has  certain  advantages  over  the  di- 
rect-contact type.  The  principal  ones  areas  follows;  If  the  con- 
densate is  used  as  boiler  feed,  (i)  substantially  all  of  the  available 
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sensible  heat  of  the  exhaust  steam  is  returned  to  the  boiler; 
(2)  the  same  water  is  used  re[>eatedly,  thus  avoiding  the  ex- 
pense for  new  water  (which  is  of  importance  only  when  suitable 
water  is  difficult  to  obtain  or  when  its  cost  is  high);  (3)  the 
feed  water  is  distilled  and  free  from  scale-forming  impurities; 
(4)  less  air  is  carried  into  the  boiler  by  the  feed  water;  and  (5) 
sea  water  or  any  other  water  which  is  unsuitable  for  boiler  feed 
can  be  used  for  cooling  and  yet  the  available  sensible  heat  of  the 
exhaust  steam  is  returnable  to  the  boiler;  (6)  better  vacuums 
are  generally  obtainable  with  smaller  air  pumps  and  less  power 
for  same,  because  of  (4}  and  because  the  air  entrained  in  the 
condensing  water  is  kept  separated  from  the  steam:  and  (7) 
there  is  no  possibility  of  the  circulating  water  Hooding  and  wreck- 
ing the  prime  mover. 

The  principal  disadvantages  are  the  relatively  large  (a)  first 
cost,  (6)  space  occupied,  (c)  upkeep  expense  (the  latter  being 
largely  due  to  the  corrosion  and  deterioration  of  condenser  tubes 
and  to  the  multitudinous  joints  which  must  be  maintained  fre« 
from  leakage),  and  {d),  in  the  case  of  steam  engines,  the  presence 
of  oil  in  the  condensate.  The  latter  item  does  not  hold  with 
turbines.  The  surface  condenser  requires  at  least  two  pumps 
(the  wet  air  and  the  circulating  water  pumps)  and  may  use  a 
third  (a  separate  dry  air  pump)  when  the  best  results  are  desired. 
In  contrast,  some  direct-contact  condensers  have  no  pumps,  and 
others  only  a  wet  or  dry  air  pump. 

(c)  The  weight  oj  condensing  water  required  f)er  pound  of  ex- 
haust (with  quality  unity)  is  evidently 

X.--(r,-32), 
{ti~td 

where  X,  =  total  heat  above  32°  F.  per  pound  of  exhaust  steam. 
tc  =  temperature  of  the  condensate  leaving  the  condenser 
=  (from  o  to  20°  F.  below  the  exhaust  temperature  4)p 
ti  =  temperature  of  condensing  water  at  inlet, 
td  =  temperature  of  condensing  water  at  discharge, 
=  (from  5  to  10°  F.  below  the  exhaust  temperature  t). 
With  from  25  to  26  inches  of  vacuum  w  is  from  25  to  30  lbs. 
depending  on  the  value  of  ti\  and  with  better  vacuums  w  is  from 
45  to  55  lbs.  and  even  more. 

(d)  The  heat  transmission  in  Surface  Condensers  is  according 


(487) 
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to  Case  I  of  Sections  306  and  307  and  the  amount  of  condensing 
surface  required  to  condense  w,  lbs.  of  exhaust  steam  per  hour 
(quality  unity)  is  fram  Eq.  (437). 

=  a',iX.-a-32)!  -i-flji: (488) 

where  the  symbols  in  the  bracket  have  the  same  meaning  as  in 
Eq.  (487) ;  and  from  Eq.  {438) 

tf«  =  (i.-iO-(log.^j (489) 

The  value  of  K  depends  on  the  surface  coating  on  the  tubes 
{scale  and  oil),  on  the  velocity  of  the  water,  on  the  air  present 
in  the  steam,  on  the  material  of  the  tubes  (although  this  is 
usually  negligible)  and  on  other  items.  It  ordinarily  ranges 
from  250  to  300  B.t.u.  per  square  foot  per  degree  F.  per  hour  in 
the  simpler  types  of  condensers  under  ordinary  conditions,  but 
with  the  best  designs,  well  drained^  and  with  good  air  pumps, 
the  rate  of  transmission  may  be  from  two  to  three  limes  these 
values.  For  ordinary  condensers  with  from  24  to  26  inches 
vacuum  about  10  lbs.  of  steam  are  condensed  [>er  square  foot 
of  heating  surface  per  hour. 

For  small  turbines  with  high  vacuums  from  2 J  to  4  square  feet 
of  condensing  surface  are  ordinarily  used  per  kilowatt  rating  of 
the  generator;  and  with  large  turbines  from  1  to  2j  sq.  ft.  are 
found  with  the  best  types  of  condensers. 

(e)  The  essentials  which  make  Surface  Condensers  most  effeo 
tive  are:  (i)  All  the  tube  surface  should  be  available  for  heat 
transmission;  none  of  it  should  be  air-bound 
either  on  the  steam  or  water  side.  (2)  The 
falling  condensate  should  not  "drown  "  any 
tubes,  for  then  (o)  the  surface  is  only  about 
10  per  cent  as  effective,  (6)  the  condensate  is 
cooler,  hence  not  so  valuable  as  feed  water, 
and  (c)  more  condensing  water  is  required. 
(3)  The  velocities  of  the  steam  and  water 
should  be  high  enough  to  break  up  the  surface 
films.     As  the  transmission  is  largely  depend-  p. 

ent  on  the  heat-absorbing  ability  of  the  water, 
the  more  rapidly  the  latter  is  brought  in  contact  with  the  tube 
surfaces,  the  greater  the  rate  of  transmission.     (4)  The  air  in 
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the  condensate  should  be  cooled  as  much  as  possible  to  decrease 
the  volume  to  be  handled  by  the  air  pump  and  to  reduce  its  par- 
tial pressure  acting  on  the  prime  mover.  (5)  There  should  be 
suitably  arranged  baffles  to  so  distribute  the  steam  that  all  parts 
of  the  condensing  surface  are  equally  effective. 

(f)  Fig.  434  shows  one  form  of  dry-lube  condenser  with  ar- 
rangement for  preventing  the  lower  tubes  of  the  condenser  from 


^'S-  435- 

being  drowned  and  from  serving  as  condensate  coolers.  This 
is  accomplished  by  the  baffles  A,  B,  which  are  arranged  to  collect 
and  draw  off  the  condensate  from  the  tubes  immediately  above 
as  rapidly  as  it  is  formed.  Baffle  pans  somewhat  similarly 
arranged  (with  drains)  are  used  in  like  manner  In  other  con- 
densers of  this  type. 

(g)   In  some  condensers  the  counter-current  principle  is  used 
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as  regards  the  condensate.  In  such  cases  the  exhaust  steam 
enters  the  condenser  at  the  bottom,  hence  the  falling  condensate 
passes  downward  through  this  upflowing  steam  and  becomes 
heated  thereby,  the  feed  water  then  being  substantially  at 
exhaust  temperature, 

(h)  As  a  cubic  foot  of  air  is  heavier  than  a  like  volume  of 
steam  at  the  temperatures  existing  in  condensers,  and  as  it  is 
coolest  and  most  dense  at  the  bottom  of  the  shell,  it  tends  to 
gravitate,  hence  the  wet  air  pump  placed  below  the  condenser 
is  correctly  located  for  receiving  the  air  as  well  as  the  con- 
densate. 

(')  Fig-  435  shows  the  piping  of  a  condenser  having  separate 
dry  air  and  hot-well  pumps.  The  arrangement  includes  an  air 
cooler  through  which  the  air  passes  on  its  way  to  the  dry  air 
pump,  the  condensed  vapor  from  this  cooler  being  passed  through 
a  water  seal  to  the  hot  well  where  the  condensate  collects. 


321.  Air  Pumps,  (a)  As  has  already  been  seen  a  Dry  Air 
Pump  is  an  air  compressor  which  receives  the  air  (and  its  en- 
trained moisture)  at  condenser  pressure  >0i 
and  compresses  it  sufhciently  to  permit 
of  discharge  to  the  atmosphere,  the  com- 
pressor card  resembling  Fig.  436  in  the  *■  '* 
best  instances.  As  the  compression  ratio 
is  high,  the  clearance  volume  must  be 
small,  for  no  air  can  be  received  from 
the  condenser  until  that  in  the  clearance 
space  is  expanded  to  condenser  pressure. 


Fig.  436. 


To  increase  the  volu- 
metric efficiency  the  three  expedients  most  commonly  used  are: 
(l)  The  air  may  be  compressed  in  two  stages;  (2)  an  equalizing 
passage  (as  a  in  Fig.  437)  may  be  so  arranged  that  at  the  end  of 
the  stroke  the  clearance  air  may  at  the  proper  time  be  moment- 
arily exhausted  into  the  other  end  of  the  cylinder  which  is  filled 
with  air  at  condenser  pressure,  thus  when  the  stroke  begins  the 
clearance  space  is  under  pressure  nearly  equal  to  the  vacuum; 
and  (3)  the  clearance  space  may  be  filled  with  water,  as  is  the 
case  in  wet  air  pumps. 

Air  pumps  as  well  as  the  other  pumps  arc  usually  steam  driven, 
as  the  exhaust  steam  can  ordinarily  be  advantageously  used  for 
feed- water  heating. 
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(b)  A  Wet  Air  Pump  of  the  ordinary  horizontal  reciprocating 
type  is  shown  at  the  left  in  Fig.  433,  s  indicating  the  suction 
valves  and  d  the  dischai^e  valves.  One  of  the  vertical  types  is 
illustrated  in  Fig.  438  with  foot  valves,  bucket  valves  and  dis- 
charge valves  as  shown.  In  the  Edwards  type,  shown  in  Fig.  439, 
the  foot  and  bucket  valves  are  dispensed  with,  and  whatever 
condensate  collects  in  the  base  of  the  pump  is  displaced  and 
forced  into  the  pump  cylinder  by  the  conical  end  of  the  plunger 
as  it  approaches  the  bottom  of  its  stroke.  This  water  and  the 
air  above  are  then  caught  above  the  plunger  when  it  ascends  and 
are  discharged  in  the  usual  manner.  As  in  most  pumps,  there 
is  a  lip  around  the  upper  valve  deck  so  that  the  valves  will  always 


fig.  437.  —  Dry  Air  Pump  with  Equalizing  Passage. 

be  water  sealed  to  prevent  air  leakage.  Other  single-acting 
vertical  pumps  and  double-acting  horizontal  ones  are  somewhat 
similarly  arranged  to  operate  without  foot  and  bucket  val\'es. 

A  wet  air  pump  of  the  Rotary  Type  is  shown  in  Fig.  440,  it 
being  so  arranged  that  the  water-sealed  lobed  wheels  not  only 
discharge  the  water  but  also  carry  along  the  air  which  is  intro- 
duced at  A  below  the  wheels. 

(c)  The  Leblanc  type  of  dry  air  pump  is  shown  in  Fig.  441. 
Water  in  chamber  A,  "drawn  in  "  by  the  vacuum,  Is  discharged 
at  B  and  is  projected  downward  by  the  vanes  on  the  rotor  J?  in 
a  series  of  layers  which,  acting  as  pistons,  entrap  the  air  entering 
at  C  and  force  it  through  the  neck  N  against  the  atmospheric 
pressure.  To  start  the  vacuum  live  steam  may  be  temporarily 
admitted  at  S. 
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(d)  The  volume  of  condensate  (Fi)  and  that  of  condensing 
water  { K»)  used  per  minute  can  be  readily  estimated  and  the 
necessary  size  of  pumps  can  then  be  determined  if  water  alone 
is  to  be  handled.  If,  however,  air  is  to  be  pumped  there  is  no 
exact  method  of  arriving  at  the  volume  (Va)  to  be  dischai^ed 
per  minute  and  the  proportions  of  the  pump  are  based  on  rough 


Fig.  439.  — Wet  Air  Pump,  Edwards  Type. 


Fig.  440.  —  Rotary  Type  of 
Air  Pump. 


estimates.  Surface  water  under  atmospheric  conditions  may 
contain  by  volume  from  2  to  5  per  cent  of  air,  and  the  leakages 
may  increase  the  percentage  of  "atmospheric  air"  in  the  con- 
densers to  from  7  to  10  per  cent.  Under  partial  pressure  and 
higher  temperature  conditions  the  volume  of  this  air  is  greatly 
increased  and  its  value  can  be  readily  computed,  and  serves  as 
a  rough  basis  for  determining  the  size  of  the  pump. 
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According  to  Gebhardt*  single-acting  wet  vacuum  pumps  for 
jet  condensers  ordinarily  have  plunger  displacements  per  minute 
of  about  3  Vu,  where  V^  is  the  volume  of  the  injection  water 
pumped  in  that  time,  and  double-acting  pumps  have  displace- 
ment 3I  V„,  the  piston  speeds  being  about  50  feet  per  minute. 
With  reciprocating  engines  the  wel  air  pump  for  a  surface  con- 


Fig.  441.  — Leblanc  Air  Pump. 

denser  ordinarily  has  a  displacement  of  10  Vc,  where  Ve  is  the 
volume  of  condensate,  and  for  steam  turbines  it  is  about  20  Ve, 
these  values  being  the  average  of  two  hundred  plants.  For.  dry 
air  pumps  the  displacement  of  the  plunger  ranges  from  20  to  30  Ve 
with  vacuum  below  27  inches,  up  to  50  Ve  for  28  inches  and  over, 
these  values  being  based  on  an  investigation  of  fifty  installations. 
•  Gebhardt's   "Steam  Power  Plant  Engineering,"  published  by  John  Wiley 


jcbyGoogle 


CONDmSBSS  AND  RELATED  APPARATUS  68l 

323.  Recovery  oi  Condensiiig  Water,  (a)  The  amount  of 
water  required  in  a  plant  for  condensing  purposes  is  relatively 
very  great,  varying,  as  shown  in  Sec,  320(c),  from  about  25  to 
55  pounds  per  pound  of  steam  condensed.  After  being  used 
this  water  is  generally  wasted,  hence  a  continuous  supply  of 
fresh  water  is  required  in  such  cases.  When  a  plant  owns  its 
own  water  supply  or  is  situated  near  a  large  river,  or  other  body 
of  water,  from  which  it  can  pump  condensing  water,  the  cost  of 
the  water  is  practically  only  that  of  pumping.  Many  plants  are 
so  situated,  however,  that  the  only  source  is  the  city  mains  and 
in  such  cases  the  continuous  expenditure  for  condensing  water 
may  be  far  in  excess  of  the  saving  effected  by  its  use.  Methods 
of  cooling  and  storing  condensing  water  have  been  developed, 
therefore,  so  that  the  same  water  can  be  used  repeatedly  and 
thus  make  it  possible  to  obtain  the  benefit  of  condensing  opera- 
tion in  cases  where  the  cost  of  a  continuous  supply  of  fresh 
water  would  be  prohibitive, 

(b)  For  cooling  the  water,  various  evaporative  cooling  devices 
are  in  use.  They  all  operate  by  exposing  large  surface  of  water 
(sometimes  in  thin  sheets  or  in  drops)  to  air  currents,  the  cooling 
being  effected  both  by  the  direct  contact  of  the  cooler  air  with 
the  hot  water  and  by  the  evaporation  of  part  of  the  water.  For 
this  purpose  (i)  a  pond  having  relatively  large  exposed  surface 
may  be  used;  or  (2)  the  water  may  be  sprayed  into  the  air  and 
allowed  to  fall  into  a  pond ;  or,  (3)  it  may  be  passed  through  a 
cooling  tower,  such  as  described  in  the  following  paragraphs. 

(c)  Cooling  lowers  are  roughly  divided  into  two  classes: 

1.  Natural  draft  cooling  towers,  and  . 

2.  Fan  towers  or  forced  draft  towers. 

In  the  natural  draft  type,  a  vertical,  rectangular  or  cylindrical 
shell  is  filled  with  some  material  or  structure  (trays,  slats,  wire 
screens,  etc.)  adapted  to  spread  the  water  into  thin  sheets  or 
streams.  The  water  is  introduced  at  the  top,  gravitates  over 
this  filling  to  a  reservoir  in  the  base  of  the  tower  and  is  then 
returned  to  the  condenser. 

Air  enters  at  the  bottom  of  the  tower  and  passes  upward 
through  the  filling  so  that  cooling  takes  place  on  the  counterflow 
principle.  The  upward  motion  of  the  air  in  the  tower  is  due  to 
the  fact  that  its  temperature  and  humidity  are  greater  than 
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those  of  the  outside  air  and  it  is  therefore  constantly  displaced 
upward  by  fresh,  cool  air  entering  at  the  bottom.  This  effect 
(the  "draft")  is  increased  by  lengthening  the  column  of  hot  moist 
air  by  the  addition  of  a  "flue,"  or  "stack,"  above  the  tilling. 

(d)  A  fan  type  of  tower  is  essentially  the  same  as  one  with 
natural  draft  so  far  as  filling  and  cooling  are  concerned;  the 
stack  is  omitted,  however,  and  the  draft  b  assisted   by  fans 


Fig.  442. 


which  force  air  in  at  the  bottom  of  the  tower.  Such  a  struc- 
ture, of  which  there  are  many  arrangements,  is  shown  in  Fig. 
442.  This  type  of  tower  has  the  disadvantage  of  requiring  an 
expenditure  of  power  to  operate  the  fans,  but  is  independent  of 
atmospheric  conditions  so  far  as  draft  is  concerned. 

A  combination  of  both  types  is  occasionally  used,  the  stack 
supplying  draft  when  possible  and  being  helped  out  by  the  fans 
when  necessary. 
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(e)  Neglecting  losses,   the  heat  abstracted  in  a  given   time 

from  the  exhaust  steam  in  condensing  it  equals  the  weight  of 

the  condensate  (w,)  times  (Jic  latent  heat  (r,)  of  the  exhaust 

steam  at  its  partial  pressure,  and  this,  of  course,  is  the  amount  of 

heat  absorbed  by  the  cooling  water.     Hence,  if  this  water  is 

used  repeatedly,  it  must  first  be  cooled  by  the  surrender  of  ihis 

same  amount  of  heat  before  its  return  to  the  condenser.     This 

cooling   is  accomplished   principally  by  the  evaporation   of  a 

po-tion  of  the  water,  the  heat  carried  away  in  this  manner  being 

equal  to  the  product  of  weight  (w,)  vaporized  in  the  given  time, 

by  the  latent  heat  (r,)  at  the  partial  pressure  existing  at  the 

surface  exposed  to  the  atmosphere.     Then,  considering  that  the 

cooling  is  effected  entirely  by  evaporation  and  neglecting  losses, 

it  follows  that                   /     ,        /     1  /I 

{wr),  =  (wr),: {492) 

or,  the  weight  of  cooling  water  evaporated  in  a  given  time  is 

approximately  ».  -  ».,./r, (493) 

But,  as  fi  and  r,  do  not  differ  greatly,  it  is  roughly  true  that 
w,  =  Wi,  —  that  is,  under  the  conditions  assumed,  the  weight  of 
condensing  water  vaporized  in  the  cooling  device  is  about  equal 
to  the  amount  of  condensate  formed  in  the  same  interval  of 
time  in  the  condenser  in  which  that  water  is  used.  Thus,  if  all 
the  steam  generated  is  condensed  in  a  surface  condenser  and 
returned  to  the  boiler,  no  new  water  (theoretically)  is  needed 
for  boiler  feed,  but  about  an  equal  weight  of  make-up  water 
must  be  constantly  added  to  the  supply  of  cooling  water;  and 
with  surface  condensers  this  water  may,  of  course,  be  of  quality 
unsuitable  for  use  in  the  boilers.  This  is  theoretically  the  maxi- 
mum amount  that  need  be  lost  in  the  process  of  cooling. 

(f)  If  the  air  were  so  fully  saturated  that  it  could  receive  no 
more  moisture,  none  of  the  water  would  vaporize  and  no  cooling 
would  be  effected  in  the  manner  just  described.  In  such  case 
heat  could  still  be  abstracted  from  the  water  by  bringing  cooler 
air  and  its  moisture  in  contact  with  it.  The  cooling  media 
would  then  have  their  sensible  heat  raised  by  absorbing  heat 
from  the  water,  but  it  would  take  a  great  quantity  of  air  to 
effect  the  cooling  in  this  manner. 

(g)  The  actual  case  is  intermediate  between  the  two  extremes 
just  discussed.     The  atmospheric  air  is  practically  never  fully 
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saturated  but  nearly  always  has  some  humidity.  In  the  aver- 
age cooling  tower  from  i  to  J  of  the  heat  is  carried  away  by  the 
increase  in  the  sensible  heat  of  the  air  and  its  vapor,  and  the 
rest  by  evaporation,  ,  The  actusil  operation  of  the  cooling  de- 
vice is  dependent  on  the  humidity,  temperature,  amount  and 
distribution  of  the  air  and  on  the  temperature  and  extent  of 
exposed  surface  of  the  water.  Ordinarily,  under  unfavorable 
conditions,  one  cubic  foot  of  air  entering  can  be  expected  to 
remove  at  least  2}  B.t.u.  as  sensible  heat  of  the  air  and  latent 
heat  of  vaporized  water;  from  2  to  4  per  cent  of  the  condensing 
water  is  all  that  need  be  lost  by  evaporation ;  and  the  condensing 
water  can  be  readily  cooled  40  to  50  Fahrenheit  d^rees. 
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WATER  PURIFICATIOH 

323.  In^urities  in  Natural  Waters,  (a)  Waters  available  for 
power  plant  use  are  never  the  simple  H1O  of  chemistry  but 
always  carry  certain  impurities  in  suspension  and  in  solution. 
When  taken  from  streams  or  lakes  the  water  generally  has  large 
quantities  of  mud  and  silt  in  suspen^on  at  certain  periods  of 
the  year;  in  some  cases  at  all  periods.  Water  taken  from 
sources  which  receive  targe  deposits  of  leaves,  twigs  and  other 
vegetable  and  animal  remains  will  always  carry  certain  organic 
substances  in  solution  and  sometimes  in  suspension  as  well. 
Practically  all  waters  found  on,  or  below,  the  earth's  surface 
contain  inorganic  salts  and  gases  in  solution  and  sometimes  free 
acids  as  well. 

(b)  All  such  impurities  are  liable  to  cause  trouble  in  power 
plants,  either  (i)  by  clogging  tubes  and  pipes,  or  (2)  by  corroding 
metal  surfaces,  or  (3)  by  incrusting  heat -transmitting  surfaces, 
or  (4)  by  causing  foaming  within  boilers  and  similar  apparatus, 

(c)  When  solid  material  in  suspension  is  of  large  size  it  can 
often  be  separated  by  simple  mechanical  means,  as  by  screening, 
by  settling,  or  by  filtering  through  beds  of  coke,  broken  rock,  or 
sand.  When  fine  it  can  be  removed  by  first  entangling  it  ina 
flocculent  precipitate  and  then  filtering,  as  is  done  with  municipal 
supplies. 

In  general,  however,  after  such  treatment  average  water  will 
still  contain  in  solution  quite  a  quantity  of  material  which  will 
cause  trouble  tf  allowed  to  enter  the  apparatus  of  a  power  plant. 
The  greatest  difficulty  is  experienced  in  steam  boilers  and  tn  the 
jackets  of  internal-combustion  engines  because  of  the  deposition 
of  such  dissolved  material  upon  the  metal  surfaces,  thus  forming 
a  crust,  or  a  scale,  which  materially  decreases  heat  conductivity, 
clogs  the  passages,  and  may  lead  to  the  overheating  of  metal 
plates  or  surfaces.  Adds  in  solution  may  cause  corrosion  of 
such  surfaces. 
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(d)  To  prevent  troubles  of  this  character  water  is  often 
"ireated,"  "softened,"  or  "purified,"  before  use.  The  problem 
of  water  treatment  is  very  large  and  by  no  means  entirely  solved 
as  yet.  In  the  following  paragraphs  the  fundamental  principles 
and  the  most  common  methods  of  treatment  of  boiler  feed 
waters  will  be  very  briefly  considered. 

324.  Troubles  from  TTatreated  Feed  Water,     (a)  If  untreated 
water  is  fed  to  a  boiler  the  following  troubles  may  ensue: 
(i)  Corrosion  may  occur  because  of 

(a)  Free  add,  such  as  HtSOt  and  HNOt,  which  will  not  only 
attack  the  metal  of  the  boiler,  but  if  present  in  larger 
quantities  than  5  parts  per  1,000,000*  will  often 
corrode  or  pit  the  metal  parts  of  the  engine  with 
which  the  steam  comes  in  contact;  and  because  of 
(i)  Organic  material,  such  as  infusions  of  leaves,  sewage  and 
such,  which  acts  as  though  acids  were  formed  within 
the  boiler. 
{2)  Incrustation  may  occur  because  of 

(a)  The  deposition  of  suspended  matter,  such  as  mud,  in  parts 

of  the  boiler  in  which  the  circulation  is  not  sufficiently 

rapid  to  maintain  it  in  suspension ; 

(fr)  Tlie  concentration  of  sails  brought  into  the  boiler  with 

the  feed  water  and  left  behind  by  the  issuing  steam; 

(c)  The  deposition  of  decomposed  salts,  such  as  the  soluble 

bicarbonate  of  calcium,  Ca(ifCC^)-,  which  when 
heated  loses  one  molecule  of  COt  and  one  of  /?iO, 
leaving  insoluble  CaCO»; 

(d)  The  deposition  by  heating  of  salts  which  are  less  soluble 

in  hot  water  than  in  cold,  as  calcium  sulphate,  CaSO*, 
the  solubility  of  which  at  ordinary  steam  tempera- 
tures is  only  about  one-fourth  as  great  as  at  ordinary 
atmospheric  temperatures;  and 
(«)  The  deposition  of  soaps  formed  by  the  saponification  of 
greases  and  organic  oils  by  alkalies  present  in  the 
feed  water. 
*  Farts  per,  1000,   100,000  and   1,000,000  aie  the  terms  commonly  used  for 
expresang  the  results  of  water  anal)'ses.     Since  one  U.  S.  gallon  of  water  at  60 
degrees  F.  weighs  58,335  grains,  one  part  per  100,000  is  equal  to  0.584  gtvin  pa 
V.  S.  gallon. 
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(3)  Foaming  may  be  caused  by 

(a)  The  decomposition  or  modification  of  salts  to  form  floc- 

culent  precipitates  which  collect  as  a  scum  on  and 
near  the  surface  of  the  water;  and  by 

(b)  Organic  matter,  grease,  soaps  and  such,  which  form 

similar  scums. 

(b)  By  far  the  most  troublesome  salts  commonly  found  in 
feed  waters  are  those  of  calcium  and  magnesium.  They  are 
generally  either  the  carbonates  or  the  sulphates  of  these  metals. 
The  carbonates  of  calcium  form  a  more  or  less  granular  scale 
which  it  is  not  very  difficult  to  remove  with  the  tools  used  for 
cleaning  boilers.  The  sulphate  of  calcium  forms  a  very  hard, 
porcelain -like  scale  which  is  removed  only  with  great  difHculty. 
Magnesium  carbonate  generally  gives  rise  to  a  scum,  causing 
priming,  and  also  forms  a  hydrate  which  serves  to  cement  to- 
gether other  scale-forming  materials.  The  sulphate  of  this  metal 
decomposes  at  high  temperatures,  liberating  sulphuric  acid  which 
may  cause  corrosion  and  forming  the  hydrate  which  acts  as  a 
cement. 

335.  Methods  of  Treating  Feed  Waters,  (a)  A  large  quan^ 
tity  of  the  material  carried  in  solution  in  boiler  feed  waters  can 
often  be  precipitated  by  simply  raising  the  temperature.  This 
should  be  done  in  open  type  heaters  using  exhaust,  or  live  steam, 
whichever  is  necessary  to  attain  the  necessary  temperature. 
The  impurities  which  are  precipitated  either  remain  fastened 
to  the  pans  and  other  parts  of  the  heater  or  are  separated  by 
filtering  through  a  bed  of  coke,  or  other  material,  contained 
within  the  heater  itself. 

(b)  Where  the  use  of  live  steam  is  not  desirable  or  where  the 
water  contains  salts  that  are  not  readily  precipitated  by  simply 
raising  the  temperature,  certain  chemicals  can  be  added  to  the 
water.  These  chemicals  should  be  so  chosen  as  to  react  with 
the  majority,  or  with  the  most  harmful,  of  the  impurities  to  form 
insoluble  precipitates,  or  to  form  less  harmful,  soluble  com- 
pounds. By  far  the  most  common  chemical  in  use  for  this 
purpose  is  soda  ash  {impure  sodium  carbonate)  although  various 
other  inorganic  and  organic  compounds  are  also  utilized.  Soda 
ash  has  the  advantages  of  very  low  cost,  small  weight  required, 
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applicability  to  most  waters  and  formation  of  compounds  which 
are  easily  disposed  of  in  the  heaters  and  in  the  boilers. 

(c)  In  many  cases,  particularly  where  steam  is  not. available, 
or  where  special  conditions  are  to  be  met,  cold  methods  are 
used.  In  such  cases  a  solution  of  the  proper  chemical,  or  chemi- 
cals, is  fed  in  measured  quantities  to  the  raw  water,  and  any 
precipitates  formed  are  settled  or  filtered  out,  after  which  the 
treated  water  passes  to  some  sort  of  storage  to  await  use. 

Apparatus  of  this  type  is  generally  made  wholly  or  partly 
automatic.  It  is  always  of  large  size  and  therefore  costly,  and 
because  of  the  low  temperature  many  reactions  which  may  be 
easily  carried  out  in  heaters  are  either  entirely  absent  or  are 
very  incomplete. 

(d)  Many  "  boiler  compounds,"  some  of  secret  composition, 
are  in  use.  They  are  mixed  with  the  feed  water  on  its  way  to 
the  boiler  and  are  supposed  to  prevent  or  mitigate  the  formation 
of  scale.  It  should  be  remembered  that  no  solid  material  which 
enters  the  boiler  can  leave  with  the  steam  and  hence  it  must  all 
remain  within  the  vessel  unless  removed  by  other  means,  such 
as  blowing  down,  skimming,  etc. 

This  being  the  case,  all  that  can  be  expected  of  a  boiler  com- 
pound is  that  it  will  react  with  the  most  troublesome  impurities 
so  as  to  change  them  to  less  troublesome  ones  which  can  be 
removed  as  sludge  through  the  blow-off  valve,  rather  than  as  a 
hard  scale  adhering  to  the  metallic  surfaces.  In  any  event  the 
amount  of  solid  to  be  removed  from  the  boiler  will  be  greater 
when  a  compound  is  used  than  when  the  untreated  water  is 
vaporized,  and  it  is  merely  a  question  of  whether  the  greater 
amount  of  soft  material  permits  of  more  economical  and  safer 
operation  than  does  the  smaller  quantity  of  harder  scale.  It 
is  therefore  obvious  that  the  impurities  should,  when  possible, 
be  removed  from  the  water  before  it  is  introduced  into  the 
boiler. 

(e)  There  are  some  so-called  "  boiler  compounds  "  on  the 
market  which  are  not  supposed  to  react  with  the  solids  in  the 
water  but  are  intended  to  coat  the  water  side  of  all  heating  sur- 
faces in  such  a  way  as  to  prevent  the  adherence  of  scale  and 
scale- forming  material.  Besides  the  commercial  compounds, 
kerosene  and  similar  hydrocarbon  oils  have  been  more  or  less 
successfully  used  for  this  purpose.     Oil  so  used  should  contain 
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no  organic  admixture  as  this  may  cause  trouble  by  saponifying 
in  the  boiler  and  it  should  contain  no  heavy  hydrocarbons 
which  will  form  tar  or  pitch  as  these  might  cause  overheating  of 
plates  to  which  they  become  attached. 

It  has  also  been  claimed  that  graphite  acts  in  a  way  similar  to 
kerosene  in  preventing  the  adherence  of  scale-forming  material. 
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CHAPTER  XXXIX. 
POWER  FLAHTS. 

336.  General,  (a)  Only  a  very  general  discussion  of  the  sub- 
ject of  power  plants  as  a  whole  can  be  attempted  in  this  book 
and  that  must  be  given  in  the  briefest  manner  possible.  Plants 
having  internal  combustion  engines  and  those  having  steam- 
operated  prime  movers  will  be  the  only  types  considered. 

(b)  The  choice  between  plants  of  these  two  types  depends  on 
many  considerations,  some  of  which  are:  (l)  kind  of  fuel  avail- 
able, (2)  fuel  economy,  (3)  first  cost  and  other  financial  con- 
siderations, (4)  reliability,  {5)  weight,  (6)  space  occupied,  (7) 
cost  of  water,  (8)  ability  to  secure  properly  trained  attendants, 
(9)  location,  and  (10)  character  of  load.  In  general,  where 
poal  is  very  expensive,  the  producer  plant  will  give  better  finan- 
cial returns  than  a  steam  plant  unless  the  power  requirements 
are  such  as  to  call  for  unusually  large  units  (say,  from  1000  to 
4000  or  5000  horse  power  for  the  plant). 

337.  Internal  Combustion  Eogine  Plants.  If  the  fuel  is  oil, 
or  gas,  the  plant  merely  consists  of  the  engine  with  means  of 

supplying  the  fuel  and  for 
transmitting  the  enei^  de- 
veloped, and  with  provision 
for  jacket  water.  If  solid 
fuel  is  used  in  a  producer, 
the  elements  of  the  plant 
are  those  given  in  Fig.  443. 

328.  Steam  Power 
Plants,  (a)  The  location 
of  the  plant  is  selected  with 
respect  to  (i)  railroad  and 
dock  facilities  for  receiv- 
ing coal  and  disposing  of  ashes,  (2)  supply  of  water  Suitable 
for  feed  and  condensing  purposes,  (3)  convenience  for  distribu- 
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tion  of  its  products  (electrical  energy,  exhaust  steam  for  heating, 
belt  delivered  power,  etc.),  (4)  cost  of  real  estate,  (5)  suitability 
of  ground  for  foundations,  (6)  space  for  storage  of  fuel,  (7)  char- 
acter of  the  surrounding  neighborhood,  and  (8)  allowance  for 
increase  in  size  of  plant. 

(b)  The  building  is  generally  divided  by  a  fireproof  and  dust- 


Elements  of  a  Steam  Power 


proof  wall  into  the  boiler  room  and  the  engine  (or  turbine)  room, 
and  is  provided  with  proper  lighting  and  ventilating  facilities 
and  with  doorways  of  sufficient  size  to  admit  the  largest  pieces 
of  the  equipment.  In  large  plants  the  railroad  track  usually 
enters  the  building,  the  doors  being  large  enough  to  admit  box 
cars.     The  architecture  of  the  building  should  be  in  harmony 
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with  its  surroundings  and  the  design  should,  in  general,  permit  of 
enlargement  of  plant  to  meet  increases  in  the  demand  for  power. 
The  scheme  of  the  steam  power  plant  equipment  is  illustrated 
in  Fig.  444.  This  diagram  is  very  general  and  includes  pieces 
of  equipment  which  are 
used  only  in  special  cases; 
it  also  shows  apparatus 
which  would  not,  in  gen- 
eral, be  used  at  the  same 
time  in  ordinary  cases. 
Several  arrangements  of 
steam  power  plants  are 
shown  in  Figs.  445  to  449. 
(c)  In  the  baiUr  room, 
besides  the  boilers,  are  lo- 
cated the  feed  pumps,  fans,  feed  heaters  (generally),  economizers, 
etc.  Car  tracks  are  arranged  to  deliver  the  coal  at  such  point  as 
to  reduce  the  manual  labor  to  the  minimum.     Large  plants  usu- 


Fig.  445.  —Small  Engine  Plant 


Fig.  446.  —  Small  Turbine  Plant. 

ally  have  overhead  bunkers,  to  which  the  coal  is  brought  by  cars 
or  by  mechanical  conveyors  of  the  bucket,  belt,  or  other  type,  and 
from  which  chutes  lead  to  the  hoppers  of  the  stokers,  or,  in  case 
of  hand  firing,  to  the  floor  in  front  of  the  boiler;  and  ash  hoppers 
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are  generally  placed  under  the  grates  with  dumps  discharging 
to  conveyors  or  cars  below.  In  some  instances  boilers  are 
located  on  two  or  more  floors  (as  in  "double  deck"  plants)  as  in 


Fig.  447.  —  Large  Turbine  Plant.  . 

Fig.  448,  or  are  fired  from  both  ends  {Figs.  367  and  449),  to  re- 
duce the  ground  area  occupied.  These  special  arrangements  are 
more  often  adopted  in  turbine  plants  than  in  those  having  engines, 
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because  the  turbine  room  is  generally  much  smaller  than  the  boiler 
room,  whereas  an  engine  room  is  ordinarily  of  about  the  same  size, 
(d)  The  larger  engine  rooms  are  usually  provided  with  over- 
head traveling  cranes  of  capacity  at  least  sufHcient  to  lift  the 
heaviest  piece  of  machinery.  Surface  and  jet  condensers  and 
their  pumps  are  usually  located  below  the  engine,  in  the  base- 


Fig.  448.  —Power  Plant  with  Double  Deck  Boiler  Room. 

ment;   and  barometric  and  siphon  condensers  are  often  placed 
outside  the  building. 

(e)  In  electric  plants  as  much  of  the  steam  piping  as  is  feasible 
is  located  in  the  boiler  room  to  prevent  liability  of  damage  to 
the  electrical  apparatus  by  the  steam  in  case  of  pipe  failure. 
Where  plant  shutdowns  are  of  serious  consequence,  the  ideal 
arrangement  of  piping  would  permit  (i)  of  running  any  prime 
mover  from  any  boiler,  (2)  of  any  boiler,  or  engine  unit,  being 
isolated  without  affecting  the  rest,  and  (3)  of  making  repairs 
to  any  portion  of  the  piping  without  affecting  any  unit  (or  not 
more  than  one).     This  ideal  case  is  approximated  most  closely 
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by  the  "loop  or  ring"  system  of  piping,  a  in  Fig.  450,  and 
by  the  "double-header"  system,  as  b  in  Fig.  450.  These  systems 
call  for  an  amount  of  piping  and  a  number  of  joints  and  valves 
that  is  prohibitive  in  most  cases.  Ordinarily  the  connections 
from  the  boilers  are  merely  led  to  a  "single  header"  from  which 
other  pipes  lead  to  the  prime  movers,  as  c  in  Fig,  450.  In  lai^e 
plants  it  is  common  practice  to  arrange  each  prime  mover  and 


Fig.  449.  — Power  Plant  with  Boilers  Ficed  from  Both  Ends,  and  with  Cmd- 
pound  Steam  Engines  Exhausting  to  Low  Pressure  Turbines. 

the  boilers  which  serve  it,  as  an  independent  unit;  but  fre- 
quently cross-connections  are  provided  between  units  for  use  in 
emergencies.  There  is  almost  an  unlimited  number  of  arrange- 
ments of  piping  possible,  but  they  are  generally  modifications 
or  combinations  of  those  just  given. 

The  piping  for  the  auxiliary  apparatus  is  independent  of  the 
main  system  to  permit  that  apparatus  to  be  operated  even 
though  the  other  is  not  in  use. 
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The  steam  pipes  from  the  boiler  have  hand-operated  shut-off  I 
valves,  and  in  some  cases  also  include  emergency  valves  which 

will  close  if  abnormal  outflow  of  steam  occurs,  as  when  a  stean  1 

pipe  is  ruptured,  and  act  as  check  valves  preventing  the  inrush  ! 

^^  111  fll 

ira  m  5¥S  . 

(a)  (b)  C) 

Fig.  4SO.  — Steam  Piping  Arrangements. 

of  steam  from  other  boilers  if  a  tube  fails.     The  engine  feeders  ' 

also  have  shut-off  valves  near  the  cylinders  and  sometimes  there 
are  also  valves  which  will  automatically  close  if  the  engine  starts 
to  run  away.     All  steam  piping  should   be  lagged  with  non-  1 


Fig.  4S. 


conducting  covering;  it  must  be  properly  supported;  provision 
for  expansion  must  be  made  by  the  introduction  of  slip  or  swivel 
joints,  corrugated  sections  or  flexible  curved  portions;  and  it 
must  be  so  arranged  as  to  be  without  undrained  portions  from 
which  the  collected  water  can  be  carried  over  in  large  quan- 
tities to  the  prime  mover  with  disastrous  results.     The  piping 
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should  be  properly  drained  by  suitably  arranged  collecting 
pockets  connected  with  "traps"  or  equivalent  devices  and  at 
the  engines  there  should  be  "steam  separators."  The  traps  (by 
float  or  other  device)  automatically  discharge  the  accumulation 
of  water  from  time  to  time. 

(f)  The  btnUr  feed-water  piping  is  preferably  so  arranged  that 
any  of  several  pumps  (or  injectors)  can  be  i^ed  for  supplying 
the  feed  water,  and  also  so  that  there  are  several  sources  from 
which  this  water  can  be  obtained.  One  of  the  numerous  possible 
arrangements  of  piping  is  diagrammed  in  Fig.  451. 

(g)  Each  piece  of  auxiliary  apparatus  is  preferably  so  arranged 
that  it  can  serve  any  one  of  the  sets  of  main  units,  and  so  that 
it  can  be  isolated  if  out  of  commission  and  the  materials  which 
it  ordinarily  handles  may  be  by-passed  around  and  led  direct  to 
their  final  destinations. 
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329.  Introductory,  (a)  The  thermodynamic  transformations 
previously  discussed  in  this  book  were  assumed  to  occur  in  such 
manner  that  the  change  of  kinetic  energy  (velocity  energy) 
associated  with  the  flow  of  the  working  substance  from  one  part 
of  the  system  to  another  was  zero.  In  the  usual  cases  of  flow 
of  gases  or  vapors  through  pipes  and  in  cylinders  this  same 
assumption  may  be  made  without  introducing  serious  error, 
because  of  the  relatively  low  velocities  prevailing. 

When,  however,  gases  or  vapors  flow  through  nozzles  or  ori- 
fices both  the  changes  in  velocity  and  the  corresponding  changes 
in  the  kinetic  energy  of  the  working  substance  may  be  very  large. 
In  such  instances  much  of  the  potential  energy  associated  with  the 
substance  may  be  converted  into  the  kinetic  energy  associated 
with  the  change  of  motion,  or  the  reverse  process  may  occur. 

(b)  Let  Fig.  452  represent  a  conduit  through  which  the  ma- 
terial flows  in  the  direction  of  the  arrow;  and  let  Po  and  K 
be  respectively  the  simultaneous  poten- 
tial and  kinetic  enei^ies  associated  with 
a  pound  of  the  working  substance  at  any 
instaot.  Then  Poi  +  Ki  is  the  total 
associated  energy  per  pound  when  the 
stream  passes  section  i  in  Fig.  452  and  Poj  +  Kt  is  its  value 
when  passing  section  2.  If  the  conduit  is  of  such  character. that 
energy  neither  passes  through,  nor  is  stored  by,  its  walls,  it 
follows  from  the  Law  of  Conservation  of  Energy,  and  from  the 
First  Law  of  Thermodynamics,  that 

Po, -H  K,  =  Po, -H  K, (494) 

from  which  iJf  =  Jfj  -  JTi  =  Poi  -  Poj  .     .     .     .     (495) 

where  ^K  is  the  Change  in  Kinetic  Enei^  per  pound  of  mate- 
rial.   This  equation  shows  that  the  changes  in  kinetic  and 
6ga 
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potential  energies  between  sections  I  and  2  are  equal  in  amounts 
but  opposite  in  direction. 

(c)  For  the  purposes  of  analytical  development  it  is  desirable 
to  examine  more  in  detail  the  character  of  the  potential  energy 
which  must  be  considered  in  connection  with  the  flow  of  gases 
and  vapors.  One  form  of  potential  energy  is  that  due  to  posi- 
tion, as  exemplified  by  the  familiar  "head"  in  hydraulics.  In 
most  engineering  problems  dealing  with  the  thermodynamics  of 
flow  of  the  materials  under  consideration  the  magnitude  of  this 
form  is  so  small  that  it  may  be  neglected  without  serious  error. 
A  second  form  is  that  due  to  a  substance's  stored  heat  energy  which 
was  expended  in  raising  the  sensible  heat  of  the  material,  or  in 
doing  internal  work,  or  in  both;  and  it  is  obviously  composed 
of  the  AS  and  A/  which  have  been  used  before.  The  only  other 
form  of  potential  energy  is  that  stored  in  the  enveloping  media 
due  to  external  work  done  upon  them  by  the  substance  sur- 
rounded. Although  stored  in  the  surrounding  media,  it  is  con- 
venient to  consider  this  potential  energy  as  associated  with  the 
substance  that  did  the  work,  because  in  all  cases  this  energy 
would  be  returned  if  that  substance  were  brought  back  to  the 
original  conditions.  Evidently  this  stored  external  work  cor- 
responds to  the  AE  used  in  previous  discussions,  but  for  subse- 
quent purposes  it  will  be  convenient  to  obtain  a  slightly  different 
viewpoint  regarding  it. 

(d)  For  this  purpose  suppose  the  plug  a  (in  Fig.  453},  weighing 
one  pound,  and  having  a  (specific)  volume  V,  is  injected  Its  full 
length  into  a  closed  vessel  b  which  is  so  large 

that  the  medium  it  contains  may  be  assumed 

to  remain  at  constant  pressure  P  pounds  per 

square  foot  during  the  process.      Then,  the 

external   work   done   by  the  plug  upon  the 

medium  is  FV  foot-pounds,  or  PV/jjS  B.t.u. 

This   energy   is   stored    in   the    surrounding 

medium,  but  as  it  will  be  returned  when  the 

plug  is  withdrawn,  it  may  be  considered  to 

be  associated  with   the  plug.     Obviously  all  '^'  *^^" 

material,  which   is   surrounded   by  media   upon  which   it  has 

done  work  which   is  stored  as  potential  energy  of  this  form, 

may  be  considered  as  having  associated  with  it  this  returnable 

energy. 
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(e)  Now,  summing  up,  the  total  potential  energy  which  may 
be  considered  as  associated  with  a  pound  of  the  material  is 

Po  =  A5  +  A/  +  PV/778  ....  (496} 
measured  above  certain  datum  conditions  which  will  be  consid- 
ered later. 

This  value  of  the  potential  energy  may  now  be  substituted  in 
Eq.  (494)  giving,  for  the  conditions  of  flow  shown  in  Fig.  452. 
{A5,+A/,+P.V./778)+ii:.  =  CA5i+A/,+PsV,/778)+if,,    (497) 
and  Eq.  (495)  then  becomes 
^K  =  (iC,  -  Ki) 

=  (i5,  +  A/,  +  P,V,/778)  -  (A5,  +  M,  +  i',V,/778).  (498) 
•  The  change  in  kinetic  energy  AK,  and  hence  the  change  in 
velocity,  between  sections  i  and  2  can  thus  be  computed  when 
the  intrinsic  energies  {AS  +  A/)  and  the  PV  conditions  of  the 
material  as  it  passes  these  sections  are  known. 

(f)  If  w  pounds  of  substance  are  flowing  per  second  with  a 
velocity  of  v  feet  per  second,  the  kinetic  energy  of  the  flowing 
material  is  wK  =  iw*  -i-  (2  g  X  778),  or  the  kinetic  energy  per 
pound  is  t 

^-JTxTtS'^'" <""> 

If  the  velocity  is  increased  from  Pi  to  Vi,  the  change  in  kinetic 
energy  is,  per  pwund  of  substance, 

4Ji:-(JC, -«:,)=  (^-jJ)/778B.t.u.       .     (500) 

But  since  (Kt  —  Ki)  =  {Poi  ~  Poi)  this  equation  may  be  re- 
written ft         « 

AJS:  =  i'o,-Po,=(^-^j/778B.t.u.,     .     (501) 

which  may  be  used  for  determining  the  velocity  changes  when 
the  changes  in  potential  energy  are  known. 

330.  Flow  of  Saturated  Steam  in  the  Ideal  Case,  (a)  Fol- 
lowing the  general  equation  C498),  the  kinetic  energy  change 
during  flow,  in  terms  of  the  change  in  potential  energy,  is 

4K  -  {^s,  +  4/.  +  f^')-(4&  +  47.  +  ^), 

and  as  the  right  hand  side  of  this  equation  represents  differences 
between  the  various  heat  quantities,  it  is  immaterial  what  is 
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taken  as  a  datum.  It  is  therefore  convenient  in  the  case  of  steam 
to  use  32  degrees  F.  as  such.  With  this  assumption  it  is  obvious 
that  for  saturated  steam  which  is  initially  dry  ASi  and  A5i 
must  equal  ^i  and  qt;  A7i  and  A7i  must  equal  pj  and  xipi;  and 
-PiVi/778  and  PiVi/77S  correspond  to  (APu),  and  {xAPu)t  if 
the  volume  of  water  be  neglected,  which  is  permissible  since  it 
is  relatively  insignificantly  small.  The  general  equation  for 
saturated  steam  may  therefore  be  written  in  the  form 
&K=(q  +  p  +  APu)i  -iq  +  xp  +  xAPu)i 

=  (9+rh-(q  +  xrh 

-  AQi  -  AQ, (502) 

in  which  AQi  and  AQg  are  the  total  heats  above  32  degrees  per 
pound  of  steam  at  points  i  and  2  respectively. 

While  the  foregoing  discussion  considered  only  the  case  of 
dry  saturated  steam,  it  applies  equally  as  well  to  any  initial 
condition.  Thus  in  the  ideal  case  AQi  is  the  total  stock  of  heat 
per  pound  of  steam  entering  the  nozzle  and  AQi  is  that  remain- 
ing when  the  lower  pressure  is  reached  by  the  process  of  ex- 
pansion. 

It  is  obvious  that  even  though  the  initial  and  final  pressures 
are  known,  Eq.  (502)  cannot  be  used  for  the  solution  of  numerical 
problems  until  some  means  is  found  for  determining  the  value 
of  Xi,  or  AQi.  But  after  they  have  been  found  AK  can  be  deter- 
mined; then  from  Eq.  (501)  the  change  in  velocity  of  flow  can 
be  computed.  Methods  of  determining  the  values  of  X2  and  Aft 
will  now  be  considered. 

(b)  Since  the  velocity  of  steam  flowing  through  a  nozzle  or 
similar  conduit  is  very  high  there  is  very  short  time  of  contact 
between  steam  and  walls.  And  further,  since  the  temperature 
of  the  steam  in  contact  with  any  particular  ring  in  the  wall  of 
the  conduit  is  always  the  same  so  long  as  steady  conditions 
are  maintained,  it  follows  that  each  part  of  the  wall  will  acquire 
practically  the  same  temperature  as  the  steam  in  contact  with 
it.  As  a  result  of  these  two  facts  there  is  in  a  real  case  very 
little  transfer  of  heat  between  the  walls  and  the  steam  and 
it  is  reasonable  to  assume  no  transfer  in  an  ideal  case,  hence 
the  flow  may  be  considered  an  adiabatic  process,  or,  since  the 
pressure  decreases  as  flow  progresses,  as  an  adiabatic  expan- 
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It  can  also  be  shown  that  for  ideal  conditions  this  adiabatic 
expansion  may  also  be  treated  without  serious  error  as  isen- 
tropic,  consequently  all  the  mechanism  previously  developed  for 
such  conditions  can  be  used  in  this  case. 

(c)  Then,  on  the  T^-diagram  in  Fig.  454,  if  the  initial  state 
point  is  I  (the condition  being  Ti,  x,,  AQi),  the  ideal  expansion 

^  in  the  nozzle  would  be  along  the  isen- 
tropic  line  to  point  2  where  the  condi- 
tion is  Tt,  xt,  AQi.  Theheat  AQi  per 
pound  of  steam  at  the  beginning  of 
expansion  is  shown  by  the  area  sur- 
rounded by  the  heavy  line;  and  the 
heat  Aft  at  the  end  of  the  process,  by 
the  sectioned  area;  hence  the  net  work 
AK  done  is  AQi  — Aft  and  is  shown  by 
area  0612.  This  area  is  seen  to  equal 
that  surrounded  by  the  tines  of  the 
,     „       *'  Clausius  cycle.     Hence,   in   the   ideal 

case  the  change  of  kinetic  energy  AK 
occurring  in  a  steam  nossle  is  equivalent  to  the  external  work, 
A£  =  (AQi  —  Aft),  done  with  a  Clausius  cycle  having  the  same 
expansion  line  and  using  the  same  weight  of  material. 

Thus  AK  C=  AE  =  Aft  -  Aft)  can  be  computed  by  the 
methods  given  in  Sect.  94  for  determining  the  work  of  the  Clausius 
cycle,  or  it  can  be  obtained  from  the 
T<^iagram  or  from  the  Mollier  Chart.  " 

(d)  On  the  Mollier  Chart,  Fig.  455, 
the  ideal  (isentropic)  process  for  one 
pound  of  steam  is  represented  by  the        ""'     p-,g.  ^jj.       "** 
line  1-2.     At  the  initial  point  the  con- 
dition of  the  steam  is  Xi,  Pt,  Aft;  and  at  point  2  it  is  xi,  P:, 
Aft.     During  the  process  heat  equal  to  AK  =  (Aft  —  Aft),  as 
shown  by  the  length  1-2,  is  surrendered  for  producing  the  flow- 

(e)  Having  found  AK  =  (Aft  -  Aft),  the  velocity  of  the 
stream  passing  point  2  is,  from  Eq.  501, 

Vi  =  Vvi*  +  50,103  X  Ef  (Aft  -  Aft)  ft.  sec.     .     .     (503) 

in  which  Ef  is  the  efficiency  of  heat  conversion  as  compared 
with  the  ideal  case.     Its  value  is  of  course  unity  when  no  losses 
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If  the  acceleration  is  from  rest,  or  from  a  negligible  initial 
velocity,  which  is  ordinarily  the  case,  then  Eq.  (503)  becomes 

V  =  223.8  VE/CA^T^^Aft)  ft.  sec (504) 

or  v  =  223.8  VEf  X  ^K  ft.  sec (505) 

(f)  If  the  velocity  of  the  stream  is  v  feet  per  second  at  any 
section  which  has  an  area  of  a  square  inches,  then  the  volume 
flowing  per  second  through  that  section  is  (no/144)  cubic  feet; 
also  if  w  pounds  of  material  are  passing  the  section  per  second, 
and  if  the  specific  volume  is  V*  and  the  quality  x,  then  the 
volume  passing  per  second  is  wxV.     Hence,  at  the  given  section 

ivxV  =  H0/144 (506) 

Thus,  if  a  given  weight  of  vapor,  of  known  specific  volume  and 
quality,  is  to  be  passed  with  a  given  velocity,  the  area  of  the 
passage  must  be  ^^.y 

o  -=  -^  X  144 (507) 

Or  the  weight  of  the  material  passed  by  a  given  area  may  be 
computed  from  „„ 

w  =  — ^ (508} 

144  xV  ^^     ' 

While  the  foregoing  discussion  was  confined  to  steam,  it,  of 
course,  applies  equally  well  to  any  other  vapor.  But  these 
equations  cannot  be  applied  indiscriminately  as  will  be  shown  in 
the  next  section. 

331.  The  Ideal  Steam  Nozzle,  (a)  Starting  with  any  initial 
state  (piXi^Qi)  and  expanding  in  a  steam  nozzle  in  the  manner 
described,  it  will  be  found  that  as  the  terminal  pressure  is 
lowered  certain  peculiar  phenomena  occur  which  are  difficult 
to  understand  without  the  aid  of  curves.  These  curves  will 
now  be  constructed : 

For  a  series  of  such  expansions,  all  for  one  pound  of  steam 
and  from  a  fixed  initial  absolute  pressure  pi  and  quality  Xi,  to 

*  The  weight  of  the  steam  per  pound  of  material  is  equal  to  the  quality  x  and 
that  of  the  moisture  is  (i  —  x);  the  volume  of  the  steam  is  xV  and  that  of  the 
water  is  (■  ~  ')  X  volume  of  i  pound  of  water.  As  the  volume  of  one  pound  of 
water  is  about  tAi  ^^^  °^  the  steam  at  atmospheric  pressure  and  of  like  order  at 
other  pressures  the  volume  occupied  hy  the  moisture  in  the  steam  is  negligible  and 
heDce  is  not  included  in  the  discussioD  given  above. 
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progressively  decreasing  absolute  pressures  p,  let  there  be  de- 
rived the  successive  values  of: 

(i)  The  quantities  x  at  pressures  p; 

(2)  The  heat  \K  =  AQi  -  AQ  theoretically  made  avail- 

able for  producing  flow;  and 

(3)  The  specific  volumes  V  at  pressure  p. 

Items  (i)  and  (2)  may  be  readily  obtained  from  the  Mollier  Chart 
or  they  may  be  computed  by  the  methods  given  in  Sect.  94;  and 
(3)  may  be  obtained  from  the  steam  tables.  Then  with  the  values 
of  ^K  as  abscissas  plot  curves,  as  in 
Fig.  456  (o) ,  to  show  by  ordJnates  how  p, 
X  and  V  change  with  the  surrender  of 
heat  as  the  expansion  progresses. 

Next  compute  the  progressive  values 
of 

(4)  The  actual  volumes  {xW)  of  one 
'  pound  of  material; 

(5)  The  jet  velocities  v  (by  substi- 
tuting the  different  values  of 
{A(3.-A0,inEq.(5O4));and 

(6)  The  areas  a  of  sections  required 
at  different  points  along  the 
nozzle  to  obtain  these  veloci- 
ties.    These  areas  may  be  ob- 

*  tained  from  Eq.  {507). 

j-J        ^  Then  with  the  same  abscissas  as  before 

F^**    -^ "  plot  curves,  as  in  Fig.  456  (&)  to  show 

by  ordinates  the  variation  of  xV,  v  and 
a  with  AX. 

(b)  Now  referring  to  the  figure  it  will  be  seen  from  the  o-curve 
that,  as  expansion  progresses,  the  cross-sectional  area  of  the 
passage  must  at  first  contract  and  then  diverge,  if  expansion 
is  carried  far  enough,  —  thus  the  nozzle  must  have  a  neck.  Pro- 
jecting upward  from  this  neck  to  the  f-curve,  it  will  be  found 
that  the  neck  pressure  is  about  58  per  cent  of  the  initial  pressure 
and  that  the  corresponding  point  0,  on  the  t<urve  will  scale  at 
a  little  over  14CX)  feet  per  second.  And  it  is  important  to  note 
that  about  these  same  values  will  always  obtain  regardless  of 


Fig.  456. 
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the  initial  condition  of  the  steam,*  hence  they  are  called  the 
critical  pressure  and  crili^:al  velocity. 

(c)  Fig.  456  (c)  shows  the  longitudinal  section  of  a  nozzle  in 
which  the  amount  of  heat  surrendered  per  inch  of  length  is 
constant  from  one  end  to  the  other  and  is  equal  to  the  abscissa 
scale  used  for  the  curves  above.  This  nozzle  is  for  one  pound 
of  steam  flowing  per  second,  with  terminal  pressure  pt  pounds 
absolute  and  final  velocity  vt,  as  shown  on  the  respective  curves. 
Corresponding  to  any  other  pressure  of  exit  from  the  nozzle, 
the  end  diameter  may  be  found  by  projecting  downward  from 
the  proper  point  on  the  ^curve  to  the  longitudinal  section  of 
the  nozzle;  —  thus  for  discharge  to  atmospheric  pressure  (14.7 
lbs.)  the  end  diameter  is  seen  to  be  d^,  the  length  of  nozzle  is 
l^,  and  the  terminal  velocity  is  v^;  for  discharge  to  a  pressure 
pn  =  -58 />i  the  corresponding  values  would  be  rf„  /,  and  v%\ 
and  for  terminal  pressure  equal  to  pa  they  would  be  ds.  Is  and 
Vb-  Evidently  a  nozzle  originally  used  with  discharge  pressure 
Pt  will  be  theoretically  correct  for  a  case  where  the  pressure  is 
atmospheric,  if  its  end  is  cut  off  sufficiently  to  have  the  final 
diameter  beyond  the  neck  equal  to  d^,  and  similarly  for  the 
other  terminal  pressures.  Thus  regardless  of  the  exit  pressures, 
Fig.  456  (c)  is  the  horizontal  section  of  all  nozzles  discharging  the 
same  weight  of  steam  per  second  with  same  initial  conditions, 
the  only  difference  between  the  various  nozzles  being  in  the 
lengths  and  end  diameters,  which  are  made  to  correspond  to 
the  terminal  pressures. 

(d)  The  reason  the  neck  is  present  in  all  cases  where  the  ex- 
pansion is  to  a  pressure  below  .58  ^1  can  now  be  easily  explained : 
From  Eq.  (507)  the  area  of  the  nozzle  at  any  section,  per  pound 
of  material  flowing  per  second,  is 


Now  referring  to  the  curves  for  xV  and  v  in  Fig.  456  (c)  it  will 
be  seen  that  as  the  expansion  progresses  the  numerator  3cV  at 
first  increases  much  slower  than  does  the  denominator  v,  and 
hence  the  nozzle  areas  (a)  must  first  diminish;  but  that  later 
the  conditions  are  reversed,  consequently  the  areas  must  then 

*  There  will  be  slight  variations  with  the  initial  conditions,  bul  these  are  not 
great  and  will  not  be  discussed  in  this  elementary  treatment. 
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increase.     Obviously  there  must  be  a  neck  where  the  converging 
and  diverging  portions  of  the  nozzle  join. 

(e)  It  has  been  seen  that,  corresponding  to  each  cross  section 
of  the  nozzle,  the  steam  has  a  definite  condition  and  velocity,  as 
shown  by  the  ordinates  in  Fig.  456  immediately  above  the  sec- 
tion under  consideration.  If  the  cross  sections  of  the  nozzle 
were  shifted  or  spaced  differently,  so  as  to  alter  the  longitudinal 
section  of  the  nozzle  from  that  shown,  the  ordinates  of  the 
curves  would  be  similarly  shifted  and  the  character  of  the 
curves  would  change.  This  shifting  may  be  so  done  as  to  cause 
any  one  of  the  curves  to  become  a  straight  line;  thus  the  nozzle 
may  be  such  as  to  cause  a  uniform  drop  in  pressure  throughout 
its  length,  or  a  uniform  increase  in  velocity,  or  a  uniform  in- 
crease in  volume,  whichever  is  most  suitable  for  the  purpose  in 
hand,  or  any  line  can  be  made  to  have  any  desired  curvature. 

Usually  nozzles  are  made  with  rounded  entrance  like  that 
shown,  but  with  straight  conical  divergence,  as  in  Fig,  457,  as 
this  form  is  easiest  to  make  and  appears  to  be 
about  as  efficient  as  any.  The  stream  lines  of 
the  jet  issuing  from  such  a  nozzle  are  practically 
parallel,  which  is  important  if  the  jet  is  to  act 
F'8-  4S7-  o"  turbine  blades.  For  such  a  nozzle  it  is  only 
necessary  to  compute  the  areas  of  the  neck  and 
dischai^e  end;  the  entrance  is  then  made  rounded  and  the 
diverging  portion  is  conical,  the  length  depending  on  the  angle 
of  divergence,  which  should  not  be  too  great. 

(f)  With  a  given  nozzle  (ideal  or  approximately  such)  it  is 
found  that,  accompanying  a  lowering  of  the  pressure  against 
which  it  discharges,  the  velocity  of  flow  increases  until  that 
through  the  smallest  section  {or  neck)  reaches  the  critical  value 
(the  pressure  then  being  the  critical  one)  and  that  any  further 
diminution  of  the  pressure  does  not  change  the  velocity  and 
pressure  at  that  section,  nor  does  it  increase  the  weight  of  mate- 
rial flowing  per  second  through  the  nozzle.  Hence,  if  the  ter- 
minal pressure  is  below  .58  pi,  the  area  of  the  neck  and  the 
critical  velocity  will  fix  the  amount  of  material  flowing  per 
second.  If  merely  an  orifice  with  rounded  entrance  is  used  the 
discharge  velocity  will  be  the  critical  regardless  of  the  pressure 
against  which  the  jet  issues,  provided  it  is  below  the  critical. 
After  the  steam  has  once  passed  the  neck  it  can  further  expand 
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in  a  properly  proportioned  nozzle  and  can  acquire  in  the  diverg- 
ing portion  of  the  nozzle  an  increased  velocity  of  any  desired 
amount  (theoretically),  its  value  merely  being  dependent  on 
the  terminal  pressure. 

332.  Actual  Steam  Nozzles,  (a)  It  will  be  remembered  that 
adiabatic  conditions  are  those  under  which  the  working  sub- 
stance, while  undergoing  a  thermodynamic  change,  neither  re- 
ceives nor  surrenders  heat  as  such. 

It  has  already  been  shown  that  in  the  actual  case  of  flow 
through  nozzles  the  conditions  are  practically  adiabatic,  for  the 
time  of  contact  of  each  particle  with  the  wall. is  infinitesimal 
and,  with  continuous  flow  in  one  direction,  each  portion  of  the 
nozzle  wall  becomes  heated  to  the  temperature  of  the  contiguous 
fluid  a;id  remains  at  that  temperature;  hence,  neglecting  radia- 
tion and  conduction,  there  is  no  temperature  head  to  produce 
heat  transfer. 

(b)  But  although  the  conditions  are  adiabatic  the  expansion 
process  is  not  necessarily  the  equivalent  of  an  isentropic  one. 
In  fact,  it  is  possible  to  obtain  adiabatic  conditions  of  expansion, 
from  the  higher  pressure  to  the  lower  one,  under  which  none 
of  the  potential  energy  may  be  converted  into  kinetic  energy  of 
a  flowing  stream.  For  example,  if  the  expansion  is  through  a 
porous  plug  with  pressure  drop,  the  velocity  of  flow  is  negli- 
gible and,  as  has  already  been  seen,  the  total  heat  ^Qi  per  pound 
of  working  substance  at  the  end  of  the  process  is  equal  to  the 
amount  AQi  it  had  at  the  beginning,  hence  t^Q\  —  AQi  =  o 
and  AK  =»  o.  This  expansion  from  the  higher  to  lower  pressure 
is  along  the  constant  heat  lines  on  the  T^-diagram  and  on 
the  Mollier  Chart  and  is  accompanied  by  increase  in  entropy. 
This  is  a  case  of  resisted  flow,  and  it  can  be  considered  that,  for 
each  slight  pressure  drop,  some  of  the  intrinsic  energy  {&S  +  SI) 
of  the  material  is  expended  in  producing  velocity  {5v}  of  flow 
through  a  short  length  of  plug,  but  that  the  friction  and  eddy 
currents  reconvert  this  energy  (SK)  of  flow  back  into  heat  (&Q) 
which  is  returned  to  the  fluid  and  brings  its  stock  back  to  the 
original  value.     Throttling  of  steam  is  a  similar  process. 

(c)  Between  the  constant  heat  expansion  (with  A^  =  o) 
and  the  isentropic  one  (with  AK  =  AE)  there  may  be  an  un- 
limited number  of  processes  even  though  under  adiabatic  con- 
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ditions.  It  is,  of  course,  desirable  to  so  proportion  the  nozzle 
that  it  will  offer  no  resistance  to  expansion,  and  cause  no  eddying, 
also  that  it  will  deliver  the  material  in  parallel  stream  lines.  If 
this  is  effected  the  ideal  conditions  exist  and  the  expansion  is 
equivalent  to  iseniropic. 

(d)  With  resisted  flow  the  velocity  of  the  steam  can  be  com- 
puted by  using  Eq.  (505)  and  introducing  the  efficiency  coeffi- 
cient Ef,  the  proper  values  of  which  depend  on  the  character, 
extent  and  shape  of  the  guiding  walls,  and  on  the  velocity, 
density  and  quality,  or  superheat,  of  the  steam.  The  values  of 
Ef  range  from  .85  to  .97  in  nozzles  used  in  turbines. 

(e)  The  case  of  resisted  flow  is  shown  on  the  T(p-diagram  in 
Fig.  458,  the  heat  AQi  initially  associated  with  each  pound  of 

working  substance  being  shown  by  the 
T,  area  surrounded  by  the  heavy  line.     If 

the  expansion  were  ideal,  from  l  to  2,  the 
f,  heat  AQt,  at   temperature  Ti,  remaining 

in  the  material  after  the  process  would  be 
shown  by  the  area  below  1162.  However, 
with  resisted  flow  to  the  same  lower  tem- 
perature, 7"j,  less  heat  than  the  ideal 
amount  is  abstracted ;  hence  more  heat  (of 
Fig.  458.  total   amount    AQi')    remains   associated 

with  the  material,  its  amount  being  shown 
by  the  sectioned  area.  The  final  state  point  is  then  at  2';  the 
quality  is  X2',  which  is  higher  than  x^  as  would  be  expected,  and 
^  is  the  entropy,  which  is  greater  than  ^i. 

Evidently  the  heat  available  for  accelerating  the  jet  is  AK' 
=  (AQi  —  A^j')  which  may  be  used  under  the  radicals  in  Eqs. 
(504)  and  (505)  to  obtain  the  velocity  of  flow  for  this  case;  after 
which  Eqs.  {507)  and  (508)  may  be  used  in  the  same  manner  as 
before.  If  Ef  is  the  efficiency  of  conversion  then  AX'  =  \K  X 
Ef,  where  ^K  is  the  energy  theoretically  available  in  the  ideal 
case.  In  the  T*-diagram  there  is  no  one  area  representing  this 
available  energy  \K';  it  is  merely  shown  by  the  difference  be- 
tween the  area  surrounded  by  the  heavy  line  and  that  which  is 
hatched, 

(f)  The  Mollier  diagram  for  resisted  flow  is  shown  in  Fig. 
459.  With  ideal  expansion  from  state  point  i  to  2,  the  heat 
per  pound  of  steam  would  change  from  \Q\  to  AQi,  the  heat 
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surrendered  would  be  AK  =  AQi  —  AQt,  and  the  final  quality 

would   be  xt.     With  resisted  expansion  to  the  same  terminal 

pressure,  pt,  more  heat,  AQj'  (>  AQj),  remains  in  the  steam  than 

in  the  ideal  case  (as  less  is  abstracted)  and  the  final  state  point 

is  found  at  the  intersection  2'  of 

the  constant  heat  line  of  AQt  ,    .      / 

With  the  pressure  line  p\.     1  he    -^    r^ 

final  quality  xt  ( >  xj)  and  en-      *r?^ 

tropy  *s  (>  0i)  are  determined  . 

by  J  the   quality    and    entropy  _. 

lines  passing  through  point  2'. 

The  heat  converted  into  kinetic  energy  is  AK'  =  AQi  —  AQt 

(<  AK),  and  as  before  AK'  =  AKX  Ef.     This  value  of  AK' 

is  then  used  in  the  manner  described  at  the  end  of  the  preceding 

paragraph- 

(g)  The  values  of  AK'  and  Xs'  may  also  be  found  by  compu- 
tation. First  AA*  for  the  ideal  case  is  determined  by  the  methods 
given  in  Sect.  94  for  the  Clausius  cycle.  Then  with  Ef  assumed, 
AK'  is  AK  X  Ef,  and  the  heat  remaining  per  pound  of  steam  at 
the  end  of  the  process  is 

iO.' -  AQ,  -  (AK  X  £0 (509) 

Since  AQi  =  Xt'r^  +  qt,  it  follows  that 

Xt'  =  (Aft'  -  gi)  -^  rs, (510) 

where  gt  and  ri  correspond  to  the  known  terminal  pressure. 

The  final  entropy  is  then 

<fe  =  *i,4r^ ^5"^ 

in  which  all  quantities  on  the  right-hand  side  of  the  equation 
are  either  known  or  can  be  obtained  from  the  steam  table. 

(h)  The  purpose  of  the  foregoing  discussion  is  merely  to  pre- 
sent the  fundamental  thermodynamic  theory  underlying  the 
flow  of  steam  at  high  velocities  through  nozzles  and  orifices. 
A  detailed  discussion  of  the  subject  cannot  be  attempted  in 
this  book  and  for  further  study  the  student  is  referred  to  any  of 
the  numerous  textbooks  on  Steam  Turbines. 

333.  Empirical  Formulas  for  the  Flow  of  Steam  throu^  Ori- 
fices, (a)  It  is  sometimes  convenient  to  have  simple  empirical 
formulas  for  quickly  determining  the  approximate  velocity  of 
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discharge  from  a  given  orifice,  or  for  obtaining  the  area  of  orifice 
required  for  discharging  a  given  weight  of  steam  per  second, 
when  the  discharge  pressure  is  below  ,58  pi.  The  following  two 
formulas  apply  to  such  cases  when  the  orifice  has  a  properly 
rounded  entrance,  and  they  also  apply  to  the  neck  of  a  diverging 
nozzle. 

(b)  Napier's  experimentally  determined  rule  gives  the  pounds 
of  steam,  initially  dry,  flowing  per  second  from  an  orifice  to  be 

w=  (pxa)-r70, C512) 

or  the  area,  in  square  inches,  is 

a  =  7ow-i-p, (513) 

where  p  is  the  absolute  pressure  in  pounds  per  square  inch. 

(c)  A  slightly  more  accurate  but  less  convenient  formula  is 
that  due  to  Grashof.     For  steam  initially  dry  it  is 

"-^ (514) 

from  which 

60W  ,      , 

°-^ (5"5) 

the  notation  being  the  same  as  in  (b). 

334-  Flow  of  Steam  through  Pipes,  (a)  The  law  for  the 
frictional  resistance  accompanying  the  flow  of  steam  through 
pipes  resembles  closely  that  expressed  in  Eq.  (409)  which  shows 
that  the  resistance  is  directly  proportional  to  the  length  of  pipe, 
perimeter  of  cross  section,  character  of  surface  and  square  of 
the  velocity,  and  inversely  to  the  area  of  section.  To  overcome 
this  resistance  and  the  inertia  of  the  fluid  there  must  be  a  drop 
in  pressure  from  the  entrance  to  the  pipe  to  the  discharge  end. 
As  the  resistance  varies  with  the  square  of  the  velocity,  the 
pressure  drop  increases  very  rapidly  as  the  velocity  is  made 
greater.  Hence  in  practice  the  velocities  used  in  pipes  are  very 
low,  as  compared  with  those  in  nozzles  where  the  short  length 
makes  the  loss  by  resistance  very  small  even  though  great 
velocities  are  used. 

(b)  While  the  same  treatment  that  is  used  for  nozzles  might 
be  applied  to  pipes,  the  pressure  drops  and  enei^  expended  in 
producing  the  fiow  are  so  small  that  it  is  convenient  to  use 
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another  method  which  disregards  altt^ether  the  quantity  of 
energy  expended  and  only  considers  the  pressure  drop  that  is 
involved.  This  method  makes  use  ol  Eq.  (410),  which  for  round 
pipes  becomes 

A^-f,/«¥ '5.6) 

If  W  pounds  of  steam  flow  per  minute,  the  volume  flowing 
per  second  is  the  product  of  the  weight  per  second  (^760)  and 
the  specific  volume  V,  which  is  the  reciprocal  of  the  density  i. 
If  the  diameter  of  the  pipe  in  inches  is  d,  the  velocity  of  flow 
is  obviously  r  =  (144  WV)  t-  (60  Td^/4).  Substituting  this  in 
Eq.  (516)  and  solving  gives  the  pipe  diameter  in  inches, 


(517) 


V    AP 
where 

W  =  pounds  of  steam  flowing  per  minute, 
L  =  length  of  pipe  in  feet, 
V  =  specific  volume  of  the  steam, 
AP  =  pressure  drop  throughout  the  length  of  pipe,  and 
c  =  a  constant  whose  value  is  ordinarily  ,2,  but  this  may  be 
■  decreased  slightly  with  very  large  pipes,  as/  seems 
to  diminish  somewhat  as  the  diameter  is  increased. 
The  longer  the  pipe  is  made  and  the  smaller  the  pressure  drop 
allowed,  the  larger  will  be  the  diameter.     But  a  larger  diameter 
means  increased  first  cost  and  greater  heat  loss  by  "radiation." 
Hence  the  diameter  selected  should  be  a  compromise  based  on 
all  these  considerations. 

(c)  If  the  allowable  velocity  (i>„)  of  flow  in  feet  per  minute  and 
the  total  volume  (7„}  of  steam  to  be  transmitted  in  the  same 
length  of  time  are  known,  then  the  area  of  pipe  in  square  inches 
immediately  follows  from 

„.iS=Ai4i (5,8) 

For  steady  flow  in  high-pressure  steam  mains  p„  is  generally 
about  6000  feet  per  minute  for  saturated  steam,  while  with 
superheated  steam,  with  the  larger  sizes  of  pipe,  and  with  those 
of  short  length,  somewhat  higher  values  prevail. 

Exhaust  pipes  from  turbines  to  condensers  have  velocities  as 
great  as  24,000  feet  per  minute  and  even  higher  in  some  cases. 
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(d)  Steam  engines  receive  and  exhaust  the  steam  intermit- 
tently and  the  area  of  pipes  is  commonly  obtained  by  using  Eq. 
{274)  with  V  =  6000  to  7000  feet  per  minute  for  high-pressure 
live  steam  pipes  and  v  =  3500  to  5000  for  exhaust  pipes. 

335-  Application  of  Steam  Nozzles.  The  largest  field  of 
application  for  steam  nozzles  is  in  steam  turbines,  which  have 
already  been  considered.  Another  wide  field  is  in  Steam  In- 
jectors, used  for  delivering  feed  water  to  boilers,  and  for  similar 
purposes.  This  piece  of  apparatus,  in  its  simplest  form,  is 
shown  diagrammatical ly   in   Fig.   460.     Briefly  it  operates   as 


Fig.  460. 

follows:  Steam,  admitted  through  valve  V,  acquires  high  veloc- 
ity in  pfissing  through  the  nozzle,  is  condensed  by  the  water  in 
the  combining  tube  and  drives  the  water  through  the  delivery 
tube  and  check  valve  into  the  pipe  leading  to  the  boiler.  Thus, 
the  flow  through  the  nozzle  is  similar  to  that  in  the  ordinary 
case,  and  the  kinetic  energy  of  the  jet  is  used  for  injecting  the 
water  into  the  boiler  against  the  pressure  existing  there. 

Steam  nozzles  are  also  used  for  inducing  draft  in  the  stacks 
of  locomotives  and  traction  engines,  the  exhaust  steam  being 
used  for  the  purpose,  which  results  in  a  slight  increase  in  the 
back  pressure  on  the  engine. 

336.  Perfect  Flow  of  Ideal  Gas.  (a)  In  order  to  apply  the 
equations  of  Sect.  329  to  the  flow  of  gases,  it  is  first  necessary  to 
determine  the  intrinsic  energy,  A5  (+  A/  =  o),  per  pound  of 
material.  It  was  shown  in  Sect.  30  that  during  isentropic  ex- 
pansion the  work  performed  per  pound  of  gas  is,  from  Eq.  (50a), 


which  is  done  at  the  expense  of  the  intrinsic  energy.     If  it  is 
assumed  that  this  same  law  prevails  with  expansion  continued 
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to  P2  =  o,  then  all  the  intrinsic  energy  is  converted  into  external 
work.  Thus,  upon  this  assumption,  the  total  intrinsic  enei^  per 
pound  of  material  is,  in  general, 

^'-ww^y   ■  ■  ■  ■  ■  <'■" 

Then  from  Eq.  (496)  the  potential  energy  per  pound  is  (since 

This  is  measured  above  a  datum  of  absolute  zero  of  pressures 
and  temperatures,  but  as  all  problems  in  flow  involve  only  differ- 
ences in  energies  this  fact  need  cause  no  inconvenience. 

(b)  Substituting  in  Eq.  (501),  for  points  i  and  2  in  Fig.  452, 
the  values  of  Poi  and  Po%  in  terms  of  Eq.  (520),  gives 

/!^  _  £!l)  _  -J—  (P,V,  -  P,V.).  .     .     .     (521) 

If  »i  =  o,  then  the  final  velocity  is 

"^^V^^g^CAV.-P.V,).     .     .     .     (522) 

in  which  c  is  a  discharge  coefficient  with  value  equal  to  unity  in 
the  ideal  case.  Substituting  this  value  of  i»  in  Eq.  {508),  with 
*  =  I,  the  weight  dischai^ed  per  second  is 


All  quantities  on  the  right-hand  side  of  this  equation  are  gen- 
erally known  at  the  outset  except  Vj.  This  latter  must  be  de- 
termined before  a  solution  can  be  effected.  With  isentropic 
expansion  its  value  is  found  from  the  relation  P2V1''  =  P^\'  to 

beV,.V,{g'- 

(c)  Substituting  the  value  of  V,  in  Eqs.  (522)  and  (523),  and 
simplifying  gives 
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From  which  the  area  needed  to  discharge  a  given  weight  is 

a  .  (,44»V.)  H-[.(f/  y  .S^F.V.j,  -(g)^|]    (5^6) 

As  sections  I  and  2,  in  Fig.  452,  may  be  located  at  any  points 
along  the  conduit,  or  nozzle,  it  is  possible  to  use  these  formulas 
to  analyze  the  changes  occuring  between  any  two  sections,  or 
over  the  whole  length  of  passage. 

(d)  If  a  curve  is  plotted  to  show  how  v,  m  Eq.  {524),  varies  as 
(P,/Pi)  is  decreased,  it  will  be  found  that,  as  in  the  case  of  steam, 
the  nozzle  will  have  a  neck  if  Pt  is  low  enough,  and  that  the 
velocity  through  this  neck  becomes  a  maximum  when  a  certain 
value  of  Pi/Pi  is  reached.  By  differentiating  Eq.  (524)  and 
making  dv/d(Pi/P{)  =  o,  this  maximum  velocity  is  found  to 
occur  when  _2_ 

ft/'-.-l^TTl)'"''-    •    ■    ■    ■    te»') 

the  value  of  which  is  .527  when  y  =  1.41.  Thus  in  this  case 
the  ^maximum  or  Critical  Velocity  at  the  neck  occurs  when  Pj 
has  been  reduced  to  a  critical  pressure  of  .527  Pi. 

This  phenomenon  has  been  repeatedly  verified  experimentally. 
It  is  found,  as  with  steam,  (i)  that  at  the  neck  the  critical  pres- 
sure is,  in  the  ideal  case,  always  about  .527  Pi,  provided  the 
pressure  beyond  the  neck  is  equal  to  or  less  than  this  amount: 
(2)  that  lowering  the  discharge  pressure  below  the  critical  pres- 
sure changes  neither  the  pressure  nor  the  velocity  at  the  neck: 
and  {3)  that  the  neck  velocity  and  initial  PV-condjtion  deter- 
mine the  maximum  amount  of  working  substance  which  can 
flow  through  a  given  orifice  or  nozzle.  Equations  (524)  and 
(525)  will  therefore  give  the  maximum  ideal  velocity  and  weight 
of  discharge  through  a  neck  of  given  cross  section  if  .527  is 
substituted  for  (Pt/Pi);  and  Eq.  (526)  can  be  used  to  compute 
the  neck  area  required  for  discharging  a  given  weight  of  gas,  if 
similar  substitution  is  made. 

(e)  In  Sect.  87  (f)  it  was  shown  that  when  steam  expands  isen- 
tropically,  for  an  initial  quality  greater  than  70  per  cent,  the 
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process  is  represented  quite  accurately  by  the  equation  for  the 
isentropic  expansion  of  gas,  with  an  exponent  n  equal  to  ( i  .035  + 
0.1  x),  in  which  x  is  the  quaHty  fraction.  Thus  it  follows  that 
E^s.  (524)  to  (526)  are  applicable  to  the  flow  of  steam  through 
orifices  if  this  value  of  m  is  substituted  for  y. 

(f)  When  the  quality  is  unity,  n  =  1.135,  a"d  if  this  value  is 
introduced  for  7  in  Eq.  (527)  it  is  found  that  the  maximum  fiow 
of  dry  saturated  steam  through  an  orifice  occurs  when  Pi/Pi  =  .58. 
(about).  This  is  the  value  found  by  the  method  given  in  Sect. 
331  and  its  correctness  has  been  verified  experimentally. 

337.   Impeffect  Flow  of  Gases,     (a)  The  actual  velocity  and 
weight  of  discharge  from  an  orifice,  or  nozzle,  are  of  course  less 
than  the  theoretical.     There  are  a  number  of 
reasons  for  this:  —  The  real  gases  differ  some- 
what from  the  ideal ;  friction  prevents  some  of 
the  available  heat  energy  from  becoming  con- 
verted into  kinetic  energy  of  flow;  some  of  the 
kinetic   energy  is  wasted   in   producing  eddy  , 
currents;  heat  energy  is  lost  by  radiation  and 
conduction;  and,  if  an  orifice  has  improperly 
shaped  walls,  the  cross  section  of  the  jet  at  its 
neck  may  be  less  than  that  of  the  orifice,  as 
indicated  in  Fig.  461.     To  make  allowance  for 
the    contraction  of  area,  and   for  the  various 
losses,  the  discharge  coefficient  c  is  introduced  in  Eqs.  (524)  to 
(526).     The  value  of  this  coefficient  varies  from  .56  for  certain 
sharp-edged  circular  orifices  to  nearly  unity  in   the  case  of  a 
mouth  with  properly  rounded  entrance. 
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CHAPTER  XLI. 
COMPRESSED  AIR. 

338.  DeflnitionB.  (a)  Air  compressors  in  the  broadest  sense 
are  all  devices  used  for  raising  the  pressure  of  air,  but  technically 
the  term  is  generally  applied  only  to  apparatus  which  raises 
the  pressure  to  a  comparatively  high  value,  say  some  value 
between  25  and  several  hundred  pounds  per  square  inch.  In 
^tremc  cases  the  pressure  is  increased  to  several  thousand 
pounds  per  square  inch. 

(b)  Other  devices,  such  as  fans  and  rotary  blowers,  are  really 
compressors  but  are  seldom  spoken  of  as  such,  principally  be- 
cause the  pressures  attained  are  so  small  that  the  principal  func- 
tion may  be  considered  to  be  the  propelling  of  air  rather  than 
its  compression. 

(c)  The  term  Blowing  Engines,  or  Blowers,  is  used  to  desig- 
nate certain  apparatus  used  for  compressing  air  to  pressures 
between  about  10  pounds  and  30  pounds  above  atmospheric  for 
use  in  blowing  cupolas  and  blast  furnaces.  These  are  properly 
air  compressors  but  because  of  the  low  pressures  many  of  the 
difficulties  attending  .compression  to  higher  pressures  are  not 
met  in  their  design. 

339.  Elementary  Air  Compressor,  (a)  The  essential  parts  of 
an  ideal  air  compressor  of  the  simplest  kind  are  shown  semi- 
diagram  raatically  in  Fig.  462,  A  being 
the  spring-closed  admission  or  inlet 
valve,  which  opens  inwardly,  and  B 
the  spring-closed  discharge  val\e, 
opening  outwardly.  In  the  simplest 
case  there  will  be  no  clearance,  the 
piston  just  touching  the  cylinder  head 

Fig.  461.  ^*  **"*  ^""^  ^^  ■'^^  stroke. 

(b)  Imagine  the  piston  in  contact 
with  the  cylinder  head  in  the  ideal  case.  By  the  application  of 
an  external  force  to  the  piston  rod  the  piston  can  be  drawn  to  the 
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right,  and  air  will  then  enter  the  cylinder  through  valve  A  at 
atmospheric  pressure  Fi,  according  to  the  horizontal  line  ab,  in 
Fig.  463. 

(c)  When  the  cylinder  has  been  thus  filled  with  air,  the  piston- 
may  be  driven  back  to  the  left.  As  soon  as  such  motion  starts. 
the  valve  A  will  be  closed  by  the  light  spring  shown,  and  the 
air  entrapped  in  the  cylinder  will  then  be 
compressed  according  to  some  law,  as 
shown  by  be,  the  final  volume  being  dc. 

There  are  two  limiting  conditions  which  - 
may  be  imagined  as  existing  during  com- 
pression: Fig.  463. 

(i)  No  heat  may  be  removed  from  the 
air  during  the  process,  in  which  case  the  compression  will  be 
adiabaiic  (with  rise  in  temperature) ;  and 

(2)  All  the  heat  generated  during  compression  may  be  re- 
moved, in  which  case  the  compression  will  be  isolhertnal. 

All  actual  cases  generally  fall  between  these  limits  as  will  be 
seen  later. 

(d)  Imagine  the  discharge  pipe  to  be  connected  to  a  closed 
vessel,  "a  receiver,"  in  which  is  maintained  a  constant  pressure. 
Pi,  equal  toPc.  Assume  further  that  the  action  of  this  pressure 
upon  the  valve  B,  plus  the  action  of  the  spring  is  such  that  a 
uniform  pressure  of  P^  pounds  per  unit  area  of  valve  face  will 
just  balance  it. 

Then  when  the  piston  has  compressed  the  air  to  the  pressure 
P,  the  dischai^e  valve  will  open  (at  c)  and  the  continued  motion 
of  the  piston  will  "discharge"  the  air  at  constant  pressure,  P2, 
as  shown  by  the  line  cd.  Thus,  the  piston  will  end  its  stroke  in 
contact  with  the  cylinder  head,  having  dischai^ed  at  pressure 
Pj  all  the  air  received  at  pressure  Pi. 

340.  Work  Done  in  Compressor,  (a)  In  Fig.  463,  area  abge 
shows  the  work  done  upon  the  piston  during  the  outstroke  by  the 
entering  air,  gbcde  represents  that  done  by  the  piston  on  the  air 
during  the  instroke,  and  the  net  work  is  shown  by  area  abed. 

Thus  the  area  of  the  "compressor  diagram,"  or  card,  meas- 
ures the  net  work  done  by  the  piston  upon  the  air,  just  as  the 
area  of  an  engine  diagram  measures  that  done  upon  the  piston 
by  the  working  substance. 
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The  Compression  Line. 

(b)  In  Fig.  464  are  given  two  superposed  diagrams,  abed  and 
abc'd,  botii  irora  the  same  ideal  compressor  which  is  to  compress 
to  a  pressure  Pi  =  Pt  the  amount  of  air  which  originally  oc- 
cupied the  volume  Vi,  cubic  feet  when  at  atmospheric  pressure. 

I If,  The  compression  line  be  is  an  isolhermai  and 

\   >^  the  line  be'  is  an  adiabatic. 

d,     V'-g'  ^*  is  evident  from  the  figure  that  the  dia- 

\\ft  gram  containing  an   adiabatic  compression 

. A^^^^g^.^     line  encloses  more  area  than  that  having 

"  „ '■    ^*^''     isothermal  compression,  and  hence  more  en- 

Fig.  464.  srgy  from  some  outside  source  will  be  re- 

quired per  cycle.  Obviously,  the  isothermal 
compression  is  the  more  desirable,  other  things  being  equal,  the 
work  saved  over  that  with  adiabatic  compression  being  shown 
on  the  diagram  by  the  area  cbc'.  The  higher  the  compression 
pressure  the  greater  is  the  ratio  of  the  work  done  with  adiabatic 
compression  to  that  with  isothermal. 

(c)  With  isothermal  compression  the  temperature  of  the  air 
at  c  and  b  is,  of  course,  the  same,  but  during  adiabatic  compres- 
sion the  temperature  rises  according  to  Eq.  (51),  the  final  tem- 
perature being 

T/  -  n(-^)    -  r^^'    ....   (528) 

in  which  r  =  ratio  of  compression  =  ^■ 

If  the  air  with  pressure  P/  and  volume  VJ  is  cooled  at  con- 
stant pressure  it  will  attain  a  volume  V,  when  the  initial  tem- 
perature Ti  is  reached.  This  is  approximately  what  happens 
in  most  real  cases,  for  after  the  cooling  has  occurred  the  air  is 
in  the  same  condition  as  though  it  had  been  compressed  iso- 
thermally.  It  is  therefore  advisable  to  strive  for  isothermal 
compression  if  this  can  be  attained,  or  approached,  without 
entailing  greater  outlay  than  the  cost  of  the  work  area  cbc'. 

Formulas  for  Work. 

(d)  From  the  diagrams  of  Fig.  463  and  Fig.  464,  the  work 
done  by  the  piston  per  cycle  with  isothermal  compression  and  no 
clearance  is  evidently 
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Work  =  work  on  be  +  work  oncd  —  work  on  ab,  ft.-lbs. 

=  P,V.  log.^  +  P,V,  -  PfiKt,  foot-pounds.  .     .{529) 

With  adiabatic  compression  the  work  is  (Fig.  464) 

Work  =  work  on  be'  +  work  on  c'd  —  work  on  ab 

P'V  —  PtVt 
=  _  ,         +  P''y-'  ~  Pi-yi"  foot-pounds.  .     (530) 

With  any  compression  curve  expressible  by  the  equation  /"F" 
=  constant,  the  work  per  cycle  is 

Work  =  work  on  be"  +  work  on  c"d  —  work  on  ab 

p  "V"—  PiF. 
=     °      '_      **^''  +  P," Vc" ~ Pt n,  foot-pounds.      (531) 


341.  The  ^ect  of  Clearance,  (a)  No  real  compressor  can 
be  operated  with  the  zero  clearance  assumed  for  the  preceding 
elementary  consideration.  There  must  always  be  a  certain 
amount  of  mechanical  clearance  between  cylinder  head  and 
piston  to  insure  safe  operation  and  there  are  always  passages 
or  ports  of  some  sort  between  the  valve  faces  and  the  inside  of 
the  cylinder. 

(b)  In  Fig,  465  is  given  an  ideal  compressor  diagram  for  a 
machine  with  clearance  volume  V^t  =  V^.  At  the  end  of  the 
discharge,  that  is,  after  the  completion 
of  the  constant-pressure  process  cd,  the 
clearance  contains  Vd  =  Va  cubic  feet  l 
of  air  at  a  pressure  Pt  =  Pj.  When  | 
the  piston  starts  on  the  outstroke  the  ' 
inlet  valve  will  be  held  closed  by  this 
pressure   until   the  piston  has  moved  vaiinw 

out  far  enough  to  allow  the  clearance  '^'  ^^' 

air  to  expand  to  atmospheric  pressure  according  to  some  such 
process  as  da.  When  a  is  reached  the  inlet  valve  will  open  and 
during  the  remainder  of  the  stroke  external  air  will  enter  the  cyl- 
inder, as  in  the  previous  case.  Though  the  stroke  of  the  piston 
is  such  as  to  make  available  the  volume  Vj  —  Va  =  V„  the 
amount  of  air  actually  entering  the  cylinder  will  be  Vh  —  Va  =  V„ 
and  only  a  fraction  of  the  stroke,  equal  to  Vu/V„  has  therefore 
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been  usefully  employed.     Thus  the  volumetric  efficiency  of  this 
ideal  simple  compressor  must  be 

t^£/-^ (532) 

Obviously  the  piston  displacement  of  the  compressor  with 
clearance  must  be  to  that  of  the  compressor  without  clearance 
in  the  proportion  V,/  V„  if  both  are  to  compress  the  same  quan- 
tity of  air  per  cycle,  therefore  the  existence  of  clearance  makes 
necessary  a  larger  compressor  to  handle  a  given  volume  of  air. 

Effect  of  Clearance  upon  Work. 

(c)  In  the  ideal  case  it  may  be  assumed  that  the  expansion 
of  the  clearance  air  along  da  takes  place  according  to  the  same 
law  as  the  compression  of  the  mixture  of  clearance  air  and 
cylinder  charge  along  the  curve  be.  Then,  if  the  clearance  air 
be  imagined  to  be  separated  by  a  flexible  diaphragm  from  the 
fresh  charge,  and  to  be  used  over  and  over  again,  it  is  evident 
that  it  will  deliver  just  as  much  work  when  expanding  from  d 
to  a  as  will  subsequently  be  consumed  in  compressing  it  from 
a  to  d.  Then  the  net  work  necessary  per  cycle  will  be  only  that 
required  to  compress  the  volume  V,,  of  cylinder  charge  from 
pressure  P^  to  Pj  and  discharge  it  at  Pj.  Therefore,  in  the  ideal 
case  the  presence  of  clearance  does  not  alter  the  net  work  which 
must  be  done  per  cycle. 

It  should,  however,  be  noted  that  since  the  compressor  with 
clearance  will  be  larger  than  that  without,  the  friction  losses 
and  cost  of  the  machine  will  be  greater  in  the  real  case. 

342.  Real  Single  Stage  Compressor  Diagram,  (a)  The  real 
compressor  differs  from  the  ideal  in  many  respects,  chiefly  be- 
cause the  cylinder  and  piston  cannot  be  made  of  heat-resisting 
materials,  because  the  valves  cannot  be  made  to  operate  per- 
fectly, and  because  of  the  inertia  of  the  air  being  handled. 

A  diagram  obtained  from  a  real  compressor  is  shown  in  Fig. 
466,  superposed  upon  an  ideal  one  for  the  same  machine,  the 
pressure  of  air  being  supposed  to  be  raised  from  atmospheric 
(Pi)  to  a  receiver  pressure  equal  to  Pt- 

(b)  The  ideal  card  is  drawn  for  isothermal  compression  of  the 
clearance  air  and  charge  and  with  isothermal  expansion  of  the 
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clearance  air.  In  the  real  case  it  is  never  possible  to  obtain 
isothermal  compression  with  a  reciprocating  air  compressor; 
instead,  the  compression  line  falls  between  the  adiabatic  and  the 
isothermal  and  is  expressible  by  the  equation  PV  =  constant, 
with  values  of  n  varying  from  about  1.2  in  extremely  favorable 
cases  to  about  1.3  under  rather  unfavorable  conditions.  To 
obtain  such  a  curve  it  is  necessary  to  cool  the  air  during  com- 
pression, by  the  methods  which  will  be 
considered  later.  For  present  purposes  ^ 
it  is  merely  necessary  to  note  that  the 
air,  and  therefore  the  cylinder  walls, 
will  become  heated  during  compression. 

(c)  During  expansion  of  the  clearance 
air,  this  material  will,  in  general,  be  in 
contact  with  walls  which  are  at  a  higher  '^'  ^  ' 
temperature,  hence  it  will  receive  heat  during  the  process. 
Ordinarily  the  real  expansion  Une  for  this  air  lies  between 
an  adiabatic  and  an  isothermal,  but  in  the  average  case  it 
approaches  more  nearly  to  the  latter.  The  real  expansion  line 
may  then  be  assumed  to  have  a  shape  and  position  similar  to 
da'  in  the  figure. 

(d)  In  the  ideal  case  the  admission  valve  would  open  as  soon 
as  the  clearance  pressure  has  decreased  to  atmospheric,  but 
actually  the  pressure  must  drop  somewhat  lower  to  give  an 
unbalanced  pressure  great  enough  to  open  the  valve  against  its 
spring,  its  friction  and  inertia,  and  also  to  overcome  the  inertia 
of  the  air  and  the  resistance  to  flow  through  the  more  or  less 
restricted  areas  available. 

After  the  valve  is  open  and  the  air  is  in  motion  there  are  gen- 
erally several  oscillations  of  the  valve  and  the  air  column,  as 
indicated  by  the  wavy  suction  hne,  after  which  the  pressure  set- 
tles down  to  an  average  value  sufficiently  below  the  atmos- 
pheric pressure  to  cause  the  inflow.  The  oscillation  of  the  valve 
is  known  as  "fluttering." 

(e)  From  the  fact  that  the  same  machine  has  been  assumed 
in  both  cases  it  is  evident  that  the  actual  volume  of  atr  in  the 
cylinder  at  the  end  of  the  suction  stroke  must  be  the  same  in 
each  case.  In  the  real  case,  however,  the  air  has  a  lower  pres- 
sure than  it  has  in  the  ideal,  and,  in  general,  its  temperature  will 
also  have  been  raised  by  the  heated  walls  which  are  uncovered 
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by  the  piston,  thus  the  actual  weight  present  will  be  less  than 
the  ideal.  This  effect  will  be  considered  more  in  detail  in  a 
later  section. 

(f)  Starting  at  the  point  b',  instead  of  b,  the  air  in  the  real 
case  will  be  compressed  according  to  some  law  intermediate  be- 
tween the  adiabatic  and  isothermal  and  therefore  steeper  than 
the  ideal,  as  shown  by  h'c'  in  the  figure. 

(g)  The  discharge  valve  does  not  open  until  the  pressure 
attained  is  slightly  above  that  in  the  receiver  and  it  behaves 
much  like  the  suction  valve  and  for  similar  reasons.  The  dis- 
charge line  actually  obtained  will  then  generally  look  something 
like  c'd'  instead  of  cd. 

(h)  The  discharge  valve  will  obviously  not  close  suddenly  at 
the  end  of  the  stroke,  consequently  the  corner  at  d'  may  be  more 
or  less  rounded,  the  exact  point  at  which  expansion  of  the  clear- 
ance air  starts  being  rather  difficult  to  determine. 

(i)  The  net  result  of  the  operation  of  the  real  compressor  has 
been  to  compress  a  smaller  weight  of  air  than  that  handled  by  the 
ideal  machine  and  to  require  the  expenditure  of  work  in  excess 
of  the  ideal,  as  shown  by  the  greater  area  enclosed. 

343-  Volumetric  Efficiency,  (a)  The  volumetric  efficiency  of 
the  ideal  compressor  was  shown  to  be  V,,/V„  the  symbols  refer- 
ring to  Fig.  465.  In  a  real  case  the  determination  of  the  volu- 
metric efficiency  is  not  as  simple  as  this  and  it  is  often  very 
difficult,  if  not  impossible,  to  obtain  its  true  value.  As  a  result 
several  incorrect  volumetric  efficiencies  easily  obtainable  from 
a  card  are  often  used  in  practice. 

True  Volumetric  Efficiency. 
(b)  An  ideal  compressor  should  receive  a  charge  equal  to  its 
total  piston  displacement  and  this  charge  should  have  atmos- 
pheric temperature  and  pressure.     The  weight  of  this  charge 
would  then  be 

in  which     V,  =  piston  displacement  in  cubic  feet,  and 

Va  =  volume   occupied   by  one  pound  of  air  under 
atmospheric  conditions. 
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If,  in  any  case,  the  weight  of  air  actually  received  per  suction 
stroke  is  W,  the  true  volumetric  efficiency  is 

YEU-W'IW (533) 

-  -p — (533a) 


(c)  To  evaluate  this  efficiency  it  is  necessary  to  determine  W 
and  this  is  generally  very  difficult  to  accomplish  in  any  real 
case.  It  can  be  done  by  measuring  the  air  actually  received  or 
discharged  in  a  given  time  and  then  dividing  this  by  the  number 
of  suction  strokes  occurring  during  that  time  period ;  but  the 
accurate  measurement  of  large  quantities  of  air  is  generally 
difficult  and  therefore  the  true  volumetric  effidency  is  seldom 
determined. 

Atmospheric  Volumetric  Efficiency. 

(d)  In  Fig.  467  is  given  in  exaggerated  form  a  real  compressor 
diagram  wilh  ihe  atmospheric  line  added.  If  there  is  no  change 
of  temperature  of  the  working  substance  during  charging  and 
if  the  expansion  of  the  clearance  air 
and  the  compression  of  the  mixture 
both  follow  the  same  law,  the  distance  L 
f/  must  measure  the  volume  occupied  E 
by  the  clearance  air,  and  jg  is  that  _£.(_ 
occupied  by  the  charge  when  compres- 
sion has  progressed  up  to  the  point  g. 

If  it  be  further  assumed  that  the  ^^  **^" 

drop  of  temperature  from  /  to  a'  and  the  rise  from  h'  to  g  are 
negligible,  it  may  be  said  that  the  distance  /g  is  a  measure  of  the 
volume  occupied  by  the  charge  when  at  atmospheric  pressure 
and  temperature.  Then  the  volumetric  efficiency,  on  an  atmos- 
pheric line  basis,  would  be 

Vii/..!!iS!iHft.       (53^) 

(e)  This  formula  will  probably  give  an  incorrect  result  in  all 
cases,  because  none  of  the  assumptions  made  in  its  derivation 
are  strictly  correct.  However,  the  error  is  generally  not  great 
in  magnitude,  hence,  because  of  the  simplicity  of  the  method, 
the  formula  is  commonly  used  in  practice. 
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SuctioD  Line  Volumetric  Efficiency. 

(f)  A  still  less  perfect  formula  is  often  used  for  determining 
the  volumetric  efficiency  from  the  diagram.  The  point  a'.  Fig. 
467,  is  first  determined  by  continuing  the  straight  part  of  ihe  suc- 
tion line  backward  to  intersect  the  expansion  line.  The  distance 
a'b'  is  then  taken  as  the  volume  occupied  by  the  charge  and 
the  distance  from  a'  to  the  zero  of  volumes  is  taken  as  that  of 
the  clearance  air  at  the  same  pressure  and  temperature.  Neg- 
lecting the  fact  that  the  suction  line  is  below  atmospheric  pres- 
sure the  volumetric  efficiency  on  a  suction  line  basis  is  defined  as 

^rr-j       distance  a'b'  ,      . 

VEf.  = jp ■ (535) 

(g)  This  method  contains  practically  all  the  errors  of  that 
previously  given  with  the  added  disadvantage  of  neglecting  the 
difference  of  pressure,  consequently  it  should  never  be  ased 
when  the  position  of  the  atmospheric  line  can  be  obtained. 

344.  Cooling  During  Compression,  (a)  It  has  been  shown 
in  preceding  sections  that  isothermal  compression  should,  in 
general,  prove  more  economical  than  adiabatic.  It  is  practically 
impossible  to  attain  isothermal  compression  in  any  real  machine, 
but  it  can  be  more  or  less  closely  approximated  and  generally 
without  involving  excessive  cost. 

(b)  If  a  compressor  fitted  with  a  metal  cylinder  is  operated 
very  slowly,  i.e.,  one  or  two  cycles  per  minute,  the  heat  gener- 
ated by  compression  will  be  conducted  away  by  the  cylinder 
metal  almost  as  fast  as  generated  and  in  such  case  the  com- 
pression could  be  made  to  approach  an  isothermal  process  as 
closely  as  desired,  but  it  would  involve  the  use  of  enormously 
large  machines  because  of  the  slow  operation.  Some  method 
must  therefore  be  used  which  permits  of  operation  at  the  highest 
desirable  speeds. 

(c)  If  any  form  of  external  cooling,  such  as  radiation  consid- 
ered above,  is  to  be  used  the  proportions  of  the  cylinder  are 
important.  That  cylinder  which  exposes  the  greatest  surface 
to  the  external  cooling  agent,  per  cubic  foot  enclosed,  will  be 
the  best  so  far  as  cooling  is  concerned.  This  would  indicate 
the  use  of  cylinders  of  small  diameter  and  great  length,  i.e., 
"long  stroke  compressors,"  but  such  machines  are  always  more 
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expensive  than  short  stroke  mechanisms,  consequently  a  com- 
mercial limit  is  set  to  cylinder  proportions  adopted. 

(d)  In  practice  a  few  types  of  compressors  are  cooled  by  radia- 
tion to  the  atmosphere,  as,  for  instance,  those  used  on  locomotives 
for  operating  the  air  brakes.  They  are  all  comparatively  small, 
are  generally  operated  in  strong  currents  of  air  and  are  at  best 
rather  inefficient.  It  is  doubtful  if  the  compression  is  appre- 
ciably better  than  adtabatic,  the  radiation  serving  simply  to 
prevent  overheating  of  the  entire  mechanism  by  storage  of  heat 
from  cycle  to  cycle. 

(e)  Most  commercial  machines  are  water  cooled.  There  are 
three  distinct  methods  of  applying  cooling  water,  two  or  more 
of  which  may  be,  and  generally  are,  used  on  the  same  machine. 
They  are: —  (i)  Injecting  water  into  the  cylinders;  (2)  water 
jacketing  the  cylinders;  and  (3)  compressing  in  stages  and 
using  water  jacketed  vessels,  called  "  intercoolers,"  between 
cylinders. 

Water  Itijection. 

(f)  The  injection  of  water  into  the  compression  cylinder  has 
been  rather  extensively  used  in  Europe  but  not  in  this  country. 
If  the  water  is  introduced  as  a  solid  stream  but  little  cooling 
is  effected,  the  compression  curve  approximating  the  equation 
p\nM  to  PV^"  =  constant;  but  with  a  very  fine  spray  the 
cooling  effect  is  much  greater,  and  values  of  the  exponent «  as 
low  as  1,26  to  1-28  may  be  obtained, 

(g)  The  introduction  of  water  Into  the  cylinder  has  the  fol- 
lowing disadvantt^es :  —  It  generally  increases  the  wear  of  cyl- 
inder and  piston;  the  feeding  devices  are  an  almost  constant 
source  of  trouble;  and  the  air  leaves  the  cylinder  practically 
saturated  with  water,  some  of  which  precipitates  when  cooled 
in  the  receiver,  but  much  remains  in  the  air  and  later  may  cause 
trouble  by  freezing  when  the  air  is  expanded  in  doing  work. 

Water  Jacketing. 
(h)  Jacketing  the  compressor  cylinders  with  water  does  not 
introduce  the  difficulties  considered  above,  but  it  is  generally 
less  efficient  than  water  spraying  unless  it  is  very  perfectly 
carried  out.  Values  of  the  exponent  n  about  equal  to  1.25  to 
1.28  are  generally  attainable. 
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Multistage  Compression  and  lutercooling. 


(i)  The  raising  of  pressure  from  atmospheric  to  the  deared 
receiver  pressure  need  not  occur  entirely  in  one  cylinder.  The 
compression  may  be  divided  between  as  many  cylinders  as  desired 
without  changing  the  ideal  process  in  any  way.  This  is  shown 
in  Fig.  468  for  the  ideal  case  with  three  cylinders,  i.e.,  compres- 
sion in  three  stages.  It  can  be  seen  from  the  diagram  that  it 
is  immaterial  whether:  — 

(i)  Compression  is  carried  out  in  one  cylinder  receiving  the 
charge  Vi,  and  compressing  it  isothermally  and  discharging  at  a 
pressure  -Pa!  or 

{2)  It  is  carried  out  in  several  cylinders,  the  first  receiving 
a  charge  Vh  at  pressure  Pi,  compressing  isothermally  to  /  and 


Fig.  468. 


Fig.  469- 


then  discharging  along /a  to  a  second  cyhnder  which,  receiving  its 
charge  along  ef,  compresses  to  g,  and  so  on  until  the  last  cylinder 
compresses  to  and  discharges  at  Pa. 

(j)  This  method  has  the  practical  advantage  of  making  it 
possible  to  use  what  is  known  as  " inlercooUng" ;  for  the  air  dis- 
charged from  one  cylinder  may  be  passed  through  a  very  effi- 
cient cooler  on  its  way  to  the  second,  and  so  on.  The  practical 
advantage  of  this  is  shown  in  Fig.  469,  which  indicates  the  com- 
pression line  which  is  thus  made  possible. 

The  line  be  represents  ideal  or  isothermal  compression, 
shows  an  adiabatic,  and  the  broken  line  befgkc"  the  compression 
line  which  might  be  obtained  with  a  jacketed,  or  spray  cooled, 
multistage  compressor  fitted  with  intercoolers. 

The  compression  in  the  first  cylinder  brings  the  material  to  e 
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with  a  temperature  higher  than  it  had  at  b.  An  effective  inter- 
cooler  through  which  the  air  passes  on  its  way  to  the  next  cyl- 
inder can  reduce  its  temperature  to  the  original  value,  so  that 
compression  in  the  second  cylinder  starts  under  the  same  con- 
ditions as  though  the  process  in  the  first  had  been  isothermal. 

The  work  done  in  excess  of  that  required  in  the  ideal  case  is 
evidently  measured  by  the  small  areas  chc",  hfg  and  fbe,  while 
without  mtercooling  the  loss  would  probably  have  been  some- 
thing like  that  shown  by  the  area  cbc'". 

(k)  The  fact  that  the  cooling  water  is  often  below  the  average 
atmospheric  temperature  suggests  the  possibility  of  cooling  in  the 
intercoolers  to  a  value  lower  than  that  on  c"c"U' 

the  isothermal.  This  would  give  a  com- 
pression line  similar  to  that  shown  in  Fig. 
470  by  befgkc",  which  is  sometimes  approx- 
imated in  practice  when  very  cold  water  is 
available.  Comparing  this  with  the  iso- 
thermal be  shows  that  the  latter  may  under 
these  circumstances  be  very  closely  approx- 
imated. Some  few  machines  have  been 
operated  with  such  effective  inlercooHng 
that  the  sum  of  the  work  areas  under  the 
real  compression  lines  in  the  several  cylinders  was  less  than 
under  the  ideal  isothermal  between  the  initial  and  final  pres- 
sures. 

(I)  Dividing  the  compression  up  into  several  stages  and  inter- 
cooling  has  a  markedly  beneficial  effect  upon  the  volumetric 
efficiency  of  a  compressor  for  two  reasons:  — 

First,  since  the  temperature  range  in  the  low-pressure  cylinder 
(ist  stage)  is  reduced,  the  air  is  heated  less  during  the  suction 
stroke,  hence  greater  actual  weight  will  enter  the  cylinder  than 
would  be  the  case  in  a  single  cylinder  operating  between  the  ex- 
treme pressure  limits. 

Second,  less  weight  of  air  remains  in  the  clearance  of  the  low- 
pressure  cylinder  because  the  discharge  pressure  from  that  cylin- 
der is  lower  than  with  a  single-stage  compressor,  which  would  be 
of  the  same  size  and  have  the  same  clearance  volume. 

This  will  ije  made  clear  by  Fig.  471  in  which  the  idealized 
cards  of  a  three-stage  compressor  with  clearance  are  abed,  a'b'c'd' 
and  a"b"c"d".     It  will  be  observed  that  the  expansion  of  the 
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clearance  air  in  the  low-pressure  cylinder  theoretically  decreases 
the  charge  volume  by  the  small  amount  equal  to  Va  —  Vf,  whereas 
if  the  compression  had  all  been  carried  out  in  this  one  cylinder 
the  clearance  air  at  pressure  Pj  would  have  expanded  from  a 
volume  V.  to  a  volume  V/,  theoretically  decreasing  the  charge  by 
the  very  large  amount  V/  —  Vj.  This  serious  loss  is  one  worth 
preventing,  if  commercially  feasible. 

(m)  It  is  obvious  from  the  diagrams  and  preceding  paragraphs 
that  the  lai^er  the  total  pressure  range,  the  greater  in  every  way 
will  be  the  advantages  of  multistage  compression.  It  thus 
happens  in  practice  that  machines  for  impressing  to  25  or  50 
pounds  per  square  inch  eirc  generally  built  single  stage,  while 


Fiij.  471. 


Fig.  472 


those  intended  to  compress  to  100  or  150  pounds  are  generally 
made  two-stage.  Where  exceptional  efficiency  is  desired,  or 
where  extremely  high  pressures  are  to  be  attained,  three-,  and 
even  four-,  stage  machines  are  sometimes  used. 

(n)  The  differences  betwwn  the  actual  cards  and  the  ideal 
ones  of  each  cylinder  of  a  multistage  compressor  are  similar  to 
those  which  have  been  discussed  for  the  single-stage  compressor. 
When  superposed  they  look  something  like  Fig.  472,  in  which 
the  atmospheriL-,  intercooler,  and  receiver  pressures  are  indi- 
cated by  horizontal  dash  lines.  In  each  case  the  air  is  drawn 
into  a  cylinder  at  a  pressure  below  that  at  which  it  exists  out- 
side of  the  cylinder  and  is  discharged  at  a  pressure  higher  than 
that  maintained  in  the  vessel  receiving  the  air.  This  results  in 
an  overlapping  of  the  cards  in  the  center  of  the  diagram  giving 
two  loops,  A  and  B,  which  very  evidently  represent  lost  work. 
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(o)  The  better  the  action  of  the  valves  and  the  lai^er  the 
passages  through  ports,  intercooler,  pipes  and  such,  the  smaller 
will  the  areas  of  these  loops  become,  the  upper  and  lower  tines 
tending  to  become  coincident.  In  very  well-designed  compres- 
sors this  lost  work  is  so  small  as  to  be  almost  if  not  quite  inde- 
terminate. 

345.  Blowing  Engines.  Blowing  engines,  or  blowers,  are  simi- 
lar to  air  compressors  in  principle,  but  they  are  generally  built  to 
handle  relatively  very  large  quantities  of  air  at  comparatively 
low  pressures,  say  10  to  20  pounds  per  square  inch  above  atmos- 
phere. Comparatively  little  attention  need  be  given  to  cooling 
under  such  conditions  because  the  pressure  is  so  low  that  very 
little  work  can  be  saved  by  such  means.  Moreover,  the  com- 
pressed air  is  generally  heated  before  being  used,  so  that  any  cool- 
ing during  compression  would  call  for  an  expenditure  of  heat  to 
raise  the  temperature  immediately  afterward. 

Because  of  the  large  volumes  of  air  to  be  handled  considerable 
difficulty  is  generally  met  in  designing  efficient  valves,  particu- 
larly if  operated  at  high  speeds.  As  a  result  there  are  many 
different  types  of  both  inlet  and  discharge  valves  in  use,  some 
operating  automatically  under  the  action  of  springs  and  air 
pressure,  some  mechanically  operated,  and  some  partly  automati- 
cally and  partly  mechanically  operated. 

346.  Turbine  Compressors.  Since  the  successful  commer- 
cialization of  the  steam  turbine,  engineers  have  been  trying  to 
develop  satisfactory  "Turbo  Compressors"  or  "Turbo  Blow- 
ers." These  compressors  have  a  number  of  stages  arranged  in 
aeries,  each  impeller  receiving  its  supply  of  air  from  the  preced- 
ing stage  and  discharging  into  the  one  which  follows,  no  valves 
being  used.  The  stages  are  water  cooled  and  intercxwlers  are  em- 
ployed. These  machines  are  just  beginning  to  assume  prominence 
for  compressing  to  pressures  from  10  to  20  pounds  or  more  per 
square  inch,  but  as  yet  few  have  been  used  in  this  country. 

347.  Compressed-air  Engines,  (a)  Compressed  air  is  used 
commercially  in  many  different  ways  but  most  widely  in  engines 
for  the  production  of  power,  the  air  serving  as  the  working  sub- 
stance. At  first  sight  it  seems  an  uneconomical  method  of 
producing  power  as  the  air  compressor  must  be  driven  by  an 


L.i,-. c..-cX'OOg[Q 


73°  BEAT-POWER  ENGINEERING 

engine  of  some  sort  which  apparently  might  better  be  used 
directly  to  produce  the  power  desired,  rather  than  to.  suffer  the 
additional  losses  incurred  during  compression  and  utilization 
of  the  compressed  air  in  a  second  engine. 

(b)  Such  reasoning  is  generally  sound  for  conditions  where  the 
desired  power  can  be  conveniently  generated  at  the  point  of  utili- 
zation by  any  of  the  prime  movers  previously  considered.  There 
are,  however,  many  cases  where  this  cannot  be  done.  Where  a 
number  of  small  engines  are  to  be  operated  at  widely  scattered 
points  and  where  electrical  transmission  is  not  suitable,  com- 
pressed air  engines  find  a  field  to  which  they  are  admirably  suited. 
Compressed  air  can  be  transmitted  for  great  distances  without 
appreciable  loss,  and,  as  will  be  shown  later,  any  loss  can  be  more 
than  made  good  at  the  point  of  consumption.  Steam,  on  the 
other  hand,  cannot  be  efficiently  transmitted  over  great  distance 
because  of  the  resulting  condensation ;  and  more  than  this,  steam 
engines  of  small  size  are  very  inefficient  and  the  high  temper- 
ature at  which  they  operate  renders  them  unsuitable  when  han- 
dling is  required.  The  working  substance  of  internal  combustion 
engines  can  be  transmitted  as  easily,  if  not  more  easily,  than 
compressed  air,  but  the  complicated  valve  and  ignition  mecha- 
nisms, the  high  temperature  and  the  hot  noxious  exhaust  gases 
make  them  less  desirable  than  compressed  air  engines  for  a  num- 
ber of  purposes. 

(c)  Thus  compressed  air  engines  are  widely  used  in  mining 
and  quarrying  operations  and  for  the  driving  of  small  portable 
tools  in  shops  and  such.  In  Paris  there  is  installed  a  central 
compressor  station  which  distributes  compressed  air,  much  as 
gas  is  distributed  in  this  country,  and  air  is  used  by  the  con- 
sumers for  operating  small  plants  much  as  electricity  is  used 
here. 

348.  Compressed  Air  Engine  Cycles,  (a)  Compressed  air  is 
sometimes  used  in  engines  without  expansion,  that  is,  according 
to  the  rectangular  cycle.  The  work  done  per  cycle  in  an  en^ne 
without  clearance  is  obviously 

work=  Vt{Pi~Pi), {536) 

in  which  Vb  is  the  volume  displaced  per  stroke,  Pa  is  the  upper 
pressure,  and  Pi  that  of  discharge. 
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Such  use  of  compressed  air  is  very  uneconomical  as  no  use  is 
made  of  its  associated  heat  and,  as  a  result,  better  methods  of 
utilization  have  been  devised. 

(b)  A  cycle  similar  to  the  Clausius  described  under  vapor 
cycles  is  generally  considered  to  represent  the  ideal  cycle  for 
air.  As  shown  in  Fig.  463,  it  consists  of  two  constant  pressure 
lines,  dc  and  ba,  a  constant  volume  line  ad,  and  an  adiabatic 
expansion  line  cb.  The  theoretical  work  made  available  by  such 
a  cycle  can  easily  be  determined  from  the  formulas  previously 
given. 

(c)  In  practice  the  air  generally  enters  an  engine  at  about 
atmospheric  temperature  and  during  the  approximately  adiabatic 
expansion  it  becomes  cooled,  in  some  cases  to  such  an  extent  that 
the  moisture  in  it  freezes  and  leads  to  difficulties.  The  theoreti- 
cal temperature  decrease  can  never  be  attained  in  any  real  engine 
because  heat  will  be  supplied  to  the  engine  cylinder  from  the  sur- 
rounding atmosphere  and  will  tend  to  make  the  expansion  more 
nearly  isothermal.  If  the  engine  were  operated  very  slowly  the 
expansion  would  very  closely  approach  a  true  isothermal. 

(d)  This  approach  toward  isothermal  expansion  is  advan- 
tageous for  the  following  reasons: 

(l)  It  tends  to  prevent  the  deposition,  in  the  form  of  ice,  of 
the  moisture  accompanying  the  air,  thus  tending  to  prevent  the 
resultant  troubles  with  lubrication  and  stoppage  of  valves  and 


(2)  It  increases  the  work  made  available,  as  the  area  under 
an  isothermal  is  greater  than  that  under  the  steeper  adiabatic 
between  the  same  two  pressures. 

(3)  It  lessens  the  range  of  temperature  within  the  cylinder  so 
that  there  is  less  tendency  to  cool  down  the  entering  air.  Sudi 
cooling  would  result  in  a  decrease  of  volume  and  therefore  an 
increase  in  the  weight  required  per  cycle. 

(e)  It  is  interesting  to  note  that  from  the  theoretical  view- 
point isothermal  operation  is  not  as  advantageous  as  adiabatic. 
The  object  of  using  expansion  is  to  make  use  of  some  of  the  heat 
associated  with  the  working  substance  as  it  enters  the  engine. 
If  the  expansion  is  isothermal  no  work  can  be  done  at  the  expense 
of  such  associated  heat;  on  the  contrary,  heat  equivalent  in 
quantity  to  the  work  done  must  be  supplied  from  an  external 
source.     With  an  adiabatic  expansion,  however,  all  work  would 
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be  done  at  the  expense  of  heat  already  associated  with  the  gas 
as  it  enters  the  cylinder. 

The  discrepancy  between  theory  and  practice  is  due  to  the 
fact  that  in  the  assumed  case  heat  supplied  from  the  atmosphere 
during  the  isothermal  expansion  costs  nothing  and  may  there- 
fore be  freely  used  without  decreasing  the  commercial  efficiency 
of  the  process. 

(f)  It  was  shown  that  it  was  uneconomical  to  use  complete 
expansion  in  a  reciprocating  steam  engine.  The  same  thing  is 
true  in  the  case  of  a  reciprocating  compressed  air  engine,  and  as. 
a  result  the  toe  of  the  card  is  cut  off  in  practice. 

(g)  Real  engines  are  further  found  to  operate  more  quietly, 
and  therefore  more  satisfactorily,  when  the  exhaust  valve  closes 
before  the  end  of  the  stroke  trapping  some  air  which  is  then 
compressed  into  the  clearance.  Such  operation  causes  a  loss  of 
diagram  area  and  therefore  a  loss  of  work  from  a  given  size  of 
cylinder  running  at  a  given  speed.  It  may,  however,  result  in  a 
saving  in  the  amount  of  air  used  per  horse  power  in  two  ways: 

(r)  When  compression  is  not  used  the  air  admitted  must  first 
be  mixed  with  that  in  the  clearance  until  the  full  admission  pres- 
sure is  attained;  after  that  the  entering  air  becomes  available  for 
driving  out  the  piston,  and 

(2)  Compression  tends  to  raise  the  temperature  of  the  walls, 
cylinder  head  and  piston  and  thus  to  decrease  the  cooling  effect 
upon  the  incoming  air, 

549.  Preheating,  (a)  In  practical  use,  compressed  air  en- 
gines and  the  compressors  supplying  the  working  fluid  are  gen- 
erally widely  separated.  It  has  already  been  shown  that  so  far 
as  the  compressor  is  concerned  the  cooler  the  air  the  better.  A 
cool  supply  means  larger  capacity  for  a  given  machine  and 
efficient  cooling  during  operation  means  a  smaller  amount  of 
work  required.  The  same  thing  is  true  for  the  "receiver"  or 
storage  tank,  and  for  the  pipe  line  carrying  the  air  to  the  engine, 
for  the  cooler  the  air  the  smaller  can  these  parts  be  for  a  given 
quantity  of  air. 

(b)  Conditions  are,  however,  quite  different  so  far  as  the 
engine  is  concerned.  The  warmer  the  air,  within  reason,  the 
better. 

If  the  compressed  air  could  be  heated  at  constant  pressure 
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before  entering  the  engine,  it  would  expand  according  to  Charles' 
law.  A  given  volume  of  heated  air  admitted  to  the  engine  would 
represent  a  smaller  actual  weight  but  would  be  able  to  deliver 
the  same  amount  of  work  as  a  larger  weight  of  colder  air,  and 
there  would  be  the  added  advantage  that  there  would  be  less 
danger  of  the  moisture  freezing  at  the  end  of  expansion. 

(c)  Such  heating  of  the  air  is  known  as  "  preheating  "  and 
the  devices  in  which  it  is  effected  are  called  "preheaters."  It 
is  actually  used  in  places  where  the  transmission  piping  is  of 
great  length  and  also  where  the  engine  units  arc  few  and  of  large 
size.  It  is  found  in  practice  that  the  running  expense  for  the 
fuel  supplied  for  preheating  is  less  than  the  extra  charges  against 
the  larger  compressor  and  pipe  line  which  would  otherwise  be 
used. 
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REFRIGERATIOH. 

350.  Definiticm.  (a)  By  refrigeration  is  generally  meant  the 
removal  of  heat  from  a  body,  or  substance,  to  such  an  extent  as 
to  leave  it,  or  maintain  it,  at  a  lower  temperature  than  that  of 
its  surroundings.  This  may  be  done  commercially  in  moderate 
climates  by  the  use  of  ice;  it  may  be  accomplished  in  the  labora- 
tory by  the  use  of  liquefied  gases;  it  may  be  done  in  very  hot 
climates  by  the  naturally  rapid  evaporation  of  water. 

(b)  In  the  ordinary  engineering  application  of  the  term,  how- 
ever, it  is  taken  to  mean  the  removal  of  heat  by  mechanisms, 
or  systems,  which  will  be  described  in  later  sections  and  which 
are  grouped  under  the  title  of  Mechanical  Refrigeration. 

351.  Thermodynamics  of  RefrigeratioQ.  (a)  It  was  shown 
in  Sect.  49  (h)  that  by  the  expenditure  of  enei^y  {i£)  a  reversed 
I  J  I  heat  engine  would  remove  heat  from  a  body 
I  I  at  low  temperature  and  would  discharge  to 
^1 1  f-AQi'-AQi+AE  another  body,  at   higher   temperature,  that 

J — i  heat  plus  the  heat  equivalent  to  the  energy 

L  \  \  -A  I  _  expended  in   the  operation.     That  is,  a   re- 

V  '  ''''"jTk —  versed  heat  engine  shown  diagrammatically 

^frf^  as  R  in  Fig.  473  can  receive  a  stream  of  heat 

jlr     '  Aft  from  the  low  temperature  body  Tt  and 

I  I  discharge  the  larger  stream  Aft,  made  up  of 

'        '     '  Aft  and  A£,  to  the  high  temperature  body  Ti. 

(b)  Thisisaprocessof  refrigeration  because 
heat  can  be  removed  from  the  low  temperature  body  even  if  its 
temperature  be  far  below  that  of  its  surroundings.  It  thus 
appears  that  the  reversed  heat  engine,  which  has  been  called 
a  heat  pump,  is  what  may  now  be  called  a  refrigerator,  or 
refrigerating  machine. 

(c)  Imagine  the  Carnot  cycle,  shown  in  Figs.  18  and  21  to 
PV-  and  T0-coordinates,  to  be  carried  through  in  the  direction 
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dcba  for  purposes  of  refrigeration.  Heat  will  be  absorbed  along 
the  line  dc  at  temperature  Tj,  and  in  quantity  as  shown  on  the 
T^iagram  by  the  area  dcef.  The  work  expended  in  driving  the 
machine  will  be  shown  by  the  area  ai>cd  on  the  PV-diagram,  if 
measured  in  foot-pounds,  or  by  the  similarly  lettered  area  on  the 
Tf^diagram,  if  measured  in  thermal  units.  Heat  will  be  dis- 
charged along  the  line  ba  at  temperature  Ti  and  its  quantity 
will  be  the  area  feba  on  the  T^iagram,  equal  to  the  sum  of  two 
areas  previously  considered. 

(d)  The  expenditure  made  in  order  to  abstract  the  heat  AQt,' 
shown  in  Fig.  21  by  area  dcef,  is  obviously  the  enei^  A£  used 
in  driving  the  machine  as  shown  by  the  area  abed.  If  the  heat 
removed,  AQt,  be  taken  as  the  result  obtained,  the  efficiency  of 

the  process  is  r.      1^  <n 

Ff  —      Result       _  AQa 

Expenditure      AE 

(e)  It  is  obvious  from  the  T^-diagram  of  Fig.  21  that  for  the 
case  for  which  this  figure  was  drawn  AQi  is  considerably  greater 
than  AE,  hence  the  ratio  which  has  just  been  given  as  the  effi- 
ciency will  be  greater  than  unity.  This  is  a  very  common 
property  of  refrigerating  processes.  Since  engineers  are  not  ac- 
customed to  speak  or  think  of  efficiencies  greater  than  unity  it 
is  common  practice  to  call  this  ratio  the  Coefficient  of  Performance 
(Co.P.),  or  the  Figure  of  Merit,  rather  than  the  efficiency  of  the 
process.     Then  the 

C.o.P.=^' (537) 

for  refrigerating  machinery  of  this  kind. 

(f)  The  apparently  remarkable  attainment  of  an  efficiency 
greater  than  unity  is  meaningless.  The  work  expended  and 
the  heat  removed  from  the  cold  body  are  realty  not  connected 
in  any  such  way  as  are  heat  supplied  and  work  done  in  the  case 
of  an  engine.  This  can  best  be  seen  from  the  T^diagram  of 
Fig,  21.  Assume  the  line  dc  to  he  moved  upward  while  the 
line  ab  maintains  its  position.  Then  the  heat  removed  (AQi) 
will  obviously  increase  while  the  area  of  the  cycle,  representing 
AE,  will  decrease,  that  is,  it  takes  less  work  to  remove  larger 
amounts  of  heat. 

(g)  That  this  should  be  so  can  easily  be  seen  by  carrying  the 
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assumptions  to  the  limit.  If  dc  rises  above  ab  the  previously 
cold  body  has  attained  a  temperature  greater  than  the  previ- 
ously hotter  one  and  work  can  actually  be  obtained  by  allowing 
heat  to  flow  from  it  to  the  latter.  Obviously  the  coincidence  of 
the  lines  dc  and  ab  would  indicate  that  the  two  bodies  are  at 
the  same  temperature,  that  no  work  is  attainable  by  heat  flow, 
and  that  no  work  is  necessary  to  cause  heat  flow. 

Requirements  for  Maximum  Coefficient  of  Peiformance. 

(h)  Inspection  of  the  Ti^iagram  will  show  that  anything 
which  brings  the  two  lines  ab  and  dc,  that  is,  the  temperatures 
Ti  and  Ts,  closer  together  wtU  increase  the  value  of  the  coeffi- 
cient of  performance.  This  can  be  done  by  dropping  Ti  or  by 
raising  Tt.  Dropping  Ti  will  decrease  A£  but  will  not  change 
AQi.  Raising  Tt  will  decrease  A£  and  increase  AQ,  by  the 
same  amount.  It  is  therefore  evident  that  raising  the  lower 
temperature  is  more  effective  for  attaining  a  high  coefficient 
than  lowering  the  upper  temperature;  but  this  results  in  a 
higher  temperature  in  the  cold  body  and  hence  may  not  be 
desirable. 

Obviously  with  given  upper  temperature  Ti,  the  lower  the  tem- 
perature (Ti)  of  the  cold  body  is  maintained  the  smaller  will  be 
the  C.O.P.;  and,  with  given  lower  temperature  {Ti),  the  lower 
the  temperature  of  the  hot  body  receiving  the  heat,  the  lai^er 
will  be  the  value  of  the  C.o.P. 

Theoretical  Values  of  Coefficient  of  Performance. 

(i)  For  purposes  of  comparison  with  real  refrigerating  ma- 
chinery the  ideal  reversible  refrigerator  already  described  is 
very  useful  although  its  theoretical  performance  can  never  be 
even  closely  approximated  by  a  real  machine.  The  case  is 
very  similar  to  that  of  engines  where  the  perfect  Carnot 
engine  is  used  as  a  measure  of  perfection  although  practically 
unattainable. 

0)  In  order  that  numerical  comparisons  may  be  made  later, 
several  values  of  the  coefficient  of  performance  will  now  be 
obtained  for  a  Carnot  cycle  refrigerator.  The  formula  pre- 
viously given  can  be  put  in  more  convenient  form  for  this  pur- 
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pose  in  the  following  way.    It  was  showa  on  page  8 
Camot  engine  the  net  work  is 

A£  =  RTi  log.  r  -  RT,  log,  r 
=  (Ti~Tt)Rlos.r, 
and  that  AQi  =  RTt\og.r. 

Then,  for  this  case, 

AQt_        i^niog.*-        _      Tt 
'  A£       (r,  -  Tx)  R  log.  r      Ti  ~  T,' 

Values  of  the  C.o.P.  «in  be  easily  obtained  by  substitution  of 
assumed  temperatures  in  the  last  term. 

A  very  common  case  would  be  a  machine  which  theoretically 
withdrew  heat  from  a  cold  body  at  l8°  F.  and  discharged  it  to 


Co.P.  ■■ 
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a  hot  body  (cooling  water)  at  a  temperature  of,  say,  50°  F.     The 
coefhcient  of  performance  in  this  case  would  be 
AQt  Tt  18  +  460 


(50  +  460) -(li 


h46o) 


=  15,  approx. 


(k)  The  results  obtained  by  varying  the  two  temperatures 
are  shown  by  the  curves  in  Fig.  474,  in  which  each  curve  is 
drawn  for  a  certain  upper  temperature  T^  and  shows  by  its 
rise  toward  the  right  the  increase  in  the  value  of  the  coefficient 
of  performance  with  rise  of  the  temperature  Tt, 
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353.  The  Air  Refiigeratiiig  Machine,  (a)  Any  gas,  not  lique- 
fiable  at  ordinary  temperatures,  may  be  used  as  the  working 
substance,  or  refrigerant,  in  commercial  refrigerating  machines, 
but  air  is  the  gas  most  commonly  used.  This  material  has  the 
advantages  of  being  readily  procurable,  non-poisonous  and  can 
be  brought  into  actual  contact  with  food  stuffs  and  such,  which 
are  to  be  cooled,  or  kept  cool  without  detriment  to  the  latter. 

(b)  In  the  ideal  machine  the  same  chaise  of  air  would  be  used 
continuously  and  the  entire  operation  would  be  carried  out  in 
a  single  cylinder.  In  practice  it  is  found  more  convenient  to 
use  separate  organs  to  perform 
diflFerent  functions  during  the 
cycle  and  it  is  generally  found 
best  to  discharge  the  air  used 
in  each  cycle  and  to  draw  in  a 
fresh  supply  for  the  next.  It 
will  be  noted  that  this  parallels 
the  conditions  met  with  in  most 
real  engines. 

(c)  An  idealized  refrigerating 
machine  using  a  unit  weight  of 
air  as  a  working  substance  is 
shown  diagrammatically  in  Fig.  475,  the  apparatus  consisting  of 
a  compression  cylinder,  an  air  cooler  and  an  expansion  cylinder. 
The  compression  cylinder  (without  clearance)  draws  cold  air 
from  the  cold-storage  room  at  atmospheric  pressure  and  at 
a  constant  temperature  Fj,  according  to 
the  constant  pressure  line  ab  in  Fig.  476. 
The  air  is  then  compressed  adiabatically,  p 
as  shown  by  be,  and  discharged  at  the 
higher  pressure  Pi  with  a  temperature  Ti, 
higher  than  T%,  and  specific  volume  dc. 
If  the  delivery  pressure  is  sufHciently 
high,  the  temperature  attained  may  be 
greater  than  that  of  available  cooling 
water  so  Chat  the  air  may  be  cooled  by 
discharging  it  into  the  cooler  through  which  this  water  is  circu- 
lated. By  assuming  the  volume  of  the  cooler  to  be  very  large, 
the  reduction  of  temperature  may  be  assumed,  without  sensible 
error,  to  take  place  at  constant  pressure;  hence,  the  delivery  to 
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the  cooler  is  shown  by  the  line  cd  in  the  figure,  but  when  cooled 
the  volume  of  the  air  is  de  at  tlfis  same  pressure. 

Continued  operation  of  the  compressor  cylinder  would  result 
in  continued  duplication  of  the  cycle  abed. 

(d)  The  expansion  cylinder  running  at  the  same  speed  as  the 
compressor  can  be  imagined  as  receiving  from  the  cooler  exactly 
the  same  weight  of  air  per  cycle  as  is  delivered  by  the  com- 
pressor. This  air  will  be  admitted  according  to  the  constant- 
pressure  line  de,  in  Fig.  476,  and  its  adiabatic  expansion  will  be 
according  to  line  ef,  bringing  the  material  back  to  the  initial 
pressure  Pj  but  with  a  temperature  lower  than  the  original 
temperature  Tt,  for,  according  to  Charles'  law, 

Tj/n  =  T,/Tt  =  V,/Vi, 

from  which  T,=  Tt{Vf/Vi) (539) 

This  cooled  air  at  temperature  Tf  can  then  be  discharged  to 
the  cold-storage  room  to  balance  heat  leaking  into  it  through 
the  walls  or  brought  in  by  fresh  produce.  It  is  only  necessary 
to  properly  regulate  the  quantity  of  air  handled  and  the  tem- 
perature at  which  it  is  returned,  to  maintain  any  desired  tem- 
perature (within  limits)  in  the  cold-storage  room. 

Power  Required. 

(e)  The  work  consumed  by  the  compressor  is  obviously  shown 
by  the  area  abed  and  that  made  available  in  the  expansion 
cylinder  is  similarly  shown  by  the  area  defa.  The  net  work 
required  per  cycle  is  then  only  fbce  if  the  expansion  and  com- 
pressor pistons  be  connected  t<^ther.  This  work  can  be  ex- 
pressed in  terms  of  temperatures,  pressures  and  volumes  by  the 
equations  given  in  Chap.  VIII. 

Refrigerating  Effect  and  Coefficient  of  Performance. 

(t)  The  net  refrigerating  effect,  that  is,  the  heat  AQj  removed 

from  the  cold  room  per  cycle,  is  obviously  the  difference  between 

the  heat  in  the  air  as  it  leaves  and  that  in  the  same  air  when  it 

returns.     That  is,     aq,  _  n^c,(r,  -  T/) (540) 

in  which     „,  .  ,       ,    . 

W  =  weight  of  air  per  cycle, 

Cp  —  speciiic  heat  of  air  at  constant  pressure, 
Tt  —  temperature  of  air  leaving  cold  room,  and 
T/  =  temperature  of  air  returning  to  cold  room. 
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(g)  In  a  similar  way  the  heat  rejected  to  the  water  must  be 

Aa  =  ifCp(r.-r.) (541) 

Since  A£  =  AQ,  -  A^,  it  follows  that 

A£  =  WCp  (r,  -  T,)  -  WCp  Cn  -  T,),      .    {542) 
and  from  these  values 

P^p  ^Aft^ WC^  in  -  T,) 

A£       WC^(T,-T.)~WCf(n-Tf) 


This  value  may  be  further  simplilied  as  follows:    Inverting 
ix>th  sides  of  the  equation  gives 


l_  _  (n  -  r,) 

C.o.P.        T„  ■ 


and  since  from  the  adiabatic  relation 


■     ■     ■     (544) 

Comparison  with  the  Reversed  Comot  Cycle. 

(h)  A  Carnot  cycle  refrigeration  would   work   between  the 

temperatures  Ti,,  which  is  the  highest  temperature  of  the  cool 

material,  and  T„  which  is  the  lowest  temperature  of  the  warm 

material.     Its  coefficient  of  performance  would  therefore  be 

Since  (T,  -  T^)  is  less  than  {^  -  T^)  in  Eq.  (544)-  it  follows 
that  even  in  the  ideal  case  the  real  refrigerating  machine  de- 
scribed must  have  a  lower  coefficient  of  performance  than  that 
obtained  with  the  reversed  Carnot  cycle. 

The  difference  is  due  to  the  use  of  two  irreversible,  variable- 
temperature,  constant-pressure  processes  which  in  the  real  case 
increase  the  temperature  range.     The  temperature  of  the  air 
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discharged  to  the  cooler  must  be  so'  high  that  the  water  used 
can  remove  heat  from  it,  Anally  bringing  the  air  down  to  a  value 
approaching  that  which  it  had  when  entering  the  compressor 
cylinder. 

Similarly,  the  air  is  cooled  during  expansion  to  a  temperature 
considerably  lower  than  that  of  the  cold  room,  and  when  intro- 
duced into  that  room  it  is  heated  irreversibly  until  it  finally 
attains  the  temperature  existing  there. 

Practical  Modifications. 

(i)  In  a  real  machine  operating  on  the  cycle  just  discussed, 
there  will  be  clearance  and  valve  losses  in  both  cylinders,  fric- 
tion throughout  the  mechanism,  and  heat  losses  to  and  from  the 
working  substance  as  it  passes  through  the  apparatus  with 
temperatures  different  from  those  of  surrounding  bodies.  These 
will  all  increase  the  size  of  machine  and  the  amount  of  work 
necessary  to  produce  a  given  amount  of  refrigeration. 

(j)  In  practice  it  is  customary  to  water  jacket  the  compressor. 
This  makes  the  compression  line  less  steep,  i.e.,  intermediate 
between  the  adiabatic  and  the  isothermal,  and  proportionally 
reduces  the  amount  of  work  required.  It  also  leaves  less  heat 
to  be  removed  in  the  cooler  and  makes  possible  the  use  of  a 
smaller  vessel  for  that  purpose.  It  is  therefore  decidedly  ad- 
vantageous. 

Actual  Coefficient  of  Performance. 

(k)  Both  in  the  ideal  and  actual  cases,  the  coefficient  of  per- 
formance of  air  refrigerating  machines  is  very  poor  in  compari- 
son with  machines  using  vapors  such  as  ammonia.  The  use  of 
air  machines  is  therefore  dictated  by  convenience  rather  than  by 
economy  of  power. 

For  average  cold-storage  conditions,  in  temperate  climates 
for  instance,  the  coefficient  of  performance  of  a  Camot  cycle 
refrigerator  is  about  9  to  10.  The  coefficient  of  the  ideal  air 
machine  (Eq.  {544))  is  only  about  i  .5  to  2 ;  and  in  the  real  machine 
it  is  generally,  if  not  always,  below  0.75,  as  determined  by  test, 

353.  Vapor  Compression  Process  of  Refrigeration,  (a)  It 
was  shown  in  the  previous  section  that  the  air  machine  there 
described  was  considerably  handicapped  by  the  cycle  on  which 
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it  operated,  its  theoretical  coefficient  of  performance  bang; 
necessarily  much  lower  than  that  of  the  ideal  Camot  cycle 
refrigerator  because  the  constant  pressure  reception  and  rejec- 
tion of  the  heat  are  not  reversible  processes  with  gases. 

(b)  By  using  a  liquid  and  its  vapor  as  the  working  substance, 
instead  of  a  gas,  a  much  better  performance  can  be  obtained 
because  the  constant-pressure  processes  for  saturated  vapors 
and  their  liquids  are  reversible  isothermal  ones.  It  therefore 
follows  that  with  such  working  substances  the  same  sort  of 
machine  as  that  just  described  would  in  the  ideal  case  operate 
on  a  Carnot  cycle  which  would  give  the  best  performance 
possible. 

(c)  Fig.  477  can  be  used  for  the  purpose  of  developing  this 
cycle  by  assuming  the  dischar^  pipe  of  the  expansion  cylinder 

and  the  inlet  pipe  of  the  compressor  con- 
nected by  a  coil,  as  shown  dotted  by  C 
in  Fig.  475,  so  that  the  entire  system  is 
"closed."  This  coil  may  be  regarded  as 
immersed  in  the  material  to  be  cooled. 

Imagine  the  ideal  compression  cylinder 
to  draw  in  a  charge  of  mixed  saturated 
vapor  and  its  liquid,  at  temperature  Tt 


Fig.  477.  from  this  coil,  as  shown  by  the  line  ab 

in  Fig.  477.     The  return  stroke  of  the 

piston  will  result  in  adiabatic  compression  to  the  point  c,  and, 

with  a  properly  chosen  quality  at  h,  the  material  can  be  brought 

to  the  condition  of  dry  saturation  at  c. 

From  c  to  d  the  working  substance  is  driven  into  the  cooler 
which  now  acts  as  a  condenser  reducing  all  of  the  vapor  to  the 
liquid  form  with  volume  de.  The  liquid  may  then  be  admitted 
to  the  expansion  cylinder,  as  shown  by  the  line  de,  expanded 
adiabatically  to  /  and  discharged  along  the  line  /a  into  the 
assumed  coil  C,  where  it  may  be  vaporized  wholly,  or  partly, 
at  temperature  Tt,  at  the  expense  of  heat  in  the  material 
surrounding  the  coii.  After  this  it  may  be  readmitted  to  the 
compressor  and  the  cycle  repeated. 

(d)  So  far  as  cycle  is  concerned  the  operations  outlined  have 
resulted  in  the  generation  of  the  reversed  Camot  cycle  fbce. 
So  far  as  heat  is  concerned  they  have  resulted  in  the  removal  of 
heat  Aft  from  the  cooler  substance  during  vaporization  at  tem- 
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perature  7i  and  in  the  surrender  o(  a  larger  amount  of  heat  AQi 
to  the  wanner  substance  (condensing  water)  at  the  tempera- 
ture Ti. 

T^Diagram  of  Vapoi  Process. 

(e)  The  T^hanges  of  ammonia  vapor  and  its  liquid,  in  an 
ideal  case,  are  shown  in  Fig.  478  in  which  points  are  lettered  to 
correspond  with  those  of  Fig.  477.  The  liquid  line  and  the 
saturation  line  have  been  added  to  the  diagram. 

From  this  diagram  it  can  be  seen  that 
the  heat  absorbed  from  the  cooler  body  . 
is  fj  (an  —  Xf)  and  that  discharged  to  the  I 
warmer  body  is  n.    The  work  required  in  | 
B.t.u.  per  pound  of  substance  is  therefore  | 


AE  -  r,  -  r,  {xt  -  x,).  .    (545)  „       , 

Fig-  478. 
The  mixture  of  liquid  and  vapor  is 
cooled  during  the  expansion  ef  by  the  giving  up  of  heat  to  cause 
partial  vaporization  as  indicated. 

Practical  Modifications  of  Vapor  Compression  Process. 

(f)  In  any  real  case  the  expansion  cylinder  would  be  very 
small  in  comparison  with  the  compression  cylinder,  and  the 
work  done  by  it  would  be  practically  negligible.  It  has  come 
to  be  regarded  as  more  of  an  incumbrance  than  a  benefit  and  is 
commonly  omitted  in  real  machines.  In  its  place  is  substi- 
tuted an  "  expansion  valve,"  as  X  in  Fig.  479.  This  is  merely  a 
throttle  valve  through  which  the  working  substance  can  flow 
from  the  high  pressure  of  the  condenser  to  the  low  pressure  of 
the  coil. 

(g)  This  flow  is  an  adiabiatic  process  but  is  not  reversible  and 
hence  is  not  isentropic.  It  is  not  represented  by  the  line  ej  of 
Fig.  478,  but  by  some  line  starting  at  e  and  terminating  on  the 
line /6  at  some  point/'  to  the  right  of  /.  The  entropy  increases 
and  the  possible  refrigeration  effect  decreases  because  the  energy 
which  would  have  been  given  up  as  external  work  during  isen- 
tropic expansion  here  remains  associated  with  the  substance  giv- 
ing it  the  higher  quality  x/,  instead  of  x/.  The  heat  which  can 
be  absorbed  from  the  body  to  be  cooled  is  then  only  r,  {x^~x/) 
instead  of  rj  (34  —  «/). 
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In  real  cases  the  difference  is  so  small  that  it  is  negligible  in 
comparison  with  the  increase  in  mechanical  efficiency  and  ease 


Fig.  479. 


of  operation,  and  with  the  decrease  in  first  cost  and  operating 
expense. 

Actual  Coefficient  of  Performance. 

(h)  The  great  majority  of  vapor  compression  machines  oper- 
ate with  ammonia  vapor  for  their  working  substance.  Such 
machines  give  a  coefficient  of  performance  of  from  5  to  7  under 
conditions  which  pve  a  coefficient  of  9  to  10  for  the  ideal  Camot 
cycle.  In  comparison  with  the  values  given  for  air  machines 
these  performances  are  very  much  higher  and  it  is  doubtful  if 
the  ammonia  machines  can  be  greatly  improved. 

354.  Relative  Advantages  of  Different  Vapors,  (a)  While 
most  vapor  refrigerating  machines  use  ammonia  this  material 
is  not  the  only  one  available.  For  plants  used  aboard  ship 
carbon  dioxide  is  often  preferred  and  many  stationary  machines 
have  been  operated  with  this  substance  and  with  sulphur  di- 
oxide.    Other  materials,  including  water,  have  been  used. 

(b)  The  choice  of  ammonia  as  the  common  working  substance 
is  decided  largely  by  practical  considerations,  though  it  so  hap- 
pens that  certain  thermodynamic  properties  would  lead  to  the 
same  choice.  The  most  important  considerations  are  probably 
those  of  volume  and  pressure. 
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(c)  The  actual  volume  of  working  substance  required  to  cause 
a  giv^n  amount  of  refrigeration  determines  the  size  of  machine 
required.  The  larger  the  machine,  the  greater  the  friction 
losses  if  other  things  are  equal.  Since  all  friction  must  even- 
tually result  in  the  generation  of  heat  the  refrigerating  effect 
will  be  diminished  thereby.  Bulk  is  therefore  undesirable  be- 
cause of  cost  of  machines,  cost  of  power  to  operate  and  loss  of 
refrigerating  effect  by  friction. 

The  pressure  is  important  in  two  ways.  Some  available 
substances  have  vapor  pressures  below  atmospheric  when  at  the 
temperatures  common  in  refrigeration.  Their  use  would  mean 
the  maintenance  of  a  vacuum  within  the  refrigerating  machine 
which  is  by  no  means  a  simple  matter  because  of  difficulty  with 
air  leakage.  Other  substances  have  vapor  pressures  so  high 
that  they  can  be  used  only  with  great  difficulty. 

(d)  Ammonia  is  quite  satisfactory  both  as  regards  bulk  and 
pressure.  More  than  twice  the  bulk  of  sulphur  dioxide  is  re- 
quired for  the  same  refrigerating  effect,  and  between  300  and 
400  times  the  bulk  of  water  vapor.  Carbon  dioxide  requires 
only  about  one-quarter  the  bulk  of  ammonia  vapor  but,  as  will 
be  seen,  is  handicapped  by  enormously  high  pressures. 

The  pressure  of  water  vapor  is  entirely  below  atmospheric 
at  refrigerating  temperatures,  while  that  of  sulphur  dioxide  is 
below  for  the  lowest  temperatures  and  only  slightly  above  for 
the  highest  temperatures. 

The  pressure  of  ammonia  vapor  varies  from  about  20  or  25 
pounds  to  something  below  200  pounds,  while  that  of  carbon 
dioxide  varies  from  about  300  to  looo  pounds  per  square  inch. 

It  is  obvious  that  the  best  commercial  balance  is  struck  when 
ammonia  is  adopted,  excepting  in  cases  where  an  ammonia  leak 
might  cause  very  serious  difficulties. 

(e)  In  thecaseof  real  machines  there  is  also  another  point  which 
must  be  considered  and  which  is  more  of  a  thermodynamic  nature. 
Where  an  expansion  valve  is  substituted  for  the  expansion  cylin- 
der, the  working  substance  brings  into  the  refrigerating  coil  heat 
which  in  the  ideal  case  would  have  been  converted  into  work  and 
used  in  driving  the  machine.  Obviously  any  heat  brought  into 
the  coil  by  the  working  substance  itself  means  just  so  much  less 
heat  to  be  abstracted  from  the  surroundings  to  cause  evapor- 
ation, hence  there  will  be  an  equal  reduction  in  the  refrigeration. 
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That  material  which  brings  in  relatively  the  smallest  amount 
of  heat  in  this  way  will  be  the  most  desirable  if  other  things 
are  equal. 

The  amount  of  heat  under  consideration  is  that  in  the  liquid 
at  the  end  of  the  liquefaction  process,  that  is,  it  is  the  quantity 
when  the  working  substance  is  at  the  higher  temperature  Ti 
which  is  above  that  in  the  same  liquid  at  the  lower  temperature 
Tt-  It  is  therefore  equal  to  C  (Tj  —  Tt)  in  which  C  is  the  specific 
heat  of  the  liquid.  The  larger  this  value  in  proportion  to  the 
latent  heat  of  vaporization  at  the  temperature  Tt,  the  poorer  the 
material  for  use  in  a  vapor  compression  machine  having  an  ex- 
pansion valve. 

From  this  point  of  view,  water  is  the  best  of  the  materials 
cited  as  possibilities  and  ammonia  comes  next,  carbon  dioxide 
bdng  the  worst  of  all;  thus,  ammonia  forms  a  good  oommercial 
compromise. 

355.  The  Ammonia  Absorptioo  Process,  (a)  The  vapor 
compression  machine  operates  (i.e.,  refrigerates)  because  the 
process  of  vaporization  requires  a  supply  of  heat  from  external 
sources  and  the  process  of  liquefaction  yields  heat  to  external 
media.  Any  device  or  machine  which  can  bring  about  such  alter- 
nate liquefaction  and  vaporization  can  be  used  as  a  refrigerating 
machine. 

(b)  The  so-called  absorption  refrigerating  machine  carries 
through  these  two  processes  in  a  manner  analogous  to  that  of  the 
compression  machine  but  by  entirely  different  means.  It  is  illus- 
trated diagramraatically  in  Fig.  480  and  operates  in  the  following 
way; 

(c)  The  generator  contains  a  strong  solution  of  ammonia  in 
water,  and  the  ammonia  is  driven  off  from  this  solution  at  high 
temperature  and  pressure,  by  the  heat  supplied  by  the  steam 
coils  shown  at  S.  The  vapor,  under  this  pressure,  enters  the 
condenser  K  in  which  it  is  liquefied,  as  in  the  previous  case.  It 
then  passes  through  the  expansion  valve  X  and  evaporates  in 
the  refrigerating  coils  C  as  before. 

Leaving  the  refrigerating  coils  as  vapor,  it  enters  the  absorber 
A  at  low  pressure  and  low  temperature  and  is  absorbed  by  water 
to  form  a  strong  solution  which,  by  a  pump  P,  is  delivered  to 
the  generator  to  displace  that  which  has  given  up  ammcmia 
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vapor  under  the  action  of  heat,  and  which  is  then  returned  to 
the  absorber. 

(d)  The  absorber,  pump  and  generator  together  correspond 
to  the  compressor  of  the  previous  type.    The  action  in  the  ab- 
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sorber  corresponds  to  the  charging  operation  of  the  compressor; 
the  action  of  pump  and  generator  corresponds  to  the  compression 
and  discharge. 

Coeffldent  of  Peifonnance  of  Absorption  Machines. 

(e)  No  mechanical  power,  except  the  small  amount  for  pump 
P,  is  supplied  such  a  machine,  the  absorption  of  heat  at  a  low 
temperature  following  from  the  supply  of  heat  at  a  high  tem- 
perature. The  coefficient  of  performance  cannot  therefore  be 
obtained  as  in  previous  cases.  If,  however,  it  is  considered  as 
the  quotient  found  by  dividing  the  heat  absorbed  by  heat  sup- 
plied to  cause  that  absorption,  a  ratio  is  obtained  which  may 
be  used  in  the  same  way  as  the  coefficient  of  performance. 
Comparing  such  ratios  with  those  for  ideal  refrigeration  oper- 
ating  on  a  reversed  Carnot  cycle  it  is  found  that  the  absorption 
machine  has  a  coefficient  of  performance  of  about  one-eighth  to 
one-tenth  that  of  the  ideal. 

(f)  It  was  shown  in  Sect.  353  (h)  that  for  the  compression 
process  the  coefficient  is  about  seven-tenths  of  the  ideal  and  it 
would  seem  from  this  that  the  absorption  machine  should  give 
a  very  poor  commercial  result.     It  should,  however,  be  observed 
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that  the  coefficient  for  the  compression  machine  was  based  upon 
the  energy  supplied  the  compressor  and  not  upon  the  heat 
supplied  the  plant  which  generated  that  energy. 

To  make  the  two  results  comparable  the  value  of  0.7  for  the 
compression  machine  must  be  multiplied  by  the  thermal  effi- 
ciency of  the  plant  on  the  basis  of  developed  horse  power. 
When  this  is  done  the  two  types  are  more  nearly  on  an  equal 
footing,  with  the  absorption  machine  giving  the  better  perform- 
ance for  wide  temperature  ranges,  excepting  when  a  very  efficient 
plant  is  used  to  drive  the  compression  machine. 

356.  Rating  of  R«frigeratiiig  Machines,  (a)  Refrigerating 
machines  are  generally  used  in  practice  for  the  purpose  of  main- 
taining a  cold  atmosphere  in  "cold-storage  rooms"  or  for  the 
making  of  ice.  The  ammonia  machines  generally  achieve  both 
results  indirectly  by  cooling  brine  and  pumping  the  brine  to  the 
point  at  which  heat  is  to  be  absorbed. 

(h.)  No  matter  what  use  is  made  of  the  refrigerating  machine 
or  how  it  operates,  it  Is  rated  on  ice-melling  capacity  in  pounds, 
or  tons,  per  unit  of  time.  To  melt  one  pound  of  ice  at  32"  F.  to 
water  at  the  same  temperature  requires  approximately  144  B.t.u. 

A  machine  which  could  absorb  from  the  cold  body  a  quantity 
of  heat  equal  to  144  B.t.u.  per  hour  would  have  an  ice-melting 
capacity  of  one  pound  per  hour.  The  capacity  is  generally  cx- 
prcs,scd  in  tons  per  twenty-four  hours,  thus  this  machine  would 
hav<j  an  icv'-melting  capacity  of  (r  X  24)  -i-  2000  =  0.012  ton, 
approximately. 

Ice-melling  capacity  has  no  direct  connection  with  ice-making 
capacity.  When  making  ice  the  water  from  which  it  is  made 
must  first  be  cooled  to  freezing  temperature,  the  ice  then  formed, 
and  generally  reduced  to  a  temperature  considerably  below  32"  F. 
As  a  result,  the  ice-making  capacity  of  a  machine  is  generally 
only  about  one-half  of  its  ice-melting  capacity. 
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CHAPTER  n. 


.  Assuming  the  specific  heat  of  water  constant  and  equal  to  unity,  how 
"  '  e  required  to  raise  the  temperature  of  I   lb.  of  water  from 


r°F.  10  212° 


.  Under  the  same  assumptions  as  above,  how  many  B.t.u.  must  be  ab- 
stracted to  lower  the  temperature  of  20  lbs.  of  water  from  2ia°  F.  to  32"  P.? 

3.  If  33,000  ft. -lbs.  of  mechanical  energy  arc  completely  converted  into 
heat  energy,  how  many  B.t.u.  result? 

4.  If  mechanical  energy  is  made  available  at  the  rate  of  33,000  ft. -lbs.  per 
minute  for  i  hour  it  is  said  that  i  horse-power  hour  has  been  made  available. 
What  is  the  enei^  equivalent  of  I  horse  power  in  thermal  units? 

5.  Find  the  weight  of  water  (specific  neat  —  1)  which  will  have  its  tem- 
perature doubled  by  the  addition  of  180  B.t.u.,  the  final  temperature  being 
120"  F. 

•  6.  Find  the  change  of  temperature  of  12  oz.  of  lead  (specific  heat  ■■  0.0314) 
when  4  B.t.u.  are  added. 

7.  Assuming  no  loss  by  radiation,  how  much  electrical  enei^  in  terms  of 
thermal  units  would  be  required  to  raise  the  temperature  of  a  ct^per  wire 
one  mile  lone  and  weighing  0.3  lb.  per  foot  through  a  range  of  10  degrees? 
The  Bpecitic  heat  of  copper  is  0.095. 

8.  if  130  B.t.u.  raise  the  temperature  of  10  lbs.  of  cast  iron  lood^rees.  what 
must  be  the  specific  heat  of  this  material? 

9.  Assume  the  specific  heat  of  wrought  iron  as  0.113,  the  specific  heat  of 
water  as  i  .0  and  the  weight  of  water  as  62,5  lbs,  per  cu.  ft.  Find  the  increase 
in  temperature  of  2  cu.  ft.  of  water  when  a  common  temperature  of  45°  re- 
sults from  putting  into  the  water  a  piece  of  iron  weighing  10  lbs.  and  at  a 
temperature  of  1000°  F. 

10.  A  winch  is  used  in  lowering  a  load  of  two  tons  a  vertical  distance  of 
50  ft.  The  load  is  lowered  by  means  of  a  friction  brake  which  prevents  the 
attainment  of  too  high  a  speed  and  which  brings  the  load  to  rest  just  as  it 
reaches  the  end  of  the  50-lt.  drop.  It  takes  one  minute  to  lower  the  load. 
Neglecting  friction  of  bearings  and  similar  losses,  how  much  heat  must  be 
radiated  by  the  mechanism  ofthe  brake  and  winch?  How  many  horse  power 
must  be  absorbed  by  the  brake? 

11.  An  electric  motor  receives  electrical  energy,  converts  part  of  it  into 
heat  within  itself  and  delivers  the  remainder  at  the  pulley  as  available  me- 
chanical energy.  A  certain  motor  delivers,  in  this  way,  zo  horse  power  (1  h.p. 
=  33,000  ft. -lbs.  per  min.)  and  converts  into  heat  15  per  cent  of  all  the  energy 
supplied  it.  How  much  heat  must  this  motor  dissipate  per  hour?  How  many 
ft.-lDS.  of  energy  must  be  supplied  it  per  minute? 

12.  Assume  yourself  c^ltea  upon  to  invest^te  the  claims  made  for  a  piece 
of  mechanism  with  the  following  characteristics.  It  receives  no  energy  of 
any  kind  excepting  that  given  it  ty  a  drivine  belt  which  supplies  250,000  ft.- 
Ibs.  per  minute.  It  is  claimed  that  the  mechanism  gives  out  or  makes  avail- 
able 400  B.t.u.  per  minute.     Would  you  make  the  investigation?     Why? 

13.  What  is  the  largest  amount  of  heat  energy  which  the  mechanism  oper- 
ating as  in  problem  13  could  make  available  per  minute  in  an  ideal  case? 
Could  it  do  this  in  practice?     Why? 


jcbyGoogIc 


750  BEAT-POWER  ENGINEERIHC 

14.  Assume  yourself  called  upon  to  investigate  the  claims  made  for  a  [Mece 
of  mechanism  with  the  following  characteristics.  It  is  supposed  to  receive 
no  energy  of  any  kind  excepting  300  B.t.u.  per  minute  and  is  supposed  to 
make  available  340,000  ft. -lbs.  of  mechanical  energy  in  the  same  time-  Would 
you  make  the  investigation?    Why? 

15.  Assume  that  the  mechanism  in  problem  14  above  is  supposed  to  receive 
only  300  B.t.u.  as  before  and  that  in  the  ideal  case  (neglecting  friction,  radia- 
tion, conduction  and  similar  losses)  it  is  supposed  to  deliver  333,400  ft.-lbs. 
in  the  same  time.    Would  you  make  the  investigation?    Why? 

16.  Assume  that  the  value  of  the  variable  specific  heat  C  of  a  subtance  is 
given  for  temperature  I  by  the  equation 

C  -  0.5  +  0.02  (. 

Find  the  total  heat  required  to  raise  the  temperature  of  13  lbs.  of  the  matetial 
from  50"  to  100°  F. 

17.  An  engine  receiving  300  3.t.u.  per  minute  and  no  other  eDergy  of  any 
kind  rejects  to  a  cold  body  an  amount  of  energy  equal  to  150  B.t.u.  per 
jninute.  If  there  are  no  friction  or  similar  losses,  what  would  be  the  amount 
-of  mechanical  energy  in  ft.-lbs,  made  available  per  minute? 

18.  If  the  engine  operating  as  in  the  first  part  of  prob.  17  above  loses  in 
friction  and  radiation  10  per  cent  of  the  energy  which  would  otherwise  be 
made  available,  what  will  be  the  amount  of  mechanical  energy  in  ft.-lbs. 
made  available  per  minute? 

19.  A  factory  building  is  being  designed.  Calculations  from  the  radiating 
^sur^ce  of  the  building,  character  of  that  surface,  location,  direction  of  winds, 
<etc..  indicate  that  about  400.000  B.t.u.  per  hour  must  be  liberated  within  the 
building  to  keep  the  temperature  up  to  65°  F.  The  heating  engineer  desires 
to  keep  the  coat  of  the  heating  equipment  down  to  a.  low  figure  and  believes 
that  he  can  do  so  by  allowing  for  heat  generated  by  friction  of  the  moving 
mechanisms  within  the  factory.  He  discovers  that  100  horse  power  (i  h.p, 
~  33,000  ft.-lbs./min.)  are  to  be  continuously  supplied  the  factory  by  means 
of  an  electric  motor  and  that  all  of  this  power' will  be  consumed  within  the 
factory.  The  motor  has  an  efficiency  of  85  per  cent.  What  allowance  can 
the  heating  engineer  make  on  theoretical  grounds? 

"  30.  In  the  manufacture  of  a  certain  chemical  compound  it  is  necessary  to 
stir  and  mix  a  rather  heavy  liquid  in  a  large  vat.  If  the  temperature  of  the 
liquid  rises  above  a  certain  value  it  is  apt  to  cause  a  violent  explosion.  The 
formation  of  the  compound  causes  the  absorption  of  30,000  B.t.u.  per  hour 
and  the  vat  is  so  arranged  that  25,000  B.t.u.  can  be  carried  away  per  hour 
under  all  conditions  by  means  of  a  water  jacket  and  loss' to  the  Burrounding 
atmosphere.  How  many  foot-pounds  of  energy  could  be  supplied  the  stirring 
apparatus  per  hour  without  causing  a  dangerous  rise  of  temperature? 

CHAPTER  IV. 

1.  An  ideal  gas  occupies  a  volume  of  17  cu.  ft.  at  a  pressure  of  1500  lbs.  per 
sq.  ft.  and  a  temperature  T.  What  wilt  be  its  volume  at  a  pressure  of  aooo 
lbs.  per  sq.  ft.  and  at  the  same  temperature? 

2.  A  gas  has  its  volume  halved  by  an  increase  of  pressure  at  constant  tem- 
perature. The  initial  pressure  was  3000  lbs.  per  sq.  ft.;  what  is  the  final 
pressure? 

3.  A  gas  with  an  initial  pressure  of  4500  lbs.  per  so.  ft.  is  contained  in  a 
water- jacketed  cylinder,  the  jacket  being  so  connected  with  a  water  system 
that  the  temperature  within  it  is  always  60°  F.  The  cylinder  is  fitted  with  a 
frictionless  piston  which  can  be  moved  in  or  out  as  desired.  The  piston  is 
moved  very  slowly  so  that  the  gas  is  maintained  at  the  same  temperature  as 
the  water  jacket.  At  the  end  of  a  certain  time  the  pressure  of  the  gas  within 
the  cylinder  is  found  to  be  14.7  lbs.  per  sq.  in.  Was  the  piston  moved  in  or 
out?    What  was  the  amount  of  motion  required  to  effect  the  change? 
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-'  4.  A  balloon  is  filled  with  hydrogen  gas  at  atmospheric  pressure  {14.7  lbs. 
per  sq.  in.)  and  at  atmospheric  temperatiiie.  The  balloon  then  ascends  to  a 
point  where  the  atmospheric  pressure  is  only  12,7  lbs.  per  sq.  in.  but  the 
temperature  is  the  same  as  at  the  lower  level.  If  the  balloon  is  made  of  non- 
extensible  material,  what  will  be  the  pressure  of  the  hydrogen  gas  within  it? 
J[  the  balloon  is  made  of  periectly  stretchable  material  (stretching  with  appli- 
cation of  only  infinitesimal  forces),  what  will  be  the  pressure  within  it?  In 
the  latter  case  what  expansion  of  volume  must  have  occurred? 

5.  The  inner  tube  of  a  certain  tite  has  a  capacity  of  854  cubic  inches.  How 
many  pounds  of  air  will  it  contain  when  filled  with  air  at  a  pressure  of  70  lbs. 
per  sq.  in.  and  a  temperature  of  33°  F.?  (One  cubic  foot  of  air  at  14.7  lbs. 
pressure  and  ja°  F.  weighs  0.0807  ibs.) 

6.  What  will  be  the  increase  of  pressure  of  air  in  (problem  5  if  the  tempera- 
ture rises  to  70°  F.  and  the  tire  does  not  stretch  during  the  process? 

7.  A  closed  metal  tank  is  designed  to  be  safe  when  subjected  to  an  internal 
pressure  of  100  lbs,  per  sq.  in.  It  is  used  to  hold  comprised  air  and  is  filled 
with  this  material  at  a  temperature  of  60°  F.  and  a  pressure  of  80  lbs.  per  sq. 
in.  The  tank  stands  in  the  sun  and  its  contents  may  attain  a  temperature  of 
135°  F.  Assuming  that  the  tank  does  not  expand  with  temperature  and 
pressure  changes,  will  the  designed  pressure  be  exceeded?  What  temperature 
would  have  to  be  attained  to  raise  the  pressure  of  the  air  to  the  100  lbs.  for 
which  the  tank  was  designed? 

8.  A  submarine  boat  is  closed  at  the  surface,  with  air  content  at  a  tempera- 
ture of  80°  F.  and  a  pressure  of  14.5  Ibs.  per  sq.  in.  After  sinking  beneath 
the  surface  the  temperature  o(  the  air  drops  to  40°  F.  If  the  hull  has  not 
changed  siie  during  the  temperature  change  what  must  be  the  pressure  of  the 
air  under  the  submerged  conditions? 

9.  Assuming  that  the  men  and  machinery  in  the  boat  of  problem  8  radiate 
enough  heat  to  maintain  a  temperature  of  60°  within  the  boat  what  will  the 
air  pressure  be? 

10.  A  quantity  of  gas  occupies  a  volume  of  10  cu.  ft.  at  a  pressure  of  5000 
lbs.  per  sq.  ft.  and  a  temperature  of  70°  F.  What  will  its  volume  be  at  a 
pressure  01  7000  lbs.  per  sq.  ft.  and  a  temperature  of  100"  F.? 

11.  A  quantity  of  gas  occupies  a  volume  of  15  cu.  ft.  at  a  pressure  of  40 
tbs.  per  sq.  ft.  and  a  temperature  of  60°  F.  What  will  be  its  volume  at  a 
temperature  of  70°  F.  and  a  pressure  of  30  Ibs.  per  sq,  ft.? 

13.  A  quantity  of  gas  occupies  a  volume  of  10  cu.  in.  at  a  pressure  of  7000 
lbs.  per  sq.  ft.  and  a  temperature  of  50°  F.  What  will  be  its  volume  at  at- 
mospheric pressure  (14.7  !bs.  per  sq.  in.)  and  a  temperature  of  70°  F.?    '■ 

13.  The  value  of  R  for  a  certain  gas  is  55.  One  pound  of  this  gas  occupies 
a  volume  of  13.8  cu.  ft.  at  a  pressure  of  14.7  lbs.  per  sq.  in.  What  is  the  tem- 
perature of  the  gas?  What  will  be  the  volume  of  two  pounds  of  this  gas  if 
pressure  and  temperature  (ordinary  Fahrenheit  scale)  are  doubled? 

14.  Three  pounds  of  air  are  enclosed  in  a  nonexpansible  vessel.  The  pres- 
sure is  2o  Ibs.  per  sq.  in.  and  the  temperature  is  80°  F.  The  value  of  R  is  53.34. 
What  is  the  volume  content  of  the  vessel?  What  will  be  the  pressure  of  the 
air  if  its  temperature  is  increased  to  180°  F.? 

15.  One-half  pound  of  nitrogen  gas  is  contained  in  a  cylinder  fitted  with  a 
piston.  The  temperature  of  the  gp.s  is  So°  F.  and  its  pressure  is  40  lbs.  per 
sq,  in.  The  piston  moves  out  until  the  volume  of  the  gas  has  doubled  and 
it  is  then  found  that  its  pressure  is  ao  Ibs.  per  sq.  in.  What  must  the  tempera- 
ture have  become?     (S  for  nitrogen  —  55.16.) 

16.  A  certain  gas  is  collected  over  mercury  and  measured.  It  is  found  to 
have  a  volume  01  10  cu.  in.  at  a  pressure  of  14.6  lbs.  per  sq.  in.  and  a  tem- 
perature of  60°  F.  The  gas  is  then  passed  through  a  reagent  which  absorbs 
part  of  it  and  the  remainder  is  collected  over  mercury  and  measured.  It 
measures  6  cu.  in.  at  the  same  pressure  as  before  but  the  temperature  has 
changed  to  70°  F.  between  the  two  measurements.  What  percentage  of  the 
original  volume  was  absorbed  b<^  the  reagent? 

17.  The  products  of  combustion  from  a  boiler  reach  the  base  of  the  stack 
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at  a  temperature  of  500"  F.  At  the  top  of  the  stack  their  temperature  is  only 
300°  F.  Neglecting  the  slight  pressure  change  which  would  occur  during  the 
ascension,  determine  the  relative  values  of  the  cross-sectional  areas  at  top  and 
bottom  of  the  stack  to  give  equal  gas  velocities  al  the  two  points. 

18.  A.n  air  compressor  draws  into  its  cylinder  a  charge  of  air  at  a  pressure 
of  13.5  lbs.  per  sq.  in.  and  a  temperature  of  60°  F.  It  compresses  this  air  lo  a 
volume  eoual  to  one-quarter  of  ita  original  value  and  the  pressure  attained  is 
60  lbs.     What  must  be  the  Gnal  temperature  of  the  air? 

^  19,  A  diving  bell  is  to  be  used  forexecuting  certain  work  under  water.  It  is 
made  in  the  form  of  a  ilat-ended  cylinder  open  at  the  bottom.  The  inside  diam- 
eter is  13  ft.  and  the  inside  height  is  14  ft.  The  men  and  tools  accommodated 
within  the  bell  occupy  a  cubical  content  of  120  cu.  (t.  If  the  bell  is  lowered 
into  the  water  when  atmospheric  pressure  is  14,7  lbs.  per  sq.  in.  and  tempera- 
ture is  60°  F.,  how  far  below  the  surface  can  the  bottom  of  the  bell  be  lowered 
if  the  water  has  a  temperature  of  40°  F.,  weighs  62.5  lbs.  per  cu.  ft.,  and  is  not 
to  rise  to  a  height  of  more  than  4  ft.  from  the  bottom  of  the  beli?  Assume  that 
men  and  tools  remain  entirely  within  the  air  space,  that  they  do  not  change 
volume  with  pressure  change;  that  the  air  within  the  bell  acquires  the  same 
temperature  as  the  surrounding  water. 

20.  A  quantity  of  heat  equal  to  1000  B.t.u.  (=  &Q)  is  given  to  an  ideal 
gas  maintained  at  constant  volume.  What  are  the  numeflcal  values  of  the 
several  terms  in  the  equation  AQ  =^  AS  -f  A/  +  dE? 

•■  21.  Two  pounds  of  a  gas  with  C.  =  o.i66z  and  Cp  =  0.1317  are  heated  at 
constant  volume  from  a  temperature  of  60°  F.  to  a  temperature  of  80°  P.,  and 
then  at  constant  pressure  to  a  final  temperature  of  100°  F. 

(a)  How  much  heat  is  supplied  by  the  gas? 

ib)  What  is  the  value  of  AS  ior  each  part  of  the  process? 

(e)  What  is  the  value  of  Afi  for  each  part  of  the  process? 
■  22.   The  true  specific  heat  of  a  certain  gas  is  0.1733  m  thermal  units.     The 
value  of  J?  is  55.16,  what  is  the  value  of  Cp  for  this  gas? 

23.  Three  pounds  of  an  ideal  gas  arc  heated  until  200  B.t.u.  per  lb.  have 
been  supplied  it.  During  the  process  the  gas  expands  and  133,038  ft.-lbs  of 
work  arc  done  by  it.     Find  the  value  of  AS. 

24.  A  balloon  is  filled  with  hydrogen  gas  at  a  pressure  of  14,7  lbs.  per  sq.  in 
and  a  lemperature  of  60°  F.  The  balloon  is  spherical  in  shape  and  has  an 
internal  diameter  of  25  ft.  At  a  later  time  it  is  found  that  the  pressure  of  the 
gas  within  the  balloon  Is  only  0.95  of  the  original  value  but  that  the  tempera- 
ture is  the  same  as  before.  What  fraction  of  the  original  weight  of  gas  must 
have  escaped  if  the  dimensions  of  the  balloon  have  not  changed?  How  much 
heat  would  have  had  to  be  removed  to  cause  the  pressure  to  fall  to  the  same 
extent  If  no  leakage  occurred?  (i  lb.  of  hydrogen  at  32°  F.  and  14.7  Ibs./sq.  in. 
occupied  a  volume  of  178  cu.  ft.  R  -  766.5;  Cp  =  3,41.)  What  would  be 
the  final  temperature? 

25.  Ten  pounds  of  air  (specific  volume  at  32°  and  14.7  lbs.  =  12.387  cu.  ft.) 
arc  contained  In  a  receiver  at  a.  temperature  of  55°  F.  and  a  pressure  of  100 
lbs.  per  sq.  in.  Air  leaks  out  until  at  a  later  time  the  pressure  in  the  receiver 
is  found  to  be  only  40  lbs.  per  sq.  in.  with  a  temperature  of  50°  F.  What 
weight  has  leaked  out? 

---  26.  An  air  receiver  has  a  factor  of  safety  of  S  when  filled  with  air  at  a  pres- 
sure of  200  lbs.  per  sq.  in.  and  a  temperature  of  100°  F.  What  amount  of 
heat  would  have  to  be  supplied  the  air  to  reduce  the  factor  of  safety  to  2.5  on 
the  assumption  that  the  cubical  content  of  the  receiver  remains  constant  with 
changing  temperatures.     (Cp  =  0.2374;  T  "  1-4037.) 

27.  The  value  of  R  for  a  certain  gas  is  34.9.  How  much  external  work 
will  be  done  by  five  pounds  of  this  gas  if  its  temperature  is  raised  from  50°  F. 
to  150°  F.  at  constant  pressure? 

28.  The  value  of  Cp  for  a  certain  gas  is  0,23  and  the  value  of  -y  is  i-39. 
What  volume  must  this  gas  occupy  when  at  a  temperature  of  60°  F.  and  sub- 
jected to  a  pressure  of  150  lbs.  per  sq.  in.?    ''■■•_      r.'~    juv-ji^i*v^ 

29.  A  certain  gas  with  molecular  weight  equal'  to  28  occupies  a  volume  of 
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12.8  cu.  (t.  per  lb.  What  volume  will  another  gas  with  molecular  weight  of 
32  iheoreticall)'  occupy  when  at  the  same  temperature  and  pressure? 

30.  A  certain  eas  with  molecular  weight  of  44  weighs  0.12414  '^^'  P^''  cu.  fi. 
at  standard  conditions.  Another  eas  has  a  molecular  weight  of  26.  What 
is  its  theoretical  density  under  Che  same  conditions  of  temperature  and 
pressure P 

,.  31.  A  water  pump  running  at  50  strokes  per  minute  delivers  1  cu.  ft.  of 
water  per  stroke.  An  air  chamber  is  to  be  Atted  to  thb  pump  of  such  size 
that  the  discharge  pressure  on  the  pump  shall  vary  from  100  lbs.  per  sq.  in. 
at  the  banning  of  the  stroke  to  150  lt«.  per  sq.  in.  at  the  end  of  the  stroke 
if  all  the  water  delivered  during  one  stroke  must  be  accommodated  in  the  air 
chamber.  The  temperature  of  the  water  and  of  the  air  in  the  chamber  re- 
main constant  at  60  F.  and  no  air  is  absorbed  by  the  water,  (a)  What  must 
be  the  volume  of  the  air  chamber  if  R  for  air  is  equal  to  53.3?  (b)  Would 
there  be  any  economic  advantage  in  using  a  gas  with  R  ^  g6? 

32.  Assume  that  gas  is  to  be  used  for  the  doing  of  external  work  by  beir^ 
heated  at  constant  pressure  through  a  certain  temperature  range.  If  a  large 
number  of  gases  are  available  but  only  one  pound  of  any  one  gas  can  be  used, 
would  you  select  the  gas  having  the  lowest  or  highest  value  (A  R  if  maximum 
amount  of  work  was  a  consideration?  Why?  What  other  property  of  the 
gases  would  you  consider  if  size  of  machine  was  also  of  importance?  Why? 
Assuming  that  it  is  desired  to  determine  the  gas  which  would  give  the  maxi-  • 
mum  amount  of  work  with  the  smallest  machine,  how  would  you  proceed? 

CHAPTER  V. 


2.  One-half  pound  of  nitr<%cn  is  inclosed  in  a  cylinder  fitted  with  a  fric- 
tionless  piston.  When  the  gas  has  a  temperature  of  100°  F.  the  pressure  upon 
the  piston  is  25  lbs.  persq.  in.  It  is  desired  toabstracc  ao  B.t.u.  from  the  gas 
without  changing  its  pressure.  What  will  be  the  temperature  drop  and  how 
much  must  the  volume  be  decreased?  (Cp  =  0.2438.) 
-•  3.  A  vessel  with  a  capacity  of  5  cu.  ft.  is  tilled  with  air  at  a  pressure  of  125 
lbs.  per  sq.  in.  when  at  a  temperature  of  60°  F.  It  is  desirable  Co  lower  the 
pressure  to  50  lbs  per  sq.  in.  What  amount  of  heat  will  have  to  be  abstracted 
and  what  will  be  the  final  temperature  of  the  gas,  assuming  that  the  vessel 
does  not  change  in  size  with  change  of  temperature?  (R  =  53.34:  y  —  1.4037.) 
4.  A  cylinder  permanently  closed  aC  one  end  is  fitted  with  a  frictionlcss 
piston  and  stands  vertical  upon  its  closed  cud  in  a  vacuum.  It  holds  a  volume 
of  1  cu.  ft.of  gasat  a  temperature  of  75°  F.,  and  a  pressfure  of  20  !bs.  persq.  in., 
the  pressure  being  maintained  by  Che  weight  ol^  the  piston  and  superposied 
discs  of  metal.  The  temperature  is  raised  to  150°  F.  and  the  piston  is  pre- 
vented from  rising  by  additional  weights  placed  upon  it.  (a)  What  per- 
centage of  the  original  weight  of  piston  and  discs  must  be  added?  (b)  If  no 
additional  weights  had  been  added  how  much  external  work  would  have  been 
done  by  the  expanding  gas? 

-.-,  5.  How  much  work  must  be  done  to  compress  100  lbs.  of  air  isothermally 
from  a  pressure  of  13  lbs.  per  sq.  in.  at  a  temperature  of  70°  F.  to  a  pressure 
of  no  lbs.  persq.  in.?     (Spec.  vol.  at  32°  F.  and  14.7  lbs.  =  12.387.) 

6.  How  much  heat  must  be  absorbed  during  the  process  assumed  in  prob- 
lem 4  above? 

7.  One  pound  of  air  expands  isoChermally  in  a  cylinder  behind  a  frictionlesa 
piston.  The  initial  pressure  is  too  lbs.  per  sq.  in.,  the  initial  temperature  is 
50°F..  the  ratio  of  expansion  is  5.  (Spec.  vol.  at  32°  F.  and  14-7  ■l>s-  "  12.387.) 
(a)  What  amount  ot  work  will  the  gas  do  upon  the  piston?  (b)  How  much 
heat  will  have  to  be  supplied  the  gas  during  the  expansion? 
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8.  Find  the  work  done  by  0.5  lb.  of  carbon  dioxide  expanding  isothennalty 
at  100°  F.  from  an  initial  pressure  of  100  lbs.  per  sq.  in.  to  a  final  volume  of  10 
cu.  ft.     (Spec.  vol.  at  ^I'^aaA  14.7  lbs.  =  8.1  cu.  ft.) 

9.  Air  is  compreesed  at  constant  temperature  from  a  volume  of  60  cu.  ft. 
and  a  pressure  of  14.7  lbs.  per  sq.  in.  tua  volume  of  12  cu.  ft.  Find  (a)  final 
pressure,  (b)  heat  removed,  and  (c)  work  done  upon  the  gas. 

10.  Find  the  work  done  by  4  lbs.  of  air  expanding  isothermally  from  a 
pressure  of  lOO  lbs.  per  sq.  in.  to  30  lbs.  per  sq.  in.,  the  final  volume  being 
80  cu.  ft. 

11.  Five  Dounda  of  air  expand  isothermally  from  a  pressure  of  iso  lbs.  per 
sq.  in.  to  a.  final  pressure  of  ao  lbs.  per  sq.  in.,  the  work  done  being  2^8,500  ft.- 
lbs.  {R  —  53.3.)  Find  (a)  initial  volume,  (fi)  final  volume,  (c)  initial  tem- 
perature, and  (rf)  heat  supplied. 

12.  The  volume  of  i  lb.  of  air  at  32°  F.  and  14-7  lbs.  per  so,  in.  —  12.387 
cu.  in.  (a)  Find  work  done  during  the  isothermal  expansion  of  one  pound  <d 
air  from  100  lbs.  per  sq.  in.  to  20  lbs.  per  sq.  in.  at  100°  F.  {log.  5  =  1. 61.) 
(6)  Find  initial  and  final  volumes,     (c)  Find  value  of  R. 

13.  A  given  weight  of  gas  occupies  3.09  cu,  ft.  and  is  under  a  pressure  oi 
300  lbs.  per  sq.  in.  It  expands  isothermally,  the  ratio  of  expansion  being  3. 
Find  (a)  final  volume,  (A)  ft.-Ibs.  of  work  done,  and  (cj  B.t.u.  necessary  to  do 
this  work. 

14.  Atmospheric  pressure  at  sea  level  on  a  certain  day  is  14.7  lbs.  per  sq.  in. 
and  on  a  ceitain  mountain  it  is  12.5  lbs.  per  sq.  in.  An  air  compressor  at 
each  place  compresses  isothermally  100  cu.  ft.  of  air  per  minute  (measured  at 
existing  atmospheric  pressure  and  same  temperature  in  each  case)  to  a  pres- 
sure of  80  lbs.  per  sq.  in.  How  much  work  is  done  upon  the  gas  in  each  case? 
What  is  the  difference,  and  what  per  cent  of  the  smaller  quantity  is  used  in 
excess  in  the  less  favorable  location? 

15.  If,  in  the  preceding  problem,  each  compressor  had  raised  the  pressure 
to  five  times  atmospheric  pressure  at  its  own  location,  how  would  the  quantities 
of  work  compare? 

16.  A  gas  with  -y  "  1.4  expands  adiabatically  from  an  initial  volume  of  10 
cu.  ft.  and  an  initial  pressure  of  too  lbs.  per  sq.  in.  to  a  terminal  pressure  of 
15  lbs.  per  sq.  in.     What  is  the  linal  volume? 

17.  A  gas  with  T  =  1.35  expands  adiabatically  from  an  initial  volume  tA 
0.4  cu.  ft.  and  an  initial  pressure  of  80  lbs.  per  sq.  in.  to  a  final  volume  of  4 
cu.  ft.     What  is  the  final  pressure? 

18.  A  gas  with  1  =  \.i\  b  compressed  adiabaticallj;  from  an  initial  volume 
of  5  cu.  ft.  and  an  initial  pressure  of  15  lbs.  per  sq.  in.  to  a  final  volume  erf 
I  cu.  ft.     What  is  the  final  pressure? 

19.  A  eas  with  y  =  t.33  is  compressed  adiabatically  from  an  initial  volume 
of  3  cu.  ft.  and  an  initial  pressure  of  15  lbs.  per  sq,  in.  to  a  final  pressure  of 
85  lbs.  per  sq,  in.     What  15  the  final  volume? 

20.  One  pound  of  air  exji^nds  adiabatically  in  a  cylinder  fitted  with  a 
frictionless  piston.  The  initial  pressure  is  100  lbs,  per  sq.  in.;  the  initial 
temperature  is  50°  F,;  the  ratio  of  expansion  is  5.  {Spec,  vol,  at  32"  and  14.7 
lbs.  ~  12.387;  y  —  1.4037.)  (a)  What  amount  of  work  will  the  gas  do  upon 
the  piston?  {b)  How  much  heat  will  have  to  be  supplied  the  gas  during  the 
expansion?     (c)  Compare  with  results  of  problem  y. 

21.  Five  pounds  of  gas  with  y  ^  1.4  expand  adiabatically  from  a  volume 
of  o.z  cu,  ft.  and  a  pressure  of  90  lbs.  per  sq.  in.  to  a  final  pressure  of  18  lbs. 
per  sq.  [n.  (a)  What  is  the  final  volume?  (fr)  How  much  external  work  is 
done  by  the  gas? 

32,  How  much  work  must  be  done  upon  two  pounds  of  gas  to  compress 
them  adiabatically  from  a  volume  of  2  cu,  ft.  and  a  pressure  of  14  lbs.  per  sq, 
in.  to  a  final  pressure  of  80  lbs.  per  sq,  in.?     The  value  of  y  is  1.4. 

,33,  What  will  be  the  difference  in  the  amounts  of  work  required  to  com- 
press 5  cu.  ft.  of  free  air  (air  at  60°  F.  and  14..7  lbs.  per  sq.  in.)  to  a  pressure  of 
90  lbs.  per  sq.  in.  when  the  compression  is  adiabatic  and  when  it  is  isothermal? 
(7  =  1.4037.) 
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34.  Assume  that  an  air  compressor  can  be  so  arranged  as  to  compress  air 
either  isothermally  or  adiabatically.  It  receives  air  at  a  pressure  of  14  lbs. 
].  in.  and  compresses  to  a  pressure  of  75  lbs.  per  aq.  in,    (7  —  1.41.)     (a) 

much  worL  would  be  done  in  compresung  an  initial  volume  of  i  cu.  ft. 
of  air  by  each  methodP  {b)  What  would  be  the  percentage  of  saving  when 
using  the  more  economical  method? 

35.  Five  pounds  of  gas  have  an  initial  pressure  of  300  lbs.  per  aq.  in.  and 
occupy  an  mitial  volume  of  ao  cu.  ft.  [C,  -  0.238;  R  -  53.3.)  (o)  Find 
Ci  and  7*1.  (b)  If  this  gas  is  expanded  ad^batically  to  a  pressure  of  150  Xba. 
per  sq.  in.,  what  will  be  the  numerical  value  of  Vx,  Ti  and  work  done? 

36.  One^juarter  of  a  pound  of  gas  with  Cp  =  0.238  and  C,  —  0.169  i*  ex- 
panded adiabaticalty  from  Vi  —  0.3  cu.  ft.  and  pi  —  300  lbs.  per  sq.  in.  to 
^  -  150  lbs.  per  sq.  in.  (a)  What  arc  the  numerical  values  of  R,  T,  Vt.  Tii 
(b)  What  is  the  numerical  value  of  work  done? 

~_  37.  One-quarter  of  a  pound  of  air  is  compressed  adiabatically  from  13  lbs. 
persq.  in.  and  60°  F.  to  a  pressure  of  100  lbs,  persq.  in.  After  compression  its 
temperature  is  decreased  to  60°  F.  while  the  volume  is  maintained  constant. 
(a)  How  much  heat  will  have  to  be  abstracted  to  bring  this  about?  (b)  What 
will  be  the  final  pressure?  (c)  If  the  gas  is  now  allowed  to  expand  adiabati- 
cally to  a  pressure  of  i^  lbs.,  how  much  work  can  it  do  and  how  does  this 
compare  with  that  required  in  the  original  compression?  (d)  What  will  be 
the  volume  and  temperature  at  end  of  expansion  as  in  (c)  above?  (Spec.  vol. 
at  32°  and  14.7  lbs.  -  13.387;   y  -  1.4037;   Cp  -  0.2438.) 

38.  Using  logarithmic  cross-section  paper  determine  the  pressure  exerted  by 
a  gas  For  each  cubic  foot  of  volume  increase  when  expanding  according  to  the 
law  P  V^'  —  constant,  from  an  initial  pressure  of  100  lbs.  per  sq.  in. 


tial  volume  of  one  and  one-half  cu.  ft.  to  a  terminal  pressure  of  15  lbs.  persq.  in 

39.   Air  is  drawn  into  an  air  compressor  at  a  temperature  of  6i°  F.  and  at 

atmospheric  pressure  (14.7  lbs.  per  sq.  in.).     The  flash  point  of  the  oil  used 


1  lubricate  the  compressor  piston  is  350°  F.    If  compression  is  adiabatic, 

what  pre&sure  could  be  attained  in  the  compressor  if  the  maximum  allowable 

temperature  is  sodegrees  below  the  flash  point  of  theoil?     (Assumcy  ~  I'4I-) 

30.   An  air  compressor  compresses  adiabatically  lOO  cu.  ft.  of  air  per  min- 

e  measured  at  initial  conditions  of  15  lbs.  per  sq.  in.  and  60°  F.     The  final 

'   "~  "  (a)  Find  work  done  on  air  per  minute.     (6)  Find 

id  weight  of  air  compressed   per  minute.     (Spec. 

vol.  -  13.387  at  32°  F.  and  14.7  ibs.;  R  -  53.3;  and  7  -  I.41.) 

-  -  .1-.  .  ..^j  conditions  of  two  pounds  of  gas  arc  ^1  —  100  lbs.  per  sq.  in. 
(a)  How  much  work 
lal  pressure  of  15  lbs. 
,  ,  lat  is  the  percenta&e 
gain  by  the  former  method?  {d)  How  is  this  gain  purchased?  (<)  How  o*^.^^ 
the  final  temperatures  compare? 

~ .    Power  is  obtained  by  expanding  air  adiabatically  in  an  engine  cylinder. 
„„„„,„.  „, ...  ...  h™  H,,™  .,  P  ...  „^ 

.,   .         ,    .        1,41  and  assume  further  that  the  quantity  of 

e  present  in  the  air  is  so  small  as  to  have  no  thermodynamic  ejlect, 

.c.,  all  formulas  may  be  used  as  though  dry  air  only  were  present  )  (o)  What 
is  the  lowest  pressure  to  which  the  air  can  expand  if  its  temperature  is  not  to 
drop  below  33°  F.?  (b)  To  what  initial  temperature  would  it  be  necessary  to 
heat  the  air  in  order  that  it  may  be  possible  to  expand  to  15  lbs.  per  sq.  in. 
without  droppii^  below  the  minimum  allowable  temperature? 

33^  Air  is  available  for  use  in  a  compressed  air  engine  at  a  temperature  of 
65^.  and  at  a  pressure  of  125  lbs.  per  sq.  in.  It  is  desired  to  preheat  it  at 
constant  pressure  to  such  a  temperature  that  it  will  not  drop  below  a  tempera- 
ture of  35°  F.  when  expanded  to  a  final  pressure  of  16  lbs.  per  stj.  in.  accordi:^ 
to  the  equation  PV^-"-  const.    How  much  heat  will  be  required  per  pound 
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34.  How  much  work  vrilt  be  required  to  compress  two  pounds  of  gag  from 
Vi  =  25  cu.  It.  and  ^1  =  13.5  lbs.  per  aq.  in.  to  ji  "  75  lbs.  per  sq.  in.  accord- 
ing to  the  equation  FV-'  ^  const,?  What  will  be  uie  final  temperature  if 
the  initial  temperature  is  55°  F.? 

CHAPTER  TL 

I.  le  the  following  orocesa  thermodynaniicalty  reversible?  Why?  Ga»  in 
contact  with  a  hot  Dod^  with  the  same  temperature  as  the  gas.  receives  heat 
from  that  hot  body  while  expanding  isothermally  and  doing  work. 

a.  Is  the  following  process  thermodynaraically  reversible?  Why?  Gas 
expands  isothernially  and  does  a  certain  amount  of  work  at  the  expense  of 
heat  received  from  a  hot  body  at  temperature  10  degrees  higher  than  tfiat  of 

3.  Is  the  following  process  thermodynamically  reversible?  Why?  A^is 
made  to  expand  at  constant  pressure  by  being  brought  into  contact  with  a 
hot  body. 

4.  Is  the  following  process  thermodynamically  reversible?  Why?  A  gas 
maintained  at  constant  volume  has  ils  pressure  decreased  by  being  brought 
into  contact  with  a  cold  body. 

5.  Is  the  foilowic^  process  thermodynamically  reversible?  Why?  Gas  ii 
compressed  adiabalically  in  a  nonconducting  cylinder. 

6.  Is  the  following  process  themiodynamjcally  reversible?  Why?  Gas  is 
compressed  in  a  cylinder  with  metallic  walls. 

7.  Is  the  following  process  thermodynamically  reversible?  Why?  A 
blacksmith  strikes  his  anvil  forcibly  with  his  hammer. 

8.  Is  the  following  process  thermodynamically  reversible?  Why?  The 
hot  gases  resulting  from  ihe  combustion  of  fuel  within  a  boiler  furnace  flow 
up  a  smoke  stack  because  their  density  is  less  than  that  of  the  atmosphere 
surrounding  the  stack.     Is  the  process  going  on  in  the  stack  reversible? 

9.  Is  the  following  process  thermodynamically  reversible?  Why?  A  car- 
penter bores  a  hole  in  a  piece  of  wood  by  means  of  a  brace  and  bit. 

10.  Is  the  following  process  thermodynamically  reversible?  Why?  A 
machinist  cuts  a  thread  upon  a  bar  of  metal  which  is  rotated  in  a  lathe.  The 
bar  and  cutting  too!  are  kept  cool  by  a  stream  of  soap  solution.  Outline  the 
energy  changes  occurring  and  tell  whether  the  process  is  reversible  so  far  as 
these  energy  changes  are  concerned. 

II.  Assume  two  vessels  of  e(|ual  cubical  content  arranged  as  in  Sect.  35  (b), 
one  containing  one  pound  of  air  at  a  temperature  of  60°  F.  and  a  pressure  of 
100  lbs.  per  sq.  in.,  the  other  absolutely  void.  (Spec,  volume  of  air  at  32°  F. 
and  I4.7.1bs.  =  11.387).  Assume  that  it  is  possible  to  open  the  cock  between 
the  two  suddenly,  to  allow  gas  to  flow  from  the  high-pressure  to  the  low-pres- 
sure vessel  until  both  contain  the  same  weight  of  gas  and  then  to  close  the 
cock  suddenly  so  as  to  isolate  the  two  bodies  of  gas.  Assume  further  that 
the  material  of  which  the  two  vessels  and  fittings  are  made  is  absolutely 
impervious  to  heat,  (a)  At  the  end  of  the  process  what  will  be  the  tempera- 
ture of  the  gas  contained  in  the  vessel  origmally  charged  with  high-pressure 
gas?  (6)  At  the  end  of  the  process  what  will  be  the  temperature  of  the  gas 
contained  in  the  vessel  originally  void? 

CHAPTER  Vn. 

I.  Find  the  change  of  entropy  of  4  lbs.  of  a  gas  heated  at  constant  pressure 
from  a  temperature  of  60°  F.  to  a  temperature  of  1000°  F.  (C,  -  0.19a; 
R  =  4S.3.) 

a.  If  6  lbs.  of  air  are  cooled  at  constant  volume  until  the  final  pressure  is 
one-fourth  <rf  the  initial,  find  the  change  of  entropy.     (C,  —  0.169.} 

3.  If  10  lbs.  of  air  are  heated  at  constant  pressure  until  h  =  a  li,  thereby 
adding  1185  B.t.U,  to  the  gas,  find  the  change  of  entropy.     {Cp  -  0.237.) 


L.i,-.c..-cX'OOg[C 


PROBLEMS  757 

4.  Find  the  entropy  change  o(  gaa  which  is  compressed  isothermally  from 
a  pressure  of  14.7  lbs.  per  sq.  in.  and  a  volume  of  60  cu.  ft.  to  a  volume  of  13 
cu.  ft.     The  gas  is  maintained  at  a  temperature  of  80°  F. 

5.  If  35  lbs.  of  carbon  dioxide,  having  R  "  35.1.  are  compressed  from  a 
volume  of  50  cu.  ft.  to  a  volume  of  10  cu.  It.,  the  pressure  remaming  constant, 
find  the  change  in  entropy.     (Cp  =  o.aooS.) 

6.  If  5  lbs.  of  air  expand  isothermally  from  a  pressure  of  100  lbs.  per  sq.  in. 
to  a  pressure  of  30  lbs.  per  sq.  in.  and  a  temperature  of  60°  p..  find  the  change 
in  entropy.     (R,=,53  3) 

,7.  If  )  lb.  of  air  is  allowed  to  expand  isothermally  at  a  temperature  of  70*  F. 
until  its  final  volume  is  4  times  its  initial  one,  find  its  change  in  entropy. 
(R  =  53-3-) 

.^  8.  Find  the  entropy  change  of  5  lbs.  of  a  gas  which  expands  isothermally 
at  60°  F.  until  the  ratio  of  its  final  volume  to  initial  volume  is  14.8.  (,Cp  — 
O.aoo8;   C,  -  0.1548.) 

g.  Find  how  much  heat  would  be  required  to  heat  4  lbs.  of  air  at  constant 
volume  so  that  it  would  experience  an  entropy  change  of  0.468,  its  initial 
temperature  bein^  60°  F.     (C,  =  0.169.) 

10.  3  lbs.  of  air  arc  compressed  isothermally  from  a  volume  of  36  cu.  ft. 
and  pressure  of  15  lbs.  per  sq.  in.  to  a  volume  of  9  cu.  ft.  Find  the  change 
in  entropy.     {R  -  53-3) 

..II.  At  the  end  of  the  compression  stroke  in  a  gas  engine  cylinder,  the  tem- 
perature is  found  to  be  970°  abs.  and  the  entro[>y  change  from  32°  F.  is  0.55. 
Alter  combustion  at  constant  volume  (pressure  rise  at  const,  vol.)  the  entropy 
has  increased  to  0.96.     (C  =  0.16.) 

(l)  What  is  the  final  temperature  at  the  end  of  combustion? 

(3)   How  much  heat  has  been  added? 

13.  Imagine  0.4  lb.  of  an  ideal  gas  to  expand  in  a  cylinder  which  prevents 
any  heat  flow  to  or  from  the  gas,  initial  pressure  being  100  lbs.  per  sq.  in.  and 
initial  volume  J  cu.  ft.,  find  the  work  done  when  its  volume  has  become  3  cu.  ft. 
Find  change  in  temperature.  Find  the  change  in  entropy.  (Cp  =  0.134. 
C,  =  0.093.) 

CHAPTER  Vra. 

.,1.  A  Camot  cycle  is  performed  with  gas  as  a  working  substance.  The 
temperature  of  the  hoc  body  is  1000°  F.  and  that  of  the  cold  body  is  60°  F. 
How  much  work  is  done  per  cycle  if  the  heat  supplied  per  cycle  is  10  B.t.u.? 
2.  In  the  case  of  the  Carnot  cycle  as  above  with  higher  temperature 
1000°  F.  and  lower  temperature  60°  F.,  how  much  work  would  be  done  per 
cycle  if  the  heat  rejected  per  cycle  equals  10  B.t.u.? 

-  3.  A  Carnot  cycle  with  gas  as  working  substance  is  used  for  the  develop- 
ment of  power.  It  is  desired  to  obtain  100  ft. -lbs.  of  work  per  cycle.  The 
heat  supplied  per  cycle  equals  0.3  B.t.u.  and  the  temperature  of  the  hot  body 
is  500°  F.     What  must  be  the  temperature  of  the  cold  body? 

4.  A  Carnot  engine  is  to  be  used  as  a  heat  pump  to  remove  10  B.t.u.  per 
cycle  from  a  body  at  a  temperature  of  32°  F.  and  discharge  to  a  body  at  a 
temperature  of  100'  F.  (a)  How  much  energy  will  be  required  per  cycle  to 
operate  this  heat  pump?  (A)  How  much  will  be  required  if  the  upper  tem- 
peralure  is  300°  F.?     (c)   How  much  heat  will  be  discharged  to  the  hot  body 

5.  An  engine  using  air  as  a  working  substance,  receiving  heat  from  a  hot 
body  at  temperature  1000°  F.  and  rejecting  at  temperature  100°  F.,  operates 
on  a  cycle  composed  of  an  isothermal  expansion,  an  adkibatic  expansion,  an 
isothermal  compression,  and  an  isovolumic.  Is  this  a  reversible  cj'cle?  Why? 
--  6.    Draw  cycle  described  in  5  abo\'e  and  determine: 

(1)  Heat  supply  (positive  or  negative)  during  each  process, 
(a)  Work  done  (positive  or  negative)  during  each  process. 

(3)  Efficiency  of  cycle. 

(4)  Carnot  efficiency  with  same  temperature  limits;  y  ••  1. 41;  R  •=  53.3; 
W  "  ^  Ib-i  r  =  2  for  the  isothermal  expansion. 
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7.  One^uarter  of  a  pound  of  air  is  enclosed  in  a  cylinder  fitted  with  a 
moveable  piston.  It  occupie«  a  volume  of  3  cu.  ft.,  exerts  a  pressure  of  100 
lbs.  per  eq.  in.,  and  the  area  of  the  piston  ia  i  sq.  ft.  The  gas  is  expanded  at 
constant  pressure  to  a  volume  of  6  cu.  ft.;  the  pressure  is  then  dropped  at 
constant  volume  to  a  value  of  15  lbs.  per  sq.  in.;  the  gas  is-  then  comprencd 
at  constant  pressure  to  a  volume  of  3  cu.  ft.;  lastly  the  pressure  is  raised  to 
100  tbs.  per  sq.  in.  at  constant  volume. 

(aj  Draw  The  cycle  to  PV  coordinates  and  indicate  values  of  pressure,  vol- 
ume and  temperature  at  the  four  comers. 

(fi)  Find  the  net  work  done  by  the  gas  during  one  cycle. 

(c)  Find  the  heat  supplied  or  rejected  during  each  process  and  the  net  heat 
change. 

id)  Find  the  efficiency  of  the  cycle. 

(e)  Assuming  the  use  of  one  hot  and  one  cold  body  is  this  cycle  reversible^ 
Why? 

8.  (a)  Draw  the  Carnot  cycle  to  PV  and  T^cottrdinates  for  the  followii^ con- 
ditions. Two  pounds  of  nitrogen  are  used  as  working  substance.  The  maxi- 
mum temperature  is  1500°  F.  and  the  maximum  pressure  is  300  lbs.  [ler  sq.  in. 
The  ratio  of  isothermal  expansion  is  2.    The  minimum  temperature  is  50  F. 

(b)  Find  the  heat  supplied,  the  heat  rejected  and  the  work  done. 

(c)  Find  the  efliciency  of  the  cycle,  or  of  an  engine  usin^  the  cycle. 

9.  (a)  Determine  the  efficiencies  of  Camot  cycle  engmea  using  gaseous 
working  substances  when  the  hot  body  and  the  cold  body  have  the  following 
temperatures  respectively: 


Cold  Body  Temp 

(1)  3000*  F- 

500' F. 

(J)  1500°  F. 

o'F. 

(3)  ISOO-F. 

500°  F. 

(6)  Which  is  the  more  effective  method  of  increaung  the  efficiency,  raising 
Ti  or  lowering  Tj?     WhyP 

10.  If  the  maximum  and  minimum  temperatures  and  pressures  are  both 
given,  what  must  be  the  ratio  of  isothermal  expansion  in  a  Camot  cycle  engine 
using  gas  as  a  working  substance? 

11.  An  engine  operating  on  the  Joule  cycle  has  the  following  conditions  at 
the  end  of  compression  V^  =-  0.5  cu.  ft.;  ^a  ~  70  lbs.  per  sq.  in.;  Ta  ~  lSoo° 
abs.  After  constant  pressure  expansion  the  volume  is  0.75  cu.  ft.  For  the 
gas  used  Cp  =  o.i6  and  C,  —  0.13.  Temperature  at  end  ofexpanuon  'a  900° 
abs.  and  at  the  b«inning  of  compression  is  600°  abs.     Find 

(1)  Net  work  of  cycle. 

(2)  Efficiency  of  cycle. 

12.  A  gas  engine  operating  on  the  Otto  cycle  uses  0.15  lb.  of  gas  per  cycle 
having  C.  —  O.loaS.  C,  —  O.0514  and  R  —  40.  The  pressure  at  end  of  com- 
pression IS  75  lbs.  per  sq.  in.  and  the  temperature  is  1000°  abs.  At  end  of 
explosion  line  the  temperature  has  risen  to  3500°  abs.;  at  the  end  of  expansion 
the  temperature  is  iSoo°  abs.  and  at  the  banning  of  compression  it  is  730' 
abs.     Find ; 

(i)  Work  during  expansion  and  compression. 

(a)  The  heat  sent  into,  and  the  heat  sent  out  of,  the  system. 

(3)  The  efficiency  of  the  cycle. 

13.  A  gas  engine  operating  on  the  Diesel  cycle  uses  an  oil,  the  products  of 
combustion  of  which  have  a  gamma  value  of  1,41.  The  wevht  of  gas  used  is 
0.15  lbs.  The  temperature  at  end  of  compression  is  1800  abs.  and  at  end 
of  constant  pressure  expansion  is  2000°  abs.  The  clearance  is  8  per  cent  ahd 
the  piston  displacement  is  1  cu.  ft.  (Cp  —  0.2056,     C>  —  0.1457.)     Find: 

(a)  Heat  added. 

(6)   Heat  rejected. 

Ic)  The  pressure  obtained  at  beginning  and  end  of  each  procCM.  '  ^ 

(d)  The  entropy  changes  for  each  line. 
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I^  A  Rider  hot  air  engine,  Opetatin$  on  the  StiHing  cycle,  uses  0.066  lbs. 
of  air.  The  temperature  of  the  hot  body  is  aocx)"  abs.  and  that  of  the  cold 
body  is  600'  abs.,  the  initial  volume  t>eing  0.6  cu.  ft.  and  the  final  volume 
b^ng  1  cu.  ft.  (Cp  —  0.337,  Ct  —  0.169.)  Lowest  pressure  ia  cycle  -  14.7 
lbs.  per  sq.  in.     Find: 

(a)  The  pressures  at  the  beginning  and  end  of  expansion,  and  at  the  end  of 

(b)  Net  work  of  cycle. 

15.  A  Diesel  gas  engine  operates  with  a  gas  having  C.  —  0.2a  and  C,  — 
0.156.  The  pressure  at  the  end  of  the  compression  is  550  lbs.  pn-  sq.  in. ;  the 
volume  is  0.1  cu.  ft.  and  the  temperature  iocx)°  aba.  At  the  beginning  of  the 
adiabatic  expansion  the  temperature  is  3400°  abs.  and  at  the  end  of  same  it 
IB  1300°  abs.  Find  all  necessary  temperatures,  pressures  and  volumes  to 
determine: 

(a)  The  work  done  durii^  the  constant  pressure  and  adiabatic  expansions. 

Sb)  Work  during  adiabatic  compression. 
c)  Efficiency  of  cycle. 
~^  16.  A  gas  engine  working  on  the  Otto  cycle  has  a  pressure  at  the  beginning 
of  ccHnpression  ~  13  lbs.  per  sq.  in.  Find  the  clearance  to  give  a  com- 
pression of  91  lbs.  per  sq.  in.,  assuming  the  exponent  for  compression  to  be 
.  1.22.  If  the  initial  temperature  is  60°  F.  find  the  temperature  at  the  end  of 
compression. 

17.  Suppose  a  gae  nigine  is  working  on  the  Otto  cycle,  under  the  following 
conditions:  Compression  pressure  —  So  lbs.  per  aq.  in.;  pressure  after  ex- 
^oeion  =  340  lbs.  per  sq.  in.  The  volume  at  the  beginning  of  compreasion  is 
$cu.  ft.,  and  at  the  end  of  compression  it  is2cu.  ft.  (y  —  I.41.)  Find  work 
done  for  each  step  of  cycle  and  the  net  work  done, 

18.  With  the  same  data  as  in  the  previous  problem,  find  the  efficiency  of 
the  cycle,  the  heat  supplied  per  cycle  and  the  beat  rejected. 

19.  If  a  gas  engine  working  on  the  Otto  cycle  has  25  per  cent  clearance,  find 
the  efficiency  of  tne  cycle,     (y  —  1.41.) 

30.  Find  the  horse  power  of  a  ga«  engine  making  100  cycles  per  minute, 
each  cycle  transforming  30  B.t.u.  into  work. 

31.  How  many  B.t.u.  per  minute  will  be  required  to  devek>p  too  H.P.  in  a 
•ii^le-acting  4-stroke  cycle  gas  engine  running  300  R.P.M.  if  the  efficiency  of 
the  cycle  is  30  per  cent?     What  would  be  the  beat  input  per  cycle? 

CHAPTER  IZ. 

I.  If  liquid  with  a  constant  specific  heat  equal  to  0.5  vaporizes  at  a  tem- 
perature of  150°  F.  when  the  pressure  is  atmospheric  and  solidifies  at  3°  F.; 
(d)  What  is  tlie  value  of  q  for  atmospheric  pressure  figured  above  the  tempera- 
ture of  fuMon?     (&)  What  is  the  value  of  g  figured  above  32°  F.  as  a  datum? 

3,  A  certain  liquid  has  a  variable  specific  heat  given  by  the  following  equa- 
tion, Cp  —  0.7  -j-  0.003  '  —  o.oooi  P  in  which  I  stands  for  temperature  in 
Fahrenheit  degrees,  ft  vaporises  at  a  temperature  of  100°  F.  under  atmos- 
pheric pressure  and  solidines  at  —  35°  F.  What  is  the  numerical  value  of 
the  heat  of  the  liquid  figured  above  temperature  of  fusion  as  a  datum? 

3.  When  one  pound  of  a  certain  liquid  vaporizes  under  a  pressure  of 
35  lbs.  per  sq.  in.,  there  is  a  volume  change  of  50  cu.  ft.  The  total  amount  of 
beat  added  to  cause  vaporization  of  liquid  already  at  vaporizing  temperature 
is  900  B.t.u.  (a)  What  is  the  numencal  value  of  the  latent  heat  of  vapor- 
ization? (fr)  What  is  the  numerical  value  of  the  external  latent  heat  of 
vaporization?  (c)  What  is  the  numerical  value  of  the  internal  latent  heat  of 
vaporization? 

4.  A  certain  liquid  has  a  constant  specific  heat  of  0.85;  it  solidifies  at 
—  35°  F.  and  vaporizes  under  a  pressure  of  50  Iba.  per  sq.  in.  at  a  temperature  of 
175  F.  The  total  heat  required  to  raise  the  temperature  o(  one  pound  of 
material  from  60°  F.  and  so  cause  total  vaporization  at  a  pressure  of  50  lbs.  per 
tq.  in.  is  equal  to  1350  B.t.u.     (o)  What  is  the  numerical  value  of  q  for  these 
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conditions,  figured  above  fusion  temjjerature  as  a  datum?  (6)  What  is  the 
numerical  value  of  r  for  these  conditions?  If)  What  is  the  numerical  value 
of  X  for  these  conditions? 

5.  The  pressure  of  a  certain  saturated  vapor  at  a  temperature  of  250°  F. 
b  75  lbs.  per  sq.  in.  What  will  be  the  temperature  of  vaporization  of  this 
material  under  a  pressure  of  75  lbs.  per  sq.  in.? 

6.  The  latent  heat  of  vaponiation  of  a  certain  material  under  certain  con-, 
ditions  is  525  B.t.u.  and  the  heat  of  the  liquid  is  210  B.t.u.  What  ikill  be  the 
heat  above  the  chosen  datum  associated  with  5  pounds  of  the  vapor  of  this 
material  when  it  has  a  quality  of  85  per  cent? 

7.  Three-quarters  of  a  pound  of  liquid  and  one-quarter  of  a  pound  of  the 
vapor  of  that  liquid  have  been  standing  in  a  closed  vessel  for  a  considerable 
length  of  time.  The  temperature  of  the'liquid  is  75°  F.  (a)  What  is  the  con- 
dition of  the  vapOr?  Why?  (i)  What  is  the  temperature  of  the  vapor?  Why? 
'  S.  The  average  constant  pressure  specific  heat  of  a  certain  vapor  over  a 
temperature  range  of  too  degrees  starting  at  the  temperature  of  vaporization  at 
a  pressure  of  100  lbs.  per  sq.  in.  is  0.4.  The  internal  latent  heat  of  vaporization 
at  this  pressure  is  700  B.t.u.  The  external  work  done  during  vaporization  is 
46,600  ft. -lbs.  The  specihc  heat  of  the  liquid  is  constant  and  equal  to  0.9 
over  the  temperature  range  of  200  ticgrces  between  datum  temperature  and 
the  temperature  of  vaporization  under  the  pressure  given  above.  What  is 
the  total  heat  associated  with  10  lbs.  of  this  superheated  vapor  at  a  temper- 
ature of  100  degrees  higher  than  its  temperatureof  vaporization  at  the  assumed 

g.  A  certain  material  has  a  latent  heal  of  vaporization  of  700  B.t.u.  at 
atmospheric  pressure.  The  constant  pressure  specific  heat  of  its  super- 
heated vapor  at  atmospheric  pressure  is  0.5.  If  7  lbs.  of  100°  superheated 
vapor  arc  brought  into  intimate  contact  with  ,s  ibs,  of  75  per  cent  vapor  of  the 
same  material  and  the  combination  is  maintained  at  atmospheric  pressure, 
what  will  be  the  ultimate  condition  of  the  resulting  product? 

10.  A  gas  occupying  a  vessel  with  internal  volume  of  i  cu.  ft.  exerts  a 
pressure  of  10  lbs.  per  sq,  in.  Another  gas  in  a  similar  vessel  exerts  a  pressure 
of  15  lbs.  per  sq.  in.  What  will  be  the  pressure  on  the  walls  if  both  gases 
simultaneously  occupy  one  of  the  vessels? 

11.  A  certain  space  is  saturated  with  a  vapor  at  a  temperature  of  250°  F. 
which  exerts  a  pressure  of  17  lbs.  per  sq.  in.  Air  at  the  same  temperature  as 
the  vapor  is  pumped  into  the  same  space  until  the  pressure  has  risen  to  25  lbs. 
sq.  in.  What  weight  of  air  occupies  each  cubic  foot  of  the  space  if  the  spe- 
cific volume  of  air  at  32°  F.  and  14.7  lbs.  per  sq,  in.  is  12.387? 

IS.  A  certain  liquid  is  vaporized  in  a  closed  vessel  from  which  the  vapor  is 
allowed  to  escape  as  fast  as  generated.  The  pressure  of  the  vapor  in  question 
at  the  temperature  within  the  vessel  should  be  100  lbs.  per  sq.  in.  but  a  pres- 
sure gauge  indicates  a  pressure  of  102  lbs.  per  sq.  in.  The  excess  is  supposed 
to  be  due  to  air  mixed  with  the  vapor.  The  value  of  R  for  air  is  53.34.  How 
much  air  must  be  present  per  cubic  foot  of  space?    Assume  temperature  of 


1.  B;r  means  of  the  steam  table  lind  the  temperature,  total  heat,  heat  (rf 
the  liquid,  internal  latent  heat,  and  external  latent  heat  for  one  pound  of  drj' 
—  ■■■rated  steam  having  the  following  absolute  pressures  in  lbs.  per  sq.  in.; 

olbs." 
per  SCI.  in. 

-3.    By  means  of  the  steam  table  determine  the  number  of  pounds  of  steam 
that  will  be  required  to  fill  10  cu.  ft.  when  under  an  absolute  pressure  of  200, 
115,  40  and  5  lbs.  per  sq.  in.:    (a)   If  the  quality  is  too  per  cent;    (ft)  If  the 
quality  is  80  per  cent. 
.  -'  4,    Determine  by  means  of  the  steam  table  the  entropy  of  the  liquid,  and 
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the  entropy  of  vaporization  for  1  lb.  of  steam  under  the  following  absolute 

pressures:  15,  50,  Bo,  125,  175,  and  300  lbs.  per  sq.  in.  (a)  If  the  quality  i9 
100  per  cent.  (6J  If  the  quality  is  90  per  cent, 
—r  J.  Assuming  the  specific  heat  of  water  to  be  unity,  compute  the  entropy  of 
the  liquid  For  a  pound  of  water  heated  to  the  point  of  vaporization  for  an  abso- 
lute pressure  of  100  lbs.  per  sq.  in.  Find  the  per  cent  error  by  comparison 
with  steam  table  values. 
.^-^^  &  Compute  the  entropy  of  vaporization  for  a  pound  of  steam  havinr  the 
following  temperatures:  400,  300  and  200°  F.,  the  corresponding  latent  heats 
being  827.3,  909.5  and  977.8  B.t.u. 

-r^T-  (fl)  Determine  from  the  steam  tables  the  amount  of  heat  required  to 
make  a  pound  of  steam,  having  apreasure  of  100  lbs.  per  sq.  in.  abs.,  by  heat- 
ing the  water  to  the  temperature  01  vaporization  from  a  temperature  of  100°  P., 
and  then  vaporizing  until  the  quality  is  80,  90  and  lOo  per  cent. 

(6)  Draw  the  T^-diagram  for  (a). 
7-8.   With  the  same  data  as  in  (7)  find: 
''       (o)  The  amount  of  heat  required  to  superheat  the  steam  100°,  200°.    Take 
Cp  =  0.50.     (*)  Draw  the  T*-chart  for  (a), 
_,.  9.   Determine  by  means  of  the  steam  table  the  quality  of  steam  containing 
1039  B.t.u.  of  intnnsic  heat  and  having  a  pressure  of  i3$  lbs.  per  sq.  in.  abs. 
^O.   Determine  by  means  of  the  steam  table  the  intrinsic  heat  added  to 
I  lb.  of  water  in  heating  it  from  90°  F.  to  444°  F.,  if  the  pressure  is  keot  con- 
stant at  lao  lbs.  per  sq,  in.  abs. 

-  ■<Ii.  Heat  is  added  to  I  lb.  of  steam  at  a  constant  pressure  of  80  lbs.  per  sq. 
in.  abs.,  thereby  increasing  the  quality  from  0.4  to  0.9,  Find  by  means  of 
steam  tables:  (a)  How  much  heat  is  added.  (6)  Ifow  much  internal  heat  is 
added,  (c)  How  much  external  heat  ii  added,  (d)  How  much  work  in  ft.- 
Ibs.  is  done,     (e)   How  much  the  volume  of  the  steam  is  increased. 

13.  Find  by  means  of  the  steam  table  the  heat  rvquired  to  evaporate  50  lbs. 
of  water  having  a  temperature  of  io3°F.  when  pumped  into  a  boiler,  the  steam 
pressure  in  which  is  135  lbs.  per  sq.  in.  abs. 

13.  If  the  temperature  of  the  feed  water  is  zoo°,  find  by  means  of  the 
steam  table  the  amount  of  heat  required  to  make  100  lbs.  of  steam  having  a 
quality  of  95  per  cent,  the  pressure  being  constant  at  175  lbs,  per  sq.  in.  aos. 

14.  By  means  of  the  steam  table  dctemiine  the  volume  occupied  by  the 
steam  in  the  previous  problem. 

15.  Compute  the  external  work  performed  in  vaporizing  4  lbs.  of  water 
into  dry  steam  under  a  constant  pressure  of  lOO  lbs.  per  sq.  in.  abs.  Com- 
pare with  tabular  value. 

16.  Find  the  pressure  equivalent  to  the  internal  force  whu:h  must  be 
overcome  in  vaporizing  1  lb.  of  water  under  a  pressure  of  100  lbs.  per  sq.  in.  abs. 

17.  Steam  in  a  boiler  is  under  an  absolute  pressure  of  loo  lbs.  per  sq.  in., 
and  is  superheated  ijo.6°. 

(a)  Find  by  Tumlirz  equation  the  specific  volume  of  this  steam. 

(b)  Find  the  total  heat  of  this  steam  if  its  ^>ecific  heat  is  D.51. 

(c)  Show  part  (6)  on  a  T*-chart. 

18.  Find  the  heat  of  superheat,  and  the  total  intrinsic  heat  energy  for  the 
steam  in  the  previous  problem. 

19.  Sketch  on  a  T^-ciiart  the  water  curve  and  saturation  curve  (or  a  pound 
of  water  vapor  between  the  pressure  limits  of  2  and  300  lbs.  per  sq.  in.  abs. 
showing  the  intermediate  values  for  the  following  pressures,  10,  50  and  100. 

(a)  Mark  on  the  sketch  the  value  of  the  temperature  and  the  entropy  for 
each  point,  estimating  the  distances  as  closely  as  possible. 

(b)  Give  the  numerical  values  for,  and  show  what  areas  represent,  the  heat 
of  the  liquid,  and  the  latent  heat  for  the  two  limiting  pressures  given  above. 

(c)  If  yon  had  drawn  the  above  sketch  to  the  following  scale:  l'  =  100°  of 
temperature  and  i'  =  i  unit  of  entropy,  how  many  sq.  in.  would  represent  the 
total  heat  of  the  steam  for  the  pressure  of  30O  lbs.  per  sq.  in.  abs.?  Indicate 
this  area  on  your  sketch. 

.-  •^'  30.  Find  the  volume  of  a  boiler  containing  looo  lbs.  of  water  and  6  lbs.  of 
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dry  saturated  steam  under  a  ^       . 

cent  of  this  volume  is  occupied  by  each? 

enei^y  above  32°  is  contained  in  eachP 

ai.  How  much  water  having  a  temperature  of  60"  F.  will  be  required  to 
condense  3000  lbs.  of  steam  per  hour,  the  quality  ot  the  steam  being  90  per 
cent  and  the  pressure  within  the  condenser  being  t  lb.  per  sq.  in.  ahsT?  How 
much,  if  the  condenser  pressure  is  5  lbs.  per  sq.  in.?  Assume  the  cold  water  to 
be  thoroughly  mixed  with  the  steam. 

33.  Four  pounds  of  steam  having  an  absolute  pressure  of  125  lbs.  per  sq. 
in.  are  condensed  by  flowing  into  aoo  lbs.  of  water,  the  temperature  of  whico 
is  thereby  raised  from  60  to  80°  F,  Find  the  initial  quality  of  the  steam. 
-^  23.  Find  the  total  heat  necessary  to  change  500  lbs.  of  water  from  a  feed 
pump  temperature  of  8a°  F.  into  superheated  steam  having  a  temperature 
of  1000°  F.,  ibe  boiler  pressure  remaining  constant  at  125  lbs.  per  sq.  in.  abs. 
Take  the  specific  heat  of  superheated  sleam  for  this  range  to  be  o.^. 

24.  One  pound  of  water  at  a  temperature  ot  60°  F.  enters  a  boiler  and  is 
vaporised  under  a  pressure  of  1 15  lbs.  per  sq.  in.  ibs.  until  it  becomes  dry  and 
saturated  steam.  How  many  pounds  of  water  might  have  been  vaporized  if 
the  same  amount  of  heat  had  been  added  to  the  water  at  a  temperature  of 
212°  and  changed  into  dry  sleam  at  this  temperature? 

25.  How  much  steam  with  a  quality  of  90  per  cent  and  an  absolute  pressure 
of  3.00  lbs.  per  sq.  in.  is  condensed  in  a  surface  condenser  using  14,500  lbs.  of 
circulating  (or  condensing)  water  per  hour,  the  water  entering  the  condenser 
at  55°  F.  and  leaving  it  at  115°  F.f 

36.  An  engine  develops  15  horse  power  using  38  lbs.  of  steam  per  horse- 
power hour.  If  the  engine  exhausts  its  steam  with  a  quality  of  85  per  cent  and 
pressure  of  15  lbs.  per  sq.  in.  abs.  to  the  atmosphere,  find  the  amount  above 
33°  F.  discharged  per  minute.  What  would  be  the  maximum  amount  of  heat 
that  could  be  abstracted  per  minute  from  this  exhaust  steam  by  means  of 
water  which  is  to  attain  a  temperature  of  200°? 

.  37.  For  each  pound  of  coal  having  a  heating  value  of  14,300  B.t.u.,  a  certain 
boiler  evaporatrai  10  lbs.  of  water  into  steam,  with  quality  of  95  per  cent,  the 
pressure  being  constant  at  145  lbs.  per  sq.  in.  abs.,  and  the  temperature  of 
the  feed  water  being  188°  F. 

Suppose  that  another  boiler,  using  this  same  kind  of  coal,  evaporated  9  lbs. 
of  water  into  dry  ateam,  under  constant  pressure  of  125  lbs.  per  sq.  in.,  from 
a  teed  water  temperature  of  121°  F. 

Find  the  heat  given  waterand  steam  by  each  boiler,  and  the  boiler  cfBciencies 
(efficiency  —  heat  supplied  water  and  steam  +  heat  supplied  boiler). 

28.  Determine  by  means  of  the  T^diagram  the  pressure  at  which  steam 
will  become  dry  and  saturated  by  expanding  reversibly  and  adiabatically 
from  a  pressure  of  too  lbs.  per  sq.  m.  and  a  superheat  of  50°  F. 

29.  Determine  by  means  of  the  T^-diagram  the  final  condition  of  steam 
which  expands  reversibly  and  adiabatically  m)m  an  initial  superheat  of  150°  F. 
at  a  pressure  of  150  lbs.  per  sq.  in.  to  a  final  pressure  of  15  lbs.  per  sq.  in. 

30.  Determine  by  means  of  the  T^-diagiam  the  volume  of  10  lbs.  of  80 
per  cent  steam  at  a  pressure  of  75  lbs.  per  sq.  in. 

31.  By  means  of  the  values  given  in  the  steam  table  draw  a  T^diagram 
for  steam  to  such  a  scale  as  to  show  the  extreme  upper  parts  lA  the  water  and 
saturation  lines.     Explain  the  shape  produced. 

32.  Draw  by  means  of  values  given  in  the  steam  tables  a  physical  equil- 
ibrium diagram  for  liquid  water  and  water  vapor  between  the  cntical  tempera- 
ture and  100°  F.  similar  to  part  of  Fig.  34.  (Use  care  in  choosing  scales  so 
that  entire  diagram  can  be  drawn  on  sheet  chosen.} 

33.  E)etermine  by  means  of  the  Molller  Chart  the  final  conditions  of  steam 
expanding  reversibly  and  adiabatically  from  an  initial  superheat  of  400  d^rees 
at  a  pressure  of  loo  lbs.  per  sq.  in.  to  a  final  pressure  of  10  lbs.  per  sq.  in. 

34.  Find  from  the  Mother  Chart  the  heat  which  must  be  supplied  to  change 
lolbs.  of  95  per  cent  steam  at  30  lbs.  per  sq.  in.  to  steam  saperheated  200 
d^rees  F.  at  the  same  pressure. 
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■  -I.  One  pound  of  dry  saturated  steam  at  an  absolute  pressure  of  100  lbs.  per 
sq.  in.  is  expanded  along  a  reversible  adiabatic  until  its  pressure  is  50  lbs.  per 
sq.  in.  abs.    Find  its  new  quality,  volume  and  the  work  done. 

3.  Find  the  same  quantities  with  the  same  data  as  in  the  previous  problem, 
except  the  second  pressure,  which  is  15  lbs.  per  sq.  in. 

-  ■■  3.  Steam  is  formed  in  a  boiler  at  a  constant  pressure  of  100  lb.  per  sq,  in.  abs. 
and  with  such  a  quality  that  a  pound  occupies  only  3.54  cu.  ft.  Heat  is  added 
at  constant  pressure  until  the  steam  is  superheated  150  degrees,  (a)  Deter- 
mine the  quality  at  the  beginning  of  the  superheating  process,  (ft)  Find  the 
total  heat  added  and  the  heat  of  superheat,     (c)  Show  on  T«-chan. 

4.  How  much  external  work  was  done  in  the  previous  problem  during  the 
period  of  superheating?  What  is  the  total  intrinsic  heat  energy  at  the  point 
of  maximum  superheatP 

5.  Steam  is  contained  in  a  cylinder,  at  an  absolute  pressure  of  135  lbs.  per 
•q.  in.  and  a  quality  of  80  per  cent.  It  expands  isentropically  to  75  Ibn.  per 
sq.  in.  abs.  (a)  Find  volume  occuined  by  steam  before  expansion,  (b)  Find 
quality  at  end  of  expansion,  (c)  Find  work  done  in  ft.-lbs.  during  adiabatic 
expansion. 

6.  For  orevious  problem  find  the  total  heat  of  steam  at  the  beginning  and 
at  the  end  of  expansion;  also  the  intrinsic  heat  energy  used  up  in  expanding 
adiabatically. 

_i^  Steam  with  a  superheat  of  aoo  degrees  and  an  absolute  pressure  of  135 
lbs.  per  sq.  in.  expands  at  constant  entropy  in  a  cylinder,  until  its  pressure 
has  been  reduced  So  per  cent.     How  mucn  work  has  been  accomplished? 

(a)  What  is  the  total  heat  of  the  steam  at  point  of  maximum  superheat? 

(ft)  Show  on  PV-  and  T*^:hans. 

6.  If  the  steam  of  previous  problem  expands  further  to  15  lbs.  per  sq.  in., 
find  quality  and  intrinsic  heat  at  end  of  tne  expansion. 

9.  Steam  in  a  cylinder  at  a  pressure  of  35  lbs.  per  sq.  in.  abs.  and  a  quality 
of  90  per  cent  is  compressed  along  a  reversible  adiabatic  until  just  dry  and 
saturated. 

(o)  What  are  the  temperature,  pressure,  and  specific  volume  at  end  of  com- 
pression? 
_IO.   Steam  at  an  absolute  pressure  of  175  lbs.  per  sq.  in.  is  confined  in  a    ■ 
metal  cylinder.  .  Heat  is  abstracted  at  constant  volume  until  its  temperature 
becomes  340°  F.    The  steam  is  initially  dry  and  saturated.  ; 

(a)  Find  the  quality  at  the  end  of  change. 

lb)  Find  the  amount  of  fieat  abstracted  durii^  the  process. 

(c)  Show  on  PV-  and  T*-fields. 

II.  Superheated  steam  exists  in  a  cylinder  at  a  pressure  of  25  lbs.  per  sq. 
in.  abs.  and  a  temperature  of  366°  F. 

(a)  Determine  volume  of  steam  at  this  point, 

(b)  Isothermal  compression  occurs  until  the  steam  is  just  dry  and  saturated; 
how  much  heat  has  been  abstracted?     Show  on  T^-chart. 

13.  Steam  at  a  pressure  of  135  lbs,  per  so,  in.  abs.  and  a  quality  of  80.4 
per  cent  has  heat  abstracted  at  constant  volume  until  the  pressure  becomes 
15  lbs.  per  sq.  in.  abs. 

(a)  Find  quahty  at  end  of  the  process, 

(b)  Find  volume  at  beginning  and  end  of  process. 
(i:)  Find  intrinsic  heat  change  during  process, 

-  13.  One  pound  <^  steam  under  a  pressure  oi  lao  lbs.  per  so.  in.  abs.  expands 
isentropically  until  its  pressure  is  reduced  50  per  cent;  find  its  new  quality, 
if  its  initial  quality  was  0.3,  0.4,  0,6,  0,8,  1 .0.  Show  each  of  the  above  expan- 
sions on  T^chart.     Tabulate  results.  \ 

14.  If  a  pound  of  dfy  saturated  steam  under  a  pressure  of  150  lbs.  per  sq.  in. 
abs.  is  cooled  at  constant  volume  to  a  temperature  of  59°  F.,  find  its  new 
quality,  pressure  and  the  heat  removed.     Show  on  T^-chart. 

-15.   Steam  with  70  per  cent  quality  is  heated  at  a  constant  pressure  of  135 
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lbs.  per  sq.  in.  abs.  until  it  becomes  just  dry  and  saturated.     More  heat  19  then 
added  iHOthermally  until  a  pre.^ure  of  25  Iba.  per  sq.  in.  abs.  is  reached. 

(a)  Find  heat  added  during  both  processeii. 

(b)  Find  intrinsic  heat  gained  during  each  operation. 

16.  If  a  pound  of  steam  with  quality  of  70  per  cent  and  pressure  of  20  lbs.  per 
sq.  in.  abs.  has  heat  removed  from  it  while  maintained  at  constant  volume, 
thereby  reducing  its  pressure  to  15  lbs.  per  sq.  in.  abs.,  lind  its  linal  quality 
and  the  heat  removed. 

17.  Dry  saturated  steam  havinga  pressure  of  165  lbs.  per  sq.  in.  abs,  has  heat 
abstracted  from  it  while  maintained  at  constant  volume  until  its  pressure 
becomes  as  lbs.  per  sq.  in  abs. 

(a)  Find  the  heat  abstracted. 

(b)  Find  the  final  quality  of  the  steam. 

{c)  Find  intrinsic  heat  change  during  process. 

18.  Fifteen  pounds  of  dry  saturated  steam  under  a  pressure  of  110  lbs./sq. 
in.  abs.  are  enclosed  in  a  metallic  tank,  and  this  tank  is  then  immersed  in 
1000  lbs.  of  water  at  a  temperature  of  60"  F.  If  the  tank  is  left  in  the  cold  water 
until  the  pressure  within  has  reached  armospheric  (14  7J,  find  the  temperature 
of  the  cold  water  and  the  qtialily  of  the  steam.  (Assttnic  the  tank  to  be  a 
perfect  conductor  and  (hat  there  are  no  heat  losses.) 

19.  Given  a  pound  of  steam  with  a  quality  of  80  per  cent  and  a  pressure  of 
100  lbs.  persq.  m.  abs.  Find  the  heat  required  ana  the  work  done  to  double 
its  volume  at  constant  pressure. 

30.  Suppose  a  pound  of  dry  saturated  sle 
150  lbs.  per  sq,  in,  expands  isothermally  unt: 
work  done,  heat  supplied  and  final  pressure. 

31,  Work  previous  problem,  starting  with  the  itteam  having  a  quality  of 
45  per  cent, 

33.  Find  the  work  done  in  ft.-lbs.  in  superhcatir^  one  P^und  of  steam 
100  decrees  at  a  constant  pressure  of  68  lbs.  per  sq.  in,  abs.  Fitid  the  change 
in  the  mtrinac  energy  of  the  steam.  Find  the  change  in  volume  and  the  exter- 
nal work. 

23.  Suppose  one  pound  of  steam  under  an  abs,  pressure  of  100  lbs.  i  sq.  in. 
and  a  quality  of  go  per  cent  expands  along  reversible  adiabatic  lo  a  pressure 
of  2  lbs,/sq,  in.  abs.     Find  its  new  quality,  volume  and  the  work  done. 

24.  Suppose  the  steam  in  the  previous  problem  to  have  been  superheated 
200  degrees:   find  the  same  quantities, 

25.  Given  a  pound  of  steam  under  a  pressure  of  15  Ibs./sq.  in.  abs.  and 
quality  o(  50  per  cent.  If  heat  is  added  while  it  is  maintained  at  constant 
volume  until  its  quality  is  unity,  iind  the  heat  required,  the  linal  temperature 
and  the  pressure. 

CHAPTER   Xn. 
■^^  1.   An  engine  using  water  vapor  and  operating  on  the  Camot  cycle,  as  in 
Sect.  91.  between  the  pressure  limits  of  185  lbs.  and  35  lbs.  per  sq.  in.  b«^ns    ' 
adiabatic  expansion  at  80  per  cent  quality. 

(a)  Find  the  qualities  at  end  of  expansion  and  at  beginning  of  adiabatic 

(ft)  Find  the  work  accomplished  in  ft.-lbs. 

(c)  Find  the  efliciency  of  the  cycle  by  two  methods. 

(d)  Show  the  cycle  on  both  PV-  and  T^-ficlds. 

2.  With  the  same  initial  temperature  and  the  same  back  pressure  as  in 
previous  problem,  suppose  adiabatic  expansion  to  start  from  a  point  in  the 
superheated  region  wnere  the  pressure  is  60  lbs,  per  sq.  in.     Cp  —  0.53. 

(a)  Determine  conditions  of  the  steam  at  the  end  of  the  adiabatic  expansion. 
(6)  Find  the  work  accomplished  in  ft, -lbs. 

(c)  Find  the  efficiency  of  the  cycle. 

(d)  Show  the  cycle  on  both  PV-  and  T*-fields. 

3.  Given  the  initial  pressure  of  a  Carnot  Cycle  with  steam  as  working  sub- 
stance at  135  lbs.  per  sq.  in.  and  the  final  pressure  35  lbs.  per  sq.  in.     The 
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iaothermal  expansion  starts  with  water  and  the  steam  at  the  beginning  of 
adiabatic  expansion  is  just  dry  and  saturated, 

(a)  Find  the  heat  added  and  the  heat  rejected. 

{b)  Find  the  intrinsic  energy  at  the  beginning  and  end  of  each  line  of  the 

(e)  Find  the  efficiency  of  the  cycle. 
id)  aiowonT«-chart. 

4.  What  is  the  efficiency  of  the  Camot  cycle  for  a 
dry  saturated  steam  at  a  pressure  of  150  ibs.  per  sq.  ii 
at  a  pressure  of  15  lbs.  per  sq.  in.  abs. 

Show  on  the  PV-  and  T*-chart8. 

5.  If  the  exhaust  pressure  in  the  previous  problem  had  been  a  lbs.  per  eq. 
in.  abs.  what  would  have  been  the  efficiency? 

Show. on  PV-  and  T#-charts. 

6.  If  the  engine  in  problem  4  exhausts  8000  B.t.u.  per  min.,  what  is  its 
power? 

7.  If  the  engine  in  problem  5  exhausts  8000  B.t.u.  per  min.,  what  is  its 

8.  The  adiabatic  expansion  of  a  Carnot  cycle  which  starts  with  liquid 
at  the  temperature  of  vaporization  begins  with  a  steam  pressure  of  25  lbs.  per 
sq.  in.  abs.  and  a  temperature  of  344-4°  F. 

This  expansion  ends  when  a  temperature  of  213°  F.  has  been  reached. 
Find  the  heat  supplied,  heat  rejected  and  the  efficiency  of  the  cycle.  Check 
the  efficiency  by  a  second  method. 

Show  on  T0-chart. 

9.  If  the  cycle  of  the  previous  problem  were  reversed,  and  we  were  to  use 
some  suitable  working  substance,  what  would  be  the  coefficient  of  perform- 
ance for  a  cooling  machine?    For  a  warming  machine? 

(Coef.  of  perf,  =  result  ■¥■  expenditure.) 
Show  on  the  T*-chart. 

10.  An  engine  working  on  the  Carnot  cycle  transforms  113.94  B.t.u. 
into  work  per  cycle.  If  the  temperature  of  the  steam  initially  is  358.5°  F. 
and  finally  250.3°  F.,  find  the  initial  state  of  the  steam.  Show  on  the 
T^hart. . 

11.  If  a  steam  engine,  working  on  the  Carnot  cycle  with  an  efficiency  of 
20  per  cent  requires  3000  lbs.  of  dry  saturated  steam  per  hour  the  pressure 
being  100  lbs.  pcrsq.  in.  aba.,  find  the  exhaust  pressure.  How  much  heat  does 
the  condenser  remove  per  hour?  What  is  the  horse  power  of  this  ideal  engine? 
Show  on  the  T*-chart. 

12.  If  a  boiler  supfjiies  dry  saturated  steam  with  a  pressure  of  150  Ibs.  per 
sq.  in.  abs.  to  an  engine  operating  on  the  Carnot  cycle,  in  which  the  back 
pressure  is  5  lbs.  per  sq.  in.  abs.,  find  the  work  done,  the  heat  flow  for  each 
path,  the  net  work  of  the  cycle,  and  its  efficiency.  Show  on  T^  and  PV- 
charts.     Check  your  net  work  by  another  method. 

13.  Solve  previous  problem  starting  with  a  quality  of  90  per  cent, 

■-  ^4.  An  engine  operates  on  the  Clausius  cycle  between  the  pressure  limits 
of  1S5  lbs.  per  sq.  in.  and  25  lbs.  per  sq.  in.  Adiabatic  expansion  occurs  from 
a  temperature  of  575°  F.  Cp  =  0,52,  (a)  Determine  the  total  heat  added 
iOi-  (*)  Determine  the  total  heat  rejected  AQi.  (e)  Determine  the  work 
accomplished  during  adiabatic  expansion,     (d)  Find  the  efficiency  of  the  cycle. 

15.  Suppose  the  engine  of  the  previous  problem  to  operate  on  the  Ranlcine 
cycle  with  release  at  25  lbs.  per  sq.  in.  and  a  back  pressure  of  5  Ibs.  per  sq.  in. 
abs.  (a)  Determine  the  efficiency  of  this  cycle.  (6)  What  would  be  the 
efficienqf  of  a  Camot  cycle  operating  between  the  same  temp,  limits. 

16.  Find  the  difference  in  the  heat  supplied,  heat  rejected,  work  done  and 
the  efficiency  of  a  Camot  and  Clausius  cycle  when  each  engine  receives  dry 
saturated  steam  having  an  abs.  pressure  of  110  lbs.  per  sq.  in.,  the  back  pres- 
sure being  20  Ibs.  per  sq.  in.  abs. 

Show,  on  the  PV-  and  T^charts. 
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17.  Find  the  heat  supplied,  heat  rejected,  work  done  and  the  efficiency  of 
an  engine  working  on  the  Clausius  cycle  reccivii^  steam  with  a  pressure  of 
140  lbs.  per  sq.  in.  aba.  and  150°  of  superheat,  if  the  exhaust  pressure  is  15  lbs. 
per  sq.  in.  abs. 

Show  the  PV-  and  T«-chans. 
-v  iS.   Find  the  heat  supplied,  heat  rejected,  work  done  and  efficiency  of  an 
engine  working  on  the  Kankine  cycle  in  which  the  initial  steam  pressure  is 


Show  on  PV-  and  T*-charts. 

19,  Given  a  feed  pump  cycle  (rectangular  PV-diagrara)  working  between 
the  pressure  limits  of  135  lbs.  per  sq.  in.  and  15  lbs.  per  sq.  in.  The  steam 
is  superheated  100'  F.  (Cp  ■■  0.S5.)  (a)  Find  the  volume  of  the  cylinder  re- 
quired,    (ft)  Find  theefficiency  ofthecycle.   -(c)  Showon  PV- and  T^charts. 

30.  Find  the  heat  supplied,  heat  rejected  and  work  done  per  pound  and 
the  efficiency  of  a  feed  pump  cycle  in  which  the  heat  abstraction  begins  when 
the  steam  has  a  pressure  of  140  lbs.  per  sq.  in.  abs.,  and  50°  of  superheat.  The 
constant  volume  change  ends  when  a  temperature  of  213°  F.  has  been  reached. 
■31.  Suppose  an  engine  working  on  the  Rankine  cycle  receives  dry  satu- 
rated steam  having  a  pressure  of  200  lbs.  per  sq.  in.  abs.,  then  expands  it  until 
its  pressure  dropsoo  per  cent.     The  condenser  pressure  is  4  lbs.  per  sq.  in.  abs. 

(fl)  Find  the  efficiency  of  the  cycle. 

[b)  If  the  engine  requires  1  of  a  pound  of  steant  per  cycle  Bad  the  volume 
of  the  cylinder  necessary  for  this  ideal  cycle. 

(c)  With  the  same  data  as  in  (b)  find  the  horse  power  if  the  engine  runs  300 
cycles  per  min. 

{d)  Plot  the  PV-  and  T^charts  for  this  cycle  estimating  distances  as  closely 

(e)  What  is  the  horse  power  per  cu.  fl.  of  piston  displacement? 
'^a.    With  the  same  initial  steam  and  the  same  back  pressure  as  in  previous 
problem,  find  the  same  quantities  for  the  Clausius  cycle. 


CHAPTER  THL 

1.  How  much  heat  is  transformed  into  work  by  an  engine  delivering  100 
h.p.  for  24,  hrs.? 

2.  Find  the  i.h.p.  of  a  lo-in.  by  iz-in.  engine,  double  acting,  running  300 
rev.  per  min.  when  the  m.e.p.  from  the  indicator  diagram  is  30  lbs.  per  sq.  in. 

3.  Suppose  the  engine  of  the  previous  problem  liad  pven  an  indicator 
diagram,  having  an  area  of  2.7  sq.  in.,  and  a  length  of  3  in.  If  the  scale  of 
the  spring  used  in  the  indicator  had  been  50  lbs.  per  in.,  (ind  the  i.h.p. 

4.  An  engine  tS  in.  by  34  in.,  double  acting,  running  150  rev.  per  min. 
delivers  looli.h.p.  If  the  indicator  diagram  gives  a  m.e.p.  of  35  lbs.  per  sq. 
in.,  find  its  mechanical  efficiency,  and  the  friction  horse  power. 

5.  Suppose  the  same  engine,  running  at  the  same  speed  as  in  the  previous 
problem,  nas  its  back  pressure  reduced  12  lbs.  per  sq.  in.  by  means  of  a  con- 
denser thereby  increasing  the  m.e.p.  to  36  lbs.  per  sq.  in.  Find  its  i.h.p., 
b.h.p.  and  mechanical  efficiency,  assuming  the  same  friction  horse  power  as 
in  the  previous  problem. 

The  addition  pf  a  condenser  to  this  et^ne  increased  its  power  output  by 
what  per  centP 

6.  A  certain  engine  working  on  the  Rankine  cycle  uses  30  lbs.  of  steam 
per  i.h.p.  hr.  If  tne  steam  has  an  abs.  pressure  of  150  lbs.  per  sq.  in.  and  a 
temp,  of  458.5°  while  the  exhaust  pressure  is  4  lbs.  per  sq_.  m.  at».,  find  the 
heat  supplied  per  i.h.p.  min.  and  the  thermal  efficiency  on  i.h.p. 

7.  It  the  engine  01  the  previous  problem  has  a  mechanical  efficiency  of 
90  per  cent,  wt^t  is  the  thermal  efficiency  on  b.h.p.? 
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8.  Suppose  an  engine  in  which  the  mechanical  efficiency  is  85  per  cent  re- 
quires 3000  lbs.  of  steam  per  hr.  when  delivering  100  h.p.  If  the  steam  haa  a 
pressure  of  15Q  lbs.  per  sq.  in.  abs.,  and  a  quality  of  98  per  cent,  find  the  heat 
required  per  b. h.p.  min.,  and  the  thermal  efHciency  on  the  i.h.p.  and  on  the 

.  b.h.p.     The  engine  is  working  on  the  Rankine  cycle,  and  has  a.  back  pressure 
of  3  lbs.  per  sq.  in.  abs. 

9.  With  the  same  engine  delivering  the  same  power  as  in  the  previous 
problem,  find  the  same  quantities  if  the  steam  required  is  3400  lbs.  per  hr., 
the  steam  having  a  pressure  of  150  ibs.  per  sq.  ini  abs.  and  lOo  degrees  of 
superheat. 

10.  If  a  Diesel  engine  delivers  750  h.p.  hrs.  per  bbl.  of  crude  oil,  find  its 
thermal  efficiency  on  D.h.p.  A  barrel  of  oil  contains  336  Ibs.  and  the  cakirilic 
value  of  this  oil  is  18,500  B.t.u.  per  lb. 

11.  An  8'  X  12'  air  compressor,  while  running  loo  r.p.m.  gives  an  indi- 
cator card  having  an  area  of  3.7  iq.  in.  tor  the  head  end,  and  3  sq.  in.  for  the 
crank  end.  The  length  of  each  card  is  3  in.  Scale  of  the  spring  is  60  lbs.  per 
in.     The  piston  rod  is  i)  in.  in  diameter.     Find  the  i.h.p. 

12.  A  Diesel  engine  uses  4  bbl.  of  crude  oil  per  day  of  34  hrs.  (l  bbl.  ~ 
—  336  Ibs.)  The  heating  value  of  the  oil  is  18,000  B.t.u.  per  lb.  If  the  me- 
chanical efficiencj;  is  73  per  cent  and  the  thermal  efficiency  on  b.h.p.  is  28.3 
per  cent  find  the  t.h.p.,  b.h.p.  and  oil  used  per  b.hji.  hr.  for  this  engine. 

13.  A  I3,0oo-h.p.  steam  turbine  requires  12.3  lbs.  of  steam  per  h.p.  hr., 
when  receiving  steam  having  100'  of  superheat  and  a  pressure  of  190  lbs.  per 
sq.  in.  abs.     The  vacuum  is  3S  in.,  and  the  barometer  stands  at  30  in. 

(a)  Find  the  cycle  efficiency  for  this  turbine  assuming  it  to  operate  on  the 
Clausius  cycle,  {b)  Find  the  delivered  thermal  efficiency,  (c)  What  portion 
of  the  theoretical  work  of  the  cycle  is  actually  delivered  by  the  turbine? 

14.  With  the  same  data  as  in  the  previous  problem,  find  the  actual  amount 
of  heat  lost  per  min.  in  this  turbine,  in  excess  of  that  rejected  by  the  ideal 
turbine  operating  under  the  same  conditions. 

15.  A  certain  steam  en^ne  rated  at  500  h.p.  gives  a  total  consumptioa 
curve  which  is  a  straight  line.  The  total  consumption  at  }  of  rated  lead  is 
6350  lbs.  of  steam  per  hour  while  that  at  rated  load  is  14.000  Ibs.  per  hour. 
Plot  the  total  consumption  and  the  water  rate  curves  for  this  engine  between 
zero  and  rated  curves. 

CHAPTER    XIV. 

1.  Find  the  work  done  (in  B.t.u.).  the  cycle  efficiency  and  the  water  rate 
of  an  ideal  turbine  operating  on  the  Clausius  cycle  with  steam  at  a  pressure 
of  130  lbs.  per  sq.  in.  abs.  and  100°  of  superheat,  while  the  back  pressure  is 
15  lbs.  per  sq.  in.  abs. 

3.  Solve  problem  1  usine  a  back  pressure  of  I  lb.  per  sq.  in.  abs.  By  what 
per  cent  was  the  power  of  this  ideal  turbine  increased  1^  exhausting  into  a 
condenser? 

3.  Solve  problem  1  uung  steam  of  the  same  pressure  but  having  a  quality 
ni  unity  at  the  beginning  of  adiabatic  expansion. 

4.  Discuss  the  results  of  the  preceding  problems,  as  to  the  effect  of  super- 
heat and  vacuum  on  the  ideal  water  rates. 

5.  Find  the  net  work  of  the  cycle,  the  cycle  efficiency,  and  the  theoretical 
water  rate  of  an  ideal  engine  working  on  the  Carnot  cy^^'c,  for  which  the 
upper  temperature  is  344.4°  and  the  lower  is  193.33°.  The  pressure  at  the 
beginning  of  the  adiabatic  expansion  is  35  lbs.  per  sq.  in.  abs. 

6.  Solve  the  previous  prMilem.  with  all  the  conditions  as  above,  except 
that  the  steam  at  the  banning  of  adiabatic  expansion  is  dry  and  saturated 
at  344.^°  F, 

7.  Given  admission  pressure  —  130  lbs.  per  sq.  in.  abe.,  D  —  100°.  release 
press.  "  35  lbs.  per  aq.  in.  abs.,  and  back  press.  —  15  lbs.  per  aq.  in.  abs.,  find 
the  theoretical  work  of  the  cycle,  the  cycle  efficiency,  and  the  theoretical 
water  rate,  of  an  engine  operating  on  the  Rankine  cycle. 

8.  Solve  problem  7  when  the  engine  receives  dry  saturated  steam. 
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9.  Suppose  an  engine  is  working  on  the  feed  pump  cycle,  r .       

with  an  abs.  press,  of  130  lbs.  per  aq.  in,  and  100°  of  superheat.     Find  the 

rcle  efficiency,  the  theoretical  water  rate  and  the  actual  water  per  i.h.p.  hr. 
the  indicated  thermat  efficiency  is  3  per  cent  and  back  pressure  is  15  lbs. 

10.  Solve  problem  9,  usi:^  dry  saturated  steatn. 

11.  An  engine  is  working;  on  the  Rankine  cycle  at  a  pressure  of  13a  lbs. 
per  sq.  in.  abs.  and  superheated  100°;  release  occurs  at  a  pressure  of  35  lbs. 
per  sq.  in.  abs.;  back  pressure  is  15  lbs.  per  sq.  in.  abs.  Find  the  theoretical 
water  rate  and  the  cycle  efficiency.  Find  the  actual  steam  used  per  b.h.p.  hr. 
and  the  delivered  thermal  efficiency  if  this  engine  requires  30,000  lbs.  .of 
steam  per  day  of  10  hrs.  when  delivering  100  h.p. 

13.  Given  dry  saturated  steam  having  a  temperature  of  337.8°,  and  an 
exhaust  temperature  of  213°,  find  the  net  work  of  the  cycle,  the  cycle  effi- 
ciency, and  the  theoretical  water  rate  of  an  engine  working  on  the  Caroot 

13.  Solve  problem  12  for  the  Clausiua  cycle. 

14.  Solve  problem   13  for  the  Rankine  cycle,  ; 


18,  Solve  problem  16  for  the  feed  pump  cycle. 

CHAPTER  XV. 

I.  An  engine  has  a  piston  displacement  of  0.2  cu.  ft.  If  its  clearance  is 
10  per  cent,  and  release  takes  place  at  95  per  cent  of  the  stroke,  find  the 
weight  of  steam  in  the  cylinder  at  release,  the  quality  then  being  70  per  cent 
and  the  pressure  25  lbs.  per  sq.  in.  abs. 

Z.  Find  the  quality  of  steam  at  cut  off  in  a  cylinder  in  which  the  piston 
displacement  is  0.1278  cu.  ft.,  clearance  lo  per  cent,  cut  off  25  per  cent,  steam 
pressure  at  cut  off  115  lbs.  per  sq.  in,  abs.,  and  the  we^ht  of  steam  in  the 
cylinder  at  cut  off  0,012  lbs. 

3.  Determine  the  quality  or  degree  of  superheat  of  the  steam  in  an  en^ne 
cylinder  at  cut  off,  its  pressure  then  being  125  Ibe.  per  sq.  in,  abs,  and  its  weight 
0.013  "»■  The  piston  displacement  is  0.13  cu.  ft,,  clearance  10  per  cent,  and 
the  cut  off  takes  place  at  30  per  cent  of  the  stroke. 

4.  Find  the  weight  of  cushion  steam  in  a  6'  X  8'  engine  in  which  clearance 
is  15  per  cent;  compression  begins  at  15  per  cent  of  the  stroke;  the  back 
pressure  is  14.7  lbs,  per  sq.  in.  abs.,  and  the  quality  of  the  cushion  steam  at 
the  l>ej;inning  of  compression  is  95  per  cent.  Find  the  pressure  and  the  qual- 
ity at  the  end  of  this  compression,  assuming  it  to  be  adiabatic. 

5.  Suppose  the  compression  in  the  previous  problem  is  not  adiabatic,  but 
is  such  that  the  compression  pressure  is  30  lbs,  per  sq.  in,  abs,,  find  the  quality 
of  the  cushion  steam  at  the  end  of  the  stroke. 


.   An  8'  X  10'  engine  running  300   r.p.m.   double   acting,   with   t 
ing  place  at  15  per  cent  of  the  stroke,  and  at  a  pressure  of  120  lbs. 
I.  abs.,  requires  35  lbs.  of  steam  per  i.h.p.  hr.     The  compression  t 


40  per  cent  of  the  stroke  with  a  quality  of  unity  and  a  back  pressure  of  5  lbs. 
per  sq.  in.  abs.     Clearance  —  10  per  cent. 

If  this  engine  delivers  37  h.p.  and  has  a  mechanical  efficiency  of  90  percent, 

(a)  Find  the  quality  of  steam  at  cut  off. 

(6)  If  the  quality  of  the  steam  at  the  throttle  is  unity  and  "wire  drawing" 
amounts  to  5  pounds,  find  the  delivered  thermal  efficiency, 

7.  For  the  previous  problem,  assume  release  to  occur  at  90  per  cent  of  the 
stroke,  with  an  abs.  pressure  of  30  lbs,  per  sq.  in.    What  is  the  quality  at  this 
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8.  AsBuming  the  expanaion  line  for  problem  6  to  follow  the  law,  PV  ■■ 

(a)  Find  the  quality  at  15,  20,  30,  40,  50,  65  and  90  per  cent  of  the  stroke. 
(Tabulate  results.) 

(6)  Draw  the  quality  curve  for  this  expansion. 

9.  Suppose  the  er^ne  in  problem  6  had  received  steam  with  sufhcieut 
superheat  to  cause  the  quality  at  cut  off  to  be  8S  per  cent,  and  that  by  means 
of  a  steam  jacket  the  expansion  line  is  made  to  follow  the  taw,  PV'"'  —  const. 
Find  the  condition  of  the  steam  at  release,  which  occurs  at  90  per  cent  of  the 

10.  The  thermometer  in  a  throttling  calorimeter  shows  a  temp,  of  333°, 
the  manometer  reads  0.73  in.  of  mercury;  and  the  barometer  stands  at  39.93. 
Find  the  quality  of  the  steam  entenng'the  calorimeter  if  its  pressure  is  110-3 
lbs.  per  sq.  in.  gaUEe. 

11.  Supposing  tnat  the  thermometer  in  the  above  calorimeter  had  read 
313°,  all  other  readings  being  the  same,  what  would  be  the  quality?     Discuss. 

13.  If  by  connecting  to  a  condenser  we  may  reduce  the  calorimeter  pressure 
until  the  mercury  manometer  indicates  15.63  in.  below  atmosphere,  find  the 
quality  of  the  steam  below  which  the  instrument  could  not  be  used  with 
steam  pressure  and  atmospheric  nressure  the  same  as  In  problem  10. 

[3.  What  pressure  would  you  nave  to  maintain  in  the  calorimeter,  in  order 
to  measure  quality  as  low  as  93  percent,  the  steam  pressure  being  loo  Iba.  per 
sq.  in.  abs.  and  the  degree  of  superheat  in  the  calorimeter  to  be  not  less  than  5^ 

CHAPTER  XVL 

Heck's  formula  for  estimating  cylinder  condensation  in  cylinders  which 
are  not  steam  jacketed  it  

where  m  —  fraction  of  moisture  in  the  steam  at  any  point  "a"  during  ex- 
pansion. 
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nominal  cyl.  surface  in  sq.  ft. 
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L.  ft. 


_  34   ,   48  j  where  d  —  diam.  of  cyl.  in  inches. 
I         d  (and  I  —  length  of  stroke  in  inches. 
p  "  aba.  press,  in  lb.  per  sq.  in.  at  point  "a." 
total  vol.  up  to  point  "a" 
piston  dtspl. 
T/  —  a  special  temperature  function  of  the  pressure  and  is  obtained  from 
the  following  table  by  taking  the  difference  between  the  values  of  K  corre- 
sponding to  the  highest  and  the  lowest  pressures  occurring  in  the  engine. 
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770  BEAT-POWER  EXCiyEERIXG 

1.  Find  the  quality  at  cut  off  by  Heck's  formula  for  the  intermediate  cyl- 
inder of  a  triplf  expansion  engine  having  a  dtam.  of  lo  in.  and  a  stroke  of  6  in., 
the  speed  being  402  r.p.m.,  cut-off  press..  113,3;  admission  press,.  130;  and 
back  press.,  subs,  persq,  in. abs.:  clearance,  lopercent:  cut  off,  36.3  percent. 
By  test  it  was  found  that  the  actual  quality  at  cut  off  was  85,7  per  cent;  find 
the  per  cent  error  by  computing  with  the  above  formula. 

2.  A  17*  X  34'  engine  running  73  r.p.m.  gives  a  card  which  shows  the 
adm.  press,  to  be  133  lbs.;  exhaust  press.,  16,2;  cut  off.  98,6  lbs.  per  sq.  in.  abs. 
Cut  off  occurs  at  IS, 6  per  cent  stroke  and  clearance  is  9,9  per  cent.  Find  the 
quality  at  cut  off  by  Heck's  formula  and  find  the  percent  error  if  test  shows 
the  actual  quality  to  be  73,9  per  cent. 

3.  An  fl'  X  10'  engine  running  320  f,p.m.  has  cut  oS  at  I3  per  cent  with 
a  pressure  of  140;  admission  press,  is  145,  and  back  press.  4  lbs.  per  sq.  in. 
abs.;  clearance  is  10  per  cent.  If  a  test  shows  the  quality  at  cut  off  to  be 
59  per  cent,  find  the  per  cent  error  in  result  obtained  by  Heck's  formula. 

4.  A  certain  engine  requires  tS  lbs.  of  steam  per  i,h.p.  hour  when  using 
dry  saturated  steam,  but  when  the  steam  is  superheated  340°  it  requires  only 
II  lbs.  per  i,h.p.  hour. 

The  admission  pressure  is  150  lbs.  per  sq,  in,  abs,  and  the  back  pressure  is 
I  lb.  in  each  case.     Find: 

(a)  The  per  cent  saving  in  steam  required  when  superheat  is  used. 

(&)  The  per  cent  saving  in  heat  required  when  superheat  b  used. 

(f)  The  per  cent  saving  in  steam  required  for  ideal  Clausius  cycle  when 
superheat  is  used, 

id)  The  per  cent  saving  in  heat  required  for  ideal  Clausius  cycle  when 
superheat  is  used. 

(f)  The  difference  in  the  saving  in  heat  required  for  the  actual  and  the 
ideal  engine.     This  difference  is  due  mainly  to  what? 

5.  -An  engine  is  supplied  with  dry  saturated  steam  having  an  abs,  pressure 
of  150  lbs.  per  sq.  in. 

Back  pressure  is  5  lbs,  per  sq.  in,  abs.,  the  exhaust  steam  being  liquified  in 
a  surface  condenser. 

When  running  without  a  steam  jacket,  the  engine  requires  20  lbs.  of  steam 
per  i.h.p,  hr. 

When  running  with  a  jacket,  it  was  found  the  engine  required  IS  lbs.  per 
i.h.p.  hr.  for  the  cylinder,  and  2  lbs.  per  i,h.p.  for  the  jacket. 

Supposing  there  Is  no  loss  of  heat  in  returning  the  condensate  from  the 
jacket,  or  from  the  condenaer  to  the  boiler,  and  that  the  jacket  pressure  is 
maintained  at  150  Ib^,  per  liq,  in.  abs,, 

(a)  Find  the  heat  required  by  the  engine  per  i.h.p.  hr.  for  each  of  the  above 

(i)  Find  the  ind,  thermal  efficiency  lor  each  ol  the  above  cases, 

(t)  Find  the  per  cent  saving  in  hcaf  re(|uired  per  i,h,p.  due  to  jacketing. 

6.  An  engine  running  without  a  steam  jacket  requires  15.5  lbs.  of  steam  per 
i,h.p.  hr.,  and  when  running  with  the  steam  jacket  requires  a  total  of  14  lbs. 
per  i,h.p.  hr.     The  steam  required  by  the  jacket  is  18  per  cent  of  the  total. 

The  admission  press,  and  jacket  press,  are  both  165  lbs.  per  sq.  in.  abs.; 
the  steam  admitted  to  them  has  a  quality  of  unity. 

In  each  case  the  condensate  from  the  condenser  is  returned  to  the  boiler 
at  a  temp,  of  303°  F..  but  the  condensate  from  the  steam  jacket  is  delivered 
to  the  boiler  at  a  temp,  of  303°.  Neglecting  all  leakage;  (a)  Find  the  heat 
supplied  by  the  boiler  per  i.h,p,  hr.  for  each  of  the  above  cases.  (4)  Find  the 
per  cent  saving  in  heat  required  due  to  jacketing. 

CHAPTER  ZIX. 

I.  (o)  Lay  out  a  symmetrical  valve  seat,  with  width  of  exhaust  cavity 
5  ins.,  of  metal  between  exhaust  cavity  and  port  i)  ins,,  and  of  ports  ij  ins. 
Xb)  Draw  in  its  central  position  an  external  valve  having  steam  and  exhaust 
Ups  respectively  ij  ins.  and  (negative)  i  In,  for  the  head  end.  and  it  ins.  and 
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(positive)  i  in.  for  the  crank  end;  thickness  of  metal  I  in.  Dimension  and 
label  completely. 

2.  Same  as  problem  i,  except  for  an  internal  valve. 

3.  Construct  a  rectangular  diagram  of  valve  displacements  for  a  valve 
having  the  dimensions  given  in  problem  1,  the  angle  of  advance  being  iii" 
and  throw  2i  ins.,  (a)  for  the  H.E.;    (6)  for  the  C.E. 

4.  Same  as  problem  3,  but  for  polar  diagram  of  valve  displacements. 

5.  With  data  of  problems  i  and  3,  construct  the  Sweet  diagram  for  both 
.   ends  of  valve  and  show:   (a)  the  crank  and  piston  positions  for  all  the  events; 

(6)  the  angles  of  rotation  of  crank  and  eccentric  for  each  of  the  periods;  (c)  the 
maximum  openings  to  steam  and  exhaust;  (d)  the  lead,  (e)  Construct  an 
elliptical  diagram  from  the  Sweet  diagram. 

6.  Same  as  problem  5,  except  for  Zeuner  diagram. 

7.  Same  as  problem  5,  except  for  Bilgram  diagram. 

8.  Given  cut-off  J  stroke;  the  amount  of  lead  t  >i>'>  the  maximum  width  of 
opening  of  the  steam  edge  of  the  valve  ij  ins.,  release  95  percent  of  stroke 
for  H.E.  and  90  per  cent  for  C.E.  Determine,  for  both  ends,  the  value  of 
(a)  the  angle  of  advance,  (b)  throw,  (c)  steam  tap,  (d)  exhaust  lap,  and  (<) 
crank  and  piston  positions  for  each  event. 

g.  In  problems  5  to  8,  find  the  true  positions  of  the  piston  in  its  stroke  for 
each  crank  position  found,  the  length  of  connecting  rod  beii^  6  times  the 
length  of  crank.     Let  the  eccentric  circle  represent  the  crank  circle. 

10.  A  swinging  eccentric  ia  pivoted  diametrically  opposite  the  crank  at  a 
distance  of  8  ins.  from  the  shaft  center;  the  distance  from  pivot  to  eccentric" 
center  is  6}  ins.,  the  largest  throw  of  the  eccentric  is  2]  ins.,  the  steam  lap  is 
i|  ins.  and  the  exhaust  lap  is  )  in.  (a)  Draw  the  path  of  the  swinging  eccen- 
tric as  in  Fig.  i5o.  Locate  three  eccentric  positions,  and  get  the  throws  and 
angles  of  advance,  (b)  Draw  the  H.E.  Bilgram  diagram  and  show  the  corre- 
sponding positions  of  the  steam  and  exhaust  lap  circles,  (i:)  Determine  the 
positions  of  the  crank  for  all  events. 

11.  Same  as  problem  10,  but  unng  the  Sweet  diagram. 

12.  Same  as  problem  10,  but  using  the  Zeuner  diagram, 

13.  Independent  cut-off  gear,  (a)  Draw  the  Bilgram  diagram  for  the  main 
valve  to  give  release  90  per  cent  and  compression  85  per  cent  of  stroke,  lead 
I  in.,  ana  maximum  steam  opening  li  ins.  (i)  With  same  eccentric  throw, 
and  in  position  for  o,  \  and  }  cut-off,  draw  the  lap  circles  for  a  cut-ofT  valve 
having  I  in.  negative  lap  and  riding  on  an  independent  stationary  seat, 
(c)  Show  the  positions  of  the  eccentrics  with  respect  to  crank  (on  H.E. 
dead  center)  for  each  cut-off.  [d)  Plot  a  diagram  of  openings  similar  to 
Fig.  171. 

14.  Meyer  Valve  Gear,  (a)  Data  same  as  in  problem  13  (a)  for  main 
valve.  (&)  With  throw  of  cut-off  eccentric  3  ins.  and  angle  of  advance  90°, 
construct  the  Bilgram  diagram  and  draw  the  lap  circles  for  the  cut-off  valve 
to  give  cut-off  at  o,  j,  \.  and  J  strokes,  (c)  Show  the  positions  of  the  eccen- 
trics with  respect  to  the  crank  (on  H.E,  dead  center). 

CHAPTER   XX. 

NoTB.  —  In  the  following  problems  it  is  assumed  that  the  engine  is  double 
acting  unless  otherwise  stated. 

1.  7t  is  desired  to  build  a  simple  engine  to  give  75  i.h.p.  under  the  following 

Cut  off  at  30  per  cent. 
Clearance  ■=  10  per  cent. 
Steam  press.  —  140  lbs.  per  sq.  in,  aba. 
Back  press.  =  2  lbs.  per  sq.  in.  abs. 
R.P.M.  =  200. 
If  the  diagram  factor  for  this  type  of  engine  is  0.9  find  sia;  of  cylinder. 

2.  Suppose  it  is  desired  to  build  an  engine  to  give  50  i.h.p.,  under  the 
following  conditions:    Cut  off  25  per  cent;  Clearance  12  per  cent.;   Steam 
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per  cent,  tind  the  diameter  of  the  cylinder  and  select  stroke  and  r.p.m. 

3.  Supposing  thai  the  engine  in  problem  1  has  cut  offs  occuring  from  10 
to  50  per  cent  of  stroke,  find  the  i.h.p.  for  these  extremes. 

4.  Given  an  engine  18'  X  24'  running  120  r.p.m.  Back  press.  —  2  lbs.  per 
sq.  in.  aba;  Clearance  '^  10  per  cent;  Cut  off  =  ^o  per  cent ;  Diagram  factor 
»  85  per  cent.  Supposing  the  cut  off  to  remam  constant,  find  the  t.h.p.'s 
corresponding  to  steam  pressures  of  50,  ^  and  130  lbs.  per  sq.  in.  abs. 

5.  Find  the  weight  of  dry  steam  which  must  be  supplied  per  i.h.p.  hour 
for  each  case  of  problem  4,  assumic^  the  quality  at  cut  off  to  be  80  per  cent. 
Assume  compression  pressure  to  be  30  Ibe.  abs.  and  that  the  steam  is  dry  and 
saturated  at  the  end  of  compression. 

6.  A  compound  engine  is  to  give  600  i.h.p.  when  using  steam  having  an 
abs.  press,  of  igo  lbs.  ^rsq.  in.  and  having  a  back  press,  of  2  lbs.  persq.  in.  abs. 
If  .the  cylinder  ratio  is  to  be  4  and  the  total  latio  of  expansion  13,  find  the 
size  of  cylinders.  The  piston  speed  is  to  be  750  ft.  per.  min,  and  the  engine 
is  to  run  150  r.p.m.    Take  diagram  factor  as  0.8. 

7.  An  8  X  16'  X  12'  engine  has  cut  off  in  the  high  press,  cylinder  at  ) 
-stroke,  the  admission  pressure  is  150  lbs.  per  sq.  in.  abs.  and  the  back  pressure 
is  3  lbs.  per  sq.  in.  aba.  Assuming  the  expansion  line  to  be  hyperbolic,  receiver 
drop  and  clearance  to  be  zero,  and  no  initial  superheat,  find;  (a)  The  total 
ratio  of  expansion.     (6)'  The  receiver  pressure,     (c)  The  point  of  cut  off  ir» 

'the  low  pressure   cyhnder.     {d)  The  temperature   range   in   each   cylinder. 

4,e)  The  portion  of  the  work  done  by  each  cylinder,     fj)  The  maximum  force 

exerted  on  each  piston  rod. 
t     Sketch  the  PV-diagram  for  this  expansion  marking  the  pressure  at  the  end 

of  the  expansion  in  each  cylinder,  and  the  volume  in  terms  of  the  volume  at 

cut  off  in  the  high  pressure  cylinder. 

8.  Assume  the  cut  off  in  the  high  pressun;  cylinder  of  the  above  ei^ne 
is  now  made  to  occur  at  i  stroke,  all  other  conditions  remainii^  the  same, 
find  the  same  Quantities  as  called  for  above. 

9.  Assume  the  above  engine  is  now  made  to  cut  off  at  1  stroke  in  the 
high  pressure  cylinder  and  at  37i  per  cent  stroke  in  the  low,  thus  causing  a 
receiver  drop,  find  this  drop  and  all  the  quantities  called  for  above. 

10.  With  the  data  of  the  previous  problem  find  what  portion  of  the  total 
theoretical  work  was  lost  by  the  receiver  drop. 

11.  With  the  result  of  the  previous  problem  solve  for  the  constant  "K" 
used  in  equation  203  of  the  text.  Then  with  this  value  of  K  find  the  total 
m.c.p.  referred  to  the  low  pressure  cylinder.  Does  this  check  results  already 
obtained  from  problem  gP 

CHAPTER  TSa. 


—  I.   Determine  the  amount  of  work  theoretically  obtainable  with  a  turbine 

Kr  pound  ot  steam  admitted  at  a  pressure  of  150  lbs.  per  sq.  in.  and  super- 
ated  100  degrees  and  expanded  to  a  28-inch  vacuum,  (a)  by  calculation, 
(6)  by  means  of  the  T^chart,  and  (c)  by  means  of  the  MoUier  Chart. 

2.  Same  aa  problem  1  except  that  the  exhaust  pressure  is  atmospheric. 

3.  Determine  the  amount  of  work  theoretically  obtainable  with  a  turbine 
per  pound  of  dry  saturated  steam  at  a  pressure  of  150  lbs.  per  sq.  in.  and 
exhausting  into  a  28-inch  vacuum. 

4.  Same  as  problem  3,  except  that  the  exhaust  pressure  is  atmospheric. 
'5.    Plot  a  curve  showing  the  variation  in  the  amount  of  work  obtainable  per 

pound  of  steam  used  in  a  turbine  with  initial  conditions  varying  from  dry  and 
saturated  at  175  lbs.  per  s<j.  in.  pressure  to  a  superheat  of  150  degrees  above 
the  temperature  of  saturation,  the  turbine  exhausting  into  a  38-inch  vacuum 

6.    Plot  a  curve  showing  the  variation  in  the  amount  of  work  obtainable 

per  pound  of  steam  used  in  a  turbine  with  initial  conditions  constant  at  150 
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decrees  superheat  and  175  lbs.  per  sq.  in.  pressure  but  with  exhaust  condi- 
tions varying  from  atmospheric  pressure  to  a  vacuum  of  39  inches. 

7.  Determine  the  theoretical  water  rate  of  a  turbine  operatji^  under  the 
conditions  specified  in  problem  i. 

8.  Determine  the  theoretical  water  rate  of  a  turbine  operating  under  the 
conditions  specified  in  problem  a. 

9.  Determine  the  theoretical  water  rate  of  a  turbine  operating  under  the 
conditions  specified  in  problem  3. 

10.  Determine  the  tneoretical  water  rate  of  a  turbine  operating  under  the 
conditions  specified  in  problem  4. 

11.  The  over-all  efhciency  of  a  certain  turbo-generator  unit  is  0.67  when 
receiving  steam  at  a  pressure  of  175  lbs.  per  sq.  m.  superheated  135  degrees 
and  exhausting  to  a  38.5-inch  vacuum.  What  is  the  water  rate  of  the  unit 
per  k.w.  hourP 

13.  If  the  generator  efficiency  for  the  unit  in  problem  II  be  94  per  cent, 
what  is  the  water  rate  of  the  turbine  per  d.h.p.  hour? 

13.  Find  the  B.t.u.  supplied  per  Ic.w.  minute  for  the  unit  described  in 
problem  11. 

14.  Find  the  thermal  efficiency  of  the  unit  described  in  problem  1 1. 

"•^  15.  Assume  a  reciprocating  engine  to  consume  twenty  pounds  of  steam  per 
h.p.  hour  when  exhausting  at  atmospheric  pressure.  How  much  work  could 
theoretically  be  obtained  from  an  exhaust  steam  turbine  receiving  this  steam 
at  a  quality  of  80  per  cent  and  expanding  to  a  27,5-inch  vacuum? 
.——,16.  Find  the  theoretical  velocity  of  the  jet  in  an  impulse  turbine  receiving 
'steam  at  a  pressure  of  100  lbs.  per  sq.  in.  with  a  superheat  of  100  degrees  and 
expanding  to  atmospheric  pressure. 
.  _  17.  Find  the  theoretical  kinetic  energy  of  the  jet  per  pound  of  steam  dis- 
charged in  problem  16. 

CHAPTER  XXVI. 
I.    Plot  a  curve  showing  the  variation  of  the  theoretical  efficiency  lA  the 
Otto  cycle  due  to  changes  in  the  compression  ratio  [(volume  of  piston  dis- 
placement +  clearance)  +  clearance  volume)  from  3  to  10  and  with  y  =  1.4. 

3.  Plot  a  similar  curve  for  y  —  1.33. 

'  3.  A  certain  internal  combustion  engine  operating  on  natural  gas  uses  10.3 
cu.  ft.  of  gas  per  b.h.p.  hour  at  rated  Toad.  The  calorific  value  of  the  gas  is 
1050  B.t.u.  per  cu.  ft.  (o)  How  many  B.t.u.  are  required  per  b.h.p.  per  hour 
at  rated  load?  (&)  What  is  the  thermal  efficiency  at  rated  load?  (c)  What 
values  of  thermal  efficiency  would  you  expect  at  half  and  quarter  loads? 
Give  method  used  in  arriving  at  answer. 

4.  A  certain  producer-gas  plant  delivers  a  b.h.p.  per  hour  on  one  pound  of 
coal,  the  calorinc  value  m  the  coal  being  13.500  B.t.u.  per  pound.  What  is 
the  thermal  efficiency  of  the  plant? 

CHAPTER   XZVn. 

I.  The  proximate  analysis  of  coal  as  received  is  moisture.  7  per  cent;  vola- 
tile, 4  per  cent;  fixed  carbon,  81  per  cent;  ash,  8  per  cent,  (a)  What  would 
be  the  proximate  analysis  on  a  basis  of  dry  coal?  {b)  What  would  be  the 
proximate  analysis  on  a  basis  of  dry  combustible? 

3.  The  proximate  analysis  of  coal  as  received  is  moisture,  lO  per  cent; 
volatile,  30  per  cent;  fixed  carbon,  50  per  cent;  ash,  10  per  cent,  (a)  What 
would  be  the  proximate  analysis  on  the  basis  of  dry  coal?  (6)  What  would 
be  the  proximate  analysts  on  the  basis  of  dry  combustible? 

3.  Tne  proximate  analysis  of  a  certain  coal  on  the  basis  of  dry  coal  is  vola- 
tile, 20  per  cent;  fixed  carbon,  70  per  cent:  ash,  10  per  cent.  What  would 
be  theproximate  analysis  of  this  fuel  when  containing  10  per  cent  moisture? 

4.  The  proximate  analysis  of  a  certain  coal  on  the  basis  of  dry  combus- 
tible is  volatile  matter,  34  per  cent;  fixed  carbon,  66  per  cent,  (o)  What 
would  be  the  proximate  analysis  of  this  fuel  on  the  basis  of  dry  fuel  when 
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6.  Determine  the  probable  ultimate  analysis  of  an  anthracite  coal  giving 
the  following  proximate  analysis:  volatile,  3.5  per  cent;  fixed  carbon,  90  per 
cent;   ash,  6.5  per  cent. 

7.  Determine  the  probable  ultimate  analysis  of  a  bituminous  coal  giving 
the  following  proximate  analysis;   volatile,  25  per  cent;   fixed  carbon,  75  per 

S.  Determine  the  probable  calorific  values  of  the  coal  of  problem  5  by  means 
of  Dulong's  formulas. 

g.    Same  as  8,  but  for  the  coal  of  problem  6. 

10.  Same  as  8,  but  for  the  coal  of  problem  7. 

1 1 .  Determine  the  probable  higher  calorific  value  of  a  petroleum  distillate 
mth  a  specific  gravity  indicated  as  95  on  the  Baume  scale. 

iz.   Same  as  1 1,  except  for  a  specific  gravity  of  S;  Baum£. 

13.  Same  as  11,  except  for  a  specific  gravity  of  75  Baum^. 

14.  Plot  a  curve  showing  the  probable  variation  of  higher  calorific  values 
of  petroleum  products  with  specific  gravities  varying  from  50  to  95  Baumf. 

CHAPTER  XXVni. 

^^  1.  What  wcwht  of  oxygen  will  be  required  to  bum  5  lbs.  of  carbon  to  car- 
bon dioxide?  What  weight  of  air  will  be  required?  How  much  nitrogen 
will  there  be  in  this  air? 
.-"  a.  What  weight  of  oxygen  will  be  required  (o  bum  7i  lbs.  of  carbon  to 
carbon  monoxide?  What  weight  of  air  will  be  required?  Wliat  weight  of 
nitr<^en  will  be  contained  in  this  air? 
_  3,  What  weight  of  carbon  dioxide  will  result  from  the  combustion  of  ii 
lbs  of  carbon?  What  would  be  the  total  weight  of  the  products  of  combus- 
tion {all  material  present  after  combustion)  if  the  carbon  were  burned  with 
the  theoretical  air  supply? 

4.  Seven  pounds  of  carbon  are  burned  with  air  to  carbon  monoxide,  (a) 
What  weight  of  carbon  monoxide  is  formed?  (6)  What  is  the  total  weight 
of  the  products  of  combustion? 

5.  Fifteen  pounds  of  carbon  are  burned  in  oxygen  to  carbon  dioxide. 
(a)  What  weight  of  carbon  dioxide  results?  (ft)  How  much  heat  is  liberated? 
(c)  How  much  heat  would  have  been  liberated  if  the  combustion  had  taken 
place  in  air  instead  of  in  oxygen? 

6.  Seventeen  pounds  of  carbon  are  burned  to  carbon  dioxide  in  an  appa- 
ratus which  makes  it  possible  to  complete  the  combustion  in  one  second,  and  an 
equal  quantity  is  burned  to  the  dioxide  in  an  apparatus  which  requires  one 
hour  to  complete  the  combustion.  Is  there  any  difference  in  the  amount  of 
heat  liberated  in  the  two  cases?     Why? 

!'.   Three  pounds  of  carbon  are  burned  in  air  to  carbon  dioxide,     (a)  What 
I  be  the  weight  of  the  products  of  combustion  if  twice  the  theoretical 
quantity  of  air  is  used?     (b)  What  will  be  the  quantity  of  heat  liberated? 

8.  Four  pounds  of  carbon  are  bumed  in  air  to  carbon  monoxide,  (a) 
What  will  be  the  weight  of  the  products  of  combustion?  (6)  What  will  be 
the  quantity  of  heat  liberated? 

9.  A  quantity  of  carbon  monoxide  containing  3  lbs.  of  carbon  is  bumed 
with  theoretical  air  supply  to  carbon  dioxide,  (a)  What  will  be  the  weight 
of  the  products?     (6)  What  quantity  of  heat  will  be  liberated? 

10.  Ten  pounds  of  carbon  monoxide  are  bumed  with  ij  times  the  theo- 
retical air  supply,  (a)  What  will  be  the  weight  of  the  products?  (6)  What 
quantity  of  heat  will  be  liberated? 
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1 1.  Twelve  pounds  of  carbon  are  burned  first  to  carbon  monoxide  with  the 
theoretical  quantity  of  air  and  then  the  resultant  carbon  monoxide  is  burned 
with  i\  times  the  theoretical  air.  (o)  What  weight  of  carbon  monoxide  is 
formed  b>;  the  first  reaction?  (b)  What  is  the  total  weight  of  gas  after  the 
first  reaction?  (c)  What  quantity  of  heat  is  liberated  during  the  fir^t  reac- 
tion? {d)  What  weight  of  carbon  dioxide  is  formed  by  the  second  reaction? 
(«)  What  is  the  total  weight  of  gas  present  after  completion  of  second  re- 
action if  no  gas  is  lost  during  either  reaction  nor  between  reactions?  (/) 
What  quantity  of  heat  is  liberated  during  the  second  combustion?  (j)  What 
is  the  total  quantity  oF  heat  liberated  as  result  of  both  reactions  and  how 
does  this  compare  with  what  would  have  been  obtained  had  the  12  lbs.  of 
carbon  been  burned  directly  to  carbon  dioxide?  ik)  How  does  the  weight 
of  products  obtained  by  using  two  reactions  compare  with  the  weight  that 
would  have  been  obtained  by  burning  directly  to  the  dioxide  with  i\  times 
theoretical  air? 

12.  Eight  pounds  of  carbon  are  burned  with  air  containing  sufficient  oxy- 
gen to  bum  7  lbs.  of  carbon  to  carbon  dioxide,  (a)  What  are  the  weights 
of  the  various  products  of  combustion?  (h)  What  is  the  percentage  compo- 
sition of  the  products  of  combustion  on  a  volume  basis?  (c)  What  quantity 
of  heat  is  liberated? 

^    13.   The  analysis  of  the  ^ses  obtained  by  burning  carbon  in  air  shows 

IS  per  cent  by  volume  of  carbon  dioxide,     (a)  What  is  the  excess  coefficient? 

(o)  How  many  pounds  of  air  were  used  per  pound  of  carbon  burned? 

14.   The  analysis  of  gases  obtained  by  burning  carbon  in  air  gives  79  per 

cent  nitrogen  and  7  per  cent  oxygen,      (a)  What  is  the  excess  coefficient? 

(fr)  What  weight  of  air  was  used  per  pound  of  carbon? 
^     15.    Five  pounds  of  carbon  are  burned  in  air  with  an  excess  of  50  per  cent, 

the  combustion  taking  place  at  constant  pressure.     (0)  What  temjjerature 

rise  will  result?     (6)  What  will  be  the  final  lempctalure  if  all  material  is  at 

temperature  of  70°  F.  before  the  start  of  the  combustion? 

16.  Sixteen  cubic  feet  of  carbon  monoxide  are  burned  with  the  theoretical 
quantity  of  oxygen  within  a  vessel  of  constant  volume.  What  temperature 
would  De  attained  theoretically  if  the  gases  had  an  initial  temperature  of 
60°  F.? 

17.  What  temperature  would  calculation  lead  one  to  expect  when  account 
is  taken  of  the  variable  specific  heat  of  carbon  dioxide? 

18.  Three  pounds  of  hydrogen  are  burned  in  oxygen,  (a)  How  much 
heat  is  liberated?  (fi)  What  temperature  should  be  obtained  if  the  specific 
heats  were  constant  and  theoretical  oxygen  were  used,  combustion  occurring 
at  constant  pressure?  (c)  What  value  should  be  attained  with  25  per  cent 
excess  oxygen,  variable  specific  heat  and  constant  pressure? 

19.  What  quantity  of  heat  would  be  lost  by  failure  to  condense  the  water 
vapor  resulting  from  the  combustion  of  3  lbs,  of  h^^drogen  if  the  gases  leave 
at  a  temperature  of  250°  F.  and  room  temperature  is  60  F,? 

20.  Determine  the  approximate  higher  and  lower  heat  values  by  Dulong's 
formulas  for  a  fuel  of  the  following  composition  by  weight;  carbon,  70  per 
cent;  hydrogen,  25  per  cent;   oxygen,  2  per  cent;   sulphur,  3  per  cent. 

21.  Determine  the  weight  of  dry  fuel  gases  per  pound  of  carbon  burned 
for  a  case  in  which  the  gases  analyze:  carbon  dioxide,  \^  per  cent;  carbon 
monoxide,  2  per  cent;  hydrogen,  i  per  cent;  sulphur  dioxide,  i  per  cent; 
oxygen,  2  per  cent;  nitrogen.  80  per  cent.  .        . 

CHAPTER  XXX. 

1.  During  the  test  of  a  certain  boiler  it  is  found  that  when  fired  with  coal 
with  a  heat  value  of  14,00a  B.t.u.  per  pound  the  ash  contains  0,2  of  a  pound 
of  carbon  per  pound  of  coal  fired,  (a)  What  is  the  heat  value  of  the  ascend- 
ing combustible  per  pound  of  carbon?     (i)  What  is  the  grate  efficiency? 

2.  If  each  pound  of  coal  fired  as  in  problem  1  causes  the  generation  of 
8  lbs.  of  dry  and  saturated  steam  at  a  pressure  of  150  lbs.  abs.  from  feed 


:.zc..i  Google 


776  BEAT-POWER  ENGINEERING 

water  at  a  temperature  of  lao"  F.,  what  ie  the  value  of  the  txHler  efficiency 
according  to  the  A.5.M.E.  definition? 

3.  What  is  the  over-all  efficiency  of  the  boiler  considered  in  problems  I 
and  2  above? 

4.  If  a  boiler  generates  9  lbs  of  steam  with  a  quality  of  07  per  cent  at  a 
pressure  of  115  lbs.  abs.  from  feed  at  a  temperature  of  70  F..  what  is  the 
equivalent  evaporation? 

5.  A  certain  boiler  generates  steam  at  a  pressure  of  160  lbs.  abs..  and 
superheated  loO  degrees  from  feed  at  a  temperature  of  300°  F.  What  is  the 
factor  of  evaporation? 

6.  How  many  pounds  of  water  at  a  temperature  of  70°  F.  BhonJd  be  con- 
verted into  dry  saturated  steam  at  135  lbs  gauge  per  hour  by  a  loo-h.p.  boiler 


CHAPTER  XSZn. 

'^•I.  (a)  Using  Fig.  336  and  Table  XXIV,  how  much  draft  through  the 
boiler  will  probably  be  required  to  burn  10  lbs.'  of  anthracite  pea  coal  per 
aquare  foot  of  Sfrate  per  hour?  (6)  With  go  ft.  of  flue  and  two  90  bends,  what 
will  be  the  draft  probably  required  at  the  base  of  the  stack? 

"=■  2.  (a)  With  flue  temperature  550°  F,  and  air  at  60°,  what  would  be  the 
theoretical  height  of  stack  for  case  given  in  problem  i?  (6)  What  would  be 
the  actual  height?  {c)  What  would  be  its  diameter  in  inches  for  a  zooo 
boiler  b.p.  plant? 

CHAPTER   XXXV. 

1.  Determine  the  quantity  of  heat  which  will  flow  per  hour  between  two 
planes  I  ft.  apart  and  of  6  bq.  ins.  section  with  a  temperature  difference  of 
100°  F..  the  material  being  commercial  copper  and  no  allowance  being  made 
for  variation  of  specific  conductivity  with  temperature.  Determine  the 
"heat  resistance"  of  the  material  between  the  two  planes. 

2.  Determine  the  same  quantities  as  called  for  in  problem  1,  but  for  a 
case  in  which  soft  steel  is  the  conducting  material. 

3.  Determine  the  same  quantities  as  called  for  in  problem  i,  but  (or  cases 
in  which  water  and  air  are  the  conducting  materials. 

4.  Tabulate  the  values  obtained  for  quantity  of  heat  transmitted  in  above 
cases  and  tabulate  values  as  percentage  by  calling  that  transmitted  by  copper 
100  per  cent. 

5.  Taking  values  from  Table  XXVI,  determine  the  specific  conductivity  of 
yellow  brass  at  a  temperature  of  200°  F. 

6.  Assuming  values  ^iven  in  the  text  as  correct,  determine  the  amount  of 
heat  lost  by  radiation  in  1  hour  from  the  black  surface  of  a  sphere  of  i  ft. 
radius  and  at  a  temperature  of  1000°  F.  Do  the  same  for  a  temperature  of 
3000°  F. 

7.  (a)  If  the  temperature  difference  at  end  a  of  the  heatiiu;  surface  is 
aooo°  and  at  end  b  it  is  200°,  what  is  the  mean  temperature  difference  with 
flow?  (ft)  U  K  -^  3.7,  how  many  square  feet  of  heating  surface  will  be  re- 
quired to  transmit  per  hour  33,463  B.t.u.  (—  I  boiler  h.p.)? 


.   A   surface  condenser  receives  exhaust  steam  at   temperature   II5°F., 
initial  temperature  of  the  condensing  water  is  60°  F.  and  its  final  temper- 
ature   105°  F.     (a)  What    is   the    mean    tenperature    difference?     (6)  With 


K  —  300,  what  weight  of  dry  steam  will  be  condensed  per  square  foot  of  s' 
face  per  hour?  (c)  What  is  the  efficiency  of  the  surface  (neglecting  losses)? 
9.  In  a  boiler  the  furnace  gases  are  cooled  from  2500°  F.  to  550*  F.  and  the 
temperature  of  the  steam  is  350°  F.  (a)  Neglecting  losses,  what  is  the  mean 
temperature  difference?  (6)  If  3!  lbs.  of  steam  from  and  at  212°  is  evapo- 
fated  per  square  foot  of  heating  surface,  what  is  the  value  of  KJ 
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10.  With  parallel  flow  the  initial  and  Bnal  temperature  differences  are 

r°   and   303-     (o)  What  is  the   mean   tem[>eiatUT«   diiferenceP     (6)  With 
■  3  B.t.u.  bow  much  heating  auriace  is  required  for  heating  30  lbs.  of  water 
per  hour  from  60°  lo  19*°? 

11.  (a)  With  counter-current  flow,  with  a  temperature  difference  of  333° 
end  of  the  heating  surface  and  357°  at  the  other  end,  what  is  the  mean 


temperature  ditTerence?     (fr)  With  £  ~  3  B.t.u.  how  much  heating  surface 
b  required  for  heating  30  lbs.  of  water  per  hour  from  60"  to  iga"  F:f 
In  a  feed  water  heater  90  lbs.  of  water  per  hour  are  heated  b 


lA  heating  surface,  K  being  330.  (a)  If  the  initial  temperature  difference  0a 
is  143°.  what  is  the  final  value  6i,  neglecting  losses?  {b)  What  is  the  effi- 
ciency? (f)  Compute  the  efficiencies  corresponding  to  different  extents  of 
surface  and  plot  curve  showing  its  variations.  * 

13.  In  a  bailer  the  initial  temperature  difference  between  gas  and  water  is 
2000°  F.  {a)  If  10  sq.  ft.  are  provided  per  tx>ilcr  h.p.  hour  and  K  is  3.7, 
what  will  be  the  final  temperature  difference  (neglecting  losses)  if  100  lbs.  of 
flue  gas  {with  Cp  -  0.34)  are  generated  per  boiler  h.p.hourP  (4)  What  is  the 
efficiency?  (1:)  Compute  the  efficiencies  corresponding  to  different  extents 
of  surface  and  plot  curves  showing  its  variation. 

14.  In  an  economizer  with  parallel  flow,  JC  -  3,  Wi  -  30,  Wk  -  lOO, 
Cy-  0.34,  S-  4,  r,-  600,  (o-  100.     Find  9b,  Tb  and  tb. 

IS-  Same  data  as  problem  14,  but  for  counter  flow,  (a)  Find  8^,  Bb,  Tb 
and  fa. 

CHAPTER  XZZVI. 

1.  Determine  the  theoretical  percentage  of  saving  effected  by  supplying  feed 
water  at  a  temperature  of  130°  F.  instead  of  60"  F.  to  a  boiler  generatir^  dry 
saturated  steam  at  a  pressure  of  150  lbs.  abs. 

2.  Determine  the  theoretical  percentage  of  saving  effected  by  supplying 
feed  water  at  a  temperature  of  300°  F.  instead  of  60"  F.  to  a  boiler  generating 
dry  saturated  steam  at  a  pressure  of  150  lbs.  abs.  What  is  the  percentage 
saving  if  the  boiler  superheats  the  steam  iod"?  What  is  the  actual  amount 
of  heat  "saved"  per  pound  of  steam  generated  in  each  case? 

3.  How  many  pounds  of  steam  per  pound  of  water  heated  will  be  required 
to  liaise  the  temperature  of  feed  from  60"  F  to  190°  F.  in  an  open  heater  oper- 
ated at  atmospheric  pressure  if  the  steam  enters  the  heater  at  atmos|}heric 
pressure  and  with  tod  per  cent  quality?  How  many  will  be  re<]uired  if  the 
steam  has  a  quality  of  90  per  cent?  What  weight  of  water  will  leave  the 
heater  in  each  case  for  every  pound  of  water  entering? 

4.  What  is  the  maximum  possible  weight  of  steam  exhausted  from  an 
engine  at  atmospheric  pressure  and  85  per  cent  quality  which  could  be  uti- 
lized in  an  open  feed  heater  if  the  feed  water  is  to  have  its  temperature  raised 
from  50°  F.  to  300°  F.  and  if  the  heater  has  an  efficiency  of  95  per  cent? 

5.  An  economizer  with  counter  flow  receives  flue  gas  at  temperature  of 
600°,  and  water  at  60°.  Thirty  pounds  of  water  are  heated  per  hour  by  100 
lbs.  of  gas  (Cp  =  0.34)  through  4  sq,  ft.  of  surface,  K  being  3.  (a)  Find  the 
increase  in  the  temperature  of  the  feed  water  and  (6)  the  decrease  in  the 
temperature  of  the  flue  gas. 

CHAPTER  XZXVn. 

I.  (a)  In  a  direct-contact  condenser  how  much  condensing  water  per  pound 
of  steam  will  be  required  if  the  vacuum  is  36  ins.  and  the  condensing  water  is 
raised  from  60°  F.  to  within  10°  of  the  temperature  of  the  exhaust  steam 
(£/.  ••  0.9)?     (6)  How  much  is  required  with  28-in.  "vacuum"? 

3.  (a)  Same  as  1  except  for  surface  condenser,  the  temperature  of  the  con- 
densate being  reduced  to  10°  below  that  of  the  exhaust  steam,  (i)  What  is 
the  mean  temperature  difference?  (c)  How  much  cooling  surface  is  required 
per  pound  of  steam  condensed  per  hour  il  K  ^  300? 
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3.  If  400,000  lbs.  of  condensing  water  are  used  per  hour  in  a  jet  condenser. 
what  would  be  the  probable  plunger  displacement  in  cubic  feet  per  minute  of 
a  ^ngle-acting  wet  air  pump? 

4.  (a)  If  a  surface  condenser  used  with  a  turbine  condenses  10,000  lbs.  of 
steam  per  hour,  what  would  be  the  probable  plunger  displacement  of  a  iret- 
alr  pump  in  cubic  feet  per  minute?  (b)  What,  for  a  dry-air  pump,  the  vacuum 
being  28  ins.  Hg.? 

CHAPTER  XL. 
t  to  6.   Same  as  problems  1-6  under  Chap.  XXII,  hut  applied  to  noxzles. 
7.    (a)  Neglecting  losses,  Jind  the  discharge  velocities  per  pound  of  steam 
,  flowing  In  problems  I  to  4.     (6)  Find  the  area  of  the  noule  end  per  pound  of 

6.  With  the  initial  conditions  given  in  problems  i  to  4  plot  curves  as  in 
Sec.  331. 

9.  (a)  If  Ef.  =  0.9.  what  heat  remains  per  pound  of  steam  at  the  end  of 
expansion  with  the  same  conditions  as  in  problems  I  to  4?  {b)  What  is  the 
final  quality.'     (c)  What  is  the  final  entropy? 

10.  (a)  Compute  the  neck  areas  in  problem  8  by  Napier's  formula,  (ft) 
Same,  by  Grashof's  formula. 

11.  (a)  With  uniform  flow  and  allowing  5  lbs,  drop  in  pressure,  what 
would  be  the  diameter  of  pipe  to  convey  in  i  mirtuCe  200  lbs.  of  dry  steam 
initially  at  150  Iba.  ^auge  pressure,  the  length  of  pipe  being  200  ft.?  (fi)  What 
would  be  the  velocity  of  flow? 

iz.  (a)  If  a  steam  engine  with  cylinder  18  ins.  diameter  and  stroke  34  ins. 
operates  at  300  r.p.m..  what  should  be  the  diameter  of  the  steam  pipe?  (b) 
what  should  be  the  diameter  of  the  exhaust  pipe? 

14.  (a)  What  weight  of  air  will  theoretically  flow  per  second  through  a 
nozzle  having  a  neck  area  of  1  sq.  in.,  if  the  initial  pressure  is  80  lbs.  per  sq. 
in.  abs.  and  temperature  is  60°  F.  and  if  the  discharge  is  into  the  atmosphere? 
(6)  What  will  be  the  velocity  of  flow  at  the  neck? 

15.  (1)  With  initial  pressure  30  lbs.  per  stj.  in.  abs.  and  temperature  60°  P., 
what  will  be  (he  theoretical  velocity  of  discharge  to  the  atmoMhere?  (i) 
What  weight  will  flow  per  second  through  an  orifice  having  an  area  of  i  sq.  in.? 

16.  With  1  lb.  of  air  flowing  through  a  nozzle  per  second  with  initial  pres- 
sure (Pi)  80  lbs.  per  sq.  in.  abs.  and  temperature  60°  F.,  plot  curves  showing 
how  the  decrease  in  back  pressure  (Pi)  affects  (a)  the  velocity  of  flow,  (6)  the 
volume  of  the  air  and  (c)  the  area  of  the  nozzle,  the  abscissas  being  ratios 
Pi/P». 

CHAPTER  XLL 
1_.  Determine  the  work  which  must  be  done  per  cycle  in  an  air  compressor 
cylinder  without  clearance  which  operates  under  the  following  ideal  condi- 
tions. At  the  end  of  the  suction  stroke  the  cylinder  contains  one-tenth  of  a 
pound  of  atr  at  a  temperature  of  60°  F.  and  a  pressure  of  14,7  lbs.  per  sq.  in. 
abs. 

2.  Determine  the  work  which  must  be  done  per  cycle  in  an  air  compressor 
cylinder  with  clearance  equal  to  5  per  cent  of  the  piston  displacement  and 
which  operates  under  the  following  conditions.  It  draws  in  one-tenth  of  a 
pound  of  air  during  the  suction  stroke;  this  air  mixed  with  that  caught  in  the 
clearance  has  a  temperature  of  60"  F.  at  the  end  of  the  suction  stroke;  the 
pressure  during  the  suction  stroke  is  constant  and  equal  to  14.7  lbs.  per  sq.  in. 
abs.;  compression  and  expansion  are  adiabatic;  and  air  is  dischai^^  at  a 
constant  pressure  of  50  lbs.  per  sq.  in.  abs. 

3.  Determine  the  capacity  of  such  a  compressor  in  terms  of  free  air  {60°  F- 
and  14.7  lbs.)  per  min.  if  it  operates  at  a  speed  of  180  r.p.m.  and  is  built 
double  acting. 

4.  .Assume  three  compressor  cylinders  without  clearance  and  with  a  piston 
displacement  of  I  cu.  ft.,  one  cylinder  so  arranged  as  to  give  adiabatic  com- 
"""'"'""■  ""e  arranged  to  give  isothermal  compression;  aad  one  arranged  to 
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give  a  compression  curve  with  exi>onent  equal  to  i.aS-  (")  Determine  the 
work  done  during  one  compression  in  each  cylinder  ana  the  final  temperature 
in  each  case  if  air  with  an  initial  temperature  of  60°  F.  and  at  an  initial  pres- 
sure o/.  14,7  lbs.  per  3q.  in.  abs.  is  comprcBaed  to  45  lbs.  per  sq.  in.  abs,  (6) 
Express  the  saving  in  the  second  and  tnird  cases  as  a  percentage  of  the  com- 
pression work  in  the  case  of  the  adiabatic  process,  (c)  Determine  the  work 
per  cycle  in  each  case,  assuming  discharge  to  occur  at  the  constant  pressure  of 
45  lbs.  id)  Express  savings  as  per  cent,  as  in  (6).  (e)  Make  calculations 
called  (or  in  (a).  (6).  (c)  and  (dj  but  with  a  discharge  pressure  of  100  lbs.  per 

5.  Compare  the  work  done  in  the  air  cylinder  per  cycle  in  the  following 
cases,  express  saving  as  per  cent  of  work  in  least  favorable  case,  and  deter- 
mine discharge  temperature,  (a)  An  air  compressor  cylinder  without  clear- 
ance has  a  diameter  of  16  ins.  and  a  stroke  of  iS  ins.  The  air  at  the  end  of 
the  suction  stroke  has  a  temperature  of  60°  F.,  and  a  pressure  of  14.7  lbs.  per 
sq.  in.  abs.  The  compression  is  adiabatic  and  dischai^e  occurs  at  a  constant 
pressure  of  100  lbs.  per  sq.  in.  abs.  (6)  The  same  cylinder  with  the  same 
initial  conditions  gives  a  compression  line  with  exponent  equal  to  1.3.  (c) 
Two-stage  compression  is  used  with  an  intercooler.  The  low-pressure  cylin- 
der has  the  same  size  as  before  and  operates  under  the  same  initial  conditions 
but  gives  a  compression  curve  with  exponent  equal  to  1.32  and  discharges  at 
such  a  pressure  that  cooling  at  constant  pressure  to  initial  temperature  will 
give  the  air  a  volume  equal  to  the  piston  displacement  of  the  high-pressure 
cylinder.  The  high-pressure  cylinder  has  a  diameter  of  to  ins.  and  a  stroke 
of  18  ins.,  gives  a  compression  curve  with  exponent  equal  to  i.aa  and  dis- 
charges at  a  constant  pressure  of  100  lbs.  per  sq.  in.  There  are  no  transfer 
losses  between  stages. 

6.  Assume  that  1  lb  of  air  with  initial  conditions  60°  F,  and  14.7  lbs.  per 
■q.  in.  abs.  has  been  compressed  adiabatically  to  a  pressure  of  So  lbs.  per  sq. 
in.,  and  then  cooled  at  constant  pressure  to  initial  temperature  after  discharge 
from  the  compressor.  If  this  air  is  used  in  an  air  engine  without  clearance, 
operating  on  a  cycle  of  the  same  shape  as  the  PV-diagram  of  the  Clausius  - 
cycle,  and  expanding  to  atmospheric  pressure,  determine  (a)  the  work  made 
available  in'lhe  engine,  (fr)  the  efficiency  of  the  process  in  the  ideal  case,  i.e., 
work  made  available  ■!-  work  done  in  air  compressor  cylinder,  (c)  The  final 
temperature  attained  in  the  engine  cylinder. 

7.  Assume  the  same  conditions  as  in  problem  6  above,  excepting  that  ihe 
air  before  entrance  to  the  engine  is  preheated  at  constant  pressure  to  a  tem- 
perature of  300°  F.  Determine  the  values  called  for  under  (a),  (b)  and  (.;)  of 
that  problem. 
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USE  OF  COMMON  LOGARITHMS  FOR  SPECIAL  CASES. 

Case  I.    To  Determine  the  kth  Power  of  a  Number 

Less  than  Unity. 
Example:  Find  0.5'-"  by  logs. 

In  general  logw  V*  =  n  ]ogu,V;  and  in  this  case  V  =  0.5   and 
n  -  1.55- 
From  the  tables    logioO.5  =  9.6990  —  10, 
Then,     i.551<^,b0.5  =  1.55  (9.6990  -  10)  -  i5-033450  -  15-5 
Subtract  5.5  to  reduce  the  negative  part  of 

the  characteristic  to  10,  5.5  —    5.5 

Log.  of  answer  —    9-533450  ~  'O-O 
Corresponding  number  =    0.342  =  0.5*-*', 
(Note  that  a  fraction  raised  to  a  power  greater  than  unity 
gives  a  result  less  than  the  original  fraction.) 

Case  II.    To  Determine  the  mn  Root  of  a  Fraction. 
Example:  Given  V*  =■  0.75;  Find  V.    Evidently, — 

logioF  =  logw  Cv'OTS)  =  logiAo-rS"^/  =  (logio0.7S)  -M.5,  . 
which  is  in  the  general  form  of  logw  V  =  (logm  C)  -i-  n, 
where  C  =  0.75  and  n  =  1.5. 

From  the  tables  logioO.75  =  9.8751  —  10. 

The„  (!?lfpl.(2:?2iL_::J5l.  6.5833 -6.666. 

Add  3.334  to  raise  the  negative  part 

of  the  characteristic  to  10,  3-334°  —    3.334 


Log.  of  F  =  9.9173  —  10.000 
The  corresponding  number  is  0.8266  which  is  '■\'o.75. 
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TABLE  A. 

-  COMMON 

LOGARITHMS  (Log,. 

. 

No. 

■  0 

I 

a 

3 

4 

5 

6 

7 

8 

9 

DU. 

v 

0 

0000 

3010 

4771 

603I 

6990 

778* 

84SI 

9031 

9S4» 

10 

0000 

OQ43 

0086 

OI38 

0170 

0313 

o*S3 

0*94 

0334 

0374 

4* 

0414 

04S3 

0493 

»53i 

0569 

0607 

0645 

0683 

0719 

07S5 

38 

079* 

0828 

0864 

0899 

0934 

0969 

J004 

.038 

1073 

1106 

35 

13 

1 139 

"73 

1306 

"39 

1371 

■303 

■335 

1367 

■399 

■430 

3* 

■4 

1461 

1491 

■5*3 

■553 

■584 

1614 

,644 

1673 

1703 

■73* 

30 

15 

I76I 

1790 

18 18 

■847 

i87S 

1903 

1931 

1959 

1987 

3014 

38 

16 

2041 

3068 

309S 

3148 

*I7S 

1337 

»*S3 

2  379 

36 

17 

3304 

2330 

*35S 

3380 

*4os 

*43'' 

*455 

aS'H 

*S*9 

»S 

18 

»5S3 

«S77 

3601 

3635 

3648 

367* 

369s 

37.8 

J  74* 

376s 

34 

'0 

3788 

3810 

2833 

38s6 

3878 

3900 

1923 

»945 

3967 

3989 

30 

3010 

3033 

3054 

3075 

3096 

3118 

3'39 

3160 

3.81 

3301 

31 

331' 

3»43 

3*63 

3*84 

33<H 

33*4 

3345 

3305 

338s 

3404 

3424 

3444 

3464 

3483 

350* 

353* 

3S4t 

3560 

3579 

3598 

19 

23 

3617 

3636 

3655 

3674 

369* 

37" 

37*9 

3747 

3766 

3784 

■9 

14 

3803 

3830 

3838 

3856 

3874 

389* 

3909 

39*7 

3945 

3963 

18 

as 

3979 

3997 

4014 

403" 

4048 

406s 

4083 

4099 

4116 

4133 

■7 

i6 

41SO 

4166 

4183 

4316 

4*3* 

4*49 

4*65 

4381 

4398 

16 

37 

4314 

4330 

4346 

43~ 

4378 

4393 

4409 

44*5 

4440 

445^ 

16 

iS 

4472 

4487 

4502 

45-8 

4533 

4548 

4564 

4579 

4594 

4609 

■S 

39 

4634 

4639 

4654 

4669 

4683 

4698 

4713 

47*8 

474* 

4757 

IS 

3» 

4771 

4786 

4800 

4814 

48*9 

4843 

4«S7 

4871 

4886 

4900 

14 

3' 

4914 

4928 

494* 

49S5 

4969 

4983 

4997 

5011 

50*4 

S038 

14 

3» 

5051 

S<*5 

5079 

509* 

S^°S 

5"9 

5^3* 

5^45 

5159 

S'7* 

■3 

33 

5'8s 

S'98 

S31I 

5**4 

5*37 

5*5° 

5*63 

5376 

5*89 

530* 

■  3 

34 

S31S 

5328 

S340 

5353 

5366 

5378 

5391 

5403 

5416 

54*8 

13 

35 

S44I 

S4S3 

5465 

5478 

5490 

550* 

5514 

55*7 

SJ39 

5551 

13 

36 

S563 

SS7S 

5587 

5599 

S6ii 

5633 

5635 

5647 

5658 

5670 

37 

5682 

5694 

5705 

5717 

57*9 

5  740 

57S* 

5763 

5775 

5786 

38 

5798 

5805 

S8*. 

583* 

5843 

5855 

5866 

5877 

5888 

5899 

39 

S9" 

S9" 

5933 

5944 

5955 

5966 

5977 

5988 

5999 

6010 

11 

40 

603I 

603. 

6c43 

6053 

6064 

607  s 

608s 

6096 

6107 

6117 

„ 

41 

61  »8 

6.38 

6149 

6160 

6170 

6.80 

6191 

6301 

6213 

6122 

4» 

633* 

6»43 

6*53 

6363 

6374 

6=84 

6294 

6304 

63'4 

63*5 

43 

6335 

6345 

63SS 

6365 

637s 

6385 

639s 

6405 

6415 

64*5 

44 

6435 

6444 

6454 

6464 

6474 

6484 

6493 

6503 

6513 

653* 

10 

45 

6S3» 

6S4» 

6551 

6561 

6S7^ 

6^80 

6590 

6599 

6609 

6618 

10 

46 

6638 

6637 

6646 

6636 

6665 

6675 

6684 

6693 

6713 

9 

47 

6731 

6730 

6739 

6749 

6758 

6767 

677< 

6785 

6794 

6803 

9 

48 

6813 

6S31 

6830 

6839 

6848 

6857 

6866 

687s 

6884 

6893 

9 

49 

6903 

69,1 

6930 

6938 

6937 

6946 

6955 

6964 

6972 

698. 

9 

5» 

6990 

6998 

7007 

7016 

70*4 

7033 

704* 

7050 

7059 

7067 

9 

SI 

70J6 

7084 

7093 

7101 

71IO 

71 18 

7t36 

7'3S 

7143 

715* 

9 

53 

7160 

7l68 

7177 

7^85 

7193 

7310 

73.8 

7326 

7*35 

8 

S3 

7243 

7*51 

7*59 

7*67 

7*75 

7*84 

7*9* 

7300 

7308 

7316 

8 

54 

73»4 

733» 

734° 

7348 

7356 

7364 

737* 

7380 

7388 

7396 

8 
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TABLE  A.    {Concluded).  —  COMMON  LOGARITHMS  (Logi.)- 
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APPENDIX  783 

TABLE  B.  —  HYPERBOLIC  OR  NAPERIAN  LOGARITHMS,  (log,). 


N. 

Log. 

N. 

l*g. 

N.          Log. 

N. 

Log- 

"■  \  - 

1. 00 

0.0000 

2.30      0 

8329 

3.60      I 

3809 

4.90 

1.5892 

6,,=  !  . 

856J 

°S 

<m88 

2.3s       0 

8544 

3 

65      I 

1947 

4.95 

1-5994 

6 

SO  :  J 

8ji8 

09S3 

87SS 

3 

fi 

.5.00 

1.6094 

6 

60  1  1 

8871 

IS 

1398 

3.45      0 

8961 

75      I 

5  OS 

1.6194 

6 

70  1  1 

9021 

18  i3 

2.50     0 

9163 

80      I 

3350 

5  10 

1.629* 

6 

80  1  I 

9169 

25 

J231 

1-55      0 

9361 

85      ' 

3481 

5-15 

1.6390 

90     t 

93  IS 

3» 

2624 

2.60     0 

9SSS 

90      1 

3610 

5-20 

I. 648 J 

00  1  I 

9459 

35 

3001 

2.6s      0 

9746 

95       1 

3737 

5-25 

1.6582 

9741 

40 

3Jf>S 

3.70     0 

9933 

3863 

5-30 

1.6677 

001s 

45 

3716 

J  75      I 

oii5 

05       ■ 

3987 

5-35 

1.6771 

60     2 

0281 

5° 

40SS 

2. So      I 

540 

1.6864 

7 

80     2 

0541 

55 

4383 

2.8s      I 

0473 

IS      I 

4331 

5-45 

1.6956 

8 

0794 

60 

4700 

0647 

4351 

550 

8 

25      a 

6S 

S008 

3 -95       I 

0818 

35      I 

4469 

5-5S 

1.7138 

8 

50      J 

70 

5306 

3-00      t 

0986 

30      t 

4SS6 

5 -60 

1.7228 

75      = 

1 691 

75 

559S 

3.05       ' 

"SI 

35       I 

S.65 

i.73"7 

9 

'97* 

80 

S878 

3.10      I 

13 14 

40      I 

Vs°l 

S-70 

1 . 7405 

9 

35      3 

2246 

8S 

6152 

3.1s       1 

45      1 

49 '9 

5-75 

t.749' 

SO      2 

2513 

9° 

6419 

3.»o      t 

\fi^ 

50      I 

SiHi 

5. 80 

1.7579 

9 

75      a 

3773 

95 

6678 

3.»5      I 

1787 

55      ' 

S>5i 

S-8S 

i.;664 

3026 

6931 

330      I 

1939 

60      I 

536. 

5. 90 

1.7750 

3979 

05 

7178 

3-3S      I 

2090 

65      I 

5369 

5-95 

T-7834 

4849 

7419 

3-40      I 

«»38 

70      I 

5476 

6.00 

1.7918 

13 

00      2 

5649 

'5 

765s 

3  45      ' 

=384 

?S       I 

5S8i 

6.10 

1.8083 

14 

6391 

7885 

3.50      ' 

2528 

80       I 

5686 

6.20 

1,824s 

■5 

7081 

2.25 

° 

3-55      I 

266Q 

tss  1  . 

5790 

6.30 

1.8405 

16.00      2 

7726 

(i)  To  find  log,  of  a  number  greater  than  10  {for  exampl 
Log,  31  —  log,  (10  X  3.i)  =  log,  10+  log,  •>  '  —  '  '«»«  -l-n 
(i)  Base  e  =  3.71828  aod  log, 


.1  -  2.3026+. 
■  2.3oaXlogioa. 


,7419  -  3.0445- 
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publBben,  Longi 

Sp.  V  =  specific  volume  i 
A^  —  total  entropy  above  3: 


APPENDIX  i  - 

TABLE  D 

PROPERTIES  OP  ONE  POUND  OP 

SUPmtHEATED   STEAM. 

DiAcaAKi,  iqcq,  by  ptmlaiaii  of  tlie 


I.  ft.;  AQ  -  B.t.u.  total  heat  above  32°  F.; 


LbeTf^V 

DtgnaotSup^taaV 

s.,,t™. 

0 

so 

100 

ISO             2*. 

25a     1     3«> 

^5    1 

(■■3)  I 

r  Sp.  V. 

36.37 
1150-7 

1-7549 

28.40 
1,7886 

30.46 
1197,6 
1.8199 

32  SO    34. S3 
1221,01244,4 
1-8492,1.8768 

36.56 
1267.7 
1.9029 

38,5s 
1291,1 
..9276 

(.S)  1 

Sp.V. 

8.SI 
1173.6 
1.6581 

9.19 
1198.8 
1.6909 

9-84 
1223.4 
i-7iit 

10.48 
1.7491 

1-7JS5 

11-74 

12,36 
■319-7 
..8237 

il'%> 

4-43 
1186.3 
1.6020 

1.6358 

5-14 
1239-7 
1.6658 

1-6933 

.289,:! 
I, 7188 

6-12 

■313-6 
■,742a 

6-44 

1-7656 

ItO      1 

(334.8)j 

Sp.V. 
AQ 

A* 

I -5942 

4.38 

1215.9 

'  1.6282 

4-70 

1242 -0 

1.6583 

S.ol 
1267.1 
1-6857 

5-3" 
1291,9 

5.61 
■316.2 
1 7350 

s  90 
1340-4 
1-7576 

130     I 

(341. 3)| 

Sp.V. 

3-73 
1189.6 
1.5873 

4.04 
1217.9 
1.6216 

4-33 
1244.1 
1.6517 

1-6789 

4.89 
1294.1 
1.7041 

5  17 
1318.4 
1,7280 

5-44 
1342.7 

I ■ 750s 

130     1 

(347-4)) 

A* 

3. 45 
1191.0 
1.5807 

3-74 
1219.7 
1.6153 

4-01 

1246-' 
1-6453 

4.28 
1271-4 
..6724 

4- 54 
1296,2 
1,6976 

4,  So 
1320.6 
1-7213 

5 -OS 
1344  9 

1-7437 

140 

(3S3.I) 

Sp.V. 

1*' 

3.32 
1193. J 
1-5747 

3  49 
1.6096 

3-75 
1248.0 
1-6395 

4.00 

1273-3 
1.6666 

4.24 
1298,2 
1,69.6 

4.48 
.322.6 
1-7152 

1346-9 

1-7376 

(33°!)j 

4* 

3.01 
11934 

1.569J 

327 
1223,0 
1.6043 

3-Si 
1249-6 
1.6343 

37S 
1275-1 
i-66t2 

3-97 
1300,0 
1,6862 

4-19 
1324.5 
1,7097 

1.7320 

160     I 
{363  ■6)] 

Sp.V. 

15 

A* 

1.83 
1194s 
1.5693 

3.07 
1224.5 

1-5093 

3  30 
1251-3 
1.6292 

3.53 
1276 j8 
i-6s(5i 

3-74 
1301-7 
I -6810 

3-95 
.326.2 
1-7043 

4-15 
I3SO-6 
1.7266 

170     1 

(368. S)| 

Sp.V. 

2.68 
l'95.4 
1-559° 

2.91 

1225.9 
1-5947 

I -6146 

1-6513 

3-54 
1303-3 
1.6762 

J  73 
1327.9 
16994 

3.92 

i3S»-3 
..7317 

180     1 

(373-i)| 

"■5543 

2.75 
1.5904 

2,96 
1254-3 
I -6201 

3.16 
1279-9 
1.6468 

3.3S 
1304.8 
I. 6716 

3- 54 
1329-5 
1-6948 

3-7» 
13S3  9 
1-7169 

190    ) 

(377  «| 

Sp.V. 

A* 

1197-3 
1.5498 

2,62 
1228.6 
1-5862 

j-8i 
"55-7 
1.6159 

1-6425 

319 
1306,3 
1,6627 

3-37 

3  55 

1355-5 
1.7124 

300 

(381.9) 

Sp.V. 

A* 

2-2g 
1.98.1 
1.5456 

15823 

2-68 
1257,1 
1.6120 

2-86 
1282,6 
I -638s 

304 
1307-7 
.-6632 

3  21 

1332,4 
..6861 

3  38 

'357  0 
1.7082 

(4?~)| 

Sp.V. 

1-55 
120+.1 
1.51^9 

1-69 
J240-3 

..S«>4 

t-96 
1294.0 
1-6082 

3-09 
1319-3 
1-6323 

1344-3 
1-6550 

\^'i 

(467°3)( 

Sp.V. 
AQ 

12^0'^ 
r.470 

1-03 
.256 
1.519 

3 

1.22 
1311 

I -573 

1,31 
1337 
1-597 

1-6.9 

1,640 
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SYMBOLS. 

(Hk  numben  idci  U>  the  jmv*  nben  tlw  lymbol  ■  fint  uied  fa  ■  nor  bihi.) 
A,knA;  -^.I^J;  -*-  Soi;  Afu,  107;  ABEf,S37;  a  (are*);  a/,,  318. 

B  (Baume);  Bd,  Bijc,  Br,  B/k,  364;  BCEf,  53;;  B.P.,  361;  B.tu.,  i;  b.tp.,  186. 
C,  257,336;  S,i4;  Cp,3s;  C„33;  C£/,  188,  536;  C£/o640;  C£/*,64oi  CF.itg; 

C.O.P.,  73s;  e  (const.). 
A  lit.  379;  i'f,  325;  d  (difieiential  coefBcient);  d,  130,  380;  d.h.p.,  186. 
E,  581;  Ef,  S3;  Efc,  164.  59>,  <Hi;  £/k,  594,  <>4i;  Efn,  371,  «  (base  for  Napezian 

logs.);  e.h.p.,  186. 

F, 36, S75;  f£, 562;  f^/. 536; /. sis;  thp,  186. 

G,  662;  G£/,  536;  g  (32.2  It.  sec.). 

A,  33S,  5S0;  E.P.,  134;  A,  257,  578;  b.p„  180;  h.p.-br.,  180. 

7,338;  I-P;  334;  IBf.  189;  i.h.p.,  184. 

J,3T- 

Jf,  33S.  S7»,  639,  698;  Xp,  3Si  K„  34;  X£,  372;  i  (consl.). 

L,  36, 184, 338,  S7s;  L.P..  »34;  i-fl-'^.,  488. 

M,  M',  503;  Jf£/,  189;  M,  493;  m.e.p.,  184. 
»,  S'.  '84,  aS7,  643.  *44,  646. 
OEf,  »90;  OEU,  OE}k,  363- 

P.  33;  ^i.  3m;  P",  *98i  ^  3»s;  >«.  '84,  3's;  t^H,  PmL,  Pmx,  333;  fx,  334- 

0,8;  !,  "OSl  ?/,«'.  651. 

JI,  32,  258,  315,  328,  37*.  626;  REf,  188;  f,  49.  108,  »s8.  3iSi  r„,  fi.  rr,  331- 

5,  572,  6»6. 

r,  30;  r„  in;  r„  los;  rsfi/,  537;  tde/,  190;  rD£/*r,  36s;  r/£/,  190; 

T.U.E,,  361;  (,30,638;  '.499;  *e,  A*.  674;  '/,  499,  6S3;  l/,6Si;  t  *-,<S7a; 

If,  103. 
U.E.,  561;  u,  107,  133, 140,  371. 
V,  33,  286,  461;  V,  33,  133;  V(,  680;  V„,  719;  v.,  137;  V^  680;  F^,  720; 

r,  286,  371. 
W,  8,  14,  197,  238;  W,,  23q;  tCi,  191,  363;  WjK,  363;  W,-,  191;  W,,  W,k,  363; 

tFj,  239;  w,  106,  372,  496,  653,  673;  w',  654;  loc,  638;  »/,  305;  »/',  218; 

«%,  205;    tCA,  638-,    UJV,  496;    V)H,  496. 

jr,48i;  *,  no,  479;  «/,  **,  "«■ 

y,  108,476,481. 

2,647;  £,573; 

«,  277,  615;  tf.  6^7;  T,  38. 

A  (bnite  change);  AE,  11;  A£p,  A£„  138;  &£.»  159;  A/.  AQ,  it;  HQd,  dQ.,  m; 

^ip,  no;  OQxi,  111;  ^Ovp,  109;  dS,  11;  A^,  66;  A«z>,  A^j,  119;  A^,  izo; 

A^,  120;  A^i,  119;  A^i,  no. 
#,  13Q,  626;  So,  86,  639;  Sn,  37^,  639- 
X,  108;  p,  108;  «,  63;  w,  J38. 
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Absolute  temperature,  50. 

velodty,  37 1 . 
Accumulator.  J91. 
Adiabatic  dum^ex,  of  gas,  S0-S3. 

ol  sal.  vapor,  153-156. 
of     superheated    vap., 

1S7-1S9. 
in  noBcIo,  701. 


After  burning,  409. 

Air,  BiDt.  for  combustion,  actual.  503-505. 
of  C,  476-4B1. 
of  H,486-4S7. 
deficiency  of,  499. 

excess  coelEdeat  of,  480,  481,  498,  504. 
properties  of,  477. 
Air  card  (int.  comb,  eng.),  406, 
Air  oompreuor,  dearance  (effect  of),  719. 
cooling,  734. 
definitions,  71Q. 
efficiency.  711. 
elementary,  71G. 
inlercooling.  736. 
multistage,  716. 

volumetric  eff.  of,  7"-7t4- 
work.  717,  71S,  710. 
Air  cyle*,  ur  engines,  730. 

compressors,  716-713. 
Air  engines.  719. 
Air  pumps,  definition,  666. 
size  of.  679. 
types,  677-678. 
Air  required  (»e  Air,  amount). 
Air  supidy  (itt  Air.  amount). 
Air  valve,  auiiBaiy,  435. 
Alcohol,  469. 

engine  performancea,  451. 
'■  745- 


producer  gas,  603. 
Anolyas  of  flue  gas,  493-501. 
of  coal,  460. 
proximate,  460. 
ultimate,  460. 


Angle  of  odvaacx,  377. 


Area  (i«  Boiler,    Condenser.   EomomLzer, 
Feed  Heater  and  Grate,  Surface), 
chimney.  581.  583. 
indicator     diagram     (determination), 

184. 
meaning  on  PV-diagi.,  47,  49,  74-79. 

on  T*-diagr.,  74,  93, 138-140. 
negative,  46,  79' 
BOizla,Joi.  705,  710. 
pipe,  711. 

piston,  184,  H.P,  and  L.P.,  338. 
piston  rod  allowance,  333. 
port  opening,  1S6. 
positive,  46,  78. 
Ash.  459-  464.  S'O. 
A5.M.E.  Code.  J09,  aro,  533,  S3T- 
Aasodated  heat,  i,  9.  15, 
Atomizing,  fuel  oil.  530. 
Auxiliaries,  power  plant,  610,  65J. 
Auiiliaty  air  valve.  415. 

exhaust  ports.  439. 
ports  in  valves.  389. 
Available  hydrogen,  486. 

work  of  cycle.  79. 
Avogadro's  law,  38,  478. 

Back  i^essure,  steam  eng,,  114,  354. 

turbines.  367,  394. 
Back  stroke,  17'- 
Balance  plate,  390.  191. 

[Hston  (turbine),  3S9. 


Balanced  valve,  391. 
Barometric  tube  (condenser] 
Bernoulli's  theorem  (flow),  5 
Bilgram  diagram,  380. 
Btewer.  716. 

turbo,  739. 

Blow-off  valve,  543.  560. 
Boiler  (str  Boiler  types). 
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deuiing,  543,  547. 

compounds,  6S7.  688. 

counurfknr,  541,  558, 

comigated  flues,  sjo,  551. 

energy  stream  for,  SM- 

tf  dendci,  S37,  5j8,  54a. 

explosions,  544. 

feed  water,  $47-    LS«  Feed  water.) 

beuler,  554. 

beet  bakncr,  534. 

heat  transmissoa,  54a. 

heating  surface,  S38,  563,  564. 

horse  power,  561. 

losses,  SJ4. 

mud  drum,  543.  554.  556. 

perforiaaace,  S38,  56 1. 

plant,  693. 

t»tin«.  S93. 
lepain,  546. 
safety  of,  545. 
(election,  543. 
setting.  J49.  5S<- 
riie.  563. 
ipaf*,  547,  SSS. 
steam  space,  547. 
Hdtability,  545. 
surface,  338-544. 

types,  54fr-s^'    (S"  BoOer  typea.) 
water  legs,  jss- 
Bail«r  types,  548-560. 

Babcock  and  Wilom,  554. 

Dxitinental,  550, 

Couoterflow,  541,  558. 

double  end,  559,  693. 

oposed  tube,  549,  sso- 

erlsiially  fiied.  548.  551. 

fite  tube,  S48.  549. 

full  front,  3S3> 

half  front,  553. 

horizontal.  548. 
boriiontal  relum  tubular,  55a. 
internally  fired.  548,  549. 
locomotive,  550. 

Nidauise,  559, 
Parker,  s<8. 


Scotch  marine,  551. 
sectiOTial.  548,  SS4- 
Sliriing.  556. 

submeiKed  tube.  549,  550. 
tubular.  548,  549. 
tuhulous,  548,  SS4. 
vertical,  548.  549. 
water  tube,  548.  534. 


Brake  horse  power,  iSe. 
Breediing  i.nt  Fhies) . 
Britiili  Ilicniul  Unit,  i,  6. 
B.Lu.  per  h.p.-hr.,  iSo,  191. 
B.t.u.  (jet  Calorific  value) . 
Bucket  lo«w^  370- 

velodty,  360. 
Buckets,  turbine,  359. 
Burner,  oil,  519-531 . 

Calorific  value,  defined  491. 

Dulong's  formula  for,  461, 

4*3,  49»- 
Mahler's  curve  for,  463. 
Calnific' value  of  aloobol,  469. 
aubon,475, 
carbon  mCHkoide,  474. 
charcoal,  467. 
cod,  461-466. 

hydroaen,  486. 
hydrooubtxls,  490-^91. 
mixtures,  491. 
natural  gas,  471. 
oih,  468-469- 
producer  gas,  601 . 
sulphur,  491. 

Calnrimeten,  steam,  114-117. 

fuel,  49'.  493- 
Cam  shaft,  406. 
Cams,  ill,  440. 
Capadty,  boiler,  561. 

hot  air  engine,  398. 

ice  melliog,  748. 
Carbon,  combustion  of,  471-486. 
fixed,  4S6,  459- 
volatile,  461- 
Carbon  dioxide,  fotmation,  474,  594, 
and  furnace  eff.,  505. 
refrigentioa,  745. 
Cubon  monoxide,  farmation,  474,  594. 

method  (of  producer  ooo- 
Irol),  603- 
Carburetor^  413-415. 
Characleristic  curve  (governor),  164. 
Cbarcoal,  467. 
Charles'  law,  gas,  19-31. 

superheated  vapor.  150. 
Chart.  MoUier,  144.  Appendii- 

Tip,  137,  Appendix. 
Chemical  combination,  heat  (rcKn,  3-^. 

equilibrium  (prod.),  594. 
Chimneys,  area  of.  581,  583. 
draft  of,  579. 
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Chimiicyi,  bti^toC,  580,  j8i,  sSj. 

Kent's  formuli  for,  5S1. 

Eiogiler's  experiments  on,  583. 

types  of.  S84-58J. 
Circniiting  pump,  666. 

water  (condenser),  671,  673. 
CltoiUtioD,  boiler,  541, 146. 
■      619- 


Coke,  466-^67- 

Cf^ing  ardi,  514. 

Cold  body.  So. 

Combined  diagrvn,  inultlple-exp.,  149. 

Comlnutible,  459, 471. 

Combustiao,  471-soi. 

actual,  503-^33- 

'  r.  476-48J.  S03-SOS- 


CI^>eynHi'i  equation,  133. 

carbon,  471-486. 

Clealwice,  definiUon,  joj. 

complete,  471.  506-508. 

data,  473- 

hydrogen.  486-490. 

in  intenul  comb,  eng.,  404. 

line  Gnt.  comb,  eng),  411. 

mixtures,  491. 

rmdial  (turbine),  386- 

oxygen  for,  476. 

CUnkert  from  coal.  5». 

tateof,5°S.5"-5i3.6oa. 

CO,  recorders,  sos- 

tecDcders.  505. 

COi  C««  Caibon  dicaide). 

■mokeleas,  506-508. 

Coat  analysis  of.  46o-46>,  509. 

sulphur,  49'. 

anthracite.  457.  4SB.  46s- 

"as  received."  461. 

Combustion  in  furnaces,  503-53"- 

bHumiDOUi,  456-4S8,  46s. 

»ir  far,  503. 

briquets.  466,  SM. 

complete,  4VJ,  506-508. 

caking.  46s.  5",  S98. 

luteof,  508,  st3-5«3. 

calori&c  value  of  (ne  Cat.  value). 

Caonel,  465. 

value  of  cod.  so8-sr6. 

composition,  4i6.  4S9. 

value  of  heating  surface  539. 

Diederich's  formula  for,  461. 

"dry,"  459- 

Dulons's  formula  for,  461. 

dust,  use  of.  466. 

6eW»ofU.S.,458. 

CompcessioD,  44.  M3. 

firing  of,  S19.  310. 

adiabatic  so- 

foimalioQ  of,  45s. 

constant  pressure,  44. 

fuel  value  of.  463-468. 

isothemial  47- 

geology  of,  44S. 

grap4iiUc.4S7. 

tableof,4I9■ 

Mabler-s  curve  for.  463. 

(lUality  during,  114. 

Marks' curve  for,  461. 

steam  engine,  175,  186.  aS8 

moisture  in,  464. 

193-395 

wncaking.463. 

Comptewors,  turbo.  739.     (5«  Ait  comp. 

rate  ot  combustion  of,  51 3.  5  >3. 6oO' 

Condensate.  ». 

sdeclionof,5il-si7. 

(raclion,  3J9- 

initial.  „2. 

fi2e.of.465.466. 

reduction  of.  113,  130-143, 

soft,  436-458. 

jub-bituminous,  457- 

ur  in,  665- 

value  as  fumare  fuel,  108-515. 

Coefficient  of  contraction  and  diadiarge,  715. 

electric  {ignition),  437, 

of  eictas  air,  480.  481,  498,  504, 

essentials.  675. 

SOS- 

piping,  667.  677-680. 

ofgovemorr^lulation,  I5T- 

pressures,  665. 

Of   perfoimance    [refrigeration). 

pumps,  666,  677. 

T3S.  739-741.  744.  747. 

Seam,  630,  664-677. 

Coil,  induction,  434. 

surface  of,  674. 

inten«fier,434. 

tail  pipe,  666. 

trembler,  437. 

types.  664-667. 
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CusbioD  steam,  los- 

gains  from,  ijs,  367- 

Cut-o£t,  J7S- 

changing  m  multi-exp.   eng,   331 

water,  ao,  673-674, 

water  recovery  in,  63i. 

early,  18S,  193.  igs. 

Conduction,  cyl.  losses  by,  114.  "S- 

governing  int.  comb,  eng.,  419. 

theory  of,  614. 

steam  eng.,  256.  3$'- 

Conductivity  (heat),  615. 

specific  (Taijle),  618. 

total,  6js- 

in  simple  engines,  133. 

Conjugate  events.  17S. 

in  stationary  engines,  337. 

Conservation  of  energy,  6. 

limit  of  (Corliss),  3". 

Constant  cmtropy  changes,  gas,  70- 

range,  J93. 

vapors.  IS3-II9. 

valve,  197.  joo,  303- 

Constant  heat  curves  (steam),  141. 

Cutting  out  of  noiiles  (lurbioc),  381. 

Constant   pressure   changes   litt   IsoharJc 

Cycle,  available  work  of,  t9- 

changes.) 

Beau  de  Rodias,  94-98- 

Constant  quality  curves  (sCeun).  14a. 

Bmyton,  98-100. 

Con^tiint  temperature  changes  (i»  Isother- 

Catnot,  gas,  78-79. 

maJ  ciianges). 

reversed,  84,  740- 

steam  engine,  194. 

changes.) 

Constant  volume  curves,  steam,  140. 

Clausius.  167-173,  aoo-ioi. 

Constants  for  flue  ga-v  479.  4S1. 

dosed,  77. 

ideal  gas,  3J- 

Diesel,  100. 

real  gase*,  38-4'. 

Ericsson,  93-94- 

Contact  resistance,  634. 

gas,  76-ioj. 

Continiuty  of  state,  m. 

Joule,  98-100. 

Convection  (heat),  617.    (5«  Boiler  circ.) 

losses,  181. 

Conventional  indicator  diagiam: 

open,  77. 

for  int.  comb,  engine,  406. 

Otto,  94-98. 

[our  stroke,  403-414- 

t«o  stroke.  414-417. 

of  internal  corab.  eng.,  40?- 

rectangular,  177- 

of  producers,  601. 

regenerative,  gas,  90-93. 

of  valves  (int.  comb,  eng,},  439- 

steam.  t99. 

ponds,  68r. 

Stirling.  90-93- 

towers.  681-684. 

two  stroke,  414-417. 

vapor,  161-179- 

fiMd  charges,  613. 

operating.  613. 

oindensation,  defined.  159. 

St.  Eng.  vs.  Turbine,  393. 

reduction,  330-143. 

Counterflow,  boiler,  S4i.  5s8- 

efficiency.  .88,108,370- 

defined,  541. 

leed,  J05,  indioited,  «8. 

high  pressure,  13). 

Crackingof  oil,  417- 

tagging,  Mo- 

losses.  33,  181. 

Crank  end,  271. 

low  pressure,  134. 

ratio,  334-34°. 

surface  in  dearanoe,  131. 

steam,  70s. 

Critical  temperature,  gas,  111. 

DaltOD'sIaw,  lie. 

Critical  velocity  gas,  714. 

and  condensers,  665- 

steam,  70s- 

Dash  pot,  31  ■■ 

ClJtical  volume,  gas,  iis. 

Crosshead,  slatted,  271. 

Degree  of  regulation,  J57, 

Crude  oil,  467-469. 

Degree  of  superheat,  in. 

Culm,  466. 

Cushioning,  aS6. 

Delivered  power,  185. 
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fuel,  6ig,  660-663. 
producer,  606. 


Deposts  (scale),  6S6. 

Depiedation,  631. 

DUsram  (i«  alio  Valve  diagram). 

adiabatic  chaoges  of  vapor  on,  157, 

entropy,  119,  Appcndii. 

factor,  J 1 5-3 17,  3SI- 

of  cycle,  PV,  78. 

of    en«^    stream    (ice   Energy 

of  gas  curves,  PV,  43.  T*.  73- 

of  gas  cycles,  S9-101. 

of  heat  Sow  (i«  Energy  steam). 

of  producer  plant,  is,  690. 

of  steam  plant,  tB,  G91. 

of  T0  changes  of  vapors.  119. 

of  vapor  cydea,  16J-179- 

of  vaporization   (heat   changes}. 


water  rate,  117, 119. 
Diederich's  equation  (coal),  461. 
Diesel  cycle,  loty-ioi. 

efficiency,  447. 

DispUcemcQl  of  valve,  iji. 
Distillate,  468. 

Double  deck  boiler  plant,  693. 
Draft,  amount  of,  578. 

apparatus,  S74-s39- 

artificial,  585. 

balanced,  387,  389,  615. 

diimney,  579. 

down,  311,  610. 

forced,  387,  s88. 

friction  head,  375,  376. 

furnace,  317-318. 

induced,  587,  589- 

mechanical,  3S7. 

natural,  379. 

pressure  drop,  317,  374, 578, 581, 382. 

resistance,  S74,  377- 

steam  jet.  587,  588. 
Dry  vacuum  pump,  677. 
Dulong's  formula.  46),  463,  491. 

Dynamics,  of  flow  in  nozzle.  371, 
of  steam  turbine.  371. 

Ebullition,  118. 
Eccentric  action  of,  174- 

de&ned,  171. 

for  int.  comb,  eng.,  440. 

relative,  304. 

rod  angularity,  171,  184. 


Ectmomy  (stt  Performance). 
Effective  power,  186. 
Efficiency,  air  compressor,  710. 

apparent  (boiler),  337. 

boiler,  333-338. 

btriler  and  grate,  338. 

Bray  ton,  100. 

Camol,  gas,  Si. 

general,  187. 

int.  comb.  eng,.  443. 

vapors,  164,  163. 
Gausius,  170,  r7i. 
cold  gas  (producer),  593, 
combustion  space  (boiler),  536. 
CO)  and  furnace.  303. 

<ylinder.  18S,  308,  33s,  370. 
Diesel.  loi,  447- 
Eric^son,  94. 
furnace,  313,  336. 
grate,  513,  536. 
heat  transmission,  639-649. 
hot  air  engine,  400-401. 
irklicated.  iS3.  108,  353,  370. 
internal  comb,  eng,,  443-447. 
medianical,  rS9;  114,  413,  446. 
nozzle,  369,  708. 
Otto,  96,  410,  443-447. 
over-all,  190,  iii. 


370- 
producer,  S9i-S94- 
Rankine.  176,  177. 
rectangular  PV,  178,  179. 
refrigeration   (ik  Coef.  of    per- 
formance) . 
regeneration,  gas,  91. 

steam,  199. 
relative,  18S,  443. 

steam  engine,  3SS-3S8- 

Stirling,  9J- 

thermal,  190,  109,  no,  393,  443. 

446- 
thermodynamic  (i«  Caraot). 
turbine.  363-370. 
volumetric.  411,  710-734. 
Electric  energy  (heal),  3. 
ignition,  4  j 4-438. 
Endothermic  reaction,  473. 
Energy,  assodatcd  heal,  i,  9,  13. 

change  of  intrinsic,  d^.,  it. 
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Energy,  dwnge  of  Intrimic  of  steam,  156- 

Exhaust  valvea,  int.  cmnb.  eng.,  439. 

IS8. 

valve  timing,  441. 

of  V^IOTB,lo8. 

Erhaust  steam,  in  contact  with  walls,   33a 

electric  (heat),  3. 

turbine,  367.  390.  396. 

lotriimc.  total,  4. 

Exhauster,  induced  draft,  s88. 

kinetic  (flow).  698^01,  708,  rog. 

producer,  614- 

kinetic  (molecular),  10. 

Exothermic  reactiim,  47  a. 

latent  heat.  .0-.3. 

FTpannrjij  sdiabatic,  gas,  50-53. 

latent  mechanical,  lOT- 

in  nonles,  701. 

in  steam  engines,  196 

(flow).  698,  699. 

vapon,  153-159. 

radiaiit,  630. 

constant  pressure   (lee  Expan- 

««am, boiler,  S34- 

sion,  iwbaric). 

feed  water  heater,  656,  657- 

pansion,  isothennal). 

general  case,  187 . 

internal  comb,  eng.,  44S- 

producer,  604. 

definition,  44. 

|«oducer  power  plant,  15. 

free,  63-64. 

Bteam  power  plant,  18. 

general  curves  of,  54.  55. 

turbines,  369. 

incomplete,  113,  73a. 

in  steam  engines,  195, 196. 

Engine  (i«   Air    engine.    Blowing  engine^ 

iaobaric  of  gas.  44- 

Hot  lur  engine,   Intenjal  combustioQ 

vapors,  146. 

engine,  and  Steam  engine) . 

isothmnal,  of  gas.  47. 

vapors.  146. 

Engine  room.  594. 

isovolumic,  of  gas.  46. 

Entnfl^,  absolute  quantity  of,  71. 

vapors.  159,  i5o. 

change,  68. 

line  (real  int.  comb,  engj,  411 

piping  (of),  696. 

of  ideal  gases,  67-7J. 

ratio,  48,  330-MO. 

of  liquid,  i<g. 

of  steam,  i3>. 

of  superheating.  119. 

producer,  614. 

of  superheated  vapor,  i  jo. 

latentheat,  10,13, 107. 

total  of  steam,  137,  Appendix. 

worit,  10.  13,  107. 

Equalizing  pipe  (turhine),  389 

Equilibrium,  chemical,  S94- 

Extractor,  tar.'eifi. 

Equilateral  hyperbola,  S4,  3>4. 

Factor  of  evaporation,  563. 

molecular  weight,  495- 

Fan  (diall),  588. 

Ericsson  cycle,  93-94. 

Feed  water  heaters.  651-663. 

hoi -ait  engine,  397-401. 

advantages,  651,  655- 

Ether  vapor,  T*-dLBgram,  IS4. 

Evaporating  pan,  620,  649- 

heating  surface,  659. 

heat  saving,  651. 

equivalent,  561. 

horse  power,  659. 

factor  of,  565- 

saving.  6si,6ss. 

ratea  (boiler),  363. 

size.  659- 

unit.  s6i. 

surface  (extent),  659. 

Events,  valve,  174,  '75- 

temperature  inaeaw,  653. 

types,  654-658. 

coefficient,  480,  4B1.  498.  504. 

water  saved.  G54. 

percentage,  49 J  ■ 

Exhaust  lap,  173- 

Figure  of  merit  (see  Coe(.  of  performance). 

lap  circle,  181. 

lap  line,  176. 

Firing  of  coal,  hand,  519. 

losses,  int.  comb,  eng.,  448. 
ports,  auxiliary,  439. 
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Fuel  oil,  atomiiing,  J30. 

Flame  length,  507.  Sn. 

burning,  539-53^' 

Flerible  dialt  (lufbine),  376- 

Fuel  values  (,«  Calorific  values). 

FloOT  ipux,  boiler,  S47.  SSS- 

Full  peripheral  disdu«ge,  38s. 

engine  V8,  turbine,  39J. 

Furnace  efficiency,  joj. 

capacity,  513- 

counter  (thcoiy),  64.,  647. 

attings.  s»l. 

gaa  and  vapoi,  698-715. 

grates,  s>o. 

Grashofa  formula.  710. 

lewth.  5". 

ideal  gas.  7  u. 

l«»e^S33. 

imperfect  gas,  7i5- 

oa  burning,  sag- 

Napier's  fomula,  710. 

C5)enition.  si7-S». 

parallel,  640,  644. 

pipes  (in),  7">- 

size  for  coal,  513. 

saturated  steam,  700. 

for  oil,  J30. 

unidirectional  (engine),  34a. 

sIcAers  (automatic),  S"J-S«9. 

vdodtyofgas,  713. 

types,  SJI-S13. 

of  steam.  7ft). 

volume,  S07. 

Flue  gas  analyas.  477-482,  493-5'»- 

Fusible  plugs.  560. 

lora  (ju  Stack  lo&sea). 

Flues,  57*. 

Gain  from  decreanng  back  pressmc 

Fluid  friction  loss,  int.  comb,  eng.,  4'3- 

in  steam  engine.  235. 

Fluttering  of  valve  (air),  7J1- 

in  steam  turbine,  367.  394- 

Foaming,  SSj.  687. 

Foot  pound  (unit).  160. 

insteamengine.  J36.  354- 

Fonrard  stroke.  171. 

in  steam  turiiine,  367.  394- 

Free  expankon,  63-64. 

Guniiia,38. 

FriLtiuU,  fluid  (m  mL  comb,  eng.),  413* 

value  o(,  41. 

head  (flue  gas),  S7S- 

Gas  analyses  (i«  An^yus). 

horse  power,  186. 

analyses(flue),<77-4ftj>493-Sol- 

toaes,  iSi. 

ftrtilidal,47>. 

constants,  ideal,  3a- 

steam  engine,  358. 

real,  3*-4i. 

steam  tuibine,  370. 

d^ned,  18,  113. 

Fuels,  alcohol,  469. 

erpanaiona,  43-58. 

artil^dsl  gas,  471. 

from  oil,  6.7. 

charcoal.  467- 

ideal,  39. 

coal,  45S-467- 

laws,  2S-42. 

cote.  466-467- 

natural,  470. 

laoducer,  471,  5^,  601. 

culm,  466. 

specific  denaitiea  of,  40. 

definition  <.1,4SS. 

specific  heats  of,  33-38. 

fuel  oil  468. 

specific  volumes  oC,  41. 

giaphitic  coal.  457-458- 

industrial  wastes,  467. 

Performance). 

kerosene,  468. 

Gas  producer,  apparatus  (general),  390- 

hgnite,  456-458,  465- 

carbon    monoxide    method. 

mimidpal  waste,  467. 

603- 

naphtha,  468. 

cooling,  601-607. 

natural  gas,  470. 

cleaning  apparatus,  615- 

oil,  467-469. 

effidenqr.  59a. 

peat,  456.  464- 

fuds  for,  607. 

petroleum.  467-469. 

hydrocariwns,      effect      of. 

prepared,  4SS. 

607- 

producer  gas.  471,  s9o,  60a. 

•ood,  467. 

mechanical  charging,  615. 

Fuel  calorimeter,  491. 

<Ml,  6.7. 

FudMl,46B. 

3iie,6oo. 
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Gas  producer,  temperatun  amtrol.  6cii. 

theray,  advmced.  594. 

ainqde,  590. 
typra.  608-615. 

balanceil  drift.  615. 

downd  raft;  609-e  10. 
grate  bottom.  6ii. 

suction.  614. 
updnid.  608. 
water  bottomi  fill. 
Gaseous  sUte,  resion  ol,  iij. 
GaaoUue,  468.     iSei  Peifomuuce.) 
Gauge  pressure,  iSi. 
Gay  Lusatc's  lav,  19. 
Gears,  tuibine,  376. 

valve  {ste  Valve  gear). 
Governing,  coastant  speei,  IS5. 
cut-off,  »s6. 
interna]      combiutioa     eogine. 

isochronous,  360-361. 
methods,  155. 
quality,  419. 
quantity,  419. 


.>s6. 


Half  time  shaft,  406- 

■  ig  (of  er   ■     ■ 


throttling,  156,  341, 151,  439. 
tuibinei,  376.  381.  389. 
unstable.  160. 
GoiverDors,  Jss-170. 

adjustment  of,  164.  970. 
Armstrong,  i6g. 
centrifugal,  166. 
characteristics  of ,  164. 

flyball,  157-161. 

inertia.  367. 

isochronous.  i6i>,  z6i. 

loaded,  157. 

pendulum,  157-163. 

Pnter,  159. 

Rites.  367. 

diaft,  363-37S. 

^leed  limitations  or,  358. 

speed  variatioo  of,  356. 

Sweet,  a66. 

theory,  dyball  lyiK.  357. 
shaft  type,  363. 

Watt,  357- 

weighted,  359. 
Grain  alcohol,  469. 
Graphitic  coal.  457-458. 
Graabof's  formula,  710. 
Grates,  area  of,  51S, 

boiler,  530-533. 
efficiency  of.  536. 
producer,  6 1 3. 


-  ,         -  «).  187. 
Head  end,  371. 
Header  (boiler),  554. 
Heat.  aswdaCed,  i,  15.  ig. 
balance,  boiia,  534. 

inL  comb,  oigine.  447-449. 
steam  en^DC  (Him's),  119. 
changes  of  intrinsic,  dc&nitioaa  11. 
gas«i3S- 
ste»m,  156, 158. 
vapors,  loS. 
latent,  10,  13,  106-108. 
spedfic  {jte  SpedGc  heat), 
total,  steam,  130,  137. 

Heat  diaitges  during: 
isobaric  ctaaogea  of  gases.  45. 

vapors,  147.  149- 

isothennol  changes  of  gases,  49. 

vapors.  I J  I. 
isovolumic  cfaaogei  of  gues,  46. 

vapors,  159, 160. 
Ifeat  conduction  (theory),  614. 
Heat  conductivity,  635. 
Heat  consumption  (m  Performance) . 
Heat  flow  diagram  (i«  Energy  stream). 
Heat  [ram  cbemical  combination.  3-5 . 
electrical  energy.  3. 


Heat  interchange  with  cylinder,  114-117. 
Heat  of,  combuiticHi.  491. 
liquid,  105,  139. 

area  for,  138. 


supeilieat,  in,  136,  t3T. 
vapor,  total,  108. 
vaporiiation,  latent,  106,  108. 
Heat  resistance,  6>6. 
Heat  transmis^on,  actual,  633, 

boiler,  sj8. 140-544  ■ 
cases  of,  639-650 . 
condenser.  675- 
c(»duction.  614. 
convection,  637. 
economiier.  663. 
feed  water  heater,  659. 
heating  surface.  63$. 
ladiatioo.  631. 
supofaeater,  573. 
(Set  Rate.) 
Heat  unit,  1.6,561. 
Heat  utilization,  ev^Biating  pans,  63o. 
beating.  631. 
industrial  pj 
Heat  value,  calorimeters,  491. 

hifiier,  461.  4S7-490,  49i. 
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He»t  value,  lower,  463,  487-*9o,  49"- 

Heat  value  {see  Calorific  value). 

Heater    (iM   Feed  water  beaten,   Ec«u>- 


mean    temperature,    637- 

639. 
auperhealer,  571. 
Heavy  oils  in  internal  osmb.  eng..  436-417. 
Height  of  chimney,  sSi-sSj. 
High  pressure  cylinder,  134. 
High  pressure,  effect  on  cylinder  condensa- 
tion, 141,354. 
on  turbines,  394- 
Higher  hfat  vslue,  461.  487-490,  49J. 
Him's  analyses,  119-513,  7iS-    ^ 
Hone  power,  boiler,  s*^    ■>  " 
bral[<  1S6. 
defined,  tSo. 
deltveml,  186. 
effective,  186. 
friction,  186. 

heat  equivalent,  iSo,  191. 
heater.  6sg. 
indicated,  183,  1S4. 
Hot  air  eogine,  397-401- 
Hot  body.  So. 


Hotw 

Humidity,  effect  on  stack  losses,  501. 
Hydraulic  inches.  575. 
Hydrocarbons.  490-491, 
Hydrogen,  available,  486. 

combustion  of,  486-490. 

hiRher  heal  value  of,  487. 

lower  heat  value  of,  4S7. 
'   Hyperbola,  cquilatera),  54,  394. 

Ice  machine  {Su  Refrigetation). 


Ignition,  internal  comb,  engine,  433-438. 

Impurities  (feed  water),  683. 

Incomplete  combualion  in  funiace,  473,  481, 

tosses  in  gas  engine,  44S, 
Incomplete  expansion,  113,  731, 
Incrusution,  6S6. 
Indicstni,  i3i. 
Indicator  diagram,  areaof,  184. 

conventional,  313-331,  406. 


Indicator  djagnm.  foar-stroke  lyde,  «9G~ 

4U. 

multiple-eip.  eng.,  349. 

scales,  181-187. 

two-stroke  cycle,  415-417. 
Indimled  cylinder  efficiency,  188,  208,  446. 
cylinder  feed,  118. 
horse  power,  1S3,  (84. 

work,  183.413. 
Induction  coil,  434. 
Initial  condensation  (definition),  ill. 
Injection  water  (condenser),  671,  673. 
Injectore,  711. 
Inlet  valve,  internal  comb,  engine,  439. 

timing,  441. 
Insulating  film  (gaa),  63$. 
Intensifier  coil,  434. 
IntETcooling  (air  compressor),  716. 
Interest,  613, 

Interchange  heat  in  engine  cyl.,  114-117. 
Internal  combustion  engine: 

actual,  40J-4S4. 

advantages  and  types  o(,  403. 

after  burning,  409. 

cam  shall,  406. 
cams.  440. 

classification  of,  411-413, 
dearance  ^tace,  404. 
combustion  in,  411, 
combustion  line,  411. 
compression  pressures,  416. 
cooling,  407. 

cylinder  arrangements,  410. 
.  definitiwL  of,  397. 
diagrams  (indicator),  406-411. 
Diesel,  417,497,  447. 
double-acting,  410. 

efficiency,  4".  443-4S4- 

tour-atroke  cycle,  403-414. 

fuel  consumption  of  {lee  Perlormanoe). 

fuels,  modification  for,  418. 
governing,  417-431. 
guarantees,  4SO-4S4. 
heat  balance,  447. 
heavy  oil  In,  416,  417. 
hot  bulb  (head),  416. 
ignition  methods,  433-438. 
indicator  diagrams.  406-413. 
indicated  work,  413. 
Koerting,  416. 
losses  in,  410.  447-449, 
mechanical  effidency  of.  413. 
mechanical  features  of,  410-441, 
oil  engine,  4S4- 
Otto  efficiency,  413. 
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Latent  h«at  of  vaporiiatiaci,  total,  108. 

Otto  type,  40 J. 

Latent  mechanical  energy,  107- 

Law,  Avogadros,  38. 

power  per  cylinder.  410. 

Boyle's.  >g. 

scavenging.  4'>- 

Charies',gaa,  29,31. 

SiK  of,  4JO. 

single-  ;ind  double-sctins,  410. 

conservation  of  enersy.  6. 

suction  line,  409. 

Dallon's,  .16. 

tandem,  tii. 

gases,  a8-33- 

turning  eflort  al,  41a. 

Cay  Lussac's,  29- 

twin,  432. 

Marriotte's,  ig. 

iwo-stroke  cycle,  40J,  4I4-4I7. 

valve  gears.  4J*-44»- 

Stefan's,  6jo. 

vertical  vs.  horizontal.  411. 

thermodynamics,  hra,  6. 

working  substance  ol,  40J. 

second.  8. 

Internal  latent  heat,  10-ij,  108- 

WrUans',  3SJ- 

Inlefnal  vaWe.  ijy 

Lead  (valve),  376. 

Intrinsic  energy,  4.  n.  35- 

Leakage, '^leam  engine,  114,  230, 

chan?fo[,  II, 

turbines.  369. 

Intrinsic  heat  change,  11. 

Lignite,  456-458.  465- 

ga«»,  3S- 

Limitations  of  simple  valve,  188. 

steam,  156-158- 

producers,  598- 

Liquid  and  gaseous  states  (continuity  ofl 

Isentropic  changes  of  gase*.  10. 

vapors,  15J-IS9- 

Liquid,  ebulKtioD.  118. 

entropy,  119. 

Isobaric  changes  of  gases,  44-45- 

vapors,  146-149- 

region  ot,  123- 

specific  volume  of.  113. 

Isothermal  changes  ol  gases,  44-4<l- 

Liquid  luel.  burning.  519-532. 

k                                       vapors,  146-1S1- 

338-34'- 

Isjtheimal  eipansion  (steam  engine),  196, 

cSect  on  water  rate,  333. 

factor,  3S4- 

range  of  (high-speed  engine),  991. 

vapors,  159-161. 

Levari thm,  tables,  Appendix. 

use  ot.  Appendii- 

Jacket  losses,  44T- 

Logarilhmic  cross-section  paper.  55. 

Jackets,  air  compressor,  TiS- 

bucket,  370. 

Joule's  eiperimenl.  6j, 

chimney  (la  Losses,  stack). 

Junction  boil  (boiler),  559. 

cyde,  181. 

cylinder,  33.  181.  114.  a>3- 

Kent's  fonnula  (chimnej),  j8j. 

flur  gas,  498. 

Kerosene,  468, 

friction.  iSi. 

Kingsley's  cipcriments  Ichimneys).  583. 

furnace,  533-536. 

Kinetic  encrgi'  of  How,  general,  698.  700. 

grate.  5JJ-5j6. 

int.  comb.  eng..  410,  413.  447-449. 

jfldet  (iDt,  comb,  eng.),  447. 

Labyrinth  passage,  ,^87. 

mecharacal,  181. 

Lagged  o-linJcrs,  240. 

noiile,  369.  708. 

Lap.  I7J.  jSo,  J76,  iSj. 

produoer.  i92-s94,  604,  606. 

Latent  heat,  106-10B. 

radisticn,  447. 

energy,  10.  13- 

stack.  498-502. 

inlemal.  .0,  -3- 

steam  engine,  .94- 

turbme,  369-370- 

inlemal,  108. 
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Nonconducting  materi-'s,  140,  141- 

Normal  power,  353. 

Lower  heal  value,  46a,  487-491. 

Nozzle,  applications,  711- 

area,  703- 

MacFulaue-Gray's  formula,  315- 

gas.7"-7i5- 

Mahler-s  curve  (««1),  463. 

Grashof's  formula,  no. 

Marine  propulaon  by  luibines,  391. 

loss,  369.  708. 

Marts' curve  (coaJ).  46'- 

Napier's  loimula,  710. 

MairioCle's  law.  19. 

luxk,  704.  714- 

Maximum  thrust  (compound  engine),  333- 

steam,  703,  709. 

Mean  effective  pressure,  184. 

Oil.  burning  of,  5"9-53i- 

referred.  318. 

Mean  hydraulic  radius,  576. 

feeding  systems,  130. 

Mtan  spedlic  heats  of  gas,  484-485. 

kinds,  467. 

of  superheated  steam,  136. 

petroleum,  467- 

producer  gas  from,  617. 

Cases  I-IV,  639^9. 

Opening,  diagram,  178. 

Medianical  energy,  heat  [rom,  3. 

early,  J87, 

latent.  107, 

Method  of  ordinate*  (area),  185. 

Operating  costs,  613. 

Miilure  of  elements  (combustion  of),  40"- 

Overload  capacity  of  boiler,  563. 

49  J  ■ 

Overload,  eSect  on  water  rate,  133- 

Moisture  in  coal,  459.  464,  5o9- 

valve.  366.  389.  394. 

loss  in  due  gas,  joi. 

Molliei  chart,  144,  Appeadix. 

Motion,  perpetual,  ist  type,  7,  88. 

Parallel  flow,  640,  644. 

3d  type,  7.  9i  8'-  88. 

3d  type,  7.  8s,  88. 

Mud  drum.  543.  555,  556. 

Multipass,  boiler,  554. 

Passes,  boUer,  554. 

Mulliple  efiect,  650. 

Peal,  4S6.  464- 

changing  cut-oS  in,  340-341. 

coeffident  of,    73S-7j6,    739. 

741.  744.  747. 

conventional  diagrams.  337, 

cylinder  ratios,  336-340- 

defined.  191. 

heat  basis,  191. 

ice   machines  (i«  Refrigera- 

indicalor diagram.  340. 

tion), 

PV^^iagraln,  348. 

int.  comb.eng.,  449-434. 

Municipal  waste  (fuel),  467, 

refrigeration.    7JS-736.    739, 

n.5'.  184.157. 

steam  engine,  "3.  iSi-iSS. 

steam  turbine,  393-396- 

gas  adiabatics,  51. 

Periods  of  valve  operation,  174, 

steam  ad  iabatics,  156. 

Perpetual  motion,  ist  type,  7,  88. 

Napier'sformulaCdow],  7'0. 

jd  type,  7,  9.  87,  88. 

Nai*tha.  468, 

3d  type,  7,  8s.  88. 

Natural  fuels.  453. 

Petroleum,  467-469, 

gas,  470. 

burning,  539. 

oil.  467-469. 

I^pe^  steam  fbw  in,  710. 

Neck  of  Doizle.  704,  714. 

Kping,  boiler,  697. 

Grashof's  rule,  710. 

condenser.  667,  677. 

Napier's  rule,  710. 

cipansion  of.  696. 

NegaUve  vork,  area,  46. 

•    -  feed  water  healer,  619. 

detinition.  79. 

power  plants,  694- 

Network,  79- 

steam.  694. 

NoncakJng  coal,  465. 

Kston,  balance  (turbine),  389. 

i,ii=,CkK1gIc 


Plant  (i«  Power  plant). 
Pond,  cooling,  68i. 
,   Pari,  areas,  285. 

auxiliary,  [n  valves.  389. 

auxiliary  exhaust,  439, 


Positive  w 


aSs. 


a,  46. 


air  rcCiigeiatioD,  7; 
boiler,  s6i. 
btake.  tB6. 
deUvercd,  1S6. 


indicated,  1S4. 

internal  comb,  eng-,  413,  4i4. 

noiroal,  35  j, 

per  cyde,  4io. 

producer  Ka^  14. 

Poirer  |dant,  16,  14,  690-697. 

cboice,  690. 

heat  flow  dia^cram,  iS.  35. 

internal  comb,  eng.,  15,  690. 

frfping  {see  Piping). 

steam.  16,  690-697- 
Prehenler,  comptesaed  air  engine,  731. 

producer,  606. 
PreignitioD,  411.  418. 
Prepared  fuels,  45; . 
Pressure,  badi,  steam  engine.  114. 


c,  36J. 


heating  system,  611 


!«..  41S, 


rrfcrred  m.e.p.,  318. 

stages  (turbine),  jSl. 

usual  steam,  141. 

within  a  liquid,  117. 
Pressure-volume  diagram  (area),  47,  74,  79. 
Price  of  coat,  basis  of,  509. 


Proceu,  inevernble,  59-64, 

reversible,  59. 
Producer  gas,  590-61 S. 

analyses,  601. 

Pcoducets  (,%ee  Gas  produccTs). 
Progressive  distillation  of  vol.  matter.  515 

Progresuve  speci&c  heat  (steam),  130. 
Properties  of  air,  477. 

gases  {m  Gas  constants). 

steam,  126-145,  Appendix. 

.  Ptopulsian  by  turbine,  391. 
Proximate  analysis  of  cool,. 460-461. 
Pumps,  air,  G67,  677-680. 
circulating.  666. 
dry  vacuum.  677. 
(eed,_6ei. 
tail,  667.  66g. 
vacuum,  666,  677-680. 
wet  vacuum.  678. 


q,  los- 

Q.8. 

Quadruple  eijiansion  mgine,  334.  339, 

Quality,  1 10, 

cun-cs,  139,  154,  106,351. 

during  compression,  114. 

Quality  governing,  419, 
Quantity  governing.  439. 
Quintuple  expansion  engine,  934. 


r,  49.  131.334- 

R,  3J,  38,  40,  4".  334. 

Racing.  427- 

Radial  clearance  (turbine).  386. 

Radiant  energy,  630. 

Radiation  (heat),  619. 

losses,  in  int.  a»nb.  engine,  447 . 
in  steam  engine.  ai4,  213. 
in  turbine.  370. 
misuse  of  term.  631. 
Range,  an^,  301, 

of  cut-ofl.  391. 
Rate  of  combustion  of  coal,  sii-sr3. 
combustion  and  smoke,  508. 
consumption  of  working  substance, 

191. 
fuel 


Rated  power.  353. 

boiler,  563. 
Rating  of  boiler.  563. 

refrigeration  madi.,  T4S. 
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Ratio  of  expansion,  48. 

Rotating  parts  of  st,  Mg-.  »44- 

Roulive  ^>eed,  effect  on  cyl.  cond,,  a4«. 

in  simple  eng.,  334. 

of  Coriias  engines.  146. 

Rotor.  3S9- 

ejtothermic,  47  »■ 

Running  over  and  under,  150. 

reversing,  476- 

Re>l  and  ideal  engines,  iSo. 

Safely  cam.  3r3. 

Recdver,  air,  7i>. 

valve,  s6o. 

in&Dite,  330. 

line,  3*9. 

AM«ndfcr. 

reheating,  240. 

Saturated  vapors,  tog,  iii. 

steam  engine,  140,  351. 

defining  condition  of,  1 1 

Recdver  pressure,  formula  for.  335. 

idectioo  of.  331. 

Saturation  curve.  113- 

with  no  clearance,  33a. 

[ormul(.eip.eng.,3Si. 

Reallocating  parts,  144, 

steam,  139.  »<*■ 

cushioning  of.  j86. 

Scale,  boiler,  636. 

Rectangular  PV-diagram,  i77-i79- 

of  indicator  diagram,  183-.83. 

Referred  m.e.p.,  3J8. 

Scotch  yoke,  373. 

absorption  process.  746- 

Scrubber,  dry.  wet.  616. 

Second  law  of  thermodynamics,  8,  9. 

Sensible  heat,  II. 

■  7JS>  739,  741,  744,  747. 

change  of.  36. 

materials  for.  744. 

flue  gas,  SOI. 

mechanical,  734- 

producer  gas.  593,  601. 

rating.  748. 

Sentinel  whistle,  s6o. 

thermodynamics  ol.  734- 

Separator,  steam,  697. 

Shaft  for  high-speed  tuibine.  376- 

vapors,  Idnds,  744. 

half  time,  406. 

R^enerator,  90. 

Shroud  ring.  376. 

lurbbe.  391. 

Region  of  gaseous  and  liquid  state,  123- 

Single  diert  vacuum  p«,,  649- 

Sleeve  motors,  438. 

superheat,  1 14-133. 

Slide  valve  (lee  Valves). 

Regulation  coefficient,  IS7- 

Slotted  dosshead,  373. 

Reheating  receiver,  140. 

Smoke,  composition  of,  soS. 

Relative  eccentric.  304. 

prevention  of,  306-508. 

vdodty.  371. 

Soft  coal.  456-458. 

Release.  37s- 

Solar  heat.  3. 

early,  288.  193,  195,  J47. 

Spark  plug.  436. 

Resistance,  contact,  634. 

Specific  density  of  gases,  3S-41 . 

steam,  134.  Appendix. 

heat,  636. 

^>edfic  heat,  14. 

surface.  634- 

conductivity.  635,  638. 

Resistance  to  flow  {flue  gas),  574- 

gases,  484-485. 

Reversed  Camot  cycle,  84. 

ideal  gas,  33^5- 

refrigeration.  740. 

Reversed  chemical  reaction.  475. 

Reversible  adiabalics,  70. 

steam,  130. 

superheat,  135-136, 

true,  is-34. 

Reversibility,  59-64. 

Revolutiooa  per  nunute,  346- 

Specific  volume  of  gases,  38-41. 

effect  on  cyl.  cond.,  i4r. 

steam.  133,  Appendii. 

Rider  hot-ait  engine.  398,  400. 

super,  steam,  137. 

vapors.  113. 

Rites'  botia  KaveiDra-,  367. 

Speed,  [Mston.  345.  346,  386. 

Rotaiy  ait  pump,  678. 

rotative,  effect  on  cyl.  cond..  341. 

engine*  348. 

of  low-speed  engines,  34 
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Sieam  engine  types: 

Stack  Uec  Chimney),  losses,  498-S09. 

Sladnanl  film,  635. 

reversmg,  154. 

Slate,  cool inuity  of,  m. 

right  hand,  149- 

Steua  data,  117. 

self  tnling,  3jo. 

side  aank,  349. 

satuiated  (table),  Appendix. 

sin^e  acting,  148- 

specific  beat  of,  130-136. 

superheated.  ns-'SJ,  Appendix. 

atcaight  Bow,  143- 

Steam,  behavior  (rf,  in  cylinder,  108-119. 

Steam  •:alaniiieter,  114-317- 

triple  eipaniion,  134,  336.  338. 

unidirectional  Sow,  343. 

Steam  distribution  chart,  s*4- 

Woolf,  3'8. 

Slemn  engine  (.ste  Steam  engine  types): 

Steam  heating,  611. 

action  ol  steam  in,  308-119. 

Steam  injector,  713. 

Caiiiol  cycle  and,  194. 

Steam 

jadieting,  138-340. 

classification  of,  145-1S4- 

jets,  587.  58S. 

Compared  with  turbine,  360. 

blowers  (producer).  613. 

comp,  and  ap.  lines,  195-196- 

Steam  nozzle  (i»  Nonle),  703- 

consumptiOD.  197-101,  3SJ-JS8. 

Steam 

pipes  (j«  Pipes),  7"- 

cycles,  i6i-i79,  194-107. 

l«pioK,  694. 

Steam 

power  plants,  16,  690-697. 

diagrams  (indicator),  313-351- 

Sttara  properties  (j«  Steam). 

Steam 

turbine,  359-396- 

daU,  356-358- 

accumutator,  391- 

ftdvantages,  391. 

jackets,  138-140. 

losses,  194- 

apiJications.  .590. 

p»rta,  144. 

back  pressure  (eflect),  367. 

perfonnanoe,"3i3-358. 

Blisi.  384. 

ilata,  334-358. 

Branca's,  359- 

delerniination,  iij. 

classification. 

indicated,  117. 

Curtis.  375.  j8o- 

theoretical  194-1117. 

defined,  359- 

types.  145-354  (i«  Stewn  engine  typei)- 

De  Laval,  373- 

valves  and  gears,  171-311. 

water  rate,  actual  curves.  131- 

double  Bow,  386. 

dala,  354-358. 

efficiency,  363-365-- 

defined,  114. 

Electra,  381. 

diagram,  119- 

energy  stream,  369. 

Stcam  engine  types: 

eihaust  steam,  367,  J90.  396. 

flexible  shaft,  376. 

center  crank,  350. 

gears,  376. 

governing,  368,  381,  389- 

Corliss,  147. 

heat  supplied,  364- 

cross  compound,  IS. - 

Hetos.  359- 

double  acting.  148- 

impulse,  359,  360- 

duplex  comixjund,  151. 

Kerr,  379. 

high  speed,  145,  191.  i9J.  JoS- 

labyrinth,  387- 

leakage.  367. 

losses.  369-370- 

left  hand,  149. 

low  pressure,  367.  390.  396. 

low  speed,  146. 

marine.  153.  338- 

mulli-stBRe.  361,  379.  390- 

medium  speed.  146. 

noHle.  359-361. 

multiple  expansion,  335- 

losses,  369- 

theory,  697-715- 

quadruple  cipansioo,  134,  339- 

overioad,  capacity,  366. 

quintuple  expanaon,  334- 

valve,  366,  394. 
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Steam  turbine,  Pelton,  379. 

T*-diagram,  chart.  Appendix. 

derived  from  PV,  217,  ai8. 

Parsons.  37S.  387- 
pilot  valve,  38.. 

Table  1, 40;  II,  s8;  III,  lOi:  IV,  34':  V,  325; 

VI,  3'S;Vn,3SS;VIII,  3S8;IX.3S8; 

pressure  stage.  381. 

X,  39S;  XI,  419;  XII,  443;  XIII,  4371 

Rateau.  374.  379.  394- 

XIV,  4J8;  XV,  460;  XVI.  465;  XVII. 

reactian.  3S0.  3S4,  38T- 

466;  XVIII.  470;  XIX,  473;  XX.  477: 

Riedler-Sturapf,  383. 

XXI,  479:  XXII,  481;  xxin,  491; 

rotor,  3S9- 

XXIV,  578;  XXV.  601:  XXVI,  618. 

shroud  ring,  376. 

Tables,  air,  properties  ol,  477- 

single-slagr,  379- 

coal  classification,  old.  457. 

Hoall  vs.  large,  39S. 

Pan's,  458. 

Sturlevant,  jS^. 

sizes.  46s.  466. 

superheated  steam  with,  367. 

coai,  ultimate  analyses,  460. 

Terry.  383. 

tests.  39S- 

conductivities,  618. 

diagram  factom,  335. 

water  rale,  363,  jSS- 

draft  through  btrflers,  578. 

water  seal,  379- 

efficiencies,  steam  engine,  338. 

Westinghouse- Parsons,  3*9. 

Otto  engine,  443- 

windage,  35s. 

flue  gas  constants,  479,  4S1. 

Zoelly,  374,  380. 

formulas,  volume  changes  of  gases, 

Stefan's  law  (radUtionJ,  630. 

58. 

Stokers,  s",  S'l'S^S- 

Stoking  (iM  Firing). 

cycles.  .02. 

Stratification,  tumara  gases,  507 

expansions,  58. 

Stroke,  back,  J71. 

hydrocarbons,  49"- 

forward,  171. 

logarithms.  Appendix. 

SuctioD  line,  409. 

natural  gas,  470- 

producer,  614. 

Part's  classification  (coal),  45 8. 

dioxide  refrigeration,  745. 

turbines,  395. 

pressure  drops,  flue  gas  in  boiler,  578. 

SupeAeat.  degree  of.  111. 

producer  gas,  602. 

determination  of,  127- 

steam,  saturated,  Appenrfii. 

cylinder  cond,,  136-138.  3S4. 

steam  turbine,  367,  394. 

symbols.  Append  ii. 

Superheated  vapor,  1  [  1 , 

volume  changes  (gas),  58. 

Charles' law  .for,  150. 

(I  +log.r)  +r,325- 

Taa  iHpe.  666. 

r^on.  123. 

pump.  669, 

Tar  extractor.  6t6- 

Tempereture,  absolute,  30. 

protection  of.  S7I. 

control  (producer),  603-605. 

types,  566. 

head,  mean,  639-649- 

Surface,  boUer,  sjS.  363. 

range  (comp.  eng).  331. 

condenser,  673, 

vaporization.  105. 

TemperafureMMilropy,  changes  of,  gases,  72. 

effect  of  clearance,  131- 

leed  water  heater,  6sg. 

chart,  138,  143,  Ap- 

resisUnce, 634- 

pendix, 

superheater.  571. 

Tests  (in  Periotmance). 

water  in  boiler,  546. 

Thermal  value  (icr  Calorific  value). 
Tfiermodynamlcs,  defined,  xvi. 
Throttled  steam,  iii,  212. 
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Thrust  bcaiing  (turbine),  3S9. 

muimum  (comp.  eog.),  J3i. 
Time  cIcdifdC  (cyl.  condensation),  aji. 
Timer  (ignition),  436. 
Timing  opening,  441. 

valves,  4J4- 
Transmission  of  beat  {tee  Heat  trans.) 
Traps,  697. 
Travel,  valve.  173. 
Trip  cut-off,  309. 
Triple  effect  (vacuum  pan.),  6so- 
True  comparison  of  perfoimance,  354. 
Try  coclts,  560. 
Tubes  (boiler)  eiposed.  549. 

.repladng,  547,  548. 
submerged,  S49- 
Tmnlirz's  equation,  137. 
Turbines  {see  Steam  Turbine). 
Turbo-coniFffessors,  719. 
Turf.  456. 

Turning  effort,  int.  comb,  eng.,  410. 
uniformity  of,  333. 


Ultimate  analysis  (coal),  460. 
Uncombined  hydrogen,  486. 
Underload,  effect  00  water  rate,  ajj. 
Unit  of  evaporation,  561. 

Uptakes  (j«  Flues). 

Upton's  Curves  (sp.  ht.),  484,  485- 

U.  S.  coal  fields.  458. 


Valve  gears,  diagrams  (jm  Valve  gear  dfai- 

double  eccentric  Coriiaa,  313. 

floating  lever,  312. 

Gooch.  316. 

high  speed,  igi,  393. 

indqiendent  cut-off,  J97. 

int.  comb,  eng.,  438-443. 

Joy.  319. 

link.  314-317. 

low  speed,  307-314. 

Mclntosh-Seymiour,  306. 

Marshall,  318. 

open  rod,  315. 
oacillating,  307. 
poppett,  331. 
Porter-Allen,  317. 
"■adial,  317-331. 
riding  cut-off ,  397,  303-307. 
Russell,  304. 

single  eccentric  Corliss,  309. 
Steidienson,  314. 
trip  cut-off,  309. 
Wabchaert.  310. 
Valve  gear  diagrams,  Bilgram.  iSo,  199. 
etliplical.  377,  199. 

polar,  375- 
rectilinear,  375. 
Sweet.  378,  399. 
valve  openings,  378. 
Zeuner,  379,  385. 
Valve  types,  Allen,  189. 

luiiliaiy  air.  435. 
tuxiliary  ported,  389. 


Valve  (jM  Valve  types). 

balancing.  191. 

diagrams,  274-38S.    {See  Valve  g 
diagrams.) 

Buttering.  721. 

friction.  291. 

gears,  I7I-33I.     (5m  Valve  gears. 

limitations,  2S8. 
opening,  373,  18J-187,  295. 
steam  velocity  through,  3S6. 
travel.  273. 

types  (set  Valve  types). 
Valve  gears,  Allan  link  geai,  316. 

Buckeye.  303. 

cam.  331- 

Coriiss.  H.  S.,  193.  308. 
L.  S..  307-314- 

crossed  rod,  315. 


blow  off,  360. 

caiburetting,  414. 

cooled  (gas),  439, 

Corliss,  30S,  309. 

cut-off  (riding),  297,  303-307. 

double  ported,  189. 

D-valve.  371. 

eihaust,  439,  441. 

external.  373. 

gas,  431- 


automatic,  439. 
main,  397. 
marine,  389, 
mixing.  433,  431,  433. 
multiport,  189. 
mushroom,  438. 
OscilUting,  307- 
overload.  tuttHne,  366. 
plot,  383. 
piston.  28S, 
poppet,  331,  333,438. 
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Valve  types.  pntMctioniog  (gat),  431- 

ndiag  cut-off,  197,  303-307. 
safety,  560. 

slide,  gas,  438. 

stop,  s6o. 

Sweet,  190. 

Trick,  189. 

tiip  cut-ciS,  jog. 

Woodbuiy,  ■"•■• 
Vta  da  Wial'a  eqtutkm 
Vapor,  cycle*,  161-179. 
deSned,  103,  iij. 
diy.  109- 


laj. 


fornutioa,  loj. 


Vapoiintion,  heat  of,  106-108. 
Viporuei  (producer),  606. 
Velodty,  absolute,  371. 
bucket,  j6o. 


OEX  811 

Water,  legs,  jsj. 

puriGcalion,  GS5-6S9. 
rate  (in  Water  nte). 
■eal,  turiiine,  379. 

q>eci&:  heat,  130. 
treatment,  €85-689. 
volume,  113. 
Water  rate,  »4- 

Ble»m  eng.,  198,  joi,  3SS.  3S8. 
■team  turbine,  363,  39i,  393" 
393' 
Water  rate  curves,  steam  engine  131. 

turbine,  363,  363,  39a. 
WeWit,  ait,  477. 

flue  gas,  495,  497-499.  Si"- 
gases  {see  Gaa  constanla). 
See  Ail  for  combustion. 
Sh  Oxygen  for  combusttoD. 
Wet  vuuum  air  pump,  67S. 
Wet  vapor  method  ([voducei),  605. 
Wetness  factor,  K16. 
Whistle,  sentinel,  560. 
Willans'  U»,  351. 
Windage,  365. 

loa,3jo. 
Vilredrairing,  aij. 
Wood  (fuel).  467. 

Work,  ueas  (positive  and  atg.),  46. 
positive  and  negative,  78-79. 
Work  done  on  and  by  piston,  13. 

area  for,  47,  49.  74-79- 
Work,  equaliiation  (mulli.  eip.  eng.),  331, 


diagram  (turbine).  360. 

335,  341,  341- 

flov.  Sue  gas.  576. 

V/oA  during  changes,  adiabatics.  gas,  51. 

gas,  713- 

vapor,  156. 

steam,  701. 

isobarics.  gas,  45- 

iet,  36=,  373- 

vapor.  I49>  ISI. 

piston,  J46.  >86. 

isothermaU,  gas.  48. 

rdative,  371, 

vapor.  ISI. 

steam  through  ports,  186. 

Volatile  matter  (cosl).  4S6. 4S9.  506-510, 

Work  of  cycles,  Braytoa  (Joule).  99. 

Volume  changes,  gas,  S3i  S8. 

Camot.  ga^  79-8'- 

vapors,  146-160. 

vapor,  l6a,  163. 

Clausius.  169,  171. 

gas  (from  comb,  of  C).  477-481. 

Diesel,  loi. 

■team,  saturated.  133.  Appendix. 

Ericison,  93 . 

Otto  (Beau  de  Kochaa),  95. 

Water,  cmdeosing,  ao,  671-674. 


ne,  175,  '76. 
rectangular  PV,  178, 179, 
Stirling,  9  a. 
Working  substance,  }6,  397,  403. 


Zoo,  abstdute,  30. 
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